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formations, properties.  T-7,  C-5,  W- 
3200.      Vol.   Ill,  p.    141,  Mar.,   '06. 

Steam  Turbine — Francis  Hodgkin- 
son.  Advantages;  steam  action; 
Westinghouse  turbine;  curves  and 
tests  under  various  conditions.  T-1, 
1-7     W-32(iO.      Vol.    I,    p.    S4.    Mch.,    '04. 

Steam  Turbines — J.  N.  Bailey. 
Fundamental  in-iuoiples  and  rela- 
tinn.s  of  various  types.  Methods  of 
utilizing  high  velocity  of  steam. 
Simplicity  of  design  with  minimum 
number  of  moving  parts.  Accuracy 
of  workmanship.  Low  pressure  tur- 
bines.     C-4,    D-4,    I-l,    W-3  500.      Vol. 

V,  p.    505,   June,    '08. 

(E)  Opportunities  For  New  De- 
velopment— E.  H.  Sniffln.  W-250,  p. 
302.  ^, 

Double  Plow  Turbine — R.  N.  Ehr- 
hart.  Development  of  new  design. 
Advantages.  D-2,  I-l,  W-1  450.  Vol. 
V,  p.  574,  Oct.,  'OS.  (See  (E),  p. 
549,  bv  B.   G.   Damme.) 

Iiow  pressure  Turbine  using  steam 
from  engine  exhaust — J.  R.  Bibbins. 
Showing  increased  energy  available. 
C-1,  W-825.     Vol.   IV.  p.   560,  Oct.,  '07. 

IiOW  Pressure  Exhaust  Steam  Tur- 
bines— J.  R.  Bibbins.  Use  of  ex- 
haust   steam    from    reciprocating    en- 


gines and  resulting  total  efficiency. 
C-4,  D-1,  1-3,  W-3  950.  Vol.  V,  p. 
707,    Dec,    'OS. 

Low  pressure  Type  Combined 
with  Steam  Engine — Edwin  D.  Drey- 
fus. Economy  effected  with  combined 
unit.  C-S,  I-l,  W-3625.  Vol.  VI,  p. 
597,  Oct.,   '09. 

(E)  Francis  Hodgkinson.  Varia- 
tion of  details  to  suit  specific  re- 
quirements.     W-SOO.      P.    5S1. 

Report  on  Economy  Tests  of  7  500 
kw  turbo-generator  at  Waterside  Sta- 
tion, No.  2  of  New  York  Edison  Co. 
T-1,  I-l,  W-1200.  Vol.  IV,  p.  655. 
Nov..  '07. 

Turbines,  Commercial  Testing  of 
Steam— A.  G.  Christie.  Testing  floor 
and  apparatus;  method  of  testing; 
data:  results;  curves.  T-2,  D-1,  1-8, 
W-3200.      Vol.   I,  p.   387,  Aug.,   '04. 

High  Vacua  and  Superheat  in 
Steam  Turbines — J.  R.  Bibbins. 
Economy;  test  and  curves  from  Par- 
sons turbine;  deductions  (E).  p.  193. 
T-1.  C-5,  W-1400.  Vol.  II,  p.  151, 
Mch.,  '05. 

Steam  Turbine  Situation — Edward 
H.  Sniffln.  W-900.  Vol.  Ill,  p.  21 
Jan.,   '06. 

Vanes,  Durability  of  Steam  Tur- 
bine— J.  R.  Bibbins.  Reasons  for 
long  life.  1-4.  P-2,  W-800.  Vol.  II, 
p.    369,   June.   '05. 

Question   Box — 59.   34o. 

The  Choice  of  a  Condenser — Fran- 
cis Hodskinsiin.  Di.sc-ussion  of  con- 
ditions to  be  met  and  features  of  de- 
sign, construction  and  operation 
bearing  upon  selection  of  equipment 
adapted  to  different  kinds  of  service. 
T-1,  C-3,  1-24,  W-14000.  Vol.  VI.  pp. 
331.  476,  553,  618,  693.  July  to  Nov., 
'09.    inclusive. 

(E)  R.  A.  Smart.  Condensers  for 
steam  power  plants.  Discussion  of 
tvpcs.  Economizers.  Air  pumps. 
W-7."i0.      P.    3S5.   July.    "OO. 

lie  Blanc  Condensers  and  Air 
Pumps — J.  A.  McEay.  Relative  im- 
]i(irtance  of  auxiliaries.  Discussion 
of  tvpes.  1-3,  W-1625.  Vol.  VI,  p 
752,   Dec,   '09. 


ELECTRICAL  ENGINEERING 

GENERAL 

SPECIFICATIONS  AND  STATISTICS 


Commercial  Research — C.  E.  Skin- 
ner. Investigation  of  properties  of 
materials,  processe.s.  designs;  devel- 
opment of  new  apparatus;  critical 
study  of  existing  designs;  causes  of 
failures;  method  of  work,  applica- 
tion of  results,  records.  W-7  400. 
Vol.   V.   p.    185.    Apr.     'OS 

(E)  Scientific  Aids  to  Industrial 
Work— Chas.  F.Scott.     W-650.    p.    182. 

Enoineering  Responsibility  —  Chas. 
P.  Dudlov.  .\n  inquiry  as  to  causes 
r.f  fiilur'e  and  nic-lliods  of  improve- 
ment Bad  niatirial;  bad  workman- 
ship- bad  design;  unfair  treatment. 
W-3S00.      Vol.   VI.   p.    4S3     Aug..   '09. 

(E)  C.  E.  Skinner.  .A.  subject  of 
vital  importance  to  all.  W-275.  P. 
452. 


Standards  for  Electrical  Appara- 
tixs — British,    American    and    German 

— J.  S.  Peck.  Comparison  of  speci- 
fications. T-3,  W-825.  Vol.  V,  p. 
318,   June,  '08. 

(E)  Temperature  Ratings — P.  M. 
Lincoln.      W-550,    p.    301. 

Electric     Industry     in      Germany — 

Wald<'inai'        Kcich.  Representative 

nianufacturiiig  cdniiianies.  T-l,  W- 
1S2.".      \'"1.    \'I.   p.    42.    ,Ian..   '09. 

Raw  Material  Supply — P.  H.  Knight 
and  C.  E.  Skinner.  Observations, 
suggestions  and  rules  regarding  the 
purchase  of  raw  material  for  large 
manufacturing  concerns.  W-3700. 
Vol.  IV,  p.  373.     July,  '07. 


GENERAL — AIatkrtals — Measurement 


MATERIALS 


Copper  and  Its  Alloys — Foundry 
Practice — W.  J.  Reardon.  Kequire- 
ments  fur  producing  successful  cast- 
ings. Temperature  determination. 
Bearing  metals;  precautions  in  mix- 
ing. Sand  and  the  sand  conveyor. 
1-2,  W-1600.     Vol.  I,   p.   lOS,   Mch.,  '04. 

Steel,  Testing  of  Sheet — C.  E.  Skin- 
ner. Points  to  be  considered.  Chem- 
ical test.  Loss  tests — Hysteresis; 
loss  —  Ewing  Hysteresis  meter. 
Eddy-current  loss.  The  transformer 
method;  the  armature  method.  De- 
scription of  dj'namometer  used. 
Tests  for  aging.  Permeability  tests. 
Lamb  and  Walker  Permeability 
Meter.  1-3,  W-3000.  Vol.  I,  p.  333, 
July,  '04. 

Question   Box — 147. 

Desig-n  and  Testing*  of  Electrical 
Porcelain — ^Dean  Harvey.  Pi'ocesses. 
Glazes.  Limiting  Voltages.  Electri- 
cal Testing.  D-1,  I-IO,  W-2700.  Vol. 
IV,  p.   568,  Oct.,  '07. 

Manufacture  of  Electrical  Force- 
lain — Dean  Harvey.  Description  of 
various  processes.  1-3,  W-1350.  Vol. 
IV,  p.   352,  June,  '07. 

Gauging"  of  Materials — C.  C.  Tyler. 
System  adopted  bv  the  Westinghouse 
Electric  &  Mfg.  Co.  W-600.  Vol.  I, 
p.    310,    June,    '04. 

Water-proofang  Compounds  in 
Transformers.  Soluble  and  insoluble 
ones.  Danger  from  soluble  ones. 
W-350.     Vol.   II,  p.   128,  Feb.,  '05. 

Question  Box — 52,  224,  268,  317, 
355. 

Insulation 

Physical  Characteristics  of  Dielec- 
trics— A.  P.  M.  Fleming.  A  general 
discussion.  Gases.  Liquids.  Solids. 
C-5,  W-2550.    Vol.  IV,  p.  364,  July. '07. 

(E)   C.  E.  Skinner.     W-250,  p.  361. 


Insulation:  Resistance  and  Dielec- 
tric Strength;  Method  of  Measure- 
ment— R.  E.  Workman.  Gives  ex- 
I)lanation  of  the  two  tests  and  meth- 
ods for  same.  D-1,  W-SOO.  Vol  I, 
p.    544,   Oct..  '04. 

Insulation — O.  B.  Moore.  Relation 
of  ohmic  resistance  and  dielectric 
strength.  Tests.  Curves.  C-3,  D-1, 
W-2400.      Vol.   II,  p.  333,  June.   '05. 

Insulation  Testing — C.  E.  Skinner. 
A  comprehensive  article;  equip- 
ments: important  factors.  D-9,  1-5, 
W-6400.      Vol.    II,    p.    53S,    Sept.,   '05. 

Standard  Tests  for  Dielectric 
Strength — C.  B.  Skinner  (E).  Com- 
ment on  new  standardization  rules  of 
A.  I.  E.  E.  W-1000.  Vol.  IV,  p.  544, 
Oct.,  '07. 

Question  Box — 247,   315,  344. 

Compressed  Gas:  Insulator — Har- 
ris J.  Ryan.  Increase  of  dielectric 
strength  of  gas  under  pressure.  T-1, 
C-3,  D-7,  W-2400.  Vol.  II,  p.  429, 
July.   '05. 

Oil-Switch  Work,  Oil  for.  Re- 
quirements for  the  oil.  W-150.  Vol. 
II,  p.   128,  Feb.,  '05. 

Question  Box — 226. 

Taping — C.  Stephens.  Purpose  and 
kinds  of  tape.  Different  uses  for 
the  three  general  classes  of  tape. 
I-l.   W-SOO.      Vol.   II,  p.    258,   Apr..   '05. 

Varnished  Cloth  Cables  for  High 
Voltage  Service — Henry  W.  Fisher. 
W-SOO.      Vol.   III.   p.    235,   Apr.,  '06. 

Locating  Faults — C.  E.  Skinner. 
Metliod  of  burning  insulation  at  the 
point  of  fault.  W-250.  Vol.  II,  p. 
614,    Oct.,    '05. 

Question  Box — 48,  114,  116,  119,  145, 


MEASUREMENT 


General 


Measurements    of    Indvictance  —  H. 

B.  Taylor.  A  substitute  for  the  seco- 
meter.  1)-1,  W-550.  Vol.  IV,  p.  296, 
May,    '07. 

Measurements  Involving  the  Us©  of 
Series  Transformers — H.  B.  Taylor- 
Ratio.  Performance.  Directions  for 
use.  Interchangeability.  C-1.  1-2, 
W-2050.      Vol.  IV,  p.  234,  Apr.,   '07. 

(E)  W.  H.  Thompson.  Sources  of 
error.     "U^-eOO,  p.   185. 

Measuring  Rectified  Currents — Paul 

MacGalian.  Action  of  vai'ious  tvpes 
of  (iiiii-t-ciirrcni  niotcrs.  ("-2  "  W- 
1(17."..      \'.il.   VI,   p.   700,  Xov..   •():•. 

Measurement  of  leakage  from 
Rail  to  Water  Pipe  System — C.  W. 
Kinney.  Using  voltmctor  and  ani- 
meli^r  to  detormino  mri-pnt  flowing. 
\\'--:r,n.     Vni.  \-T,  ]..  is_'.  M:ii-..  •ii:i. 

Current  Measuring  —  Three-Phase 
System  —  Two  Transformers.  Con- 
nections; method  of  measurement. 
D-1,   W-200.      Vol.    I,    p.   247,    May    '04. 

Three-Phase  Power — IT.  M.  Scheibe. 
Demonstration  of  the  correctness  of 
method.  D-4,  W-600.  Vol.  IV,  p.  56, 
Jan.,  '07. 


Apparatus  for  Testing — ^Clias  A 
HubL-in.  Portable  t)Ut(it  giving  means 
of  current  adiustment.  D-1,  W-250. 
Vol.   VI,   p.   314.  May,  '09. 

Error  in  Measurement  of  Trans- 
former Iioad — J.  X.  C.  Hulroyde. 
.\]ili:irent  unccjual  dist  ril)ution  of  load 
on  two  tran.'^rormer  banks.  D-1,  W- 
300.      Vol.  \J.  p.   312,  May,  '09. 

The  Oscillograph — S.  M.  Kintner 
(E).  W-425.  Vol.  Ill,  p.  543,  Oct., 
'06. 

Question  Box — 209. 

Use  of  Oscillograph  on  Testing 
Floor — H.  H.  Gallelier.  C-4.  T-."..  W- 
1  ]  75.      VmI.    V.    )i.     tm,    .Tilly,    'ns. 

Kathode  Ray  Oscillograph  —  R. 
Rankin.  Ryan  oscillograph;  descrip- 
tion; use;  some  results  (E).  Chas. 
F.  Scott,  p.  646.  D-1,  I-ll,  W-4000. 
Vol.   II.  p.    620.  Oct.,   '05. 

Niill  Method  for  Magnetic  Tests — 
IT,  i;,  'l"a>-lor.  1  )esoi'ipi  i'ln  of  motliod 
and  practical  ap]ilication.  C-l,  ]T-1, 
1-2,  W-3non.     Vol.  IV,  p.  168.  Mar.. '07. 

Phantom  Grounds — ^R.  F.  Howard. 
D>ie  to  condenser  effect  between  the 
windings  of  the  apparatus.  W-400. 
Vol.  V,  p.   474.  Aug.,  '08. 

Question  Box — 181.   188.   218.   261. 


GENERAL — Measurement — Meters 


Meters 

Progress    in    Instrument    Design — 

Paul  MacGahan  (K).  Devidopment 
of  alternating-current  instruments. 
W-350.     Vol.    II,   p.    520,    Aug.,   '05. 

Handling  Electrical  Instruments — 
H.  B.  Taylor.  Causes  affecting  ac- 
curacy; corrections;  precautions.  D-2, 
W-3000.      Vol.   II,   p.    474,   Aug.,   '05. 

Maintenance  and  Calibration  of 
Service  Meters — William  Bradshaw. 
Methods  of  calibrating  wattmeters. 
C-3,  W-2600.  Vol.  Ill,  p.  390,  July, 
'06. 

Beading-  Error  of  Indicating  In- 
struments— -B.  B.  Brackett.  Causes 
and  suggested  remedies.  (E)  F. 
Conrad,  p.  709.  C-1,  W-1000.  Vol. 
II,   p.    704,   Nov..   '05. 

Question  Box — :;(>7. 

Polyphase  Metering  Conventions — 
M.  C.  Rypinski.  Standard  arrange- 
ments of  connections  for  instrument 
transformers,  wattmeters,  power-fac- 
tor meters,  synchroscopes.  D-10,  W- 
925.     Vol.  IV,  p.   89,   Feb.,   '07. 

General  Application  of  Meter  Con- 
nections— II.  \V.  Brown.  Polyphase 
wattnictCT.s  and  power-factor  meters, 
transformers.  Eauivalent  connec- 
tions. D-10.  W-700.  Vol.  VI,  p.  308, 
May.  '09. 

Question  Box — 219. 

Standard  Connections  —  General — 
H.  W.  Brown.  Fundamental  princi- 
ples for  use  in  doubtful  cases.  As- 
sumption regarding  positive  direc- 
tion of  current.  Relation  of  cur- 
rents in  current  and  e.m.f.  coils. 
D-22,  W-1  800.  Vol.  V,  p.  260,  May, 
'08. 

(E)  Standardizing  Power  House 
Wiring — Bertrand  P.  Ro-yve.  W-450, 
p.    243. 

Single-Phase  Connections — H.  W. 
Brown.  Transformers;  Two  -  wire; 
grouping;  spcial;  Three-wire;  teas- 
er system.  D-17,  W-3  000.  Vol.  V, 
p.    597,    Oct.,   '08. 

Polyphase  Connections  —  M.  H. 
Rodda.  Correct  connections  of  watt- 
meters on  three-phase  circuits  re- 
gardless of  power-factor.  D-4.  W- 
1800.      Vol.    Yl.  p.    436,   July,   '09. 

Qviestion  Box — 2  78. 

Two-Phase  and  Pour-Phase  Con- 
nections— IT.  W.  Brown.  Two-Phase 
■ — f(jur-wire,  three-wire,  five-wire. 
Four-pliase  —  four-wire.  D-10,  W- 
1  800.      Vol.   V.   p.    GGO,   Nov.,   'OS. 

Three-Phase  —  Tliree-'Wire  Connec- 
tions— H.  W.  Brown.  Grouping  poly- 
plia  so  meters,  sin.gle-phase  meters, 
\-nltmi  ters  and  ammeters.  T-1.  D-36. 
W-:',2."'.ii.  ^'ol.  V.  p.  72."..  Dec,  'OS, 
and    \'(il.   VT,    p.   47.   Jan..    'oil. 

Three-Phase  —  Pour-Wire  Connec- 
tions— H.  W.  Brown.  Wat tmeters  and 
liiiwer-factor  meters.  Voltmeters  and 
ammeters.  General  conclusions.  D- 
11.   \V-2I2.-;.     Vnl.   VT.   p.   nn,  Feb.,  '09. 

Six-Phase  Connections  —  H.  W. 
Brown.  Double-delta;  grouping  sin- 
gle-phase meters  on  lialanced  and  un- 
balanced circuits,  relays.  Diametri- 
cal; single-phase  meters  on  balanced 
circuit,  relavs.  D-9,  W-28o0.  Vol. 
VI.   p.    172,    ,Aiar.,   'oii. 

Special  Connections — H.  W.  Brown. 
Series-parallel;  totalizing  and  aver- 
aging; high  and  low-tension  ground 
detectors;  wattless  volt-amperes; 
speed    indicators;    synchronizing    cir- 


—   F.      Conrad. 
W-800.       Vol. 


euitP  of  unlike  phases.  D-21,  W-2700. 
\'(il.    \'I.    p.    29S.    May.   '09. 

Error  in  Instruments  Due  to  Wave 
Form — K.  E.  Sommer.  W-300.  Vol. 
Ill,   p.   599,   Oct.,   '06. 

Potentiometer  for  Measuring  Xiow 
Kasistance — H.  B.  Taylor.  Construc- 
tion; operation;  advantages.  D-1, 
1-2,  W-2300.  Vol.  Ill,  p.  686,  Dec, 
'06. 

Dynamometers — "A.  C."  and  "D. 
C." — E.  R.  Cross  and  R.  E.  Work- 
man. Advantages;  disadvantages; 
precautions.  W-200.  Vol.  I,  p.  34, 
Feb.,    '04. 

Prequency  Meters 
Types;  construction. 
Ill,   p.    535,    Sept.,   '06. 

A  Polarity  Indicator — K.  E.  Som- 
mer. W-250,  Vol.  Ill,  p.  598,  Oct.. 
'06. 

Graphic  Recording  Meters.  Detail- 
ed description.  D-1,  I-l.  Vol.  Ill,  p. 
297,  May.  '06. 

(E)  Paul  MacGahan.  Disadvan- 
tages of  older  types  and  points  re- 
garding the    new.      W-475,   p.    245. 

Power  Factor  Meter  Connections. 
Construction  and  action.  Diagrams. 
D-2,   W-400.      Vol.   I,   p.    368,   July,   '04. 

Power  Factor  Meters  and  Their  Ap- 
plication • — •  Paul  MacGahan.  Uses; 
principles;  construction.  Detecting 
errors  in  connections.  D-11,  1-2,  W- 
2200.     Vol.   I,   p.   462,   Sept.  '04. 

Power  Factor  Meter,  Test  of  a. 
Correction  for  change  of  frequency; 
method  of  calibration.  D-1,  W-600. 
Vol.    I,    p.   554,    Oct.,    '04. 

Meter  and  Testing  Dept.,  Hartford 
Electric  light  Company — F.  W. 
Prince.  Meter  testing  boards;  test- 
ing service  meters;  record  system. 
C-1,  D-2,  1-3.  W-1  550.  Vol.  V.  p. 
204,    Apr.,    '08. 

(E)  Testing  Departments — H.  W. 
Young.      Vk^-4  50,    p.    181. 

Question  Box — 27.  45,  56,  66,  189, 
214,    2:)-2.   2;iii.    239,    240,    333. 

WATTMETERS 

Indicating      Wattmeters  —  E.       R. 

Cross  and  R.  E.  Workman.  D-1,  W- 
600.      Vol.    I.    p.    33.    Fel).,   '04. 

Integrating  Wattmeters — ^H.  Miller. 
Induction  Type.  Principles.  Con- 
struction. Accuracy.  Results  ob- 
tained. Operating  Conditions.  C-4, 
D-3,  1-3.  W-4400.  Vol.  IV,  p.  584, 
Oct.,   '07. 

Method  of  Calibrating  Wattmeters 
- — H.  B.  Taylor.  Arrangements  of 
circuits  to  get  different  loads  and 
phase  relations.  D-2,  I-l,  W-1900. 
Vol.    Ill,   p.    624,   Nov.,   '06. 

Calibrating  Standard  Wattmeters 
by  Potentiometer  Method — H.  B.  Tay- 
lor. (^-1.  D-1,  1-2,  W-3900.  Vol.  IV» 
p.   93,  Feb.,  '07. 

Polyphase  Power  by  Single-Phase 
Meters— M.  B.  Cliase.  W-1 7.').  Vol. 
V.    p.    :i2,    Jan..    'OS. 

Effect  of  Power-Factor  on  Poly- 
phase Meter  Reading — C.  W.  Kinney. 
W-275.  Vol.  V,  p.  53,  Jan.,  "OS;  M. 
B.  Chase.  W-300.  Vol.  V,  p.  53,  Jan., 
•08. 

Power  in  Polyphase  Circuits  by 
Single-Phase  Wattmeters  —  R.  E. 
Workman.  Explanation;  connections. 
D-2,    W-200.      Vol.   I,   p.    674.   Dec.   '04. 

Question   Box — 193. 


GENERAL— Meters  &  Relays— Theory 


Beiuedy    Por    Wrong'    Connection — 

M.  B.  Chase.  Error  in  regisLi  aiiun, 
due  to  wrong  connection  of  current 
and  e.m.f.  coils.  D-1,  W-450.  Vol. 
V,    p.    2fiO,    Mav,   '08. 

Question  Box — 43,  67,  69,  73,  124, 
132.  i:.:i,  ITi;.  ITT,  200,  219.  222.  237. 
2r,l,   _'^i'.    i'!i_'.    ;;nl,    JIO.   32^,   .320,    332. 

voi:.tivu:ti:bs  and  ammeters 

Voltmeter  —  Automobile.  U.se  and 
construction.  C-l,  W-200.  Vol.  I,  p. 
428,  Aug-.,   '04. 

Disc-Type  Induction — Paul  IMac- 
Galiau.  (  iiiistriirtinn  and  lU'inciplcs 
of  cipi-'i-atiiiu.  Ivct-t'nt  niodilir-at  ion.s 
in  design.  C-l,  D-1.  1-4,  W-183.5. 
Vol.  VI,   p.  36,  Jan..  '09. 

(E)  Meter  Development.  Review 
of   \aiii)us    t>-pes.      \\"-42."i.      1^.    (i. 

Voltmeters — "D.  C."  and  "A.  C." — 
E.  R.  Cross  and  R.  E.  "Workman. 
Precautions  to  be  observed  in  their 
use.      W-350.      Vol.    I,   p.    33,  Feb.,    '04. 

Differential  Voltmeter  —  H.  W. 
Peck.  Description;  use;  connections. 
W-200.      Vol.  II,   p.    102,    Feb.,  '05. 

Voltmeter  Induction  Type,  Cor- 
rections for  Change  of  Temperature. 
Ex])lanation  of  variation  of  torque 
with  temperature;  methods  of  com- 
pensation. W-300.  Vol.  I,  p.  555, 
Oct.,   '04. 

Voltmeter,  Type  P,  "A.  C."  Series 
Resistance  for.  Object  of  series  re- 
sistance; conditions  necessary  for  in- 
dependence of  frequency.  W-200. 
Vol.    I,  p.    427,    Aug.,    '04. 

Induction  Aanmeters  and  Voltme- 
ters— Paul  MacGahan.  Principles, 
Descriptions  of  actual  meters.  C-2, 
D-2,  1-4,  W-1300.  Vol.  IV,  p.  113, 
Feb.,   '07. 

A  Hot  Wire  Ammeter  —  E.  C. 
Wheeler.  W-22  5.  Vol.  Ill,  p.  360, 
June.   '06. 

Kelvin  Sector  Type  Ammeters  and 
Voltmeters — y\.  C,  Ii\  pinski.  'I'lienrv. 
Description.  1-3.  D-l.  C-2.  W-l.'.OO. 
Vol.   Ill,   p.    .5S.S.   Oct..   -iM-,. 

Error  in  Ammeter  Measuremon't — 
Wrong  Location  of  Shunt — C.  A. 
Le  Quesne,  Jr.  W-400.  Vol.  V,  p. 
ll.->,   Feb.,  'OS. 

Question   Box — 28,    99. 


Relays 

Protective  Relays — M.  C.  Rypinski. 

Puriiose,  applicatinn,  details  of  con- 
struction and  operation,  and  dia- 
grams of  connections  of  various 
types.  C-5,  D-16,  1-17,  W-8  750.  Vol. 
V,  pp.  39,  97,  171,  233,  282,  350;  Jan., 
Feb.,  Mar.,   Apr.,   May,  June,   '08. 

Voltag'e  Regulating-  Relays — Paul 
MacGahan.  Cnnslruciion  antl  opera- 
tion of  imi)ro\'cd  app.aratus.  I'rimarv 
anil  serondarv  rdav.-^.  D-1,  1-2,  \V- 
7  ,  .■).      Vol.   VI.    )).    i;3.""..    (  let.,   '(19. 

Reverse  Current  Relays — P.  Mac- 
Gahan and  C.  W.  Baker.  Perform- 
ance; operation;  connections.  C-2, 
D-2,  W-1200.  Vol.  Ill,  p.  470,  Aug., 
•06. 

(E)  S.  Q.  Hayes.  Uses  and  oper- 
ation.     W-500,    p.    426. 

Relay    Protection    of    Suto-Stations 

— Paul  MacGahan.  Relay  conil)ina- 
tion  used  at  sub-station  opei'ated 
from  duplicate  transmission  lines, 
to  prevent  feeding  back  through 
sub-station  in  case  of  ground.  T-1, 
C-2,  D-5,  1-2,  W-2  875.  Vol.  V,  p. 
638,    Nov.,    '08. 

Vector  Diagrams  Applied  to  Poly- 
phase Connections — II,  \V.  Brown. 
i\Ieaus  of  determining  pliase  rela- 
tions between  currents  and  e.m.f's. 
resulting  from  various  connections. 
r)-20,  W-2  950.  Vol.  V,  p.  341.  June, 
'OS. 

Relay      Connections    —   Standard — 

H.  W.  Brown.  Methods  of  connect- 
ing various  types  for  applications 
desired.  D-27,  T\^-3  400.  Vol.  V,  pp, 
407,    461;    July,   Au.g.,   '08. 

Six-Phase  Connections  —  H.  W. 
Brown.  DouI)le-dflta  and  diametri- 
cally connected  circuits.  D-3,  W-525. 
Vol.  VI,  pp.   176  and   180,  Mar.,  '09. 

Special  Connections — H.  W.  Brown. 
Protection  against  short-circuits, 
arounds  and  (ivi'rload;  reverse  cur- 
rent. D-S,  W-1925.  Vol.  VI,  p.  430, 
July.   'OO. 

Question  Box — 97,  232,  238,  241, 
284,    313. 


THEORY 


Induction  in  Transmission  Cir- 
cuits— Clias.  F.  Scott.  Physical  re- 
lations between  current,  field  and 
e.  m.  f.  of  self  and  mutual  induction. 
T-1,  D-10,  W-3600.  Vol.  Ill,  p.  81, 
Feb..    '06. 

Question  Box — 338. 

Calculation  of  the  E.  M.  P.'s  Induc- 
ed in  Transmission  Circuits — Chas. 
F.  Scott.  Methods  and  constants  for 
determining  the  e.  m.  f.  of  mutual 
and  self-induction  in  parallel  cir- 
cuits. T-1,  I-l.  W-2000.  Vol.  Ill,  p. 
334.    June.    '06. 

Question  Box — 187,  206,  208,  267, 
34<;. 

E.  M.  P.'s  Induced  in  Parallel  Cir- 
cuits— A.  W-  Copley.  Solution  of  ex- 
amples. T-1,  D-1,  W-1150.  Vol.  Ill, 
p.    437,    Aug.,    '06. 

Direction  of  Induced  Currents — H, 
T.,.  Kirker.  A  method  of  determining 
by  ilie  magnetic  vortex  tlieorv,  1-6. 
\\'-7ori.     Vol.  IV,  p.  537,  Sept.,  '07. 

Question  Box — 24  2. 


Alternating'-Current  Diag-rams,  Ap- 
plications of — V.  Karapetoff.  Ele- 
mentary examples  of  circuits  con- 
taining ohmic,  inductive,  and  three 
combinations  of  these  resistances, 
with  practical  examples.  D-14,  W- 
3000.     Vol.  I,   p.    159,  Apr..  '04. 

Resistances  in  parallel;  determina- 
tion of  inductive  load  for  given  pow- 
er factor;  resistance  of  series-par- 
allel arrangement;  power  factor  of 
transmission  s.vstem;  resistances  for 
quadrature  e.  m.  f.'s;  corrections  for 
iron  and  copper  losses  in  choke  colls. 
D-13,  W-2400.      Vol.    I,  p.  205,  May,  '04. 

Induction  Motor  Diag'rams  —  V. 
Karapetoff.  Vectorial  representation 
of  relations  between  primary,  secon- 
dary, and  leakage  flux,  also  primary 
and  secondary  voltages.  D-2,  W- 
1500.      Vol.  I,   p.   606,   Nov.,  '04. 

Circle  of  input;  explanation  and 
application.  Torque,  speed  and  out- 
put.    Methods  of  obtaining  necessary 
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experimental  data.  Motor  slip.  D-4, 
W-4200.      Vol.   I,   p.  658,   Dec,   '04. 

Guide  for  the  use  of  the  Heyland 
diagram.  Construction,  explanation 
and  illustration.  See  p.  658,  Dec, 
'04.  C-3,  D-1,  W-1500.  Vol.  II,  p. 
118,   Feb.,   '05. 

Transformers  —  Applications  of 
Alternating-Current  Diagrrams  - —  V. 
Karapetoff.  Three  applications  of 
the  diagram  are  considered:  (1)  ideal 
transformer;  (2)  influence  of  Iron 
loss;  (3)  influence  of  copper  loss  and 
leakage  flux.  D-5,  W-2000.  Vol.  I, 
p.   279,  June,  '04. 

(4)  Approximate  practical  dia- 
gram; (5)  experimental  determina- 
tion of  inductive  resistance  of  a 
transformer;  (6)  Kapp's  diagram  for 
pre-determination  of  drop  and  regu- 
lation; (7)  diagram  of  auto-trans- 
former. Explanation;  diagrams;  ex- 
amples. D-8,  W-2200.  Vol.  I,  p.  410, 
Aug.,    '04. 

Vector  Diagrams  Applied  to  Poly- 
phase Meter  Connections — H.  W. 
Brown.  D-20,  W-2  'J50.  Vol.  V,  p. 
341,    June,    'OS. 

G-raphic  Determination  of  Resist- 
ances— F.  AV.  Harris.  D-lo,  W-2 425. 
Vol.   VT.    p.    (',27.    Oct.,    '09. 

Question  Box — 316. 


Regulation  of  Alternators — ^V.  Kar- 
apetoff. Diagrams  of  an  alternator. 
Condition  for  constant  terminal  e.  m. 
f.  Inductive  drop  and  demagnetizing 
effect  of  armature.  D-5,  W-3200. 
Vol.   I,   p.    532,   Oct.,  '04. 

Question  Box — i'i;.5. 

Equivalent  Current,  Voltage  and 
Resistance  of  Polyphase  Machinery 
— V.  Karapetoff.  Rules  deduced  for 
finding  equivalent  current,  voltage 
and  resistance  for  polyphase  appa- 
ratus; examples.  D-4,  W-900.  Vol. 
I,   p.   471,    Sept.,    '04. 

Notation  for  Polyphase  Circuits — 
Chas.  H.  Porter.  For  solution  of  vec- 
tor diagrams.  Examples.  D-7,  W- 
2400.     Vol.   IV,   p.   497,   Sept.,   '07. 

(E)  Clock-face  diagrams — Chas.  F. 
Scott.      W-225,   p.    484. 

Wave  Form  Analysis — P.  M.  Lin- 
coln. C-4,  W-2  250.  Vol.  V,  p.  386, 
July,    'OS. 

(E)  S.  M.  Kintner.  Method  when 
symmetrical.      W-700,   p.   361. 

A  Chart  for  Use  in  Magnet  Design- 
ing— D.  F.  Howard.  D-1,  W-1200. 
Vol.    Ill,   p.    408,   July,   '06. 

Question  Box — 37,  77,  148,  149,  185, 
215,  270,   2S0,   2S7,   289,   310,  354. 


GENERATION 

(AND    ALL    PARTS    OF    ROTATING    MACHINES) 

POWER-PLANTS 


Central     Station     Development — W. 

C.  L.  K£;iin.  The  Phila.  P:iectric 
Co.'s  power  house.  1-2,  W-400.  Vol. 
I,  p.   299,  June,   '04. 

Double  Deck  Type — ^Economy  of 
space,  operation  and  cost  obtained. 
Cliaracteristic  features.  T-1,  C-3, 
D-1,  1-3,  W-2  400.  Vol.  V,  p.  520, 
Sept.    '08. 

(E)  Power  Plant  Layouts — A.  H. 
Mclntire.      W-57r>,    p.    488. 

Power  Plant  Economics — Henry  G. 
Stott.  Factors  affecting  present  and 
possible  future  efficiency.  T-2,  W- 
1000.      Vol.    Ill,  p.    106,   Feb.,  '06. 

(E)    Chas.  F.   Scott.      W-900,  p.   64. 

Increasing  Pactory  Power  House 
Efficiency — R.  A.  Smart.  Important 
DOints  in  design  and  operation  of 
factory  power  plants.  Arrangement 
and  application  of  steam  equipment; 
boilers,  combustion,  draft,  gas  analy- 
sis. Accounting.  Power  costs.  Gen- 
eral efficiency.  T-1,  C-5,  I-IO,  W-5900. 
Vol.  Aa,  p.   200,   Apr..  '09. 

(E)  J.  S.  Peck.  Necessity  of  con- 
sidering power-factor  and  determin- 
ing capacity  of  generators  and  tlieir 
prime    movers.      W-550.      P.    19:!. 

Causes  of  Accidents  in  Power 
House  Operation — IT.  Gilliam  (E). 
W-800.     Vol.  Ill,   p.   242,  May,  '06. 

Dimensions  and  Data  of  Installa- 
tions of  Interhorough  Rapid  Transit 
Company — H.  G.  Stott.  Taliular. 
8  pages.     Vol.  IV,  p.  473,  Aug.,  '07. 

(E)   W.   K.   Dunlap.     W-200,   p.    422. 

(E)    Chas.   F.   Scott.     W-SOO.   p.   423. 

Tests  and  Operating  Results  for 
1906,  on  5  500  kw  turbo-generator  of 
Interborough  Rapid  Transit  Co.  T-2, 
C-1,  W-925.     Vol.  IV,  p.  413.  July,  '07. 


Installation      of      a      Transmission 

Plant — Trouble  witli  rotary  convert- 
er; commutation  and  pumping.  Cop- 
per dampers,  1-4,  W-2300.  Vol.  II, 
p.  3,  Jan..  '05. 

Great  Falls  Power  Plant  of  tho 
Southern  Power  Co. — L.  T.  Peck.  De- 
tailed description  of  equipment.  1-8, 
W-4100.      Vol.   IV,  p.  666,  Dec,  '07. 

Northern  California  Power  Co. — G. 
W.  Appier.  Troubles;  dirt  in  pen- 
stock; prevention;  maintaining  serv- 
ice; telephone  line  on  power  line 
poles.  D-2,  W-1000.  Vol.  II,  p.  576, 
Sept.   '05. 

Cos  Cob  Power  Plant  of  ths  N.  Y., 
N.  H.  &  H.  R.  R. — E.  H.  Coster.  De- 
tailed description  of  equipment.  1-4, 
W-6  SOO.      Vol.    V,    p.    5.    Jan.,   'OS. 

Concrete  Switchboard  Construction 
—  Ij.  1!.  I 'hui)l)urk.  Doseriiition  of 
n-.ethods  used  in  Viuilding  coVitroi, 
.switching  and  bus-bar  structures.  I- 
9,   W-1450.     Vol.  VI,  p.  714,  Dec,  '09. 

An  Italian  Power  Plant — S.  Q. 
Haves.  Intcr<'sting  points  of  design 
and  ojioratinn.  1-17,  W-3700.  Vol. 
VT.    p.    69.    Fel>..   '00. 

Installing  Apparatus  at  Shawinlgan 
Palls — Clias.  F.  Gray.  1-5,  W-1000. 
Vol.  IV,  p.  ?.:>".     June,  '07. 

Ontario  Power  Co.  Photo — 3000 
kw  62000  volt  transformer.  Descrip- 
tion  p.   611.     Vol.   II,   p.    588,   Oct.,   '05. 

Philadelphia  Rapid  Transit  Co. 
Photo  — ■  4-1500  kw.  Westinghouse 
turbo-altern;itor  units.  Corliss  units 
in  background.  A'ol.  II,  p.  524,  Sept., 
•05. 

Operation:  Distribution  —  H.  G. 
Stott.  Interborough  Rapid  Transit 
Co.  of  N.-w  York.  1-2,  W-1500.  Vol, 
II,    p.    278,   May,   '05, 
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Power  Plant  Operation — H.  I^. 
Beacli.  Some  experiences  with  oper- 
ation of  station  liaving  alternating- 
current  generators,  rotary  converters 
and  motor-generator  set.  Adjustment 
of  engine  governor  required.  W- 
850.     Vol.  VI.  p.  563,  Sept..  '09. 


Station  Wiring — H.  W.  Buck.  In- 
stallation of  electric  cables;  arrange- 
ment of  cables  of  various  voltages; 
cable  coverings  and  ducts;  ventila- 
tion; fire-prooflng.  1-3,  W-2000.  Vol. 
I,   p.   123,   Apr.,   '04. 

Question    Box — 4  2. 


DYNAHOS  AND   MOTORS 


General 

Bynamo   and   Motor  Pulleys — T.   D. 

Lynch.  Standard  designs.  I-IO,  W- 
1150.      Vol.   Ill,  p.    593,   Oct.,   '06. 

Tesla  Motor  and  the  Foljrpliase 
System — Chas  F.  Scott  (E).  History 
of  the  Tesla  Inventions,  and  effect  on 
modern  electrical  power  work.  W- 
600.      Vol.   I,  p.  558,  Oct.,  '04. 

Turbo-Generators  vs  Engine  Type 
— Albert  Kingsbury.  Comparative 
data  regarding  size  and  safety.  W- 
650.     Vol.  IV,  p.   54,  Jan.,  '07. 

Performance  of  Motors  Under  Ab- 
normal Conditions  (E) — Chas.  F. 
Scott.  W-'JUO.  Vol.  Ill,  p.  424,  Aug., 
'06. 

Method  of  Drying  Out  Quickly — S. 
L.  Sinclair  and  B.  D.  Tyree.  Apply- 
ing external  heat  and  drying  inter- 
nally by  short-circuit  run.  W-350. 
Vol.   IV,   p.   58,   Jan.,   '07. 

"Idle  Currents"  Within  Generator 
Conductors — J.  S.  Peck.  W-800.  Vol. 
Ill,  p.  581,  Oct.,  '06.  (See  also  IV, 
p.    382,    July,    '07.) 

Defective  Magnetic  Circuit — R.  H. 
Fenkhauson.  Brass  distance  pieces 
in  yoke  of  .generator  and  their  effect. 
T^'-250.     Vol.  VI,  p.   249,  Apr.,  '09. 

Question     Box — 33,     203,     211,     254, 

2.55. 

GENERAL    TESTS 

Commercial  Test* — R.  E.  Work- 
man. Description  of  method  and 
equipment.  D-6,  I-l,  W-3200.  Vol. 
I,    p.    542,   Oct.,   '04. 

Factory  Testing  of  Electrical 
Machinery — E.  R.  Cross  and  R.  E. 
Workman.  Relation  of  testing  de- 
partment to  works  system;  experi- 
mental and  commercial  testing. 
Conditions  affecting  accuracy  of 
measuring  instruments;  precau- 
tions. T-2,  D-1,  I-l,  W-4000.  Vol. 
I,   p.   27,  Feb.,   '04. 

Temperature  Test — R.  E.  Work- 
man. Preparation;  conduct  of 
test ;  precautions.  Gives  A.  I.  E.  E. 
method  and  corrections  for  same. 
C-1,  W-1600.  Vol.  I,  p,  478,  Sept., 
'04. 

Testing  Voltage — C.  E.  Skinner. 
Five  methods  for  measuring  the 
testing  voltage.  W-800.  Vol.  II, 
p.   612,   Oct.,   '05. 

Testing  Voltage,  Variation  of — 
C.  E.  Skinner.  Three  methods  of 
varying  the  testing  voltage.  D-8, 
W-1200.      Vol.   II,    p.    544,    Sept.,    '05. 

Bailway  Motors,  Tests — R.  E. 
Workman.  Order  of  tests  and  ex- 
planation of  same.  Diagram  of 
testing  switchboard.  D-1,  W-800. 
Vol.   I,   p.    551,  Oct.,  '04. 


Motors,    Regulation    Test — R.    E. 

Wnikman.  I  >i;ii;r:i  ins  of  connec- 
tinii.s.       ])-:j,     1-1.     W-ISOO.       Vol.     I, 

p.  ;;i_;o.  juiy.  'm. 

Motor-Generator  Testing — C.  J. 
Fay.  T-1,  D-1,  W-800.  Vol.  Ill,  p. 
475,    Aug.,    '06. 

Short-Circuits,  Testing  Colls  for 
— M.  H.  Bickelhaupl.  D-1,  1-2,  W- 
200.     Vol.  I,  p.  116,  Mch.,  '04. 

Regulation   of   Generators — R.   E. 

Workman.  Standard  Definition  of 
regulation;  of  sliunt-wound  gener- 
ators; armature  magnetization; 
methods  of  compensation;  object 
of  regulation  test;  two  methods  of 
loading  machines;  description  of 
test  on  resistance  load.  D-5,  W- 
1800.     Vol.   I,   p.   240,  May,  '04. 

Loading  back  test.  T-1,  C-1,  D-4. 
I-l,  W-2200.  Vol.  I,  p.  289,  June, 
'04. 

Polarity  of  Field  Coils,  Method 
of  Testing — R.  E.  Workman.  Gives 
four  practical  ways  of  testing  the 
polarity.  W-400.  Vol.  I,  p.  543, 
Oct.,  '04. 

Field  Form  from  Measurement 
of  E.  M.  F.  Between  Commutator 
Bars — R.  E.  Workman.  Purposes; 
preparation  and  conduct  of  test. 
Precautions.  C-1,  I-l,  W-600.  Vol. 
I,    p.    483,    Sept.,   '04. 

Temperature  Rises  With  a  Slide 
Rule — Miles  Walker.  Layout  of 
scale;  example;  explanation.  T-1, 
D-2,  W-400.  Vol.  II,  p.  694.  Nov.. 
•05. 

Question  Box — 102. 
ARMATURE    AND    PARTS 

(Except    Commutator) 

Winding  of  Direct-Current  Arm- 
atures— A.  C.  Jordan.  A  detailed 
description  and  precise  directions. 
D-6,  1-7,  W-2800.  Vol.  II,  p.  738. 
Dec,  '05.  Comparison  of  lOlB 
armature  and  38B.  Type  S.  Gen- 
eral considerations.  1-6,  D-5,  W- 
2700.     Vol.   IIT.  p.  4.5,  Jan.,   '06. 

Armature,  Winding  a  Railway 
Motor — II.  D.  Robertson.  Descrip- 
tion of  the  coils;  winding  of  a  12-A 
Wciitinghouse  railwav  motor.  D-3. 
1-7.  AV-2400.    Vol.  I,  p.  214,  May, '04. 

Armature,  Winding  a  Direct- 
Current  Generator — ^Artliur  Wag- 
ner. 1  (.s.-ripl  Imu  ,if  \vi;i.iin»i.  I)-.'>, 
1-6,   WlliiMi.    V(il.    I.   p.   :!5o.  July. '04. 

Winding  Armatures  for  Constant 
Potential  "D.C."  Maohlner  y — 
Types  of  winding;  ring  and  drum 
types;  forms  of  drum  winding; 
throw  of  the  coils.  D-17,  1-7,  W- 
3000.     Vol.   II.  p.    69,   Feb.,   '05. 

Question  Box— 14,  64,  100,  101, 
197,   211,  216.  250. 
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Armatures:  Tests  for  Short-Cir- 
cuits — M.  H.  Bickelhaupt.  Method 
and  apparatus.  I-l,  W-2rjO.  Vol. 
I,   p.   115,  Mch.,   '04. 

Short-Circilit  Test:  Armature — 
H.  Gilliam.  Device  to  locate  short- 
circuits  between  coils  without  dis- 
connecting the  leads.  See  (E)  p. 
585,  D-1,  W-300.  Vol.  II,  p.  579, 
Sept.,   '05. 

Armature  leads,  Breaking'  of,  in 
Small  Motors.  Causes  of  breaking; 
method  of  preventing  vibration. 
W-300.      Vol.   I,   p.    685,  Dec,   '04. 

Pressingr  on  Arm.atures  on  the 
Road — S.  L.  Sinclair.  D-1,  W-700. 
Vol.   Ill,  p.   710,   Dec,  '06. 

Soldering  Bar  Winding's.  W-SOO. 
Vol.    II,    p.    691,   Nov.,  '05. 

■Wedging-  of  Railway  Motor 
Armatures — F.  C.  Vehslage.  Road 
experience.  W-300.  Vol.  Ill,  p. 
240,    Apr.,   '06. 

Apparent  Grounding-  of  Arma- 
tures— S.  M.  Kintner.  Capacity  ef- 
fect. D-2,  W-850.  Vol.  Ill,  p.  176, 
Mar..    '06. 

BBARINGS   AND    PARTS 

IiUTjrlcation    of    Rail^way    Motors 

■ — J.  E.  Webster.  Grease;  methods 
of  aiiplicatiou.  1-2,  W-llOU.  Vol. 
I.   p.    :;7N.    Aus'.,    '111. 

Railway  Motor  Bearings — W.  H. 
Rumpp.  Trouble  caused  by  poor 
babbitt  and  improper  lubrication. 
W-600.     Vol.   II,   p.   243,   Apr.,   '05. 

COMlVrUTATOR 

Problems  in  Commutation — Miles 
Walker.  Mechanical.  Chattering. 
Commutation  illustrated  by  model. 
Potential  drop.  Arma.ture  reaction. 
Sources  of  trouble  classified.  T-1, 
C-3,  1-9,  W-4000.  Vol.  IV,  p.  276, 
Mav,   '07. 

(E)  Commutation  and  direct-cur- 
rent design — J.  N.  Dodd.  W-675,  p. 
243. 

Commutators  and  Commutator 
Building-.  Requirements  of  (1) 
Bars;  (2)  Strips;  (3)  V-rings;  (4) 
Bush  and  nut.  W-1600.  Vol.  Ill, 
p.    119,  Feb.,    '06. 

Mechanical  Aids  to  Commutation 
— J.  N.  Dodd.  Commutation  curves. 
Use  as  resistance  in  brushes  and 
leads.  Effect  of  self-induction. 
Use  of  auxiliary  coils.  1-21,  W- 
6500.     Vol.  Ill,  p.   306,  June,  '06. 

Commutators,  Repairing  Pitted. 
Causes  of  pitting  and  method  of 
repair.  W-150.  Vol.  I,  p.  685,  Dec, 
'04. 

Construction:  Larg'e  Commuta- 
tors. Form  of  bar;  mica  insula- 
tion; method  of  building.  Baking, 
machining  and  mounting.  1-2,  W- 
1000.     Vol.  I,   p.   303,  June.  '04. 

Construction:  Small  Commuta- 
tors^— M.  H.  Bickelhaupt.  A  short 
article  on  the  process  of  manufac- 
ture. 1-3,  W-600.  Vol.  I,  p.  113, 
Mch.,   '04. 

Rebuilding-  Conunutators — H.  V. 
Rugg.  W-275.  Vol.  IV,  p.  17,  Mar., 
'07. 

Insulation,  "Waterglass  —  M.  H. 
Bickelhaupt.  Method  of  repairing 
short-circuits  between  commutator 
bars.  W-150.  Vol.  I,  p.  50,  Feb., 
'04. 


Oil,  Trouble  Caused  by — Action  of 
oil  in  causing  sliort-circuits  in  com- 
mutators. W-400.  Vol.  II,  p.  55, 
Jan.,   "05. 

Oil  on  Communtator  —  Leonard 
Work.  Experience  in  which  final 
remedy  lay  in  heating  brushes  to 
drive  out  o'il.  W-325.  Vol.  VI,  p.  122, 
Feb.,   '09. 

Question  Box — 32,  75,  121,  153,  195, 
33 li,    3  4  7,   3  4  8. 

Types   of   Carbon   Brush   Holders 

— C.     B.     Mills.      Notes     on    general 

features   and  applications.      1-2,   W- 

800.      Vol.    IV,   p.    48,   Jan.,   '07. 

Question  Box — 118. 
FIBI.D   WINDING 

Field  Coils,  Indestructible,  for  Rail- 
•way  Motors.  Forming  the  coil;  the 
insulation;  encasing.  1-3,  W-800. 
Vol.   I,   p.   4S6.   Sept..  '04. 

Iiocatinsr  an  Intermittent  Ground 
in  Field  of  a  Generator — ('.  G.  Rals- 
tnii.     \V-i'7.'..     Vol.    IV.   p.   t;r,ii,   Nov., '07. 

Interniiitent  Open-Circuit — William 
Ni'sbit.  Trouble  in  field  coil.  W-325. 
Vol.    \'.    p.    .".40,    Sept.,   'OS. 

A  Reversed  Field  Coil — R.  H.  Fenk- 
hausiii.  An  experience  in  which 
compa.ss  test  for  polarity  failed.  W- 
225.      Vol.    VI.   p.   250,  Apr.,  '09. 

Question  Box — 24,   49,    72,    115,    170. 

FRAMB,        BASB.        FIBI.D        CORB, 
STANDARDS,    CAPS 

Frames,  Structural  Steel  Alter- 
nator. Eluropean  designs  and  rea- 
sons for  their  u.se.  Disadvan- 
tages. W-200.  Vol.  I,  p.  4SS,  Sept.. 
'04. 

Hubs    of  I^arge   Rotating-   Plelds. 
A   method   of  construction   prevent- 
ing cooling   strains    in    the   casting. 
W-100.      Vol.  I,   p.   248,   May,   '04. 
Question   Box — 8  7. 

FOUNDATIONS,    BBDPIiATES    AND 
APPURTENANCES 

Foundations     of      Genera;tors — M. 

H.  Bickelhaupt.  Improper  support 
of  bedplate  causing  same  to  sag 
and  to  take  up  space  allowed  for 
end  play.  W-150.  Vol.  I,  p.  181, 
Apr.,  '04. 

Bedplate:  Sag'g'ingf  of:  End 
Thrust — M.  H.  Bickelhaupt.  Trou- 
ble caused  by  sagging  of  bedplate. 
No  end  play.  W-150.  Vol.  I,  p. 
181,  Apr.,  '04. 

Direct  Current 

Characteristics  of  Direct-Current 
Generators — H.  W.  Peck.  Shunt  and 
compound  excitation.  Characteristic 
curves.  Parallel  operation.  Three- 
wire  generators.  C-1,  D-1,  W-1000. 
Vol.   II,   p.    37,    Jan.,    "05. 

Qitestion  Box — 1.',   29,    51,   93,   33."^^. 

Turbo  -  Generators  —  European 
Practice — J.  S.  S.  Cooper.  Features 
of  design.  D-2,  1-15,  W-3  250.  Vol. 
V.   p.    4  26,   .\ug.,   '08. 

(K>    \V.   A.   Dick.      W-400,   p.   421. 

Equalizer  Rlng-s — M.  H.  Bickel- 
liaupt.  D-3,  W-800.  Vol.  I,  p.  48, 
Feb.  '04. 
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Some  Troubles  with  Direct-  Cur- 
rent Machines  —  Andrew  McTighe. 
W-950.     Vol.    Ill,   p.   358,  June,   '06. 

W.  H.  lOasor.  AV-1000.  Vul.  IV.  p. 
2bS,    :\lay.    'U,. 

A  Faulty  Connection — J.  E.  Latta. 
Effect  of  connecting  shunt  field  and 
starting  box  in  parallel.  D-2,  W-400. 
Vol.  IV,  p.  52,  Jan..  '07. 

Reversal  of  Exciter  Field — C.  W. 
Kinney.  l"»ry  l)atteries  used  to  make 
the  machine  pick  up  in  right  direc- 
tion. D-1,  W-300.  Vol.  V,  p.  IIG, 
Feb.,  '08. 

Question  Box — IG,  22,  54,  139,  161, 
IGH,    354. 

SHUNT   AND    COMPOUND 

Three-Wire  Direct-Current  Gen- 
erators— A.  H.  Mclntire.  Main 
features  and  application.  D-5,  I-l, 
W-1200.      Vol.   Ill,   p.   290,   May,   '06. 

Remedying-    Trouble    with    Three- 
wire    Generator    Balance    Coils — K. 
E.    Sommer.       W-3  00.       Vol.    Ill,    p. 
600,  Oct.,   '06. 
Question   Box — 31,    40,    171. 

Experimental  Testing-  of  "D.C." 
Machinery — E.  R.  Cross  and  R.  E. 
Workman.  Loss  tests;  prepara- 
tion, conduct  and  precautions.  Con- 
nections; results.  C-1,  D-4,  I-l,  W- 
3600.      Vol.    I,   p.    95,   Mch.,  '04. 

Pumping-  of  Two  Direct-Current 
Generators — B.  C.  Shipman.  Cause 
of  trouble  and  remedy.  W-600. 
Vol.    II,   p.    354,   June,   '05. 

Brake  Test  of  a  Direct-Current 
Motor — R.  E.  "^Vorkman.  C-2.  r)-2, 
1-3,   W-2000.    Vol.  I.  p.  419.  Aug., '04. 

ECaciency  Test  of  "D.C."  Motors 
— R.  E.  Workman.  (1)  From  loss- 
es. (2)  From  brake  test.  Read- 
ings and  sample  calculations.  W- 
1000.      Vol.    I,   p.    423,    Aug.,  '04. 

Tests:  Iron  and  Friction  Iiosses, 
Saturation — R.  E.  Workman.  Ob- 
jects, preparation,  conduct;  dia- 
grams of  connections;  curves.  C-3, 
D-4,  I-l,  W-1600.  Vol.  I,  p.  169, 
Apr.,   '04. 

Auxiliary   Pole   Motors    —   J.    M. 
Hippie.      Effect    of    auxiliary    field. 
C-2,    I-l,    W-1500.      Vol.    Ill,    p.    275, 
May,   '06. 
Question   Box — 13,    168. 

OsclUog-rams  of  Wave  Forms  of 
Auxiliary-Pole  Dynamos  — ■  J.  N. 
Dodd.  C-10.  W-1000.  Vol.  Ill,  p. 
531,    Sept.,   '06. 

Parallel  Operation  of  Generators 
and  Motors — H.  1...  Beach.  Calcula- 
tion and  methods  of  ad.iustment  of 
resistances  of  series  fields.  D-3,  W- 
2100.     Vol.  VI,  p.  681,  Nov.,  '09. 

(E)  William  Cooper.  Some  early 
railway  experiences.     W-1000.    P.  646. 

Paralleling-  Two  Generators — H.  L. 
Beach.  An  cxpci-it'iici'  illustrating 
ncci'.s.sity  (if  ijri>iierlv  adjusting  series 
held  resistances.  W-40d.  Vol.  VI,  p. 
56  5,   Sept.,   '09. 

Question  Box — 352. 

Paralleling-  Generators — An  experi- 
ence in  an  isolatt'd  plant.  Inferior 
switchboard.    Polarity  of  one  machine 


reversed  by  wrong  connection  to  an 
exU-rn.il  circuit.  W-575.  Vol.  VI,  p. 
37i;,    June,    '(I'.t. 

Trouble  on  Three-Wire  System — 
.Shunt  motor  on  one  side  of  line  and 
small  ligliting  load  on  the  other. 
lUowing  of  fuse  caiised  mysterious 
operation.  1>-1,  W-75o.  Vol.  VT,  p. 
55.    Jan.,    'ii;i. 

Series  Shunt  Adjustment — W.  G. 
McConnon.  \V-550.  Vol.  Ill,  p.  418, 
July,   '06. 

Question  Box — 273,   274,  318. 

SERIES 

Railway  Motor   Construction — J.   E. 

Webster.  Mcclianical  construction 
and  design.  insulation,  lubrication 
and  vcnlihitiiin.  1-S,  \V-47i)ii.  Vol. 
HI,   p.    6  7.   Feb..   'ni;. 

Capacity  and  Rating  of  Railway 
Motors — X.  W.  Storer.  C-3,  W-4  700. 
Vol.  V,  p.   :('.i:;.  July.  '08. 

Gear  Ratios — N.   W.   Storer.      Rela- 
tion  to    design   and   operation   of   mo- 
tors, shown  by  curves  and  table.    T-1, 
C-9,  W-2125.    Vol.  V,  p.  510.    Sept., '08. 
Testing    Railway    Car    and   loco- 
motive   Equipments — H.    L.    Beach, 
Description      of      "fly-wheel      test'' 
D-1,   C-1,    1-4,    W-2400.      Vol.    Ill,   p. 
702,  Dec,   '06. 

(E)  William  Cooper.  Empirical 
tests  equivalent  to  service  condi- 
tions.     W-650,   p.    661. 

Testing  Railway  Motors  (E) 
William  Cooper.  The  "typical 
run."  W-800.  Vol.  Ill,  p.  481. 
Sept.,    '06. 

Question  Box — 138.  144,   349. 

Speed  Curves  of  Series  Motors — 

R.  E.  Workman.  C-l,  W-Soo.  Vol. 
I,   p.    475,   Sejit..    '04. 

Loading-  Back  Testing-  of  large 
Railway  Motors — C.  J.  Fay.  D-3, 
W-1100.      Vol.    Ill,  p.   525,  Sept.,  '06. 

Use  of  Inter-Poles  on  Railway 
Motors — Clarence  Rensliaw.  De- 
scription and  results  accomplished. 
D-5,  W-1200.  Vol.  IV,  p.  4S4,  Aug. 
'07. 

Bucking-  of  a  Railway  Motor — 
M.  H.  Bickclhaupt.  Caused  by  film 
of  moisture  on  commutator.  W- 
150.      Vol.   I,   p.   ISl.   Apr..   '04. 

Motors  for  Railway  Work.  Se- 
ries vs.  Shunt — F.  E.  Wynne.  D-5, 
W-1200.      Vol.   Ill,   p.    14,  Jan.,   '06. 

Alternating  Current 

Reg-ulation,  How  to  Calculate — J. 
S.  Peck.  Approximate  rules;  exam- 
ples of  inductive  and  non-inductive 
loads.     Diagrams.     D-2,    W-1000.     Vol. 

II,  p.  361,  June,  '05. 

Grounded  Neutrals  in  a  High  Ten- 
sion Plant — C.  W.  Ricker.  Experi- 
ence of  the  Interborough  Rapid 
Transit    Co.      D-2,    1-3,    W-3200.      Vol. 

III,  p.    507,    Sept.,   '06. 

Grounded  Neutrals  with  Series  Re- 
sistances. Percv  H.  Thomas.  Dis- 
cussion. (E.)  W-llOO,  Vol.  Ill,  p. 
484,   Sept.,  '06. 

The  Grounded  Neutral — Chas.  F. 
Scott  (E).  Comments  on  the  discus- 
sion of  the  A.  I.  E.  E.     W-1000.     Vol. 

IV,  p.   662,   Dec,  '07. 
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Neutral  Currents  In  Star-Connected 
Oenerators — George  I.  Rhodes.  Ex- 
perience and  results  at  Interborough 
Rapid  Transit  Co.  with  oscinograms. 
C-10,  W-ISOO.  Vol.  IV,  p.  382.  July, 
'07.      (See  also   III,   p.    581,   Oct.,   '06.) 

(E)  Chas  P.  Scott.  Harmonics  in 
three-phase  circuits  with  generators 
In  parallel.     W-900,  p.  361. 

Choice  of  Prequency — Chas.  F. 
Scott  (E).  Twentv-flve  or  fifteen 
cycles.  W-700.  Vol  IV,  p.  124,  Mar., 
'07. 

Synchronizing  of  Alternating-Cur- 
rent aiachinea.  An  elementary  expo- 
sition of  principles  and  methods.  D- 
4,  I-l.  W-1500.  Vol.  I,  p.  679,  Dec, 
'04. 

Question  Box — 279. 

Synchronizing'  Devices — Paul  Mac- 
GTahan  and  H  W.  Young.  Principles 
and  operation.  Inductor  type.  Lin- 
coln type.  Automatic  synchronizer. 
D-2,  1-5.  W-3650.  Vol.  IV,  p.  485, 
Sept.,  '07. 

(E)    P.    M.    Lincoln.      W-300,   p.    481. 

Synchronous  Motors  for  Improving' 
Power-Pactor — Wm.    Nesbit.      Metliod 
of  estimating  size  of   motor  required - 
and      examples.     D-3,      C-4,      W-2400. 
Vol.  IV,  p.  425,  Aug.,  '07. 

(E)   F.  D.  Newbury.     W-550,  p.  421. 

Graphic  Calculator — Chas.  I.  Young. 
Method  of  finding  improvement  In 
power-factor  obtainable  by  use  of 
synchronous  motors.  1-3,  W-1550. 
Vol.   IV,  p.   627,  Nov.,  '07. 

(E)  William  Nesbit.     W-400,  p.  604. 

Question  Box — 76,    353. 

Niagara  Power  at  the  Iiackawanna 
Steel  Company — -John  C.  Parker. 
Power-factor  improvement  by  syn- 
chronous motors,  description  of  plant 
and  method  of  operation.  D-2.  1-2, 
W-3425.     Vol.   IV,  p.   32,  Jan.,   '07. 

(B)  Corrective  effects  by  synchro- 
nous motors — P.  M.  Lincoln.  W-500, 
p.   2. 

(E)  Transformers — K.  C.  Randall. 
W-300,   p.    3. 

Dampers,  Copper  in  Alternating- 
Current  Machines.  Different  forms 
of  dampers;  reasons  for  their  use. 
W-200.     Vol.  I,  p  368,  July,  '04. 

Dampers  for  Synchronous  Ma- 
chines— E.  L.  Wilder.  Pumping  and 
corrective  currents.  Action  of  cop- 
per dampers;  different  forms.  D-6, 
1-2,    W-800.      Vol.    II,  p.   26,   Jan.,   '05. 

Troubles  with  Alternators — W.  F. 
La,mme.  W-1350.  Vol.  Ill,  p.  56, 
Jan.,   '06. 

Experimental  Test — R.  E.  Work- 
man. Copper  loss  comptation.  Iron 
and  friction  losses;  saturation  tests. 
Generator  short-circuit  tests;  com- 
pensating winding.  Regulation  and 
efficiency.  C-1.  D-7,  W-2500.  Vol.  I, 
p.   611,  Nov.,  '04. 

AIiTBBNATORS 

The      Construction,    Performance 
and    Operation    of    Alternators — P. 

M.  Lincoln.  Notes  on  v.ariois  de- 
tails. T-1,  C-1.  D-7.  1-14,  W-9400. 
Vol.  Ill,  p.  545-631-668,  Oct.,  Nov., 
Dec,  '06. 

Question  Box — 41,  65,  142,  203,  224, 
831. 


Design,   Advantages   of  Iiiheral — B. 

G.  Lamme.  Exemplified  by  alterna- 
tors designed  for  Rapid  Transit  Co. 
of  New  York.  1-3,  W-1000.  Vol.  II, 
p.    2S4,   Mav.   '0.5. 

Rational  Selection  of  Generators — 
F.  D.  Newbury.  Proper  adjustment 
of  apparatus  to  conditions.  Effect  of 
power-factor.  (See-  E,  p.  19S,  Apr., 
'09).  Characteristic  curves;  basis 
for  selection  of  machines  for  given 
service.  Determination  of  character 
of  load.  Method  of  rating  genera- 
tors. T-2,  C-2,  D-2,  W-4700.  Vol.  VI, 
p.    583,   Oct.,   '09. 

Turbo- Generator  —  New  Designa 
— B.  G.  Lamme  (E).  Develop- 
ment of  large  liigh  speed  types  in 
connection  with  the  double  flow 
turbine.  W-725.  Vol.  V,  p.  549. 
Oct.,  '08.  (See  article  by  Mr.  R. 
N.   Ehrhart,   p.    574.) 

Anuature  Windings — F.  D.  New- 
bury. Open  -  type,  single-phase 
windings.  Diagrams.  D-7,  W-1800. 
Vol.  II,  p.  341,  June,  '05. 

Two  and  three-phase  open-type. 
Explanation.  Diagrams.  D-8,  1-4, 
W-1600.      Vol.   II,   p.   418,   July,   '05. 

Construction:  5000  kw  Engine- 
Driven  Alternators^ — ^R.  L.  Wilson. 
Fly  -  wlieel  capacity.  Armature 
windings.  W-600.  Vol.  II,  p.  287, 
May,   '05. 

Circulating  Currents  in  Three- 
Phase  Generators — A.  G.  Grier. 
Analysis  of  tlie  current  waves  by 
use  of  oscillograms.  Explanation 
of  typical  and  actual  waves  show- 
ing effect  of  different  harmonics. 
T-1,  C-15,  D-6,  W-1400.  Vol.  IV,  p. 
189,  Apr.,  '07. 

Diagrams:  Regulation  of  Alter- 
nators— V.  Karapetkoff.  Explana- 
tion of  vector  diagram;  conditions 
affecting  power  factor.  Two  ways 
of  determining  vector  drop.  Exem- 
ples.  D-5,  W-3200.  Vol.  I,  p.  532, 
Oct.,  '04. 

Regulation  Test  of  Alternators 
— R.  E.  Workman.  Loaded  on  re- 
sistance; connections;  conduct  of 
test.  Compensated  machines;  regu- 
lation. Regulation  test  with  syn- 
chronous motor  load;  starting  and 
synchronizing  the  motors.  C-1, 
D-5,  W-1500.  Vol.  I,  p.  671,  Dec, 
'04. 

Regulation  as  Computed  by  the 
Standardization  Commitee — R.  E. 
Worknian.  Alethod  of  computing 
regulation  from  the  open-circuit 
saturation  and  short-circuit  tests. 
I-l,  W-200.  Vol.  II,  p.  53,  Jan.,  '05. 
Regulation:  Open-Circviit  Satura- 
tion and  Short-Circult  Test — R.  E. 
Workman.  Approximate  determi- 
nation of  regulation  from  open- 
circuit  saturation  and  short-circuit 
test.  Method  recommended  by  the 
Standardization  Committee,  A.  I. 
E.  E.  C-1,  W-700.  Vol.  II,  p.  53, 
Jan.,  '05. 
Question  Box — 212.   2nn.   2G4,   265. 

Testing  of  Alternators — R.  E. 
Workman.  Efficiency,  temperature, 
polarity,  iron  loss,  friction,  wind- 
age and  saturation.  Checking 
armature  winding.  Diagram  of 
connections  for  a  SOOOO  volt  testing 
set.  D-1,  I-l,  W-1200.  Vol.  II,  p. 
Ill,   Feb.,    '05. 
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Test  of  Higrh  Voltage  Generator  at 
Constant  Power  -  Factor  —  Gordon 
Kribs.  Use  of  water  rheostat,  large 
motor  and  small  motors  running 
lia;lU.  W-250.  Vol.  VI,  t>-  53,  Jan., 
•Oil. 

Question  Box — 80,   202. 

Air  -  Gap  of  TurTjo  -  Generators. 
Reasons  for  the  use  of  largo  air-gap. 
Inherent  regulation  and  necessary 
shape  of  pole  pieces.  W-400.  Vol.  I, 
p.    301.  June,   '04. 

Intermittent  Open-Circuit — An  ex- 
perience with  two-phase,  composite- 
wound,  interconnected  alternators  op- 
erating in  parallel.  Faulty  connec- 
tion finally  revealed  by  means  of 
heavy  test  current.  W-775.  Vol.  VI, 
p.    IS2,    Mar..   'C9. 

Unbalancing'   of   Voltages    Due  to 

Unequal     Air-Gap — O.     W.     Cannev. 

W-.'.uo.      Vol.   V,    p.   66S,   Nov.,   '08. 

Question   Box — Si'. 

Balancing  Turbo  Bndbells.  Ap- 
paratus   for    testing    static   balance 

of    end   bells.      I-l,    W-200.      Vol.   I, 

p.  623,  Nov.,  '04. 

Aligning  Large  Turbo-Alternator 

— E.    L.    Dotv.       W-475.      Vol.    V,    p. 

666,    Nov.,   'OS. 

Pield  Construction.  A  brief  de- 
scription of  the  revolving  part  of 
turbo-generators.  1-3,  "W-300.  Vol. 
I,   p.    622,   Nov.,  '04. 

Field  Casting,  Machine  "Work  on 
— M.  H.  Bickelhaupt.  Cutting-off 
operation  in  a  lathe.  D-1,  W-400. 
Vol.  I,  p.   47,  Feb.,   '04. 

Compensating    Field     Circuit — R. 

E.  Workman.  Two  methods  of 
compounding  an  alternator.  D-2, 
W-500.      Vol.   I,   p.   618,   Nov.,  '04. 

Parallel  Operation  of  Turbo-G©n- 
•rators.  Operation  under  dead 
short-circuit;  in  parallel  with  re- 
ciprocating engines.  Tests  in  par- 
allel operation  at  various  voltages. 
I-l.  "W-800.     Vol.  II,  p.   67,  Feb.,  '05. 

Synchronizing  —  R.  F.  Howard. 
Simple  emergency  method.  W-300. 
Vol.    V.   p.    4  73,   Aug.,   '08. 

Apparatus  for  Synchronizing — 
Harold  W.  Brown.  Synchrosi-ojies 
and  automatic  synchronizers.  One 
set  of  bus-bars;  two  sets  of  bus- 
bars; between  machines.  I)-ll.  1-1, 
W-340C.      Vol.  V,  p.   530,   Sept..   '08. 

(E)  C.  PI.  Sanderson  ..  W-725, 
p.    490. 

Cross    Currents — R.    F.    Howard. 
■Result     of     wrong     connections     to 
Bynclironizing       switches.        W-225. 
Vol.   V,   p.    473,   Aug.,   '08. 
Question  Box — 201. 

Artificial  Loading  of  Large  High 
iToltage  Generators — N.  J.  Wils.m. 
A  method  rif  te.sting.  Precautions 
'n  high  voltage  testing.  T-1,  1-4, 
W-2000.     Vol.   IV,  p.   611,  Nov.,  "07. 

"Water  Rheostat  for  Testing 
1  200  Volt  Alternator — W.  T..  Du- 
Ta.nd.  1)-1.  W-400.  Vol.  V,  p.  667, 
Kov.,    'OS. 

Test  at  80  Percent  Power  Fac- 
tor— T.  Frazer.  1  2,50  k.v.a.  ca- 
pacity. T.,oad  obtained  by  combi- 
nation of  water  rheostat  and  svn- 
chronous  alternator.  D-1,  W-500. 
Vol.  V.   p.   51,   Jan.,   '08. 


High-Tension  'Water  Rheostat 
for  Testing — N.  C.  Olin.  Descrip- 
tion of  improvised  testing  outfit 
for  6  GOO  volt  machine.  1-1,  W- 
750.  Vol.  V,  p.  235,  Apr.,  '08. 
Question  Box — 2 4  it. 

Test  of  5000  kw  Alternator — L. 
L.  Gaillard.  Specifications;  efflclen- 
cies;  curves;  insulation  and  tem- 
perature. See  (E)  p.  326.  T-3, 
D-3,  1-4,  W-2600.  Vol.  II,  p.  269, 
May,   '05. 

Turbo- Generator:  Test  of  a  5500 
kw — Fred  P.  Woodbury.  Appara- 
tus and  arrangements  for  test. 
Difficulties  of  getting  true  Input  to 
motor.  Objects  of  test.  1-2,  W- 
450.     Vol.  I,   p.   225,   May,   '04. 

Test   of  Synchronous  Motors — R. 
E.  Workman.     Operating  character- 
istics;  relation    of   field   amperes   to 
armature  amperes  at   unity   power- 
factor.     Temperature   test.     W-1000. 
Vol.  II,  p.  115,  Feb.,  '05. 
Self-Starting    Synchronous    Motors 
— Jens  Bache-Wiig.      Use  of  auxiliary 
squirrel-cage     winding.       Application. 
1-4.  W-2030.    Vol.  VI,  p.  347,  June, '09. 
Question  Box — 305. 
Transmission  System:  Synchronous 
vs.  Induction  Motors — ("has.   F.   Scott. 
Reprint;     trau.'^actiiins    A.     I.     E.    E. — • 
1901.       Comparison     of    the    induction 
and  synchronous  motors.     The  motor- 
generator  against   the  rotarv-convert- 
er.      See    (E)    p.   131,  W-4000.      Vol.   II, 
p.  86,  Feb.,   '05. 

INDUCTIOir   MOTORS 

Polyphase  Motor — B.  G.  Lamme. 
A  comprehensive  article  covering 
the  principles  and  operation  of 
various  tvpes.  C-16,  D-11,  1-6,  W- 
4  700.  Vol.  I,  p.  431,  Sept.,  '04. 
Question  Box — ISO.  214. 

Speed  Control:  Polyphase  Motor 
— B.  G.  Uamme.  Two  methods  of 
varying  speed.  Curves;  efficiency 
and  power-factor.  Best  form  of 
windings.  Type  C  motor  for  con- 
stant speed  work.  C-8,  W-3400. 
Vol.  I,  p.  503.  Oct.,  '04.  Six  meth- 
ods of  varying  the  speed.  C-1, 
D-S,  W-2600.  Vol.  I,  p.  597,  Nov., 
'04. 

Characteristics  Relative  to  Indus- 
trial Application — .\.  M.   Dudley.    Dis- 

ciis.'.^iiin  of  i-haractorisl  ic  curves. 
T>-pical  apjtlications.  T-1.  C-6,  W- 
6.".no.      Vol.   V.   p.   366.   July,  'OS. 

Question  Box — 2  2  7. 

Characteristics  and  Applications  of 
Induction  Motor — A\'.  Ed^ar  It<>(>d. 
.SpcM'd  torrine  curN-es.  Tvi)os  of  wind- 
ings. Classification.  0-2,  W-2300. 
Vol.   III.  p.   607.  Nov.  '06. 

(E)  G.  E.  Miller.  Reliability  In 
S(M-\-ieo.      Ratings.      W-SOO,  p,    601. 

Speed  Control  by  Cascade  Connec- 
tion— H.  C.  S'peclit.  Discussion  of 
various  combinations  with  two  and 
three  motors.  Speeds  and  torques 
obtainable.  D-3.  T\^-2725.  Vol.  VT.  p. 
121.   July.   '09. 

Speed  Control  by  Frequency  Chang- 
ers— H.  C.  Specht.  Various  methods 
based  on  two  general  principles.  D-2. 
W-2550.     Vol.   VI.    p.    611.   Oct..   '09. 

Motor  Speed  Variation — B.  G. 
Damme  (E>.  Comparison  of  possible 
methods.  Direct-current  analogies. 
W-1000.      Vol.   VI,   p.   577,   Oct.,  '09. 
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Effect  of  Voltag-e  and  Frequency 
Variations  on  Induction  Motor  Per- 
formance— Gerard  B.  Werner.  T-6, 
W-2000.     Vol.    Ill,    p.    401,    July,    '06. 

Cliaracteristics  toy  the  Vector 
Diagram — H.  C.  Specht.  Example 
of  the  use  of  the  vector  diagram. 
T-1,  C-1,  D-1,  W-1200.  Vol.  II,  p. 
74!),   Dec,   '05. 

Diag-ranis:  Primary  and  Second- 
ary Flux  and  Voltages — V.  Kara- 
petoff.  Vectorial  representation  of 
relations  between  primary,  sec- 
ondary and  leakage  flux;  primary 
and  secondary  voltages.  D-2,  W- 
1500.      Vol.  I,   p.   606,  Nov.,   '04. 

Method  of  Studying  Induction 
Motor  Winding — C.  R.  Dooley.  1-2, 
W-450.  Vol.  Ill,  p.  521,  Sept.,  '06. 
Question  Box — 112,  272,  326,  S39,  340. 

Eeyland      Diagram,      Application 

of.  Part  I. — V.  Karapetoff.  See 
p.  118,  Feb.,  '05.  D-4,  W-4200. 
See  p.  lis,  Feb.,  '05.  D-4,  W-4200. 
Vol.   I,   p.    658.   Dec,   '04. 

Guide  for  the  use  of  the  Heyland 
diagram.  See  p.  658,  Dec,  '04.  C- 
3,  D-1,  W-1500.  Vol.  II,  p.  118, 
Feb.,   '05. 

Slip  Indicator  for  Induction  Mo- 
tors— C.  R.  Dooley.  Uses,  con- 
struction and  operation  of  slip-in- 
dicator. D-6,  1-2,  W-2000.  Vol.  I, 
p.  590,  Nov.,  '04. 

Polyphase  Motors  Run  Single- 
Phase — G.  H.  Garcelon.  Efficiency. 
Torque  and  current  at  starting. 
Phase-splitters.  C-1,  D-3,  W-1000. 
Vol.  II,  p.   501,  Aug.,  '05. 

Power-Pactor  for   Any  Current — 

R.  E.  Workman.  Method  of  calcu- 
lating. D-2.  W-600.  Vol.  II,  p. 
580,    Sept.,   '05. 

Measuring  Device  for  Slip — C.  R. 

Dooley.  Uses,  construction,  opera- 
tion of  the  the  slip-indicator. 
D-6,  1-2.  W-2000.  Vol.  I,  p.  590, 
Nov.,   '04. 

Starting  Induction  Motors.  In- 
ter-phase connections  of  two-phase 
generator  for  securing  low  volt- 
ages. D-1,  W-200.  Vol.  I,  p.  684, 
Dec,   '04. 

Question  Box — 136.  ISO,  271.  290, 
3i)S,    341. 

Bxperimental  Test  of  Induction 
Motors — R.  E.  Workman.  Order  of 
tests.  Resistance.  Running,  open 
circuit.  and  locked  saturation. 
C-1,  W-1800.  Vol.  II.  p.  385,  June. 
•05. 

Conunercial       Testing  —    R.       E. 

Workman.  Preparation  for  test; 
Readings  taken.  D-1,  W-800.  Vol. 
II,  p.    642,   Oct.,  '05. 

Question  Box— 20,    ]f;4,    220,    233. 

Testing    —    Bxperimental — R.    B. 

Workman.  Apparatus,  test  tables, 
transformers.  D-6,  I-l,  W-2000. 
Vol.  II,  p.   316,  May,  '05. 

I^ocked    Saturation     Test — R.     E. 

W^orkman.  Precautions  to  be  ob- 
served. C-1.  W-800.  Vol.  II,  p.  452, 
July,  '05. 


losses,    Tests — R.    E.    Workman. 
Copper,   iron,    friction   and   windage 
losses.         Explanation;       examples. 
W-300.      Vol.   II,   p.   581,   Sept.,  '05. 
Question  Box — o37. 

Power  Curves — R.  E.  Workman. 
Calculated  from  brake  tests;  from 
losses.  T-1,  C-2,  W-1400.  Vol.  II, 
p.  513,   Aug.,  '05. 

Temperature  Test — R.  E.  Work- 
man. Method  of  making  test ;  cus- 
tomary rise.  W-200.  Vol.  II,  p. 
642,   Oct.,   '05. 

Test  of  Induction  Motor  Wind- 
ings— G.  H.  Garcelon.  Standard 
windings;  tests  to  detect  and  lo- 
cate defects;  testing  switchboard 
and  method  of  use.  D-5,  1-2,  W- 
2800.     Vol.  I,  p.  148,  Apr.,  '04. 

Transformer  Set  for  Testing  In- 
duction Motors — R.  A.  McCarty. 
Phases  and  voltages  secured  from 
two  single  -  phase  transformers, 
two-phase  supply  circuit.  D-2,  W- 
400.     Vol.   II,  p.   688.   Nov..  '05. 

Transmission  System:  Induction 
vs.  Synchronous  Motor — Chas.  F. 
Scott.      Reprint;    transactions    A.    I. 

E.  B. — 1901.  Comparison  of  the  In- 
duction and  synchronous  motors. 
The  rotary  converter  against  the 
motor  generator.  See  (E)  p.  131. 
W-4000.      Vol.   II,    p.    86.   Feb.,   '05. 

Variations  in  Supply  Circuit,  Af- 
fect of — J.  W.  Welsh.  Effect  on 
slip,  torque,  efficiency  and  power- 
factor.  T-2,  C-2,  W-1800.  Vol.  II, 
p.   551,   Sept.,  '05. 

Question  Box — 7,  8,  9,  10,  11,  12, 
21,  25,  63,  71,  SS,  95.  107,  122,  123, 
134,    135,   143,    207,   223,   285,    286. 

SBRIBS    MOTORS 

Single-Phase     Commutator     Type — 

B.  a.  I^amme.  Prolilems  encountered 
and  their  solution.  D-6,  W-5000. 
Vol.   VI,   p.   7,   Jan..   '09. 

(E)  Reliability  in  service.  W-300, 
p.   3. 

Single-Phase  Railway  Motor — S.  M. 
Kintncr,  Design  and  niieratin.g  char- 
aotei-i.sticR.  W-i;!(Mi.  \'ol.  Vl.'p.  295. 
Miiy.   •0'.). 

Single-Phase      Series      Motor— 

Chas.  P.  Scott.  Relation  to  exist- 
ing direct-current  systems.  W- 
2000.      Vol.  I,  p.  5,  Feb.,  '04. 

Railway  Motor,  The  Single- 
Phase — C.  R.  Dooley.  Principles 
governing  its  operation;  special 
phenomena.  General  appearance  of 
motor.  Controlling  devices;  rat- 
ing; power-factor;  advantages  of 
motor.  C-2,  D-1,  1-6,  W-1900.  Vol. 
I,  p.   514.  Oct.,  '04. 

Some  Phenomena  of  Single-Phase 
Magnetic  Fields — B.  G.  Lamme.  A 
simjile  method  of  analyzing  cer- 
tain characteristics  applied  to  al- 
ternators, induction  motors,  both 
single  and  polyphase.  C-4,  W-2200. 
Vol.    Ill,   p.    488,   Sept.,  '06. 

Operation  of  A.C.  Series  Motor — 

F.  D.  Newbury.  Action  of  the  mo- 
tor; comparison  with  direct-cur- 
rent motor;  special  phenomena- 
Voltage  diagram  of  motor.  D-G, 
W-2000.     Vol.   I,  p.    10,   Feb.,   '04. 
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Neutralizing'  Field  Winding:  A.C. 
Series  Motor — F.  D.  Newbury.  Ef- 
fect of  the  neutralizing  field  wind- 
ing. Possible  methods  of  improv- 
ing power-factor.  D-5,  1-3,  \V-1400. 
Vol.   II,   p.   135,  Mch.,  '05. 


Testing  Iiarg-e  Single  -  Phase 
Motors — C.  .r.  Fay.  D-1,  I-l,  W- 
400.      Vol.   Ill,   p.  529,   Sept.,  '00. 

Power  Factor,  at  Starting — Clar- 
once  Kensliaw.  \V-1400.  Vol.  I,  p. 
141',    Apr..    '04. 

Question   Box — 250. 


TRANSFORMATION 

RECTIFIERS 


The  Mercury  Rectifier — R.  P.  Jack- 
son. Characteristics  shown  by  means 
of  oscillograms.  Various  standard 
types  and  capacities.  Commercial 
applications.  C-1,  D-3,  1-12,  W-3300. 
Vol.   VI.   p.   2  64.   May.   '09. 

Mercury  Vapor  Converter — P.  H. 
Thomas.  Explanation  of  operation, 
with  diagrams.  Its  field.  D-8,  1-2, 
W-2000.      Vol.   II,  p.   397,   July,   '05. 


Bagulation  in  Mercury  Vapor  Con- 
verters— Percy  H.  Thomas.  1-2,  W- 
800.     Vol.   Ill,  p.  345,  June,  '06. 

Question  Box — 2  57. 

Electrolytic 

Question  Box— S4,    S.5,   141,   234.   302, 


ROTARY  CONVERTERS 


Varying   the   Voltage   Katio — F.    D. 

Newbury.  Various  methods  consid- 
ered; split  pole  type  vs.  synchron- 
ous booster-converter.  C-18,  D-1, 
1-4,  W-4  600.  Vol.  V,  p.  616,  Nov., 
'OS. 

(E)    P.    M.   Lincoln.      W-275,   p.    615. 

Commercial  Test — R.  E.  Workman. 
Description  and  explanation  of  the 
tests;  preparation  and  conduct;  dia- 
grams. C-2,  D-1,  W-1200.  Vol.  II, 
p.    249,   Apr.,  '05. 

Experimental  Tests — R.  E.  Work- 
man. Relative  power  rating  of  di- 
rect-current generators  and  rotary 
converters,  e.m.f.  and  current  rela- 
tions. Inverted  converter.  C-2,  D-2, 
W-ISOO.      Vol.    II,    p.    181,   Mch.,   '05. 

Short  -  circuit  on  direct  -  current 
side.  Minimum  armature  current. 
Compounding.  See  March  issue  p. 
181.  D-1,  W-600.  Vol.  II,  p.  247, 
Apr.,   '05. 

Question  Box — l."iG.   2n.'. 

How  to  start  Botary  Converters — 
Arthur  Wagner.  D-7.  W-37U0.  Vol. 
II,   p.   436.   July.  '05. 

Question    Box — 1.    2.     3.    4,    12,    IT', 

Pumping      of     Botary      Converters. 

Corrected  by  increasing  air-gap;  cop- 
per dampers  on  the  pole  pieces.  W- 
400.     Vol.  II,  p.  8,  Jan.,  '05. 


Hunting   of   Botary    Converters — F. 

D.  Newbury.  Explanation  of  hunt- 
ing; causes;  prevention;  action  of 
copper  dampers.  I-l,  W-1300.  Vol. 
I,   p.   275,   June,  '04. 

Question   Box — ■..".    230. 

Improper  Foundation  for  Botary 
Converter — W.  H.  Rumpp.  Trouble 
caused  and  how  remedied.  W-350. 
Vol.   II,  p.   242,   Apr.,  '05. 

Transmission  System:  Motor  Gen- 
erator vs.  Botary  Converter — Chas. 
F.    Scott.      Reprint;    transactions  A.   I. 

E.  E. — 1901.  Comparison  of  the  in- 
duction and  synchronous  motors.  See 
(E)  p.  131.  W-1500.  Vol.  II,  p.  92. 
Feb.,  '05. 

Question  Box — 1S3. 

Voltage  Begulation  of  Botary  Con- 
verters— P.  M.  Lincoln.  Essentials 
for  compounding;  diagrams  of  induc- 
tance in  the  circuit.  D-3,  1-2,  W- 
1500.      Vol.   I,  p.  55,  Mch.,   '04. 

Botary  Converter  Excitation  —  O. 
H.  Crossen.  Method  of  increasing. 
ralculations  involvcil.  D-l',  W-lino. 
Xn].  HI.   p.   .-.:;7,  Sept.,  -n.;. 

Eemedying  Trouble  with  Botary 
Converter — K.  E.  Sommer.  AV-350. 
Vol.   Ill,   p.   598,  Oct.,   '06. 

Question  Box — 12,  54,  57,  83,  139, 
2SS. 


STORAGE  BATTERIES 


Storage  Batteries  —  V.  Karapetoff. 
A  complete  treatise  beginning  with 
elementary  principles.  Properties. 
C-3,  D-3,  I-l,  W-2800.  Vol.  IV,  p.  304, 
June,  '07. 

Operation  and  Control.  Systems 
of  Control.  D-4,  W-1600.  Vol.  IV,  p. 
407,   July,   '07. 

Floating  batteries.  Boosters.  Reg- 
ulators. D-6,  I-l,  W-2700.  Vol.  IV, 
p.   451,   Aug.,   '07. 


Their     Care     and     Maintenance — F. 

A.  Warficld,  \V-2  Snn.  Vol.  V,  p. 
466.    Aug.,    'OS, 

Storage  Batteries — L.  H.  Flandern 
Recent  developments.  Plates.  Mate- 
rials for  installation.  Auxiliary  ap- 
paratus. 1-6,  W-2500.  Vol.  IV,  p. 
520,   Sept..  '07. 

Question  Box — 110,   325,   342,   351. 
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TRANSFORMERS 


Qeneral 


Distributing     Transformers — B.     G. 

Reed.       Their    develupmeut,    essential 
requirements,   electrical    and   mechan 
ical     characteristics.     C-10.     I-ll,     W, 
4500.      Vol.  VI,  p.   406,  July,  '09. 

(E)  Development  of  small  trans- 
formers.     WrIiTu.      P.    387. 

Question  Box — 321. 

Iiarg-e  Self-Cooling  Transformers — 
W.  M.  Mcronahev.  New  form  of  case 
and  cooling  coils.  1-2,  W-825.  Vol. 
VI,    p.    749,   Dec,   09. 

(E)  K.  C.  Randall.  Advantages  of 
new   tvpe.     W-875.     P.   709. 

Operation,  Seal  Economy  In  Trans- 
former— C,  Fortescue.  Points  consid- 
ered in  design;  small  effect  of  iron 
loss  shown;  effect  of  copper  loss  on 
meter  reading.  Advantage  of  equal 
losses.  Expressions  by  which  the 
economy  of  variously  designed  trans- 
formers may  be  compared.  D-2,  "W- 
2300.      Vol.   I,  p.   264,  June,  '04. 

(E)    J.   S.    Peck,   p.   308. 

Question  Box — 21.5,    217,   827. 

Diagrams,  Applications  of  Alter- 
nating Current — V.  Karapetoff.  Dia- 
gram of  an  ideal  transformer;  influ- 
ence of  iron  loss;  Influence  of  cop- 
per loss  and  leakage  of  flux.  D-5, 
W-2000.     Vol.   I,  p.  279.  June,  '04. 

Approximate  practical  diagram. 
Experimental  determination  of  in- 
ductive resistance.  Kapp's  diagram 
for  predetermination  of  drop  and 
regulation.  Diagram  of  auto-trans- 
former. D-8,  W-2200.  Vol.  I,  p.  410, 
Aug.,  "04. 

Question  Box — 190. 

Current  Bushes  at  Switching — J. 
S.  Peck.  Causes  and  proposed 
means  of  reducing.  C-6,  W-1  400 
Vol.   V,   p.    152.   Mar.,   '08. 

(E)  Transformer  Switching  —  K. 
C.  Randall.  Mechanical  stresses; 
magnitude  of  currents;  advantage  of 
slow  operation  tif  switches.  W-450. 
p.    124. 

Static  Disturbances  in  Transform- 
ers— S.  M.  Kintner.  How  induced. 
Method  for  relieving.  Diagrams.  D- 
3,  I-l.  W-1100.  Vol.  II,  p.  365,  June. 
'05. 

Question  Box — ^188,   261. 

Distortions  In  Voltage  Waves — A. 
"W.  Copley.  Effect  of  resistance  in 
series  witli  transformer  circuits.  C-2. 
D-1.     Vol.  IV.  p.   86,  Feb.,  "07. 

(E)  Chas.  P.  Scott.  W-610.  Vol. 
IV.  p.    61.  Feb..  '07. 

Parallel  Operation — J.  B.  Gibbs. 
Factors  invol\eil  in  effecting  proper 
division  of  loail.  D-4,  W-1975.  Vol. 
VI,  p.   276,  May,   '09. 

(E)  Chas.  P.  Scott.  Transformers 
in    parallel.      W-800.      P.    2  57. 

Belative  Advantages  ana  Disadvan- 
tage' of  One-Phase  and  Three-Phase 
Transformers — J.  S.  Peck.  W-1 7  00. 
Vol.   IV.  p.  336,  June,  '07. 

Converting  Three-Phase  Current  to 
Single-Phase — Chas.  F.  Scott.  Dem- 
onstration that  single-phase  power 
ca:;not  be  obtained  from  static  trans- 
formers connected  to  three-phase 
circuit  without  unbalancing.  D-1, 
W-900.     Vol.  Ill,  p.  43.  Jan.,  '06. 

Question  Box — 299. 


Three-Phase    Transformation   —    J. 

S.  Peck.  Arrangements  of  transform- 
ers. Principles  governing  flux  dis- 
tribution. Three-phase  transform- 
ers; core  type;  advantages  and  dis- 
advantages; sliell  type;  duplex  trans- 
former; conclusions.  D-6,  W-2409. 
Vol.    I,   p.    401,   Aug.,   '04. 

Three-Phase — Two-Phase  Transfor- 
mation— Edmund  C.  S'tone.  An  ex- 
planation by  use  of  vector  diagram 
and  notation  of  Prof.  Porter.  D-2, 
W-900.      Vol.   IV,  p.   598,   Oct..   '07. 

Three-Phase  —  Two-Phase  Trans- 
formation With  Standard  Trans- 
formers— L.  A.  Starrett.  Principles 
involved;  modifications  possible  to 
give  various  voltages.  D-3.  I-l,  W- 
1  100.    Vol.  V,   p.    721.   Dec.   '08. 

(E)  Standard  apparatus  for  special 
conditions — Chas.  F.  Scott.  W-900, 
p.    678. 

Two-Phase  —  Three-Phase  Trans- 
formation— M.  H.  Rodda.  Applica- 
tions and  limitations  of  auto-trans- 
formers. D-2,  W-275.  Vol.  V,  p. 
608.    Oct..    '08. 

Two-Phase  —  Three-Phase  Trans- 
formation Using  Standard  Trans- 
formers— Setli  P..  Smith  and  E.  C. 
Stone.  Metliod  giving  about  90  per- 
cent of  rated  capacity  of  units  used. 
D-2.  W-300.     Vol.  VI,  p.   441,  July,  '09. 

Two-Phase  —  Three-Phase  Trans- 
formation Using  Auxiliary  Trans- 
former— A.  R.  Sawyer.  Connection 
applicaljle  wlaen  regular  apparatus 
is  not  available.  D-1.  W-600.  Vol. 
VI,  p.  248,  Apr.,  '09. 

Two-Phase  —  Three-Phase  Connec- 
tion— D.  C.  McKeehan.  Tliree  trans- 
formers used:  two  standard  units  of 
smaller  capacity  paralleled  to  obtain 
balance  of  load.  D-1,  W-150.  Vol. 
VI,  p.   442,  July,  '09. 

Connections  in  Two  and  Three- 
Phase  Circuits.  Diagram  showing 
the  connections  for  various  changes 
In  number  of  phases,  showing  volt- 
age relations.  Vol.  I,  p.  490,  Sept., 
'04. 

Question  Box — 21,  23.  26,  38,  53,  91, 
92.   96,    IGO.    162,    196,   225,    244. 

Connection  for  Two-to-One  Three- 
Phase  Transformer.  Methods  for 
connection  for  two-to-one  three- 
phase  transformation  when  two-to- 
one  transformers  are  not  available. 
D-2,  W-3000.  Vol.  II,  p.  191.  Mch.. 
'05. 

Special  Applications  of  Standard 
Transformers — ?I.  W.  Young.  D-6. 
W-1350.     Vol.   IV,  p.   709,   Dec.   '07. 

Special  Transformer  Connections — 
M.  C  Godbe.  Emergency  connection 
to  give  2  300  volts  and  460  volts, 
three-phase  from  a  4  000  volt,  three- 
phase.  four-W'ire  circuit.  D-2.  W- 
250.      Vol.   V.   p.   176;   Mar.,  '08. 

Novel  Use  in  Emergency — R.  H. 
Fenkliausen.  Old  auto-starters  used 
to  obtain  odd  voltages  for  lighting. 
W-300.      Vol.   VI,   p.   57,   Jan.,   '09. 

Question  Box — 19S. 

Winding  Points  In  Transformer 
Coil.  Special  methods  of  winding 
certain  forms  of  coils.  Arrangement 
to  prevent  local  currents.  W-400. 
Vol.   I,  p.   306.  June,   '04. 
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Tliawing  Transformers — Walter  M. 
Dann.  Methods  and  apparatus  for 
thawing  pipes.  T-1,  1-3,  W-1700. 
Vol.   Ill,  p.   38,  Jan.,  '06. 

Ratingr   of   Testing'   Transformers — 

C.  E.  Skinner.  W-20U.  Vol.  II,  p. 
615,  Oct.,  '05. 

Testing:  Central  Station  Trans- 
former— "W.  Nesbit.  Order  of  tests; 
methods.  Diagrams  of  connections. 
D-6,  W-2000.  Vol.  II,  p.  465,  Aug., 
'05. 

Testing  Iioad  for  Iiar^e  Trans- 
formers— G.  B.  Rosenblatt.  IVIethod 
of  loading  one  transformer  by  an- 
other. W-200.  Vol.  II,  p.  602,  Oct., 
'05. 

Mefthods  of  Iioading'  Transformers 
for  Heat  Runs — George  C.  Shaad. 
Loading  back  methods  for  the  trans- 
formers by  twos  and  by  threes.  Test- 
ing six-pliase  induction  regulators. 
D-5,  V^^-1550.  Vol.  IV,  p.  346.  June, 
'07. 

Question  Box — 4G,  90,  204,  246,  272, 
2fiS. 

Insulation  of  Transformers — Test- 
ing of — M.  H.  Bickelhaupt.  Testing 
voltage  bv  means  of  spark  gap. 
W-300.      Vol.  I,  p.    182,   Apr.,  '04. 

Insulation:     Transformer  —   O.    B. 

Moore.  Relation  of  ohmic  resistance 
and  dielectric  strength.  Tests. 
Curves.  C-3,  D-1,  W-2400.  Vol.  II, 
p.   333,  June,  '05. 

Drying'     Out     Transformers — J.     S. 

Peck.  Importance  of  dryness  in  in- 
sulation for  high  tension  apparatus. 
W-600.     Vol.   I,  p.  52,  Feb.,  '04. 

Drying  Out  High  Tension  Trans- 
formers— J.     S.     Peck.      D-1.     W-Iioo. 

Vni.  I.  p.  in,  :\rr-h.,  um. 

Drying  Transformers  with  Elec- 
tricity— H.  T\".  Turner.  W-4G0.  Vol. 
IV,   p.   418,   July,  '07. 

Question  Box — 5,    74. 

Moisture  in  Transformers — W.  O. 
McConnon.  W-450.  Vol.  Ill,  p.  418, 
July,   '06. 


Oil  for  Transformers — C.  E.  Skin- 
ner. Requirements  for  a  good  oil; 
different  tests;  effect  of  impurities. 
C-1,  I-l,  V^^-4400.  Vol.  I,  p.  227,  May, 
'04. 

Testing  of  Transformer  Oil — M.  H. 
Bickelhaupt.  Simple  test  for  detect- 
ing water  and  acid.  W-75.  Vol.  I, 
p.    1S2.   Apr.,   '04. 

Methods  of  Treating  Transformer 
Oil — S.  M.  Kintner.  Summary  of 
methods  and  comment.  W-2500.  Vol. 
Ill,   p.    583,    Oct.,    '06. 

Drying  Out  Transformer  Oil — J. 
E.  Sweeney.  W-800.  Vol.  ITT,  p.  478, 
Aug.,    '06. 

Transformer  Oil:  Some  Hints — C. 
K.  Slvinner.  Dr\-ing  mit  liiuli  tension 
tran.<fnrmer.«.  I- J.  W-1.",00.  VmI.  II, 
I).    '.»<.   Feb..   Ti.'.. 

Question  Bos — 1."0,   i,-,l.   276.   298. 

Transformer  Troubles  — ■  William 
Nesbit.  Open-circuits.  Oil  troubles. 
'VS^'rong  connections.  W-375.  Vol. 
V,   p.   541,   Sept.,  'OS. 

Transformer  Troubles — J.  N.  C. 
Ilolroyde.  Four  examples  of  difficulty 
in  operation  and  their  final  explana- 
tion. D-1,  W-1075.  Vol.  \'I.  p.  311, 
May.   'C.n. 

Clogged  Tuhes  in  "Water  Cooled 
Transformers  —  G.  B.  Rosenblatt. 
Cause;  method  of  cleaning.  W-1200. 
Vol.  II.   p.   600,   Oct.,   '05. 

Question  Box — 30,  108,  113,  140, 
152,    16  7. 

Series 

Operation    of    Series    Transformers 

— Edward  L.  Wilder.  Inherent  char- 
acteristics. T-1.  C-1.  D-2,  W-1100. 
Val.   I.  p.  451.  Sept..  '04. 

Sixty  Thousand  Volt  Series  Trans- 
formers— W.  H.  Thompson.  D-1.  1-2, 
W-400.      Vol.   Ill,   p.   650.   Nov..   '06. 

Measurements  Involvine  Their  Use 
— H.  B.  Tavlor.  C-1.  1-2.  W-2050. 
Vol.  IV,  p.  234,  Apr.,  '07.  (See  E,  p. 
IS.-1.) 

Question  Box — 36.   170.   203. 

Auto  Transformers 


Question  Box — 6,    98.    1' 

217,    26:i.    201.    303. 


178.    194, 


TRANSMISSION 

CONDUCTORS    AND    CONTROL 
GENERAL 

(See  also   Theory,   p.  7  ) 


•  Transmission  Circuit  —  Chas.  F. 
Scott.  An  elementary  consideration 
of  self-induction,  regulation  and  mu- 
tual induction.  C-4,  D-10,  W-4400. 
Vol.   II,  p.  713,  Dec.,  '05. 

Question  Box — 2  4  3. 

Power     Transmission — New     Bpoch 

— Chas.  F.  Scott.  (E.)  W-700.  Vol. 
II,  p.    120,   Feb.,  '05. 

Limiting  Carrying  Capacities  of 
Long  Transmission  Lines — <'larence 
P.  Fowler.  A  metliod  of  determining 
by  the  use  of  tables.  W-925,  T-2. 
Vol.  IV,  p.  79,  Feb.,  '07. 


Static  Conditions  in  Grounded 
Transmission  Circuits — R.  P.  Jack- 
son. Sliowing  possible  cause  of 
breakdowns,  b-2,  W-1200.  Vol.  Ill, 
p.    646,   Nov..  '06. 

Question  Box — 261,   311. 

Calculating     Drop     in     Alternating' 

Current  Lines  —  lialph  1>.  ^fcTslion. 
T-1.  D-s.  \V-l.'0O.  Vol.  IV,  p.  137, 
Mar.,    '07. 

Specific  Examples  —  Clarence  P 
Fowler.  Examples  and  results  in 
tabular  form.  Extension  of  table. 
T-1,  W-900,  p.   150. 
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Method   of   Finding-   Drop   in   Alter- 
nating-  -   Current   Circuits.      Chas.    F 

Scott  and  Clarence  P.  Fowler.  Jt 
modiflcation  of  the  "Mershon"  Meth- 
od. By  use  of  two  tables  the  numbei 
of  steps  are  reduced.  Examples.  T- 
3,  1-2,  W-1050.  Vol.  IV,  p.  22  7,  Apr., 
'07. 


(E)   A.  M.  Dudley.     W-500,  p.   182. 
Question    Box — 183,    187,     206,     208, 
1Z\,    2i;7.    314,    316,    338.    346. 

Power  Factor 

Question     Box— IS,     126,     127,     128, 
12;*,   142,   165.   193,   213,   265,   266,   353. 


SYSTEMS 


Alternating    Current 

High    Tension    Transmission — J.    F. 

Vaughan.  Incidents  in  the  develop- 
ment of  the  Puvallup  Water  Power. 
I-l,  W-750.      Vol.   II,   p.    442,   July,   '05. 

Power  Transmission  Data  —  Chas. 
F.  Scott.  (E.)  W-400.  Vol.  II,  p. 
708.   Nov.,  '05. 

Power  Transmission  in  tlie  "West — 
Allan  E.  Ransom.  Lewiston-Clarks- 
ton  system;  line  construction.  D-1, 
1-6,  W-1600.     Vol.  II,  p.  678,  Nov.,  '05. 

Sing-le-Pliase  Railway  System  — 
Chas.  F.  Scott.  Its  field  and  devel- 
opment. W-2000.  Vol.  II,  p.  404, 
July,   '05. 

Sing-le-Phase  Railway  System  — 
Chas.  F.  Scott.  Paper  read  before 
the  Am.  St.  Ry.  Assoc,  '05.  Salient 
features;  development  of  apparatus; 
advantag-es;  its  field.  See  (E)  p.  647. 
W-4500.     Vol.   II,  p.   589,  Oct.,  '05. 

Sing-le-Phase  Railway  System  — 
Westinghouse  —  Clarence  Renshaw 
Comprehensive  article    on    g-enerating 


and  distributing  system;  apparatus. 
C-1,  D-7,  1-3,  W-5000.  Vol.  I,  p.  133, 
Apr.,    '04. 

Single-Phase  Synchronous  Trans- 
mission. The  Telluride  Plant,  early 
experience  and  description  of  appa- 
ratus. (E)  Chas.  F.  Scott,  p.  519. 
1-5,   W-800.      Vol.  II,   p.   504,   Aug.,   '05. 

Transmission  Trouhles,  Hig-h  Volt- 
age, Hydraulic — G.  W.  Appier,  North- 
ern Cal.  Power  Cn.  Troubles  due  to 
dirt  and  refuse  in  supply  pipes  to 
plant;  scheme  to  overcome  same. 
Transmission  troubles;  prevention. 
Successful  telephone  line  construc- 
tion on  power  poles.  D-2,  W-1000. 
Vol.   II,   p.   576,  Sept.,   '05. 

70  000  Volt  Transmission  Line — 
Chas.  F.  Scott.  Operation;  insula- 
tors; pole  construction.  D-2,  W-1200. 
Vol.   II,   p.    674,   Nov.,    '05. 

Question  Box — 61,    SI,   12.'.,   154,   210. 

Direct-Current 


Question   Box — 4  7. 


LINES 


Overhead 


Conductors 


Poles,  Anns,  etc. 

Iiine  Constriiction  —  B.  L.  Chase. 
Location;  pole;  guys;  arrangement 
of  sections.  W-1900.  Vol.  II,  p.  697, 
Nov.,   '05. 

Single-Phase  Line  Construction — 
Theodore  Varney.  Construction  of 
Insulators,  bracket  arms,  hangers 
and  grooved  trolley  wire.  Length  of 
span.  Anchors  and  sections  break; 
catenary  line,  air-operated  trolley. 
D-8,  1-4,  W-1200.  Vol.  II,  p.  199, 
Apr.,   '05. 

Catenary  Line  Construction  on 
"Warren  and  Jamestown  Railroad — • 
Theodore  Varney.  1-2,  W-750.  Vol 
III,   p.    156,    Mar..   '06. 

Crossing  a  Railroad  Right  of  Way 
— P.  INl.  Lincoln.  Difficulty  of  run- 
ning high  potentials  underground; 
method  to  carry  line  across;  protec- 
tive device;  specifications.  I-l,  W- 
1000.      Vol.    I,   p     44S,    Sept..    '04. 

Repairing-  High  Voltaire  Lines 
■While  in  Ssrvice — J.  S.  Jonks  and  A\'. 
11.  Ac-ktT.  DcsLTipliiin  of  meUiotl 
and  appai-atus  used  on  West  Penn 
Railways'  25  000  volt  system.  1-27, 
W-1200.      Vol.   VI.   p.    547,   Sept..  'W. 

(E)  B.  P.  Rowe.  Duplicate  linos 
safer  alternative.      W-."..'.!!.      P.   .■,16. 

Drop  in  Voltag-e,  Calculation  —  ,T. 
W.  Welsh.  A  method,  with  table,  for 
calculating  simple  railway  layouts 
of  feeders.  T-1,  W-750.  Vol.  II,  p. 
JS8.    Mar..   '05. 

High  Voltage  Trolley  —  Effect  of 
Steam  and  Smoke  on  Striking  Dis- 
tance— S.  M.  Kintner.  C-1,  1-2,  W- 
i50.      Vol.    Ill,  p.   237,   Apr.,   '06. 

Question   Box — 79,    155,    182. 


Central  Station  VT-iring — W.  Barnes, 

Jr.  Some  points  on  location  and  sup- 
port of  cables.  1-4,  W-1400.  Vol. 
Ill,   p.   412,   July,  '06. 

Small    Central    Station    "Wiring- — &'. 

L.  Sinclair.  Layout  of  station;  ar- 
rangement of  apparatus;  duties  of 
erecting  engineer.  W-1900.  Vol.  IV, 
p.   43,   Jan.,   '07. 

Grapliical  Method  of  Determining 
Drop    in    Direct-Current    Feeders — R. 

W.  Stovel  and  N.  A.  Carle.  C-1,  W- 
1  350.      Vol.   V,   p.   322,   June,   'OS. 

(E)  Engineering  Conveniences — 
A.    H.    Mclntire.      W-400,    p.    303. 

"Wiring  Calculations  by  the  Slide 
Rule — E.  P.  Roberts.  Construction 
and  use  of  a  slide  rule  for  use  in 
wiring  calculations.  T-1,  W-1200. 
Vol.    Ill,   p.    116,   Feb.,  '06. 

Question  Box — 2:,1.  2:.S.  27."i,  309. 
316. 

Soldering  Cahle  Terminals.  Cor- 
rect method  of  soldering.  W-300. 
Vol.    II,   p.    691,   Nov..  '05. 

Splicing-  Cables  —  W.  Barnes,  Jr. 
Proper  methods  of  making  joints  in 
cables.  1-9,  W-1200.  Vol.  II,  p.  125, 
Feb.,  '05. 

"Wire  Joints  —  Soldering.  Essen- 
tials for  a  good  joint.  IMethods  of 
making  various  joints.  W-SOO.  Vol. 
II,   p.   57.   Jan..   '05. 

"Wire  Table  —  Formulae  —  Harold 
Pender.  Resistance;  weight;  area; 
diameter.  W-200.  Vol.  II,  p.  327, 
May,   '05. 
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Wire    Table,    How    to    Beniemljer — 

Chas.  P.  Scott.  Simple  rules  for 
committing  the  B.  &  S.  wire  table  to 
memory.  W-1400.  Vol.  II,  p.  220, 
Apr..   '05. 

■Wire  Table  and  Slide  Rule — Y. 
Sakai.  ISIethod  of  using  slide  rule  as 
wire  table.  1-2,  W-500.  Vol.  II,  p. 
632,  Oct.,  '05. 

Wire  Table-Resistance  of  Copper 
Wire.  B.  &  S.  Gauge.  Vol.  Ill,  p. 
lis,  Feb.,  '06. 

Underwriters'  Rules — C.  E.  Skin- 
ner. (E.)  History  and  development 
of  the  National  Electrical  Code.  W- 
700.      Vol.    II,   p.    262.  Apr.,  '05. 

Electricity^  as  a  Fire  Hazard — C.  E. 
The  true  relative 
Vol.    Ill,    p.    2,    Jan., 


Fire  Hazard  of  Electricity.  Ex- 
tracts from  Nat.  El.  Light  Assoc. 
Com.  Report.  T-3,  W-500.  Vol.  Ill, 
p.   396,    July,   '06. 

Question   Box — ;',1>.    IT) 4, 


59,   350. 


Underground 


(E.) 
W-425. 


Skinner. 

status. 

'06. 

(E)   Dean  Harvey. 


W 


-600,   p.   366. 

SWITCHBOARDS 


Underground  Wiring — H.   W.   Buck. 

Cables;  grouping  of  ducts;  manhole 
construction;  induction  in  lead 
sheaths.  D-5,  W-1200.  Vol.  I,  p.  128, 
Apr.,   '04. 

Question  Box — :i:!l. 

Ground  Through  Steam  Fipe — R. 
W.  Cryder.  Return  circuit  from 
third  rail  system  opened,  but  main- 
tained by  ground.  W-250.  Vol.  V, 
p.    .o42,    Sept.,    '08. 

Question  Box — 17. 


General 


Modem  Practice   In  Design — H.   W. 

Peck.  History  of  development;  ma- 
terials; construction;  apparatus.  1-9, 
W-3500.      Vol.    I,   p.    631,   Dec,   '04. 

Characteristics  of  machines;  par- 
allel operation;  three-wire  genera- 
tors. A  typical  direct-current  switch- 
boad;  operation.  C-1,  D-2.  1-2,  W- 
2500.     Vol.   II,  p.   37,  Jan.,  '05. 

Direct-Current — H.  W.  Peck.  Dia- 
gram and  illustrations  of  typical  di- 
rect-current switchboard;  operation. 
D-1,  1-2,  W-1500.  Vol.  II,  p.  40,  Jan., 
05. 

For  Alternators — H.  W.  Peck.  De- 
scription; diagrams;  auxiliary  appa- 
ratus. D-3,  1-4,  W-1800.  Vol.  II,  p. 
308,   May,    '05. 

High  Tension:  Hand  Controlled — 
H.  W.  Peck.  Switches;  instruments; 
diagrams.  D-1,  W-1800.  Vol.  II,  p. 
380,    June,    '05. 

High  Tension:  Power  Controlled — 
H.  W.  Peck.  Advantages;  arrange- 
ment of  apparatus.  1-9,  W-2000. 
Vol.  II,   p.    634,  Oct.,  '05. 

Electrically  -  Operated  Switch- 
boards — B.  P.  Rowe.  Advantages. 
Reliability.  General  Arrangement  of 
Switching  Devices.  D-4,  1-7,  W-3200. 
Vol.  IV,  p.   639,   Nov.,   '07. 

Elevated  panels.  Feeder  panels. 
Exciter  panels.  Controlling  and  in- 
strument panels.  Control  pedestals. 
1-6.  W-2»90.     Vol.  IV,  p.  691.  Dec. '07. 

liighting  Systems — H.  W.  Peck. 
Prime  factors:  ecrmomy  of  high  volt- 
age; three  systems;  apparatus  for 
operation.       D-4,     1-2,     W-2300.       Vol. 

II.  p.  it;7,  Mcii.,  ■or.. 

Railway  and  Power — H.  W.  Peck. 
Installations;  instruments;  use  of 
differential  voltmeter;  booster  and 
control.  D-l.  1-4,  W-1400.  Vol.  II, 
p.   100.  Feb..   '05. 

Question  Box — 184.    281.   355. 

Interrupting  Devices 

General  Considerations  —  F.  W. 
Harris.  Purposes.  Design.  Features 
of  operntion.  C-4,  W-1700.  Vol.  IV, 
p.   606,  Nov.,  '07. 

<K)  T.  S.  Perkins.  Development 
and    imiKirtance.      W-200,    p.    603. 

Knife  Switches — Wm.  O.  Milton. 
C  a  p  a  o  i  t  y.  Tests.  Construction. 
Modified  forms.  D-1,  1-4,  W-2250. 
Vol.  IV,  p.  699,  Dec,  '07. 


with  Circuit 
S.  Perkins.  W- 
Mar.,  '06. 


Disconnecting      Switches — Wm.     O. 

Milton.  Line  insulator  and  switch- 
board types.  General  features  of 
design  and  application.  1-7,  W-1  000. 
Vol.   V,   p.   47,   Jan..  '08. 

Fuses — Dean  Harvey.  Character- 
istics, standardization  and  types.  I- 
9,  C-3,  W-1900.  Vol.  Ill,  p.  159,  Mar., 
'06. 

(E)  Comparison 
Breakers — Range — T 
500.      Vol.  Ill,  p.   125 

Question  Box — 50,   :!l':j. 

Circuit  Breakers — General — F.  W. 
Harri.s.  JNIetliod  of  oiieration;  multi- 
polar opei'ation;  time  limit  features; 
calibration;  overload  capacity;  cur- 
rent-interrupting capacity.  C-2,  1-4, 
W-3  150.      Vol.   V.   p.    87.   Feb..   'OS. 

Circuit  Breakers — Carbon-Break — 
F.  W.  Harris.  Details  of  design; 
operation;  installation  and  care.  C-1, 
1-18,  W-3  700.  Vol.  V,  pp.  164,  216; 
Mar..    Apr.,    '08. 

(B)  Detail  Engineering? — Relative 
importance.  Requirements  of  the 
detail  engineer  for  success  in  de- 
signing.     W-65n.    p.    121. 

Circuit  Breakers — Oil — H.  G.  Mac- 
Donald.  General  and  detail  features 
of  various  commercial  types.  D-2, 
1-22,  W-6  000.  Vol.  V,  pp.  272,  326; 
May,   June,  '08. 

Question  Box      HI.  277.  301,  313. 

Protective 

Prot>;ction  of  Electric  Circuits  and 
Apparatus  from  Lightning  and  Sim- 
ilar Disturbances — R.  P.  Jackson. 
Causes  and  effects.  Means  of  re- 
ducing trouliles.  Selection  of  appa- 
ratus. Directions  for  specifying 
lightning  arresters  and  choke  coils. 
T-1,  C-l.  D-12.  1-14.  W-7  700.  Vol. 
V,  pp.  79,  156,  223;  Feb.,  Mar.,  Apr.. 
•OS. 

The  Present  Status  of  Protective 
Apparatus  —  R.  P.  Jackson.  (E.) 
Comment  on  Proc.  Nat.  El.  Light 
Assoc.  W-700.  Vol.  Ill,  p.  363,  July, 
'06. 

Operation,  Investigating  Iiightning 
Arrester  —  N.  J.  Neall.  Study  of 
lightning  arrester  operation;  results 
on  a  line  of  the  Utah  TJght  and 
Power  Co.;  importance  of  observa- 
tions. D-2,  1-15,  W-1400.  Vol.  II,  p. 
141,   Mch.,   '05. 
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Arresters,      Low      Voltage — N.      J. 

Neall.  Types  for  direct  and  alter- 
nating current.  D-2,  1-9,  W-1700. 
Vol.   II,  p.   372,  June,  '05. 

Arresters,  Hig-lx  Voltage — N.  J. 
Neall.  Present  American  practice  in 
lightning  arrester.s  for  high  voltage 
transmission  circuits.  D-1,  1-6,  W- 
2400.      Vol.   II,   p.   4S2,    Aug.,  '05. 

Iiightnlug  Arresters  —  Multigap 
with  ground  shields — R.  B.  Ingram. 
Improved  results  by  use  of  shields 
shown.  C-6,  D-5,  W-1925.  Vol.  IV, 
p.    215,   Apr.,   '07. 

(E)  R.  P.  Jackson.  Distribution  of 
potential.      W-375,  p.   183. 

Electrolytic  Lightning-  Arrester — 
R.  P.  Jackson.  Description.  1-3,  W- 
1000.  Vol.  IV,  p.  4t)y,  Aug.,  '07.  See 
also  p.    2  2S,    .\pr.,  'OS. 

Question  Box — 3  45. 

Example  of  Danger  from  Poor 
Ground — R.  P.  Jackson.  Breakdown 
in  conduit  and  high-tension  cable 
resulted  in  high  potential  in  house 
wiring  which  caused  fire.  Ground 
connections  not  effective.  I-l,  W- 
450.      Vol.   V,   p.   291,  May,   'OS. 

Development  and  Experiments — 
Arresters  —  N.  J.  Neall.  Protection 
against  static  discharges.  The  saw- 
tooth and  magnetic  blow-out  arrest- 
ers. Discovery  of  non-arcing  metals. 
See  (E)  by  Chas.  F.  Scott,  p.  62.  D- 
3,  1-7,  W-2000.  Vol.  II,  p.  30,  Jan., 
•05. 

Foreign  Practice  —  Iiightnlng  Ar- 
resters— N.  J.  Neal.  Classification 
and  description  of  various  forms. 
D-10,  1-7,  W-2000.  Vol.  II,  p.  754, 
Dec,    '05. 

REGULATION 
Regulators   and    Controllers 

Automatic     vs.     Manual     Control — 

William  Cooper.  (E.)  W-800.  Vol. 
Ill,   p.    3.    Jan.,  '06. 

Alternating-Current  Potential  Reg- 
ulators— George  R.  Metcalfe.  De- 
scription and  principles  of  operation 
of  various  tvpes.  C-2,  D-6,  1-7,  W- 
3  500.      Vol.    V.   p.    448,   Aug.,   'OS. 

Question  Box — 320. 

Polyphase  Induction  Regulators— 
G.  H.  Garcelon.  Transformer  taps 
for  regulation,  and  its  advantages 
The  induction  regulator;  construc- 
tion; explanation.  D-6,  1-2,  W-1200. 
Vol.   I,  p.    579,  Nov.,  '04. 

Induction  Regulator  Control — Clar- 
ence Renshaw.  For  use  on  cars 
where  compressed  air  is  available; 
action.  D-2,  W-400.  Vol.  I,  p.  137. 
Apr.,  '04. 

Testing  Induction  Reprulators — C 
J.  Fay.  T-1,  D-3.  I-l.  W-600.  Vol 
III.  p.    652,   Nov.,  '06. 

Question  Box — 19S. 

Potential  Regulation  for  Large 
Electric  Furnaces — H.  R.  Stuart. 
Methods  used  in  manufacture  of 
graphite  and  carborundum.  D-1,  1-3, 
W-ISOO.     Vol.    III.   p.   212,   Apr..   '06. 

Tirrill  Regulators — A.  A.  Tirrill. 
Applications.  Method  of  Operation. 
Line  drop  compensation.  C-2,  D-7, 
1-4,  W-1  300.  Vol.  V,  p.  502,  Sept., 
•08. 

(E)  K.  E.  Van  Kuran.  Distinctive 
features.     W-600,  p.   485. 


Choke  Coils — N.  J.  Neall.  Theory 
and  advantages.  D-7,  I-IO,  W-2000. 
Vol.   II,   p.   6(13,  Oct..   '0.'. 

Choke  Coil  Protection  —  Oola 
Lightning  Arrester.  1-2,  W-400. 
Vol.  Ill,  p.   33,  Jan..  '06. 

Methods  of  installation  and  use  of 
resistance.  Cable  and  line  protec- 
tion. I-l,  D-13,  W-2300.  Vol.  Ill,  p. 
167,  Mar.,  '06. 

Spark   Gap — The  Equivalent — N.    J. 
Neall.       Apparatus    used     for     study; 
application    to    multi-path    arresters. 
D-2,    1-9,     W-2000.       Vol.     II,    p.     224,- 
Apr.,   '05. 

Question  Box — 60,  62,  103,  137,  188, 
199,    234,    259,    261. 

Synchroscopes 

Synchronizer,  Automatic — Norman 
G.  Meade.  Operation;  explanation 
with  diagram.  Description  of  two 
synchronizers.  D-3,  1-3,  W-2200. 
Vol.  II,   p.    294,  May,  '05. 

(E)    P.  M.   Lincoln,  p.    325. 

Synchroscope.  Functions  of  instru- 
ment; explanation  of  connections,  di- 
agrams. D-2,  I-l.  W-600.  Vol.  I,  p. 
692,  Dec,  '04. 

Mechanical  Synchronizing — H.  S. 
Baker.  Example.  W-4  00.  Vol.  Ill, 
p.    652,   Nov.,   '06. 

(E)  Automatic  and  Semi-Automat- 
ic — Paul   MacGahan.     W-350,  p.   605. 

Synchroscopes  —  Paul  MacGahan 
and  H.  W.  Young.  Inductor.  "Lin- 
coln." Automatic.  D-7,  W-2400. 
Vol.  IV,  p.   497,  Sept.,  '07. 

Question  Box — 157,  229,  256,  279. 
305. 

AND  CONTROL 

Voltmeter  Compensation  for  Drop 
in        Alternating-currant        Circuits — 

William  Nesbit.  Compensator  pro- 
vided with  adjustable  contacts  to 
compensate  for  line  resistance  and 
line  reactance.  T-1,  C-3,  D-5.  W- 
3500.      Vol.   V,   p.    26,    Jan.,   'OS. 

(E)    Chas.   F.   Scott.     W-475,   p.   3. 

Direct-Current  Motors  in  Industrial 
Service  —  General  description  of 
switching  apparatus  and  control  de- 
vices. Connections.  D-3,  1-8,  W- 
327"..      Vol.    VT.   p.    20.   Jan.,   "09. 

Control  of  Direct- Current  Elevator 
and  Hoist  Motors — D.  E.  Carpenter. 
Automatic;  semi-automatic.  Safety 
devices.  1-6,  W-4275.  Vol.  VI,  p. 
107.  Feb..  '09. 

Control     of     Direct-Current     Pump 
and    Compressor    Motors — D.    E.    Car- 
penter.     Float   t\i>e  and  pressure  tvpe 
master  switche.?'.      D-2.   1-3.   W-1450. 
Vol    VT.    p.    167.    IVIar..   '00. 

Control  of  Direct-Current  Machine 
Tool  Motors — D.  E.  Carpenter.  Means 
of  increasing  output.  D-3,  1-2,  W- 
172.'..     Vol.  VT,  p.   2r^5.   Apr.,   '09. 

Control  of  Direct-Ciirrent  Motors 
in  Steel  and  Iron  Mills — D.  E.  Car- 
penter. Ci.nti-'.l  of  mill  ci'anes  and 
hoists,  ore  Ijridges.  D-2.  1-5,  W-1725. 
Vol.   VI,    p.    28S.    Mnv.   '09. 

Control  of  Direct-Current  Motors 
Operating  Open-Hearth  Tilting  Fur- 
naces— I.  Deiitsch.  At  the  South 
Kide  ^Vorks  of  the  Jones  and  Laugh- 
lin  Steel  Co.  Parallel  operation  of 
motors.  D-1,  1-6,  W-2075.  Vol.  VI, 
p.   362,   June,   '09. 
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Electro-Pneumatic  System  of  Train 
Control — P.  C.  McNulty,  Jr.  Advan- 
tages: use  of  compressed  air.  D-4, 
1-7,  W-3S00.      Vol.  II,  p.  207.  Apr.,  '05. 

Question  Box — 35,  5S,  146,  15S,  163, 
194,    236,    LM'.s.    284. 

Electro  -  Pneumatic  Control  for 
Ii&rge  Direct-Current  Motors — H.  D. 
James.  Description  of  apparatus 
and  operation.  D-1.  1-4,  W-1900. 
Vol.  Ill,   p.  23,   Jan.,  '06. 

Direct-Current  Railway  Motor  Con- 
trol— William  Cooper,  Methods,  con- 
nections, apparatus.  Multiple  unit 
control.  1-6,  D-5,  C-I,  W-5000,  Vol. 
Ill,   p.   127,   Mar.,  '06. 

Single-Pliase     Car     Control — R.     P. 

Jackson.  Description  of  system  and 
apparatus;  diagrams.  D-2,  1-9,  W- 
2400,     Vol.  II,  p,   525,   Sept.,  '05. 

Sing'le-Phasa  Control,  Diagrams — 
R.  P.  Jackson.  Standard  equipment; 
hand  control;  multiple-unit  opera- 
tion. See  (E)  by  Chas.  F.  Scott,  p. 
771,  D-2,  W-300.  Vol,  II,  p.  762, 
Dec,,  '05. 


Rheostats 

Resistance     Device,     Variable. 

Metiiod  for  racks  or  lamps;  finer  ad- 
justment of  resistance;  connections. 
D-1,  W-250.     Vol.  I,  p.  247,  May,  '04. 

Slide  Wire  Resistance.  Convenient 
resistance  for  fine  adjustments,  In 
instrument  testing.  I-l,  W-400. 
Vol.   II,   p.    58,   Jan.,   '05. 

Starting'  Rheostats,  Maximum  and 
Minimum  Release.  Diagram  of  con- 
nections and  explanation  of  action. 
W-150.      Vol.   II,  p.    192,   Mar.,   '05. 

Synchronizing'  Rheostats.  Diffi- 
culty in  synchronizing  with  starting 
motor.  Description  of  synchronizing 
rheostat;  method  of  use.  Vol.  I,  p. 
302,    June,   '04, 

Emergency  Induction  Motor  Con- 
trollers— Gordon  Kribs.  Water  rheo- 
stat.s  used  for  secondary  resistance. 
W-500.     Vol.   VI,  p.   53,  Jan.,  '09. 

Question  Box — 111,  199,  220,  233, 
300,    334. 


UTILIZATION 

ELECTRO=CHEMISTRY 


Applied       Chemistry,       Examples — 

James  M.  Camp.  President's  address. 
Engineers'  Society  of  West.  Penn'a, 
W-1500.      Vol.    II,    p.    700,    Nov.,    '05. 

Electric  Pumaces — .William  Hoopes. 
Principles  and  features  of  design, 
operation  and  commercial  application. 
C-1,  1-12,  W-3900.  Vol.  VI.  p.  221, 
Apr.,   '09. 

(E)  Electric  steel  furnaces.  Their 
present  and  prospective  importance. 
W-650.     P.    194. 


Electro-Chemical    Industry  —  P.    M. 

Lincoln.  Products  of  electric  fur- 
nace and  electrolytic  action,  W-500. 
Vol.    Ill,   p.   182,   Apr.,  '06. 

Electric  Welding  —  C.  B.  Auel. 
Various  methods  described;  Benar- 
dos  process  in  detail.  Method  of 
making  welds.  Results.  D-1,  1-8, 
W-4  550,      Vol.  V,   p.   18,  Jan.,   '08, 

(E)  Welding  Steel  Castings — Alex- 
ander  Taylor.      W-375,   p.    2. 

Question  Box — 248. 


LIGHTING 


Efficiency  in  Illumination — Arthur 
J.  Sweet.  Visual  perception,  distri- 
bution; light  sources.  T-2,  C-3,  W- 
3950.     Vol.  VI,  p.  156,  Mar.  '09. 

(E)  Chas.  F.  Scott.  The  bearing  of 
tungsten  lamps  on  the  illumination 
situation.      W-900.      P.    129. 

Cost  of  Illumination — Max  Harris. 
Factors  involved;  maintenance;  in- 
vestment. T-3,  W-3050.  Vol.  VI,  p. 
339,  June,  '09.  (See  correction,  p.  448, 
July,   '09.) 

Solution  of  Illumination  Problems 
— Arthur  J.  Sweet.  Discussion  of 
typical  probliMus,  giving  formulae 
and  distribution  curves.  C-5,  D-5, 
W-3875,      Vol.   VI,   p.    662,   Nov.,  '09. 

(E)  Chas.  F.  Scott,  W-525.  P. 
711,   Dec,   '09. 

The  Illuminating  Situation — Percy 
H.  Thomas  TE).  W-575.  Vol.  IV,  p. 
541,  Oct.,  '07. 

Street  Illumination — C.  E.  Steph- 
ens. Source,  intensity,  and  distribu- 
tion of  light  flux.  Typical  distribu- 
tion curves.  C-5,  W-3150,  Vol.  VI, 
p.  353,  Juno.  '09. 

Arc  lighting — R.  H.  Henderson. 
Details  of  lamps  of  various  commer- 
cial types.  D-4,  I-l,  W-3300.  Vol. 
III.   p.   265.  May,  '06. 

Metallic  Plamo  Arc  ^amp — C.  E. 
Stephens.  Development.  Design. 
Construction.  Results  obtained.  D- 
3,   1-2,  W-2800,     Vol.   IV,  p,   547,   Oct,, 


Tungsten     lUumination^Arthur     J. 

Sweet.  Rules  for  application  of 
lamps  and  reflectors.  (See  ed.,  p. 
711).  T-5,  D-10,  W-2525.  Vol.  VI,  p. 
740,  Dec,  '09. 

IiOgic    of    Pree    Iiamp    Renewals — 

H.  N.  Muller.  Poor  light  complaints: 
A  central  station  problem.  Plow  it 
was  solved  by  the  Allegheny  County 
Light  Co.,  Pittsburg,  Pa.  C-4,  1-4, 
W-2  700,      Vol.    V,    p.    143,    Mar.,   '08. 

Candle  Power  Variation  of  Incan- 
descent   Lamps    at    25    Cycles — P.    O. 

Keilholtz  and  B.  Harrison  Branch. 
Authors'  experiments  explained  and 
results  compared  with  those  of  Janet 
and  Leonard.  T-4,  C-3.  D-1,  W-3000. 
Vol.  III.  p.   222,   Apr.,   '06. 

(E)  Causes  and  Effects — Chas.  F. 
Scott.     W-1000.     Vol.   ITT,  p.  183. 

25    Cycle    Iiighting    In    Buffalo — H. 

B.  Alverson.  Results  with  Incan- 
descent arc  and  Nernst  lamps.  Com- 
parison of  results  with  60  and  25 
cycles.  W-1700.  Vol.  III.  p.  231. 
Apr..    '06. 

Mercury  Vapor  (Tube)  Light  vs. 
Other  Porms— Percy  H.  Thomas. 
(E.)  Distribution  and  effect  upon  the 
eye.  W-IOOO.  Vol.  Ill,  p.  121,  Mar., 
'06. 

Question    Box — 86.      109,     194,     228, 
257.    269. 
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INTELLIGENCE  TRANSMISSION 


Telegraphy 

Wireless    Telegraphy,     The    Status 

of — S.  M.  Kintner.  Necessary  ap- 
paratus; riroduction  and  action  of 
electro-magnetic  waves,  tlie  coherer 
and  method  of  operation;  Fessen- 
den's  liquid  baretter.  Arrangement 
and  operation  of  apparatus.  D-2,  W- 
1700.  Vol.  T.  p.  270.  June,  '04. 
Question  Box — 2r,s. 

Telephony 

^iue  on  Power  Line  Poles — Allan 
E.  Ransom.  Construction;  protec- 
tion. W-300.  Vol.  II,  p.  681,  Nov., 
•05. 


Telephone  and  Power  Circuits  on 
Same  Poles — G.  W.  Appier.  Construc- 
tion, eliminating  induction  and  cross- 
ing with  power  lines.  D-1,  W-100. 
Vol.  II,  p.  578,  Sept.,  '05. 

Telephone,     The     Modern  —  S.      P. 

Grace.  Physical  principles;  develop- 
ment; auxiliary  apparatus;  its  use; 
switchboards.  D-4,  1-12,  W-4000. 
Vol.   I,  p.   317,  July,   '04. 

Telephone  Engfineering  —  Chas.  F. 
Scott.  (E.)  General  scope  of  the 
problem.  W-600.  Vol.  Ill,  p.  123, 
Mar.,   '06. 


Question  Box — 11\. 


2S9. 


POWER 


General 


Fundamental  Reasons  for  Use  of 
Electricity — ('has.  F.  Scott.  Possible 
fields:  underlying  conditions;  meth- 
od.s  and  effects  of  use;  cost  of  power; 
new  fields  for  central  station  devel- 
opment: electric  heating;  present  im- 
portance of  elGctrioal  engineer.  W- 
5050.     Vol.    VI,  ]).   (illi.  Nov.,  '0!). 

Conservation  of  Power  Resources 
— Chas.  F.  Scott.  (B)  Notes  with 
reference  to  proposed  federal  legis- 
lation. W-850.  Vol.  V,  p.  122,  Mar., 
'08.  Chas.  F.  Scott  (E).  Comments 
on  a  brief  by  Mr.  Putnam.  W-725. 
Vol.   V,   p.    486,   Sept.,  '08. 

Water  Power  and  National  Conser- 
vation— Clias.  \^.  Scott  (10).  lieview 
of  A.I.E.E.  paper  by  Mr.  L.  B.  Still- 
well  on  "P^leetricity  and  the  Conser- 
vation of  Energy."  W-750.  Vol.  VI, 
p.    32."i,   June.    '09. 

Cost  of  Motor,  Power  and  Product 
— Clias.  F.  Scott  (E).  Necessity  of 
analyzing  conditions  to  determine 
relative  importance  of  these  factors. 
W-1200.      Vol.   VI,   p.   321,   June,   '09. 

Selling-  Current  in  Cities  of 
Twenty  Thotxsand  Inhabitants  —  H. 
C.  Ayers.  W-1900.  Vol.  Ill,  p.  353, 
June.    '06. 

Profitable  Day  Loads — S.  A.  Fletch- 
er. Sugge.stiiin.s  fur  improving  the 
load-factor  of  central  stations.  ^\'- 
2350.      Vol.   VI,    p.    370,    June,   '09. 

Impressions  of  the  W^est,  1898-1909 
— Chas.  F.  Scott  (E).  Notable  elec- 
trical dcveliipmcnts  in  transmission 
and  industrial  fields.  W-1725.  Vol. 
VI.    11.    <M2,   Nnv..   '09. 

Qiiestion  Box — 210. 

Motors  and  Their  Application 

Advantages  of  the  Electric  Drive — 

J.  Henry  Klinck.  In  its  application 
to  railway  repair  shops.  W-1725. 
Vol.   IV,  p.   341,  June,  '07. 

Electric  Motor  Applications  —  J. 
Henry  Klinck.  Selection  of  motors; 
methods  of  control;  three-wire  dia- 
gram. D-1,  1-19,  W-3800.  Vol.  II,  p. 
556,    Sept..   '05. 

Industrial  Engineering — H.  W.  Peck. 
MetlKids  of  investigating  power  re- 
riuirements  fur  iipplication  of  motor 
drive  in  industrial  work.  1-7,  ^V- 
3525.      Vol.  VI,  p.   S3,   Feb.,   '09. 

(E)  J.  Henrv  Klinck.  Motor  appli- 
cations.     W-425.      P.    65. 


Drives,  Direct- Current  Systems  of 
Electric  — •  W.  A.  Dick.  Constant 
speed  systeins;  disadvantages.  Vari- 
able speed  systems:  advantages. 
Five  systems;  diagrams  of  circuits. 
D-7.  1-13,  W-2200.  Vol.  I,  p.  251, 
June,   '04. 

Some  Phases  of  Electric  Power  in 
Steel  Mills — Chas.  F.  Scott.  Remov- 
al of  limitations;  cost  of  power  and 
of  motors;  selection  of  motors;  use 
of  alternating-current;  power-factor. 
W-3700.     Vol.  VI,  p.   722,  Dec,  '09. 

Electric  Drive  of  Rollings  DXill — 
Illinois  Steel  Company — W.  A.  Dick. 
Description  of  svstem  emploved. 
D-2,  I-ll,  W-2  850."  Vol.  V,  p.  '  66, 
Feb.,   '08. 

(E)  Electric  Power  in  tlie  Steel 
Industry — B.   Wiley.     ^Y-S."'l(),   p.    61. 

The  Roll  Motors  of  an  Electrically 
Operated  Rail  Mill — B.  Wiley.  A  de- 
scription of  rail  mill  No.  3,  Edgar 
Thompson  Steel  Works.  D-4,  1-2,  W- 
1500.      Vol.    Ill,   p.   456,    Aug.,   '06. 

Motors    in    Steel    Mills    (E) — C.     S. 

Cook.  W-600.  Vol.  Ill,  p.  421,  Aug., 
'06. 

Iron  and  Steel  Mills — Equalizer 
Systems — W.  Edgar  Reed.  Require- 
ments of  service.  Description  of 
equalizer  svstem.  C-1,  D-1,  W-2150. 
Vol.    IV,    p.    685,  Dec,    '07. 

Operation  of  Mine  Hoists — C.  V. 
.-MUii.  Analysis,  by  means  of  tests 
t)n  a  specific  installation,  of  method 
of  operating  fluctuating  hoist  load 
with  uniform  load  on  nower  house. 
(  -5.  1-6.  W-2675.  Vol."  VI,  p.  327, 
June,   '09. 

(E)  W.  A.  Dick.  The  motor-gener- 
ator fly-wheel  system.  W-450.  P. 
324. 

Question  Box — :!24. 

Electricity     in     Mining- — F.     C.     Al- 

brecht.  Applit-ation  of  electricity  to 
various  phases  of  operation.  W- 
2350.     Vol.  VI,  p.   502,  Aug.,  '09. 

(E)  Standardization  .and  increased 
safety  of  operation.  W-475.  P.  263, 
May,  '09. 

Application  of  Motors  to  Machine 
Tools — J.  M.  Barr.  Classes  of  ma- 
chines; advantage  of  varia.ble  speed 
motor;  speed  curves;  formulre  for 
power  required.  C'-l,  1-3,  W-1400. 
Vol.   II,   p.    11,   Jan.,  '05. 


RAILWAY  ENGINEERING— General 


23 


Cost  of  Operating-  Machine  Tools — 

A.  G.  Popcke.  Fixed  charges;  varia- 
ble cliarges;  salaries;  interest  and 
depreciation.  T-1,  C-1,  W-1452.  Vol. 
VI.   p.    757,    Doc.   'Of». 

Analysis  of  Motor  Drive  "by  Graph- 
ic Recording-  Meters — ^A.  G.  Popcke. 
Irrprovements  in  machine  tool  oper- 
ation, saving  in  power  and  better- 
ment of  shop  organization  by  this 
moihnd.  C-2.  I-.'!,  W-2(l.'iO.  Vol.  VI, 
p.    (mI,    Nov..    "09. 

Examples  of  Multi-Speed  Induc- 
tion Motor  Drive — H.  C.  Specht. 
S'ttol  mill,  inimp  and  lalower,  and  rail- 
wav  ai.plic-atiuns.  D-I,  1-3,  W-SOOO. 
Vol.    VI,    p.    7;!1.    Dec,    ■09, 

Cascade  vs.  Sinafle  Multi-Speed  In- 
duction Motors — H,  C.  Specht.  Rela- 
tive advantages  for  application  to 
mtitor  drive,  from  standpoint  of  con- 
trol. Analvsis  of  nine  specific  ex- 
amples. AV-2250.  Vol.  VI,  ]).  492, 
Aug.,  '09. 

Mechanical  Considerations  —  C.  B. 
]Mills.  In  connection  with  industrial 
motor  applications.  T-l,  C-2,  W- 
227  5.      Vol.   VI,   p.   2S1,  May,  '09. 


Electric  Elevator  —  Henry  D. 
James.  Application;  advantages  and 
disadvantages;  auxiliary  api)aratus. 
1-8,  W-2S00.      Vol.  I,   p.    187,   May,   '04. 

Induction  Motor  for  Elevators — 
Henrv  D.  James.  \V-:!im).  Vol.  I,  p. 
197.    May,    '04. 

Application  of  the  Auxiliary-Pole 
Type  of  Motor — J.  iSI.  Ilipi>h'.  D-2, 
I-l     \V-l.".(Hi.     Vol.  III.  p.  ;;4S,  .Juni', '06. 

Auxiliary-Pole  Motors  and  High 
Speed  Steel — J.  M.  Barr  (E).  W-500. 
Vol.    Ill,  p.    301,   June.   'OG. 

Classification  of  Motors  According- 
to  Characteristics — .J.  M.  Ili]iplc.  An 
aid  to  inleilincnt  niipl  ical  imi.  T-l, 
\V-122.:>,      Vol,    VI.    t).    4lis;.    Aug.,    -09, 

The  Electric  -Vehicle  —  Hayden 
Eames.  T-l.  T-2,  \V-3.SU0.  Vol.  Ill, 
p.  280,  May,  '06. 

(E)    Chas.   F.    Scott. 

Dynamic  Braking- — -Henry  D.  James. 
Apiilicatiiin.  ad\-antages  and  limita- 
tions. D-4,  1-3,  \V-2100.  Vol.  VI,  p. 
241.    Apr.,    '09. 

Question  Box — 119,  172,  227,  245, 
253,    263. 
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Electric    Po-wer   on    Steam   Roads — 

P.  Darlington.  Underlying  reasons 
for  electrification;  interurban  roads; 
selective  development  of  localities; 
cost  of  frequent  service;  relative 
earning  capacities,  minimum  earn- 
ings required.  T-l,  W-3625.  Vol. 
VI,    p.    51  S.    Sept..    '09. 

(I-:i    N.    \V.    Sliir.T.      V-l.-.ii.      1'.    .".13. 

City  Traffic  as  Affected  hy  Train 
Control  —  Calvert  Townlev.  W-4  00. 
Vnl.   I,   p,   530,  Oct.,   '04. 

Heavy  Rail-way  Service — Altemat- 
ing--Current  in — B.  G.  Lamme.  Gen- 
eral considerations  of  single-phase 
system  and  comparison  with  direct- 
current  system  with  sub-stations. 
"W-3600.    Vol.   Ill,  p.   97,   Feb.,  '06. 

(E)  Features  and  Development — 
F.  H.   Shepard.     W-800,  p.   61. 

Electric  Railway  Eng-ineering — 
Chas.  F.  Scott.  (E.)  Solving  Prob- 
lems.    W-250.     Viil.   III.    p.   5.   Jan..    '06. 

Operating:  Organization  on  Harri- 
mau  Iiines--Xi'w  i.lau  d'signeil  to  in- 
crcisi-  cHirienc\-  and  cffi'divcncss  of 
individual  emplovees.  W-2450.  Vol. 
VI.   p.    150.   Mar..  "'09. 

(E)  H.  L.  Kirker.  Method  of  train- 
ing employees  for  administrative  po- 
sitions.     W-300.      P.    131. 

Railway  I>ocation  and  Construc- 
tion--H.  10.  \Vagnei-.  PurjiDses  and 
re(|uii-enieiits  of  preliminary  s\irvey. 
Construction  of  curves;  super-eleva- 
tion; turnouts;  cross-covers.  T-3, 
D-5,  W-l  700.  Vol.  V,  p.  108,  Feb., 
'OS. 

Accuracy  of  Engineering-  Calcula- 
tions—  JMalcolm  Marl.vuren.  (Com- 
parison of  preliminary  calculations 
and  results  obtained  in  service.  C-3, 
W-1  000.      Vol.   V,   p.    212,   Apr.,   "08. 


Operation    of    Electric    Cars — F.    E. 

V/ynne.  General  principles.  Series 
vs.  shunt  motors.  D-8,  W-4300.  Vol. 
Ill,  p.   7,   Jan.,  '06. 

Sing-le-Phase  vs  Direct  -  Current 
Rail-way  Operation  —  Malcolm  Mac- 
Laren.  Refers  to  "Electric  Railway 
Engineering  '  by  Parshall  and  Hobart 
and  makes  a  number  of  comparisons. 
A\'-2il00.      Vol.    IV,    p.    4r,l.    Aug..    '07. 

Success  of  Electric  Roads  in  Indi- 
ana— 'i'-l.  W-IO.'.O.  Vol.  IV.  ]),  624, 
Nov,   '07. 

(E)  F.  Darlington.  Economic  rea- 
sons for  the  success  of  interurban 
roads.      W-1100,   p.    601. 

Effects  of  Changes  In  Operating 
Conditions — F.  E,  Wynne,  Accelera- 
tion, length  of  run,  braking  rates, 
gear  ratio.  C-12,  W-2200.  Vol.  Ill, 
p.   369,  July,  '06. 

Iiow-Tension  Distrihuting  System 
• — F,  E.  Wynne.  Track;  third  rail, 
and  trolley  and  feeder  calculations. 
Dine  voltage  regulation.  Use  of 
train  sheet.  Sub-station  location. 
C-7,  W-4  900.    Vol.  V,  p.  580,  Oct.,  'OS. 

Sub-Stations,  High-Tension  Iiines 
and  Power  Houses — F.  I'..  Wvnne. 
T-3,     \V-4  42,".,       Vol.     V,    p.     647,    Nov.. 

Train  Performance — W.  S.  Valen- 
tine, ("onstruction  and  use  of  tem- 
plet for  rapid  investigation  by  graph- 
ical method.  Example.  D-2,  W- 
1  400.     Vol.  V.  p.   104,  Feb.,  'OS. 

Arrangement  of  Train  Sheets — E. 
P.  Roberts  (E).  Ctunmenls  on 
methods  used  liv  engineers  and  op- 
erating officials.  W-1  400.  Vol.  V, 
p,    i;SO,    Dec,    "OS. 

"What  Grades  Mean  in  Electric 
Traction — William  t'oopcr  (E).  Rea- 
.-^onable  a:rades  practically  negligible. 
W-625.      Vol.  VI.  p.   3S9.   July.  '09. 
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The  Engrlish  Board  of  Trad* — C.  S. 

Powell  (E).  Method  of  investigating 
accidents.  "W-650.  Vol.  Ill,  p.  665, 
Dec,   '06. 


Starting-    a   large  Railway    Service 

— R.  L.  Wilson  (E).  Examples  cited 
from  several  large  railways.  W-400. 
Vol.  Ill,  p.  301,  June,  '06. 

Question  Box— 44,  117,  186,   260,   263. 


SYSTEMS 


i;ongr  Island  Railroad  Electrifica- 
tion— O.  S.  Lyford,  Jr.  General  out- 
line. W-1500.  Vol.  Ill,  p.  29,  Jan., 
•06. 

Xnaagrnrating'  Electric  Service  In 
the  Mersey  Tunnel — H.  L.  Kirker. 
I-l,    W-2200.     Vol.    Ill,  p.  259,  May, '06. 

Inaugurating  Electric  Service  on 
the  Metropolitan  Railway  —  H.  L. 
Kirker.  VV-155.  Vol.  Ill,  p.  330, 
June,  '06. 

SingIe=Phase 

Distinctive  Features  of  Design 
and  Operation  —  Clarence  Renshaw. 
Notes  regarding  the  system  and 
various  installations  in  operation. 
D-1,  1-9,  W-5  550.  Vol.  V,  p.  684, 
Dec,   '08. 

(E)    W-150,    p.    682. 

Constants  of  Circuits — A.  W.  Cop- 
ley. Resistance  inductance  and  re- 
actance of  trolley  and  rails.  STiin 
efCect.  Division  of  current  between 
rails  and  earth.  T-4,  W-6  425.  Vol. 
V,   p.    631,   Nov.,  '08. 

(E)    Chas.   F.   Scott.     W-900,   p.   613. 

Single  -  Phase  Installations  in 
America — M.  N.  Blakemore.  Table 
of  names,  locations,  equipments  and 
characteristics.  Summary.  T-2,  W- 
375.      Vol.   V,   p.   102,   Feb.,   '08. 

(E)  Malcolm  MacLaren.  Review 
of   the    situation.      W-650,    p.    63. 

Foreign  Single  -  Phase  Roads — 
Table  giving  names,  locations  and 
data.  Vol.  V,  p.  579,  Oct.,  '08.  (See 
(E),  J.  Edgar  Miller,  p.   551.) 


The  Vallejo,  Benica  and  Napa  "Val- 
ley Railway — George  T.  Hedrick. 
Change  over  from  750  to  3300  volt 
service.  W-750.  Vol.  Ill,  p.  657, 
Nov.,   '06. 

Single-Phase  Railway — The  Civlta 
Castellana — W.  R.  Stinemetz.  Con- 
struction and  operation.  1-3,  W- 
1250.      Vol.   Ill,   p.  218,   Apr.,  '06. 

New  Haven  Electrification — Some 
Comments  on  the  Proposed  Plans. 
W-1300.     Vol.  Ill,  p.  380,  July,  '06. 

Single-Phase  Electrifications — New 
Haven  and  Samia  Tunnel — B.  G. 
Lamme.  Systems  and  equipments. 
Electrical  and  mechanical  features 
of  design  and  operation.  Docomotive 
tests.  1-5,  W-7000.  Vol.  Ill,  p.  187, 
Apr.,  '06. 

St.  Clair  Tunnel  Electrification — 
H.  L.  Kirker.  Description;  operat- 
ing features;  equipment;  results. 
C-1,  D-1,  1-5,  W-4  200.  Vol.  V,  p. 
554,   Oct.,  '08. 

The  Spokane  &  Inland  Single- 
Phase  Railway — J.  B.  Ingersoll. 
Cost,  power,  overhead  construction, 
equipment.  D-1,  1-3,  W-2000.  Vol. 
Ill,   p.    429,   Aug.,   '06. 

(E)   A.  H.   Mclntire.     W-850,  p.  422. 

Pittshurg  &  Butler  Railway — L. 
H.  Kidder.  Details  of  system  and 
equipment.  Experiences  and  conclu- 
sions after  one  year's  operation. 
D-2,  1-8,  W-5  000.  Vol.  V,  p.  126, 
Mar.,   '08. 


SIGNALS 


Railway  Signal  Engineering — H.  G. 
Prout  (E).  Historical.  Protective 
and  productive.  W-500.  Vol.  IV,  p. 
181.      Apr.,   '07. 

Railway  Signaling — L.  H.  Thullen 
(E).  Evolution  of.  W-700.  Vol.  IV, 
p.    4,   Jan.,  '07. 

Mechanical  Interlocking  —  T.  Geo. 
Wiillson.  Advantages  derived  from 
the  interlocking  of  signals;  descrip- 
tion of  apparatus.  D-5,  TV-SSOO. 
Vol.  IV,  p.  7,  Jan.,  '07. 

Electro  -  Pneumatic  Interlocking — 
W.  H.  Cadwallader.  Principles.  Pow- 
er Plant.  Interlocking  Machines.  1-4, 
W-1300.    Vol.   IV,  p.   66,   Feb.,   '07. 

Pneumatic  and  Electric  Connec- 
tions. Switches.  Docks.  Signals. 
Auxiliary  Appliances.  1-4,  D-6,  W- 
2350.      Vol.   IV,   p.    127,   Mar.,   '07. 

(E)  Electro  -  Pneumatic  Railway 
Apparatus  —  Wm.  Cooper.  W-750. 
Vol.   IV,  p.   121,  Mar.,  '07. 

Electric  Interlocking — J.  D.  Taylor. 
Principles  and  development.  Switch 
and  lock  mechanism.  D-6,  T-5,  W- 
4550.     Vol.  IV,  p.   200,  Apr.,  '07. 

Alternating- Current  —  General — 
J.  B.  Struble.  Single-Rail  System. 
Double-Rail  System.  D-1,  1-9,  W- 
2150.     Vol.  IV,  p.  517,  Sept.,  '07. 


Alternating  -  Current.  Double  rail 
return  system — J.  B.  fe'truble.  With 
direct-current  and  with  alternating- 
2075.     Vol.  IV,  p.   563,   Oct.,  '07. 

(E)  L.  Frederic  Howard.  Signal 
engineers  in  the  electrical  field.  W- 
325,  p.   542. 

Automatic  Block  Signaling  —  Gen- 
eral —  W.  E.  Foster.  Definitions, 
Classifications,  Systems,  Construc- 
tion. D-1.  1-5,  W-2950.  Vol.  IV,  p. 
389.     July,  '07. 

Direct-Current — W.  E.  Foster.  D-3, 
1-5,  W-1500.    Vol.  IV,  p.  440.    Aug.,  '07. 

Electric  Train  Staff  System — T.  H. 
Patenall.  Development.  Application. 
Advantages.  W-2350.  Vol.  IV,  p. 
259.     May,  '07. 

Absolute  staffs  and  staff  instru- 
ments. Permissive  feature.  Control 
of  signals.  Attachments.  D-1,  1-16, 
W-2650.     Vol.  IV,  p.   323,  June,  '07. 

(E)   J.   S.   Hobson.      W-375,   p.    302. 

The  Language  of  Fixed  Signals — W. 
E.  Foster.  Explanations  of  various 
forms  of  signal  indications.  1-6,  W- 
800.     Vol.  IV,  p.  651,  Nov.,  '07. 

Also  1-6,  W-750.  Vol.  IV,  p.  706, 
Dec,   '07. 
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CARS  AND  LOCOnOTIVES 


W-350,  p.   541. 
Speed-Time      and 

E.    Wynne.      C-4, 


Electric   locomotive    Design — A.    C. 

Kelly     (E).      Trend     of     development. 
W-SoO.      Vol.   VI,   p.    260,   May,   '09. 

I^ocomotives  vs.  Motor  Cars — C.  F. 
Street.  Comparative  efficiency  and 
cost.  C-4,  W-2500  Vol.  Ill,  p.  574, 
Oct.,   '06. 

(E)   N.  "W.  Storei 

Calculation  of 
Power  Curves — F. 
W-3700.      Vol.   Ill,  p.    247,   May,   '06. 

Method  of  Selecting^  Car  Equip- 
ment— F.  E.  Wynne.  T-2,  C-3,  W- 
6  250.      Vol.   V,   p.    43S,   Ang-.,   'OS. 

Some  Early  Railway  Experiences — 
William  Cooper  (K) .  Methods  em- 
plo^■^■(l  in  control  of  railwav  motors 
and  troubles  resulting-  W-1000.  Vol. 
VI.    p.    646.   Nov.,    '00. 

Singfle-Pliase  135-Ton  Iioconiotive 
— N.  W.  Storer.  Description  and 
tests.  See  (E)  p.  393.  1-2.  W-800. 
Vol.  II,  p.    359,  June,   '05. 

St.  Clair  Tunnel  Locomotives — L. 
M.  Aspinwall  and  G.  Bright.  De- 
scription and  tests.  C-2,  1-3,  W- 
1  800.      Vol.   V,   p.    567.   Oct.,  'OS. 

(E)  J.  Edgar  Miller.  Require- 
ments for  successful  operation  of 
sing'le-phase  roads.  Summary  of 
American  and  foreign  roads.  W- 
1  075,   p.    551. 

New  Haven  Multiple-TTnit  Cars — 
L.  M.  Aspinwall.  Description  of 
new  equipment.  C-2.  1-5,  \V-14riO. 
Vol.  VI,   p.   6S7,  Nov.,  '09. 


Singrle-Phase     Iiocomotlva     Testing 

— Graliam  Bright.  Tests  necessary; 
results  of  test;  curves.  See  <.iC)  by 
N.  W.  Storer,  p.  770.  C-4,  W-750. 
Vol.   ir,  p.  764,  Dec,  '05. 

Test  on  Singrle-Phase  Equipment — 
Graham  Bright.  Method  of  tests; 
readings  taken;  curves;  service  tests. 
C-4,  W-1200.     Vol.   II,  p.   651,  Nov., '05. 

Kilowatt  Hours  Per  Car  Mile. 
C-4,  W-1200.  Vol.  II,  p.  651.  Nov., 
Comment  on  article  by  Mr.  Graham 
Bright.  W-750.  Vol.  Ill,  p.  60.  Jan., 
•06. 

Question  Box — 89,  105,  120.  ISO, 
166. 

Maintenance  and  Repair 

Maintenance    of    Equipment — J.    E. 

Webster.  Mileage  and  inspection 
systems;  care  and  protection  of  roll- 
ing stock.  1-6,  W-3000.  Vol.  I,  p. 
375,   Aug.,  '04. 

Equippingf  Electric  Cars — H.  I.  Em- 
anuel. Placing  apparatus,  wiring  for 
motors,  lights,  rheostats,  etc.  W- 
1400.     Vol.  Ill,  p.   698,  Dec,  '06. 

(E)  R.  L.  Wilson.  W-300.  Vol. 
Ill,   p.   662,   Dec.   '06. 

Brakes 

(See   "Mechanical   Engineering") 
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GENERAL 


Sales  Contracts — B.  A.  Brennan. 
A  concir.e  treatment  of  the  subject 
suftable  for  business  men.  Contracts 
in  general.  W-3200.  Vol.  IV,  p.  315, 
June,  '07. 

(E)    W.   F.   Fowler.     W-475. 

Simple  Contracts.  Conditional  Con- 
tracts. Patent  Clauses.  Terms  of 
Payment.  W-3300.  Vol.  IV,  p.  398, 
July,  '07. 

Bailment  or  Lease  Contracts.  Stat- 
utes of  fraud.  Promises  and  agree- 
ments not  in  contr.act.  Sellers  reme- 
dies. Buvers  remedies.  Warranty. 
W-3270.      Vol.   IV,  p.    528,   Sept.,   '07. 

Damages.  Assignments.  Statutes 
of  Limitation.  W-2400.  Vol.  IV,  p. 
578,   Oct.,  '07. 

Pirst  Aid  to  the  Injured — Ira  N. 
Fix,  M.D.  Precaution  against  shock 
after  accident;  stoppage  of  bleeding; 
method  of  dressing  a  wound;  frac- 
tures; first  treatment  of  burns;  pro- 
cedure in  cases  of  electric  shock.  1-2, 
W-800.     Vol.  I,  p.   286,  June,  '04. 


Alternating-   -   Current    Electrolysis 

— S.  M.  Kintner.  Tests;  specimens; 
conclusions.  See  (E)  by  P.  M.  Lin- 
coln, p.  707.  1-4,  W-1200.  Vol.  II, 
p.    668.  Nov.,   '05. 

Question  Box — 106. 

Badium — Prof.  Henry  A.  Perkins. 
Report  of  a  lecture  delivered  before 
The  Electric  Club.  W-1200.  Vol.  II, 
p.   194,   Mar..   '05. 

Niagfara  Palls — Aesthetic  vs.  Eco- 
nomic Value.  W-2400.  Vol.  Ill,  p. 
339,   June,  '06. 

Metal  Specimens  for  Microscopic 
■Views — A  method  for  exhibiting  the 
appearance  of  a  specimen  on  a 
screen,  directly  from  the  specimen. 
W-300.     Vol.  I,  p.  239.  May.  '04. 

Ballooning,  Some  Experiences  In — 
R.  Wikander.  I-l.  W-2200.  \'id.  I,  p. 
456,    Sept.,   '04. 

The  "Waste  of  Time — E.  S.  McClel- 
land. Methods  and  effects  of  wast- 
ing time.  Ecnnomv  of  time.  W-1600. 
Vol.   III.   p.  93.  Feb..   '06. 

Question  Box — 2!.". 


THE   ENGINEER 
Education 


Education,  Technical.  (E).  Com- 
parison of  President  Humphreys' 
views  with  those  of  Mr.  L.  A.  Os- 
borne, expressed  in  an  address  before 
the  A.  I.  E.  E..  W-800.  Vol.  I,  p. 
371.  July,  '04. 

Education,  Various  Kinds  of — Wal- 
ter   C.    Kerr.      Address    at    dinner    of 


Cornell     Alumni,     Chicago,     '05.       W- 
1800.     Vol.   II,  p.   289,  May,  '05. 

Engrineering'  and  the  Collegfe  Grad- 
uate— H.  W.  Buck  .  The  real  bene- 
fits of  college.  Status  of  the  engi- 
neer in  society.  W-1000.  Vol.  II,  p 
685,  Nov.,   '05. 
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Twentieth    Century    £  n  g*  1  n  e  e  r — 

Chas.  F.  Scott.  ■W-2025.  An  address 
before  the  Engineers'  Club  of  Phila- 
delphia.    Vol.  IV,  p.   222,  Apr.,  '07. 

(E)   Chas.   F.    Scott.      W-550,   p.    184. 

Oettlng-  on,  Some  Difficulties  in — 
James  Swinburne.  Abstract  of  an 
address  delivered  to  students  of  the 
British  Institute  of  Electrical  Engi- 
neers, Nov.,  '04.  See  (E)  by  Chas. 
F.  Scott,  p.  192.  W-2600.  Vol.  II,  p. 
174,    Mch.,    '05. 

Eng'ineering'  Personality  and  Or- 
ganization —  Walter  C.  Kerr.  W- 
5  900.      Vol.    V,    p.    492,    Sept.,    '08. 

Engineering-  Training*.  Extracts 
from  addresses  by  F.  W.  Taylor  and 
Alexander  C.  Humphreys.  W-2200. 
Vol.  Ill,   p.   693,  Dec,  '06. 

Education,  The  Business  Side  of 
Teclinlcal — Alexander  C.  Humphreys, 
President  of  Stevens  Institute.  From 
address  delivered  at  Sibley  College, 
Cornell  University.  W-2900.  Vol.  I, 
p.   342,  July,   '04. 

A  Broader  Training  for  Engineers 
— ^Cliarles  WliitiuK  l>alvor.  Conditions 
in  tlie  engineering  profession.  Test 
of  public  service.  W-2000.  Vol.  VI, 
p.    401,   July,   '09. 

The  Technical  Graduate  and  the 
Manufacturing  Company  —  Chas.  F. 
Scott.  W-1475.  Vol.  IV,  p.  75,  Feb., 
•07. 

Why  Manufacturers  Dislike  Colleg-e 
Graduates — [''redcriclv  \V.  "I'a.xior.  In- 
dicating improvements  pos.sible  in 
methods  of  education.  W-4100.  Vol. 
VI,   p.   537,    Sept..   '09. 

(K)  r-:.  ]\I.  n.'iT.  Odllesc  gradu- 
ates  m   the  .shun.      \V-375.      P.   r.l4. 

The  Human  Side  of  the  Engineer- 
ing Profession — V.  Karapetoff.  An 
engineer's  pliilosophy.  W-1950.  Vol. 
IV,   p..   162,   Mar.,  '07. 

(E)   H.   D.  Shute.     W-150,  p.  126. 

Study  Men — John  F.  Hayford.  The 
engineer  working  through  men.  Sug- 
gestions for  young  engineers.  W- 
2075.      Vol.  IV,  p.   563,  Oct.,  '07. 

(E)  Chas.  F.  Scott.  The  man  and 
the  organization.     W-400,  p.   543. 

The  Engineering'  School  and  the 
Electrical  Manufacturing'  Company — - 
Chas.  F.  Scott.  W-2300.  Vol.  IV,  p. 
633,  Nov.,  '07. 

Engineerin 

Importance  of  Membership  in  A.  I. 

E.  E. — Percv  H.  Thomas  (E).  W-250. 
Vol.  IV,  p.   63.  Feb.,  '07. 

Question  Box  —:!:',  0. 

Eng'lneering  Honor  and  Institute 
Branches  (E) — Chas.  F.  Scott.  Com- 
ment on  address  by  Dr.  "Wheeler, 
President  A.  I.  B.  E.  W-900.  Vol. 
Ill,  p.   361,  July,  '06. 

Abstracting  Engineering  Papers — 
George  C.  Shaad.  With  special  ref- 
erence to  papers  for  branch  meetings 
of  the  A.  I.  E.  E.  W-1125.  Vol.  IV, 
p.   83,  Feb.,  '07. 

(K)    Ralph   W.   Pope.      W-250.   n    62. 

Proposed  A.  I.  E.  E.  Constitution — 
Chas.  F.  Scott  (E).  W-675.  Vol.  IV, 
p.    187,    Apr.,   '07. 

Standardization  Rules — A.  T.  E.  E. 
Extracts  and  Comments.  W-2000. 
Vol.   IV,  p.    447,   Aug.,   '07. 

(E)   Chas.  F.   Scon.      W-SOO,  p.  423. 

Standard  Voltages — ^Chas.  F.  Scott 
(E)  Comment  on  new  A.  I.  E.  E. 
Btandardization  Rules.  W-675.  Vol. 
IV,  p.   482,  S'ept.,  '07. 


Suggestion  to  Engineering  Appren- 
tices— C.  W.  Johnson  (K).  Learn  a 
few  things  well.  W-950.  Vol.  VI,  p. 
197,   Apr.,   '09. 

Engineering-  Opportunities  and  Be- 
CLUirements — Geo.  A.  Damon.  From  a 
paper  read  before  the  Western  So- 
ciety of  Engineers,  Mch.,  '04.  See 
(E),  p.  63.  W-3800.  Vol.  II,  p.  16, 
Jan.,  '05. 

Carnegie  Gift  to  Engineering — W. 
M.  McFarland  (E).  Factor  this 
building  will  be  in  the  advancement 
of  the  profession.  W-500.  Vol.  I, 
p.    184,   Apr.,    '04. 

The  Technical  Man  as  the  Auto- 
crat of  the  Business  World.  W-700. 
Vol.   Ill,  p.   295,   May,  '06. 

Technical  Training,  Practical  TTtil- 
Ity  of — William  Barclay  Parsons. 
From  an  address  before  Nat.  Educ. 
Assoc.  W-1800.  Vol.  II,  p.  533,  Sept., 
'05. 

Technical  Schools:  Mr.  Wurts  and 
the  Carnegie — Sketch  of  Mr.  Wurts. 
Scope  and  plans  of  the  school.  1-4, 
W-1000.     Vol.  II,  p.  425,   July,  '05. 

The  Casino  Technical  Night 
School — C.  R.  Dooley  (E).  Oppor- 
tunities for  technical  training  to 
supplement  shop  work.  W-450. 
Vol.   V,   p.   422,   Aug.,   '08. 

Ginger  Plus  Education,  Insepara- 
ble— Frank  H.  Taylor  (E).  Needful 
qualities  for  success  in  a  great  cor- 
poration. W-600.  Vol.  II,  p.  60,  Jan., 
'05. 

An  Event  in  Electrical  Development 
Ph.  Lange.  The  advent  of  the  college 
man  into  the  electrical  field.  W-400. 
Vol.  IV,  p.  290,  May,  '07. 

Co-Ordinate  Engineering  (E) — W. 
M.  McFarland.  W-500.  Vol.  Ill,  p. 
365,  July,  '06. 

Shorthand  Engineering — George  A. 
Wardlaw.  Proper  and  improper  use 
of  abbreviations  in  engineering  lit- 
erature. A.  I.  E.  E.  list  of  abbrevia- 
tions. W-2000.  Vol.  ri,  p.  233,  Apr., 
'05. 

A  Spelling  Lesson  (E).  W-300. 
Vol.  Ill,  p.   186,  Apr.,  '06. 

Theory  and  Practice  (E) — W-500. 
Vol.   II,  p.   518,  Aug.,    05. 

g  Societies 

A.I.E.E. — Annual  Report  of  Direc- 
tors— Chas.  F.  Scott  (E).  W-200. 
Vol.   V,   p.   304,  June,   '08. 

Notes     on     A.I.E.E.     Convention — 

Clias.  F.  Scott  (E).  Atlantic  City, 
June-July,  '08.  W-1  100.  Vol.  V,  p. 
423,   Aug.,   '08. 

Selection  of   Officers   for  A.I.E.E. — 

Chas.  F.  Keiitt  (10).  Some  sugges- 
tiims  bearing  on  1909  eleetion.  W- 
.''.2.^1.      Vol.    VI.    p.    liT.   Feb..   '09. 

A.I.E.E.  Anniversary,  1909 — Clias. 
F.  Seiitt  (K).  \V-ir>0.  Vol.  VI,  p.  196, 
Apr.,    1909. 

A.I.E.E.  Convention,  1909 — Chas.  F. 
Scott  (E).  W-SOO.  Vol.  VI.  p.  450. 
Aug.,   1909. 

Notes    from    the    Northwest — Chas. 

F.  Srott  (K>.  Alaska- Vukun-Paciflc 
lOximsition.  Joint  convi-nl  inn.  North- 
wt'Stern  EI.  Lt.  &  Pr.  Ass.  and  Seattle 
S(>ction.  A.I.E.E.  Cascade  tunnel 
electrification.  W-800.  Vol.  VI,  p. 
579,  Oct.,  '09. 
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The      New      Engineering-      Biiildlngf 

(E).  Chas.  F.  Scott.  Comment  on 
laying  the  cornerstone.  W-750.  Vol. 
Ill,  p.   304,  June,   '06. 

Dedication  of  Engineering'  Societies 
Building' — Chas.  F.  Scott  (E).  W-275. 
Vol.   IV,  p.  245,  May,  '07. 

National      Electrical      Code — C.      E. 

Skinner  (E).  Meetins  at  New  York. 
March,  1909,  and  meeting  of  National 
Conference     on     Standard     Electrical 


Rules.  W-650.  Vol.  VI,  p.  59.  May, 
'09. 

International  Society  for  Testing 
Materials — V.  E.  Skinner  (E).  Notes 
on  fourtli  compress  at  Bru.ssels.  Bel- 
gium.   W-725,  Vol.   IV,  p.   64,   Feb..   '07. 

International  Electric  Congress — 
Chas.  F.  Scott  (E).  Various  aspects 
of  the  work  taken  up  at  the  Louis- 
iana Purchase  Exposition  at  the 
meeting  in  Sept.,  '04.  W-300.  Vol. 
I,   p.    559,  Oct.,  '04. 


Apprentice 


ApprenticesMp  Course  —  Making 
of  a  Man — Frank  H.  Taylor.  An  ab- 
stract from  an  address  before  The 
Electric  Club.  Gives  some  of  the 
non-technical  advantages  of  the  ap- 
prenticeship course.  W-1200.  Vol. 
I,  p.  177,  Apr.,  '04. 

Apprenticeship  Course,  Opportuni- 
ties of  the — W.  M.  McFarland.  A 
lecture  before  The  Electric  Club.  W- 
1800.      Vol.    I,   p.    645,  Dec,   '04. 

Engineering  Course  of  the  W.  E. 
&  M.  Co. — H  D.  Shute.  Historical  and 
and  descriptive.  Vol.  IV,  p.  291,  May, 
'07. 

The  'Value  of  an  Engineering  Ap- 
prenticeship Course — Chas.  E.  Down- 
ton  (E).  W-450.  Vol.  Ill,  p.  604, 
Nov.,   '06. 

To  the  Young  Man  Entering  the 
Works — Chas.  F.  Scott  (E).  The  ne- 
cessity   for    harmonious    co-operation 


in  every  department  of  a  large  or- 
ganization. W-800.  Vol.  I,  p.  429, 
Aug.,   '04. 

Apprenticeship  as  an  Investment 
for  the  Future — Chas.  F.  Scott  (E). 
As  a  post-graduate  course  in  engi- 
neering. W-600.  Vol.  Ill,  p.  244, 
May,   '06. 

Advice:  Apprentice  to  Apprentice. 
Letter  of  an  apprentice  who  has  just 
begun  outside  work.  Advice  to  one 
still  in  the  shops.  "W-700.  Vol.  II, 
p.    109,  Feb.,   '05. 

Apprentice,  His  "Work  and  His  Fu- 
ture. Account  of  the  fourth  annual 
banquet  of  Westinghouse  appren- 
tices. W-1400.  Vol.  II,  p.  255,  Apr., 
'05. 

Notes  on  Testing — V.  W.  Shear. 
Suggestions  for  beginners  on  testing 
floor.  W-700.  Vol.  IV,  p.  419.  July, 
'07. 


The  Electric  Club 


The   Purpose   of    the    Electric    Club 

— F.  D.  Newbury.  W-1700.  Vol. 
Ill,    p.    517,    Sept.,   '06. 

(E)   L.   A.   Osborne.     W-350,   p.    482. 

Electric  Club — H.  W.  Peck.  Or- 
ganization,   membership   and   work   of 


the  club.     1-3,  W-2000.     Vol.   I,  p.  51, 
Feb.,    '04. 

Electric  Club,  An  Apprentice's  Im- 
pression of  (E).  W-600.  Vol.  I,  p. 
625,  Nov.,   '04. 


Road  Engineer  and   Construction  Work 

(Other  articles  under  their  appropriate  headings) 


Qualifications  Necessary  for  a  Suc- 
cessful Trouble  Man — S.  L.  Sinclair. 
W-32.'..      Vol.   IV.   p.   120,  Feb..  '07. 

A  Pew  "Dont's" — ^H.  Gilliam.  Some 
rules  for  the  guidance  of  voung  en- 
gineers. W-4.".0.  Vol.  IV,  p.  177, 
Mar.,   "07. 

Boad  Engineer,  The  (E).  Giving 
some  <jf  the  necessary  qualifications. 
W-350.      Vol.  I,   p.    627,  Nov.,  '04. 

Koad  Engineer.  Specifications  for— 
R.  L.  Wilson  (E).  W-450.  Vol.  II, 
p.    456,    July.    '05. 

Meeting  Emergencies — C.  R.  Dooley. 
Some  trying  experiences  with  a  mo- 
tor-driven air  pump.  W-1050.  Vol. 
VT.    p.    377,  June.   '09. 

One  Side  of  Construction  Work — 
W.  H.  Rumpp.  Three  classes.  Inci- 
dents— troubles — causes  and  reme- 
dies. W-3400.  Vol.  II,  p.  238,  Apr., 
'05. 

Unexpected  Shocks — H.  I.  Emanuel. 
Caused  bv  badlv  bonded  tracks  in  cat 
barn.  W-300.  Vol.  IV,  p.  540,  Sept., 
'07. 


Hauling  Electrical  Machinery  Un- 
der Difilculties — J.  E.  Johnston.  W- 
450.      Vol.   Ill,  p.    659,  Nov.,  '06. 

Method  of  Unloading  a  Iiarge  Bo- 
tor — J.  W.  Sweenev.  I-l,  W-200. 
Vol.    III.   p.    417.   July,   '06. 

Generator  Troubles,  Etc. — C.  L.. 
Abbott.  Road  experience.  D-2,  W- 
500.      Vol.    Ill,   p.    179,  Mar.,   '06. 

Lining  Up  Turbine  and  Genera-tor 
•^C.  L.  .M)bott.  An  incident  in  erec- 
tion work.  I-l,  W-400.  Vol.  IV,  p 
6o9,  Nov.,   '07. 

Experiences  on  the  Boad — B.  C 
Shlpman.  Troubles  encountered  and 
how  overcome.  W-4000.  Vol.  II,  p 
347,   June,  '05. 

Experience  on  the  Boad — H.  L 
Stephenson.  Troubles — causes;  reme- 
dies. W-3000.  Vol.  II,  p.  410,  July 
'05. 

Experience  on  the  Boad — G.  B 
Rosenblatt.  An  Incident  with  water- 
cooled  transformers.  W-1400.  Vol 
II,  p.  600,  Oct.,  '05. 
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Experience     on     the     Boad — C.    L. 

Abbott.      Trouble    work.      W-600.     Vol. 
II,   p.   768,   Dec,   '05. 

Experience  on  the  Boad — Essen- 
tials of  good  soldering.  W-1400. 
Vol.   II,   p.    690,   Nov.,   '05. 


Experience  on  the  Boad — S.  L.  Sin- 
clair and  E.  D.  Tyree.  Open  circuit 
in  revolving  field  closed  during  oper- 
ation by  centrifugal  force.  W-150. 
Vol.   IV,   p.   59,  Jan.,  '07. 


General  Requisites  and  Opportunities 


Point  of  View,  The — Walter  C. 
Kerr.  An  address  delivered  at  Stev- 
ens Institute  of  Technology.  W-3000. 
Vol.   I,  p.   563,  Nov.,  '04. 

Discovery  and  Invention  —  E.  G. 
Acheson.  An  address.  W-5000.  Vol. 
Ill,  p.   554,  Oct.,   '06. 

The  Testing-  Engineer — Chas.  B. 
Dudley.  An  address.  W-4100.  Vol. 
Ill,   p.   614,  Nov.,  '06. 

(E)   Chas.  P.   Scott.      W-430.   p.    603. 

The  Spirit  of  Welfare — Walter  C. 
Kerr.  An  address  delivered  at  the 
dedication  of  the  Welfare  building  at 
Wilmerding,  Pa.  W-2350.  Vol.  IV, 
p.   618,  Nov.,  '07. 

Useful  Co-Operation  —  Walter  C. 
Kerr.  A  paper  read  at  a  meeting  of 
the  district  managers  of  the  Westing- 
house  Electric  &  Mfg.  Co.,  Nov.,  '05. 
See  (E)  bv  Chas.  F.  Scott,  p.  772.  W"- 
2600.      Vol.   II.   p.   729,   Dec.  '05. 

Some  Belations  of  the  Engineer  to 
Society — H.  G.  Prout.  An  address. 
W-5500.      Vol.   Ill,   p.   494,   Sept.,  '06. 

Business  Engineering- — 'Alexander 
C.  Humphreys.  Relations  of  the  en- 
gineer-student to  practical  work. 
W-1  900.     Vol.  V,   p.    245,   May,   '08. 

(E)  The  Widening  Sphere  of  the 
Engineer — Chas.  F.  Scott.  W-975, 
p.    341. 

The  Young-  Engineer  and  His  Op- 
portunity— C.  F.  Scott.  Portion  of 
an  address  to  the  graduating  class, 
'03,  Stevens  Institute  of  Technology. 
W-2400.      Vol.   I,   p.    198,   May,  '04. 

Bemoval  of  Iiimitations  by  Elec- 
tricity— Chas.  F.  Scott.  An  address 
delivered  at  Worcester  Polythechnic 
Institute.  W-2500.  Vol.  IV,  p.  506, 
Sept.,   '07. 

Shop  Opportunities  in  Engineer- 
ing Industries — C.  B.  Auel.  Need  of 
technically  trained  men.  W-2  300. 
Vol.   V,   p.   701,    Dec,   'OS. 

(E)    E.   M.   Herr.     W-375,   p.   67  7. 

Opportunity  of  the  Eng-ineer- — H. 
G.  Prout  (E).  On  American  resources 
and  opportunities.  W-300.  Vol.  I,  p. 
309,   June,   '04. 


Man  Power.  An  address  to  The 
Electric  Club — T.  C.  Frenyear.  Need- 
ful characteristics  of  the  successful 
man.  True  principle  of  organization 
in  a  democratic  community.  See  (E) 
by  C.   F.   Scott,  p.   118.     W-3500.     Vol. 

I,  p.   75,   Mch.,   '04. 

Commercial  Electrical  Eng-ineering- 
— Chas.    F.    Scott    (E).      W-400.      Vol. 

II,  p.   261,   Apr.,   '05. 

Iioyalty  and  Besponsihility — Chas. 
H.  Parkhurst.  An  address.  W-3275. 
Vol.   IV,  p.   160,   Mar.,  '07. 

(E)   S.  L.  Sinclair.     W-150,  p.   12S. 

Electrical  Development — Chas.  F. 
Gray.  Opportunitv  for  the  engineer 
in  Canada.  W-500.  Vol.  IV,  p.  51, 
Jan.,    '07. 

Man  of  the  Puture — Frank  H.  Tay- 
lor. An  address  delivered  before 
The  Electric  Club.  W-1400.  Vol.  II, 
p.   461,   Aug.,   '05. 

Unforseen  Consequences  of  Eng-i- 
neering- (E) — Chas.  F.  Scott.  W-750. 
Vol.   Ill,   Oct.,   '06. 

Iniag-ination  in  Eng-ineering- — Chas. 
F.  Scott  (E).  ^V-600.  Vol.  II,  p.  324, 
May,   '05. 

Success  in  Electrical  Engineering 
— Chas.  F.  Scott  (E).  W-400.  Vol. 
II,  p.  392,  June.  '05. 

Up-to-date  Engineer  (E).  How  to 
become  and  remain  one.  W-1200. 
Vol.    I,   p.   492,   Sept.,  '04. 

"Messag-e  to  Garcia" — L.  A.  Os- 
borne (E).  Emphasizing  the  neces- 
sity for  intelligent  co-operation  In 
any  organization.  W-400.  Vol.  I,  p. 
249,  May  '04. 

Pull   and   Push    (E).      W-250.      Vol. 

II,  p.    521,    Aug..    '05. 

"Work,  A  Man's  (E).  W-500.  Vol. 
I,  p.   687,   Dec,  '04. 

Why  Some  Engineers  Pail— Chas. 
F.  Scott  (E>.  W-500.  Vol.  II,  p. 
583,  Sept.,   '05. 

Technical  Education.  A  letter 
from   Frank  J.   Sprague.    W-400.    Vol. 

III.  p.  711,   Dec,   '06. 

Experience — Chas.  F.  Scott  (E). 
W-400.      Vol.   II,   p.    457,   July,  '05. 


Personal 


Ahry,  Bertrand  Buhre.  A  tribute 
from  the  Electric  Club.  W-400. 
Vol.   I,   p.    643,   Dec,    '04. 

Bannister,  Iiemuel — Calvert  Town- 
ley.  A  short  sketch.  I-l,  W-600. 
Vol.  Ill,  p.  328,  June.  '06. 

Pranklin,  Benjamin  (B) — Percy  H. 
Thomas.  W-250.  Vol.  Ill,  p.  303, 
June,    '06. 

Prenyear,  Thomas  Cyprian — W.  M. 
McFarland.  An  obituary  with  por- 
trait. W-1000.  Vol.  I,  p.  23,  Feb., 
'04. 

Peck,  John  Sedg"wlck.  An  account 
of  the  farewell  dinner  tendered  to 
Mr.    Peck    before    his    departure    for 


England.      I-l,  W-800.     Vol.  I,   p.   587, 

Nov.,    '04. 

Schmid,  Albert,  Director-General  of 
the  Societe  Anonyme  Westinghouse 
— H.  C.  Ebert.  A  sketch  of  his  char- 
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Since  its  very  modest  beginning  in  February,  1904, 
Five  the    Journal    has   continued    until   there   are   now 

Years  completed  five  volumes,   in  publishing  which  con- 

of  the  siderably  over  one  hundred  tons  of  paper  have  been 

Journal  used.  Several  hundred  men,  many  of  them  experi- 
enced practicing  engineers,  who  write  but  little 
for  publication,  have  contributed  3500  pages  of  reading  matter,  a 
considerable  proportion  of  which  is  of  as  much  interest  and  value 
now  as  when  first  issued. 

In  the  initial  issue  of  the  Journal  five  years  ago,  the  purpose 
of  The  Electric  Club  Journal  was  set  forth  as  a  feature  of  The 
Electric  Club,  whose  prime  object  was  to  increase  the  opportuni- 
ties available  to  the  young  men  on  the  engineering  apprenticeship 
course  of  the  Westinghouse  Electric  &  Manufacturing  Company. 
In  this  course  are  more  post-graduate  electrical  students  than  in  all 
the  universities  and  technical  schools  of  the  country  combined. 
The  manufacturing  company  with  its  great  works  filled  with  ap- 
paratus of  all  types  in  every  stage  or  construction,  with  its  testing 
departments,  its  skilled  workmen,  its  active  engineers,  its  marvelous 
organization  by  which  thousands  of  men  act  together  to  accomplish 
a  common  end,  gives  to  the  young  engineering  apprentice  oppor- 
tunity for  acquiring  knowledge  and  experience  up  to  the  limit  fixed 
by  his  ability  and  activity.  Supplementing  the  factory  experience  is 
The  Electric  Club  with,  lectures  and  discussions,  formal  and  in- 
formal, and  the  entermingling  of  men  from  scores  of  schools  and 
many  countries.  To  supplement  all  this  came  this  Journal  to  put 
in  permanent  form  the  kind  of  technical  and  engineering  and  other 
material  most  useful  to  the  young  man  fitting  himself  for  an  electri- 
cal engineering  career.  In  this  way  the  imi(|ue  advantages  of  the  ap- 
prenticeship course  and  The  Electric  Club  were  extended  to  en- 
gineers everywhere. 

The  initial  purpose,  therefore,  was  to  make  this  Journal  a 
definite  and  positive  factor  in  the  education  and  development  of 
young  engineers.  Since  the  Journal  was  established,  some  i  200 
or  I  500  young  men  have  passed  through  the  apprenticeship  course. 
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most  of  whom  are  now  in  active  work  in  various  fields.  It  is  evi- 
dent, however,  from  the  large  size  of  the  Jourxal  subscription  list, 
that  only  a  ver\-  small  percentage  of  the  number  of  Journals 
printed  go  to  apprentices.  It  has  been  found  that  articles  dealing  in 
a  concrete  definite  manner  with  the  principles,  manufacture  and  per- 
formance of  modem  apparatus  and  discussing  engineering  problems 
and  practice  in  a  simple  direct  way,  by  men  who  are  practical  work- 
ers rather  than  professional  writers,  have  appealed  alike  to  the  tech- 
nical student,  the  consulting,  the  erecting  and  operating  engineer, 
and  to  the  business  man  and  even  to  the  physician  who  is  interested 
in  fields  other  than  his  own.  In  a  mmiber  of  colleges,  certain  of  its 
articles  have  a  definite  part  in  the  instruction  schedules. 

One  difiicult}-  in  the  convenient  use  of  back  volumes  of  ordinary 
engineering  publications  and  the  transactions  of  societies  is  the  lack 
of  an  efficient,  up-to-date,  general  index.  For  several  years  the 
Jourxal  has  issued  a  complete  index  each  year  to  all  preceding 
volumes.  A  single  classified  topical  index  now  covers  the  first  five 
columns,  giving  them  a  cyclopaedic  value.  This  method  of  index- 
ing has  increased  the  demand  for  early  volumes  and  thousands  of 
dollars  have  been  expended  in  reprinting  back  issues  of  which  the 
supply  had  become  exhausted.  The  bound  volume  business  has  ex- 
ceeded five  thousand  copies — a  good  indication  of  the  importance 
attached  to  the  permanent  value  of  the  material  which  has  been 
published,  much  of  which  is  not  elsewhere  accessible. 

It  was  the  ambition  of  those  who  fostered  the  Jourxal  in  its 
early  days  to  make  it  an  effective  instrument  in  the  progress  of 
electrical  engineering  development.  It  was  hoped  that  this  might 
be  accompHshed  by  a  periodical  by  the  young  engineer  and  for  the 
3-oung  engineer,  which  made  engineering  m.erit  and  usefulness  to  its 
readers  its  editorial  criterion.  Our  ideals  have  grown  from  year  to 
year  and  while  we  have  never  overtaken  them,  yet  it  will  scarcely 
be  denied  that  the  Jourxal  has  developed  a  new  field,  almost  a  new 
t}-pe,  of  journalism — one  which  is  now  accepted  as  an  established 
and  effective  factor  not  only  in  extending  definite  electrical  engineer- 
ing knowledge,  but  in  advancing  that  point  of  view  and  those  ele- 
ments of  professional  and  moral  character  which  are  the  real  basis 
of  individual  success  and  of  electrical  progress. 

The  success  which  the  Jourxal  has  met  has  been  due  in  a 
Isrge  measure  to  the  support  and  interest  taken  by  its  good  friends, 
principally  its  subscribers  and  its  contributors.  The  latter  have  done 
their  important  part  through  their  interest  in  the  Jol-rxal  without 
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compensation  other  than  the  rewards  of  a  happy  conscience  and  the 
distinction  of  being  numbered  in  the  Hst  of  contributors. 

During  the  past  year  there  has  been  an  active  reciprocal  rela- 
tionship between  editor  and  reader  through  The  Journal  Question 
Box.  Questions  from  most  of  the  states  and  foreign  countries  have 
been  received  and  answered  in  such  a  way  that  actual  perplexities 
and  their  solutions  by  expert  engineers  have  gone  forth  to  thou- 
sands of  readers. 

A  change  in  the  Journal  is  noted  in  reviewing  the  back  vol- 
umes. ^Many  of  the  early  articles  dealt  with  concrete  factory  prac- 
tice, in  construction,  winding  and  testing.  This  field  has  been  fairly 
well  covered  and  later  tables  of  contents  show  more  engineering 
essays  or  papers  of  the  character  appropriate  for  an  engineering  so- 
ciety. A  large  proportion  of  the  elementar}'  practical  material  has 
found  place  in  the  Question  Box.  Editorial  problems  of  selection 
of  subjects  and  manner  of  treatment  naturally  change  as  volumes 
increase  in  number.  The  co-operation  of  readers  and  contributors 
i-:  invited  to  aid  in  making  the  result  most  effective. 

As  sentiment  in  the  carr>4ng  out  of  a  unique  idea  has  been  an 
underlying  factor  in  the  development  of  this  Journal,  we  have  as- 
sumed a  similar  interest  on  the  part  of  many  of  our  readers,  as  a 
justification  for  this  extended  editorial  shop  talk.  They  may  be 
further  interested  in  knowing  that  while  we  have  naturally  felt  the 
effect  of  the  recent  panic,  we  have  rounded  out  the  year  with  a 
healthy  increase  in  business  over  that  of  the  preceding  vear. 

For  1909  we  repeat  the  foreword  of  a  year  ago : — "To  be  of  use 
tc  our  readers ;  to  be  of  real  assistance  to  electrical  engineers,  pres- 
ent and  future,  and  to  be  an  active  force  in  accelerating  the  progress 
and  advancing  the  best  interests  of  the  electrical  engineering  pro- 
fssion — ^those  are  the  aims  and  ambitions  with  which  we  enter  the 

Xew  Year."  -r       -r.  r- 

i  HE  Publication  C'''M^nTTEE 


In  "The  Log  of  the  Xew  Haven  Electrification" 

The  presented  before  the  American  Institute  of  Electric- 

Single=Phase    al  Engineers  at  its  December  meeting,  it  is  signifi- 

Railway        cant  to  note  how  little  attention  is  paid  to  the  motor 

Motor  in  an  account  of  the  operation  of  this  single-phase 

system.     In  the  list  of  causes  of  delay  the  motor 

is  scarcely  mentioned.    In  fact,  it  seems  to  be  a  feature  of  the  S)stem 

which  attracts  minimum  attention  and  comment,  as  its  record  in 

service  leaves  no  doubt  as  to  its  reliabilitv. 
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Many  will  recall  the  interest  which  centered  in  the  single-phase 
motor  several  years  ago  when  Mr.  Lamme  first  described  before  the 
Institute  in  the  Fall  of  1902  a  proposed  single-phase  system.  Little 
attention  was  paid  to  any  of  the  elements  aside  from  the  motor. 
Great  curiosity  was  aroused  as  to  what  mysterious  feature  had  been 
introduced  into  a  type  of  machine,  which  everybody  recognized  as 
impracticable,  in  order  to  transform  it  into  a  useful  motor  capable 
of  doing  efficient  service  without  distress  at  its  commutator.  The 
consensus  of  opinion,  as  expressed  by  engineers  and  the  technical 
press  generally,  was  to  the  effect  that  if  a  single-phase  railway 
motor  could  successfully  commutate  its  current,  a  revolution  was 
likely  to  take  place  in  railway  operation. 

In  this  issue  is  printed  an  article  by  ]\Ir.  Lamme  giving  in  a 
simple  way  the  characteristics  of  the  single-phase  commutator  type 
motor,  which  explains  various  features  in  its  design  and  operation. 
The  article  is  happily  expressed  in  ordinary  terms  without  the  use 
of  the  mathematical  auxiliaries  which  are  often  used  to  embellish 
dissertations  upon  alternating-current  motors.  The  article  will, 
therefore,  appeal  to  the  general  reader  and  .will  go  far  to  explain 
how  it  is  that  such  motors  may  operate  for  many  months  and  for 
many  thousands  of  miles  without  an  appreciable  effect  upon  their 
commutators  or  brushes. 


In  the  December  issue  of  the  Journal  a  year  ago 

The  there  appeared  a  very  appreciative  tribute  to  Mr. 

Westinghouse    George    Westinghouse,    taken    from    the    Railroad 

Companies       Gazette.     At  that  time,  to  the  ordinary  observer,  it 

would  have  seemed  that  he  was  overwhelmed  by 
misfortune.  All  but  two  of  his  large  American  Companies  were  in 
the  hands  of  receivers  and  his  personal  fortune  was  so  involved  that 
many  people  did  not  believe  it  possible  that  he  could  retrieve  himself. 
This  was  on  the  assumption  that  he  was  an  average  man.  Of  such 
a  man  this  prognostication  would  undoubtedly  have  been  true.  An 
average  man  would  have  been  completely  crushed  and  could  never 
have  rehabilitated  himself  and  his  Companies.  Obviously,  however, 
a  man  whose  fame  has  become  world  wide  is  not  an  average  man, 
but  an  extraordinary  one  and  those  who  knew  him  best  were  con- 
fident that  Mr.  Westinghouse  would  pull  the  Companies  through  and 
get  them  back  on  their  feet  in  as  good  condition  as  ever. 

It  is  exceedingly  gratifying  to  make  the  record  a  year  after  the 
one  of  disaster  just  the  reverse  and  one  that  is  full  of  hope  and 


THE  WESTINGHOUSE  COMPANIES  6 

bright  prospects.  Referring  particularly  to  the  Electric  Company 
in  whose  work  the  readers  of  the  Journal  are  particularly  inter- 
ested, its  financial  embarrassments  have  been  removed  and  in  such  a 
far-sighted  and  masterly  way  that  the  best  financial  authorities 
assert  it  is  now  in  better  financial  condition  than  at  any  time  in  its 
past  history.  The  organization  has  been  preserved  practically  in- 
tact, as  scarcely  a  man  in  an  important  position  became  so  discour- 
aged as  to  leave  the  Company's  service.  Those  who  were  in  posi- 
tion to  know  were  well  aware  of  this  fine  spirit  of  loyalty  to  the 
Company  and  to  Mr.  Westinghouse,  but  the  past  year  gave  an  op- 
portunity to  show  how  this  loyalty  would  stand  the  test  of  severe 
trial,  which  it  did  splendidly. 

It  is  particularly  worthy  of  note  that  the  employees  submitted 
to  a  reduction  of  salary  during  the  receivership  without  murmur, 
although  it  involved  serious  hardship  to  a  great  many.  As  they  felt 
that  the  embarrassment  was  only  temporary  and  that,  as  soon  as 
the  financial  matters  would  be  adjusted,  the  prosperity  of  the  Com- 
pany would  return  with  that  of  the  country  at  large,  they  went 
ahead  without  loss  of  energy  or  zeal.  , 

A  further  evidence  of  the  spirit  which  pervades  the  employees 
as  a  body  was  shown  when  the  effort  was  made  to  get  existing 
stockholders  to  subscribe  for  an  increase  of  stock  in  order  to  increase 
the  working  capital  of  the  Company.  Owing  to  the  absolute  in- 
ability of  some  stockholders  to  do  this,  a  committee  of  the  em- 
ployees, of  their  own  motion,  started  voluntary  subscriptions  among 
the  employees  and  secured  in  all  the  sum  of  about  $600000  from 
over  5  000  persons.  Many  of  these  subscriptions  were  for  small 
amounts,  often  for  a  single  share  from  employees  with  small  sala- 
ries, but  everyone  was  anxious  to  do  his  part.  It  is  understood  that 
the  spirit  displayed  by  the  employees  had  great  weight  with  the  Re- 
adjustment Committee  m  convincing  them  of  the  value  of  the  Com- 
pany as  a  going  concern. 

From  time  to  time  during  the  year  comments  on  the  prospects 
of  the  Company  appeared  in  the  technical  journals  and  daily  press. 
In  these  articles  it  was  pointed  out  that  the  Electric  Company  occu- 
pies a  position  far  more  important  than  a  mere  manufacturer  of 
electric  machinery,  and  that  its  splendid  record  as  a  leader  in  the 
development  of  the  electric  industry  and  its  great  importance  in  the 
further  development  of  the  applications  of  electricity  make  it  a 
national  institution  to  which  any  serious  misfortune  would  mean  a 
severe  blow  to  the  prestige  of  the  country. 
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Three  forms  of  tests  are  almost  invariably  neces- 
sary   in    the    ultimate    successful    development    of 
Meter 

practical    electrical    apparatus : — Research    or    in- 

Development  vestigative  tests,  upon  which  the  the  design  is  to  be 
based;  performance  tests,  the  purpose  of  which  is 
to  prove  the  correctness  of  the  design,  and  service  tests,  which  de- 
termine the  practical  utility  of  the  apparatus.  While  examples  may 
be  cited  of  apparatus  possessing  in  its  original  design  practically  all 
of  the  essential  qualities  and  characteristics,  yet  the  more  usual 
process  of  development  is  one  of  evolution,  and  in  this  the  service 
test,  bears  a  most  important  part.  The  foresight  required  of  the 
designing  engineer  in  the  anticipation  of  practical  difficulties  which 
must  be  surmounted  in  the  inherent  design  of  the  apparatus  is  ac- 
quired only  through  experience  in  both  the  operation  and  manufac- 
ture of  the  apparatus.  Operation  under  service  conditions  serves 
to  indicate  wherein  the  practical  utility  of  the  machine  may  be  im- 
proved, and  its  manufacture  on  a  commercial  scale  serves  to  indi- 
cate wherein  economies  may  be  affected  through  modifications  in 
design. 

With  this  in  mind,  the  importance  and  interest  of  the  notes 
by  Mr.  Paul  MacGahan  in  this  issue  of  the  Journal,  on  the  "Disc 
Type  Induction  Ammeters  and  Voltmeters"  will  be  appreciated. 

The  rapid  developments  of  the  last  fifteen  years  in  the  direc- 
tion of  electric  meter  engineering  are  apt  to  be  overlooked  because, 
to-day,  electric  power  is  in  universal  use  and  measured  by  means  of 
simple,  accurate,  yet  comparatively  inexpensive  indicating  and 
registering  devices.  It  is  interesting  to  consider  the  meter  situation 
of  approximately  ten  years  ago,  for  example,  as  regards  Westing- 
house  meters.  At  that  time  the  principal  line  of  indicating  meters 
was  the  magnetic  vane,  gravity  controlled  type.  These  were  used 
for  alternating  and  direct-current  measurements.  Weston  instru- 
ments were  also  used  on  many  direct  current  switchboards.  The 
horizontal  edgewise  Shallenberger  induction  type  was  also  occasion- 
ally used,  especially  for  large  switchboards  where  wattmeters  were 
also  installed.  Integrating  meters  were  represented  by  the  Shallen- 
berger alternating-current  ampere-hour  meter  and  the  Shallenberger 
induction  wattmeter.  The  so-called  "glass  and  marble"  type  of 
solenoid  instrument  and  the  Waterhouse  indicating  meters  were  ob- 
solete. There  were  no  graphic  meters,  or  portable  types.  The  static 
ground  detector,  the  induction  type  frequency  meter,  synchroscopes 
power-factor  meters,  single  air-gap  type  direct-current  instruments, 
etc.,  have  all  been  developed  during  the  last  decade. 
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THE  broad  statement  may  be  made  that  it  is  no  more  difficult 
to  commutate  an  alternating  current  than  an  equal  direct 
current.  Such  a  statement  would  appear  to  be  entirely  con- 
trary to  the  usual  experience,  but  a  little  study  of  the  matter  will 
show  where  the  apparent  discrepancy  lies.  In  commutator  type 
alternating-current  motors,  as  usually  built,  a  relatively  large 
number  of  commutator  bars  passes  under  the  brush  during  one 
alternation  of  the  supply  current.  While  the  current  supplied 
is  varying  from  zero  to  maximum  value  and  back  to  zero,  pos- 
sibly 50  bars  have  been  passed  under  the  brush,  and  therefore 
50  coils  in  the  armature  have  been  reversed  or  commutated.  Some 
of  these  reversals  occur  at  the  top  of  the  current  wave  which  has 
a  value  of  about  40  percent  higher  than  the  mean  or  effective  value 
which  is  read  by  the  ammeter.  The  motor  is  therefore  at  times 
commutating  40  percent  higher  current  than  that  indicated  by  the 
instruments.  It  is  thus  evident  that  in  comparing  the  commutation 
of  100  amperes  direct  current  with  100  amperes  alternating 
current  we  should  actually  compare  the  direct  current  with  141  am- 
peres alternating.  In  other  words,  for  commutating  equal  currents 
alternating  current  or  direct  current,  the  alternating-current  am- 
meter should  register  only  71  percent  as  much  current  as  the  direct 
current.  Another  way  of  expressing  it  is  that  we  have  to  commu- 
tate the  top  or  maximum  of  the  alternating-current  wave,  while  our 
instruments  only  record  the  mean  value. 

If  the  above  represented  the  only  difference  between  the  alter- 
nating current  and  direct  current  the  problem  to  be  solved  in  com' 
mutation  of  alternating  current  would  not  be  serious.  How- 
ever, the  current  to  be  commutated  by  an  alternating-current 
motor  is  not  merely  the  working  current  supplied  to  the  motor  and 
measured  by  the  ammeter,  but  there  is,  in  addition,  a  current  which 
is  generated  in  the  motor  itself,  both  at  standstill  and  during  rota- 
tion, which  has  to  be  reversed  or  commutated  along  with  the  working 
current.  It  is  this  latter  current,  usually  called  the  local  or  short- 
circuit  current,  whicii  has  been  the  source  of  greatest  trouble  in 
commutating  alternating  current ;  for  this  short-circuit  current  may 
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have  a  value  anywhere  from  three  to  ten  times  the  working  current, 
depending  on  the  design  of  the  machine.  Therefore  in  comparing 
the  commutation  of  an  alternating  current,  as  indicated  by  an  am- 
meter with  an  equal  direct  current,  we  should,  in  reality,  consider 
that  the  alternating-current  motor  is  commutating  a  maximum  cur- 
rent from  five  to  ten  times  the  value  of  the  indicated  current. 
Furthermore,  it  would  not  do  to  reduce  the  ammeter  current  to 
one-fifth  or  one-tenth  value  in  order  to  compare  commutation  with 
direct  current,  because  by  so  doing  we  would  simply  be  reducing 
the  small  applied  component  of  the  total  current  commutated  by 
the  brushes,  the  local  or  short-circuit  current  still  retaining  a  rather 
high  value.  Tn  order  to  compare  with  direct-current  commutation, 
it  would  be  necessary  for  the  total  maximum  of  the  combined 
supply  and  the  short-circuit  current  to  be  reduced  to  the  same  value 
as  direct  current. 


Preventive 
Leads 


Fig.   I 


Fig. 


Hence,  the  local  current  in  the  armature  turn  short-circuited 
by  the  brush  is  the  source  of  practically  all  the  trouble  in  com- 
mutating alternating  currents.  Fig.  i  illustrates  a  portion  of  the 
field  and  armature  structure  of  a  commutator  type  alternating- 
current  motor.  It  will  be  noted  that  the  armature  conductor 
which  is  in  the  neutral  position  between  poles,  surrounds  the  mag- 
netic flux  from  the  field  pole,  just  as  the  field  turns  themselves 
surround  it.  The  field  flux  being  alternating,  this  armature  turn 
will  have  set  up  in  it  an  electromotive  force  of  the  same  value  as 
one  of  the  field  turns.  Short-circuiting  the  two  ends  of  this  arma- 
ture turn  should  have  the  same  effect  as  short-circuiting  one  of  the 
field  turns,  which  is  the  same  thing  as  short-circuiting  a  turn  on  a 
transformer.  Such  a  short-circuited  turn,  if  of  sufficiently  low 
resistance,  should  have  as  many  ampere-turns  set  up  in  it  as  there 
are  field  ampere  turns.  In  single-phase  motors  of  good  design  the 
field  ampere-turns  per  pole  are  about  twelve  to  fifteen  times  the 
normal  ampere-turns  in  any  one  armature  coil.     Therefore,  if  the 
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armature  coil  in  the  position  shown  in  Fig.  i  should  have  its  ends 
closed  on  themselves  the  current  in  this  coil  would  rise  to  a  value 
of  twelve  to  fifteen  times  normal.  In  reality,  it  would  not  rise 
quite  this  much,  because  this  armature  turn  is  placed  on  a  separate 
core  from  the  field  or  magnetizing  turns  with  an  air-gap  between, 
so  that  the  magnetic  leakage  between  the  primary  (or  field  winding) 
and  this  secondary  (or  armature  winding)  would  tend  to  protect 
this  coil  somewhat,  just  as  leakage  between  the  primary  and 
secondary  windings  of  a  transformer  tends  to  reduce  the  secondary 
electromotive  force  and  current.  Also,  this  armature  coil  is  em- 
bedded in  slots,  thus  adding  somewhat  to  its  self-induction,  and 
tending  further  to  reduce  the  short-circuit  current.  In  consequence, . 
with  its  ends  closed  together  the  current  in  this  armature  coil  would 
probably  not  rise  more  than  ten  to  twelve  times  above  normal  value 
under  any  condition.  It  is  evident,  therefore,  that  if  the  brush, 
shown  in  Fig.  i  as  bridging  across  two  commutator  bars  to  wdiich 
the  ends  of  this  coil  are  connected  is  of  copper  or  other  low-resist- 
ance material,  then  there  could  be  an  enormous  local  current  set  up 
in  the  coil  when  thus  short-circuited  by  the  brush.  This  local  cur- 
rent of  about  ten  times  the  normal  working  current  would  have  to 
be  commutated  as  the  brush  moves  from  bar  to  bar,  and  therefore 
the  operation  of  the  machine  would  be  similar  to  that  of  a  direct- 
current  motor  if  overloaded  about  ten  times  in  current.  In  other 
words,  there  would  be  vicious  sparking. 

Even  if  the  low-resistance  brush  were  replaced  by  one  of  ordi- 
nary carbon,  the  short-circuiting  current  would  still  be  relatively 
high,  due  to  the  fact  that  it  is  not  allowable  to  make  the  brush  con- 
tact of  very  high  resistance  by  reducing  the  size  or  number  of  the 
brushes,  because  these  same  brushes  must  carry  the  working  cur- 
rent supplied  to  the  motor,  and  there  must  be  brush  capacity  suffi- 
cient to  handle  this  current.  This  brush  capacity  will,  in  practice, 
be  of  such  amount  that  the  resistance  in  bridging  from  one  bar  to 
the  next  is  still  rather  low,  although  much  higher  than  if  a  copper 
brush  were  used.  Experience  shows  that  with  not  more  than  four 
or  five  volts  generated  in  this  short-circuited  coil  by  the  field  flux, 
the  resistance  of  the  carbons  at  the  contact  with  the  commutator 
would  be  such  that  a  short-circuit  current  of  three  to  four  times  the 
normal  working  current  in  the  coil  can  still  flow.  Therefore,  if  the 
motor  were  equipped  with  carbon  brushes  and  had  but  four  or  five 
volts  generated  in  the  short-circuit  coil,  the  motor  would  have  to 
commutate  the  main  or  working  current  and   also   a   short-circuit 
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current  of  possibly  three  times  the  amount.  This  short-circuit 
current  would  also  have  a  maximum  or  top  of  its  current  wave. 
Assuming  lOO  amperes  as  the  current  supplied  to  the  motor,  the 
machine  therefore  actually  commutates  a  supply  current  of  141  am- 
peres and  an  additional  short-circuit  current  of  possibly  three  times 
this  value,  or  from  400  to  500  amperes;  therefore,  the  motor  actu- 
ally commutates  the  equivalent  of  about  600  amperes  direct  cur- 
rent when  the  alternating  current  ammeter  is  reading  100.  It  is 
evident  from  this  that  any  one  who  tries  to  commutate  alternating 
current  with  an  ordinary  type  of  commutating  machine  would  at 
once  draw  the  conclusion  that  alternating  current  in  itself  is  very 
difficult  to  commutate,  naturally  overlooking  the  fact  that  it  is  the 
excessive  current  handled  by  the  brush  that  is  back  of  the  trouble, 
and  not  the  current  indicated  by  the  ammeter. 

All  efforts  of  designers  of  alternating-current  commutator 
motors  have  been  in  the  direction  of  reducing  or  eliminating 
this  local  current.  The  present  success  of  the  motor,  in  the  various 
forms  brought  out,  is  largely  due  to  the  fact  that  this  current  has 
been  successfully  reduced  to  so  low  a  value  that  it  does  not  materi- 
ally add  to  the  difficulties  of  commutating  the  main  current.  No 
successful  method  has  yet  been  practically  developed  for  entirely 
overcoming  the  effects  of  this  short-circuit  current  under  all  con- 
ditions from  standstill  to  highest  speed.  Some  of  the  corrective 
methods  developed  almost  eliminate  this  current  at  a  certain  speed 
or  speeds,  but  have  little  or  no  corrective  effect  under  other  con- 
ditions ;  other  methods  do  not  effect  a  complete  correction  at  any 
speed,  but  have  a  relatively  good  eft'ect  at  all  speeds  and  under  all 
conditions.  The  former  methods  would  appear  to  be  applicable  to 
motors  which  run  at,  or  near,  a  certain  speed  for  a  large 
part  of  the  time;  the  latter  method  would  be  more  applicable  to 
those  cases  where  the  motor  is  liable  to  be  operated  for  consider- 
able periods  with  practically  any  speed  from  standstill  to  the  high- 
est. While  several  methods  have  been  brought  forward  for  cor- 
recting local  current  when  the  motor  has  obtained  speed,  yet  up  to 
the  present  time  but  one  successful  method  has  been  developed  for 
materially  reducing  this  current  at  standstill  or  very  low  speeds. 
It  may  be  suggested  that  the  short-circuit  voltage  per  coil  be  re- 
duced to  so  low  a  value,  say  four  or  five  volts,  that  the  local  current 
is  not  excessive  and  does  not  produce  undue  sparking.  This  would 
certainly  reduce  the  sparking  difficulty,  but  is  open  to  the  very 
great  objection  that  the  capacity  of  the  motor  is  directly  affected 
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by  a  reduction  in  the  short-circuit  voltage.  This  voltage  per  turn 
in  the  armature  coil  is  a  direct  function  of  the  value  of  the  alter- 
nating field-flux  and  its  frequency.  Assuming  a  given  frequency, 
then  the  short-circuit  voltage  is  a  direct  function  of  the  induction 
per  field  pole,  and  the  lower  the  short-circuit  voltage  the  lower  must 
be  the  field  flux.  But  the  output  of  the  machine,  or  the  torque  with 
a  given  speed,  is  proportional  to  the  product  of  the  field  flux  per 
pole  by  the  armature  ampere  turns.  In  a  given  size  of  armature 
the  maximum  permissible  number  of  ampere  turns  is  depend- 
ent upon  mechanical  and  heating  considerations,  and  there- 
fore with  a  given  armature  the  torque  of  the  motor  is  a  direct 
ftmction  of  the  field  flux.  Using  the  maximum  permissible 
armature  ampere-turns,  the  output  of  a  given  motor  would  be 
very  low  if  the  field  flux  were  so  low  that  the  short-circuit  voltage 
would  not  be  more  than  three  or  four  volts.  Increasing  the  field 
induction,  and  therefore  increasing  the  short-circuit  voltage,  in- 
creases  the  output. 

Experience  shows  that  on  large  motors,  such  as  required  for 
railway  work,  the  induction  per  pole  must  necessarily  be  so  high 
that  the  electromotive  force  in  the  short-circuit  coil  must  be  about 
double  the  figure  just  given;  therefore,  with  such  heavy  flux 
the  short-circuited  current  will  necessarily  be  excessive  unless 
some  corrective  means  is  used  for  reducing  it. 

I  will  consider  the  standstill  or  low-speed  condition  first.  For 
this  condition  only  one  practical  arrangement  has  so  far  been  sug- 
gested for  reducing  the  local  current  to  a  reasonably  low  value 
compared  with  the  working  current.  This  method  involves  the 
use  of  preventive  leads,  or,  as  they  are  sometimes  called,  resistance 
leads.  These  consist  of  resistances  connected  between  the  com- 
mutator bars  and  the  armature  conductors.  Fig.  2  illustrates  the 
arrangement.  The  armature  is  wound  like  a  direct-current  machine, 
except  that  the  end  of  one  armature  coil  is  connected  directly  to 
the  beginning  of  the  next  without  being  placed  in  the  commutator. 
Between  these  connections  separate  leads  are  carried  to  the  com- 
mutator bars,  and  in  these  leads  sufficient  resistance  is  placed  to 
cut  down  the  short-circuit  current.  The  arrangement  is  very  sim- 
ilar in  eft'ect  to  the  preventive  coils  used  in  connection  with  step-by- 
step  voltage  regulators  which  have  been  in  use  for  many  years.  In 
passing  from  one  step  to  the  next  on  such  regulators,  it  is  common 
practice  to  introduce  a  preventive  coil  or  resistance  in  such  a  way 
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that  the  two  contact  bars  are  bridged  only  through  this  preventive 
device. 

In  an  armature  winding  arranged  in  this  way,  the  working  cur- 
rent is  introduced  through  the  brushes  and  the  leads  to  the  armature 
winding  proper.  After  entering  the  winding,  the  current  does  not 
pass  through  the  resistance  leads  because  the  connections  between 
coils  are  made  beyond  these  leads.  In  consequence,  only  a  very 
small  number  of  these  leads  are  in  circuit  at  any  one  time;  when  the 
armature  is  in  motion  all  the  leads  carry  current  in  turn  so  that  the 
average  loss  in  any  one  lead  is  very  small.  As  the  brush  generally 
bridges  across  two  or  more  commutator  bars,  there  is  usually  more 
than  one  lead  in  circuit,  but  generally  not  more  than  three.  When 
the  brush  is  bridging  across  two  bars,  there  is  not  only  the  working 
current  passing,  into  the  two  leads  connected  to  these  two  bars,  but 
there  is  the  local  current,  before  described,  which  passes  in  through 
one  lead,  through  an  armature  turn,  then  back  through  the  next 
lead  to  the  brush.  There  are  losses  in  these  two  leads  due  to  these 
two  currents.  By  increasing  the  resistance,  the  loss  due  to  the 
working  current  is  increased,  but  at  the  same  time  the  short-circuit 
current  is  decreased.  As  the  loss  due  to  this  latter  is  equal  to  the 
square  of  the  current  multiplied  by  the  resistance,  it  is  evident  that 
increasing  this  resistance  will  cut  down  the  loss  due  to  the  local 
current  in  direct  proportion  as  the  resistance  is  increased.  When 
the  working  current  is  much  smaller  in  value  than  the  short-circuit 
current,  an  increase  in  the  resistance  of  the  leads  does  not  increase 
the  loss  due  to  the  working  current  as  much  as  it  decreases  the  loss 
due  to  the  short-circuit  current.  Both  theory  and  practice  show 
that  when  the  resistance  in  the  leads  is  so  proportioned  that  the 
short-circuit  current  in  the  coil  is  equal  to  the  normal  working 
current,  the  total  losses  are  a  minimum.  Calculation,  as  well  as 
experience,  indicates  that  a  variation  of  twenty  to  thirty  percent 
at  either  side  of  this  theoretically  best  resistance  gives  but  a  very 
slight  increase  in  loss,  so  there  is  considerable  flexibility  in  the  ad- 
justment of  this  resistance.  The  resistance  of  the  brush  contacts 
and  of  the  coil  itself  must  be  included  with  the  resistance  of  the 
leads  in  determining  the  best  value.  In  practice  it  is  found  that 
with  ordinary  medium-resistance  brushes,  the  resistance  in  the 
leads  themselves  should  be  about  four  or  five  times  as  great  as  the 
resistance  in  the  brush  contact  and  the  coil ;  that  is,  it  is  usual  to 
calculate  the  total  necessary  resistance  required  and  then  place 
about   seventy   or   eighty  percent   of   it   in   the   leads   themselves. 
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When  leads  of  the  proper  proportion  are  added  to  the  motor,  it 
is  found  that  practically  twice  as  high  field  flux  can  be  used  as 
before  with  the  same  sparking  and  burning  tendency  as  when  the 
lower  flux  is  used  without  such  leads.  But  even  with  six  to  eight 
volts  per  commutator  bar  as  a  limit,  a  handicap  is  encountered  in 
the  design  of  the  motors,  especially  when  the  frequency  is  taken  into 
account.  This  limited  voltage  between  bars  also  indicates  at  once 
why  single-phase  railway  motors  are  wound  for  such  relatively 
low  armature  voltages.  Direct-current  railway  motors  commonly 
use  from  12  to  20  volts  per  commutator  bar,  or  from  2  to  2.5  times 
the  usual  practice  on  alternating-current  motors.  With  this  low 
voltage  between  bars  in  alternating-current  machines,  with  the 
largest  practicable  number  of  bars,  the  armature  voltages  become 
200  to  250,  or  about  forty  percent  of  the  usual  direct-current 
voltages.  The  choice  of  low  voltage  should,  therefore,  not  be  con- 
sidered as  simply  a  whim  of  the  designers ;  it  is  a  necessity  which 
they  would  gladly  avoid  if  possible. 

Assuming  preventive  leads  of  the  best  proportions,  let  us  again 
compare  the  current  to  be  commutated  in  an  alternating-current 
motor  with  that  of  the  direct-current.  Considering  the  ammeter 
reading  as  100,  the  working  alternating  current  has  a  maximum 
value  of  140  and  in  addition  there  is  a  short-circuit  current  of  the 
same  value.  Even  under  this  best  condition,  the  alternating-current 
motor  must  commutate  a  current  several  times  as  large  as  in  the 
corresponding  direct-current  motor.  The  design  of  such  a  motor, 
therefore,  is  a  rather  dift'icult  problem,  even  under  the  best 
conditions. 

I  will  now  take  up  the  question  of  power- factor  in  the  single- 
phase  comnuitator  motor.  In  a  direct-current  motor  we  have  two 
electromotive  forces  which  add  up  equal  to  the  applied  electro- 
motive force ;  namely,  the  counter  electromotive  force  due  to  ro- 
tation of  the  armature  winding  in  the  magnetic  field,  and  the  elec- 
tromotive force  absorbed  in  the  resistance  of  the  windings  and 
rheostat.  In  the  alternating-current  motor  there  are  these  two 
electromotive  forces,  and  there  is  also  another  one  not  found  in  the 
direct-current  machine ;  namely,  the  electromotive  force  of  self- 
induction  of  the  armature  and  field  windings  due  to  the  alternating 
magnetic  flux  in  the  motor.  This  inductive  electromotive  force  ex- 
erts a  far  greater  influence  than  the  ohmic  electromotive  force  for 
it  has  much  higher  values. 

The  inductive  electromotive  force  lies  principally  in  the  main 
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field  or  exciting  winding  of  the  alternating-current  motor.  There 
is  a  certain  voltage  per  turn  generated  in  the  field  coils,  depending 
upon  the  amount  of  the  field  flux  and  its  frequency,  as  stated 
before.  This  electromotive  force  per  field  turn  is  practically  of  the 
same  value  as  the  short-circuit  electromotive  force  generated  in  the 
armature  coil,  as  already  referred  to.  I  have  stated  that  a  short- 
circuit  voltage  of  three  or  four  volts  per  armature  turn  gave  pro- 
hibitive designs  and  that  it  was  necessary  practically  to  double  this. 
This  means  that  the  field  coils  also  have  six  to  eight  volts  per  turn 
generated  in  them.  The  total  number  of  field  turns  must,  there- 
fore, be  very  small  in  order  to  keep  down  the  field  electromotive 
force,  for  this  represents  simply  a  choke  coil  in  series  with  the 
armature.  If  the  armature  counter  electromotive  force  should  be 
200  volts,  for  instance,  which  is  rather  high  in  practice  with  25- 
cycle  motors,  then  a  field  self-induction  of  half  this  value  would 
allow  about  14  turns  total  in  the  field  winding.  Compare  this  with 
direct-current  motors  with  150  to  200  field  turns  for  550  volts,  or 
60  to  80  turns  for  220  volts.  The  alternating  current  25-cycle 
motor,  therefore,  can  have  only  about  20  to  25  per  cent  as  many 
field  turns  as  the  ordinary  direct-current  motor.  This  fact  makes 
it  particularly  hard  to  design  large  motors  where  there  must 
be  many  poles.  In  the  single-phase  motor  the  induction  per 
pole  being  limited  by  the  permissible  short-circuit  voltage,  it  is 
necessary  to  use  a  large  number  of  poles  for  heavy  torques; 
but  the  total  number  of  field  turns  must  remain  practically  con- 
stant on  account  of  the  self-induction,  while  in  reality  the  number 
of  turns  should  be  increased  as  the  number  of  poles  is  increased. 
With  a  given  number  of  poles  we  may  have  just  sufficient 
field  turns  to  magnetize  the  motor  up  to  the  required  point; 
but  if  a  large  number  of  poles  should  be  required,  then  we  at  once 
lack  field  turns  and  must  either  reduce  the  field  induction,  and  thus 
reduce  the  output,  or  must  add  more  field  turns  and  thus  get  a 
higher  self-induction  or  choking  action  in  the  field,  with  a  conse- 
quent reduction  in  power- factor.  Here  is  where  a  lower  frequency 
comes  in  to  advantage,  for,  with  the  same  relative  inductive  effect, 
the  field  turns  can  be  increased  directly  as  the  frequency  is  de- 
creased. The  use  of  15  cycles  permits  67  percent  more  field  turns 
than  25  cycles  and  raises  our  permissible  magnetizing  limits  enor- 
mously. This  problem  is  encountered  particularly  in  gearless 
locomotive  motors  of  large  capacity.  For  increased  capacity  the 
driving  wheels  are  made  larger,  thus  permitting  a  larger  diameter 
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of  motor,  the  length,  axlewise,  being  fixed.  Bnt  with  increased 
diameter  of  drivers,  the  number  of  revolutions  is  decreased  for  a 
given  number  of  miles  per  hour.  With  25  cycle  motors  we  soon 
encounter  the  above  mentioned  limiting  condition  in  field  turns ; 
beyond  this  point  the  characteristics  of  the  motor  must  be  sacri- 
ficed, and  even  doing  this  we  soon  reach  prohibitive  limits.  By 
dropping  the  frequency  to  15  cycles,  for  instance,  we  change  the 
whole  situation.  The  induction  per  pole  can  be  increased  and  the 
number  of  poles,  if  desired,  can  also  be  increased.  The  practical 
result  is  that,  in  the  case  of  a  high-speed  passenger  locomotive 
with  gearless  motors,  a  700  hp.,  15  cycle  motor  can  be  put  in  on  the 
same  diameter  of  drivers  as  required  for  a  500  hp.,  25  cycle  motoi. 
Also  a  500  hp.,  15  cycle  motor  may  be  put  on  the  same  drivers  as  a 
300  hp.,  25  cycle  motor.  At  the  same  time  these  15  cycle  motors 
have  better  all  round  characteristics  than  the  25  cycle  machines  as 
regards  efficiency,  power-factor,  starting,  over-load  commutation, 
etc. 
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Fig.  3  Fig.  4 

Returning  to  the  design  of  the  motor,  there  is  one  other  elec- 
tromotive force  of  self-induction  which  may  be  considered;  namely, 
that  generated  in  the  armature  winding  and  in  the  opposing  winding 
in  the  pole  face,  usually  called  the  neutralizing  or  compensating 
winding. 

Fig.  3  shows  a  section  of  the  field  and  armature  corresponding 
to  the  usual  direct-current  motor,  or  an  alternating-current  motor 
without  compensating  winding.  In  the  direct-current  motor  the 
armature  ampere-turns  lying  under  the  pole  face  tend  to  set  up  a 
local  field  around  themselves,  producing  what  is  known  as  cross- 
induction.  This  produces  no  harmful  efl'ect  except  in  crowding 
the  field  induction  to  one  edge  of  the  pole,  tlnis  sliifting  the  mag- 
netic field  slightly  and  possibly  aft'ecting  the  commutation  in  a  small 
degree.  But  if  the  armature  is  carrying  alternating  current  this 
cross  flux  will  generate  an  electromotive  force  in  the  armature 
winding,  and  this  will  be  added  to  the  field  self-induction,  thus 
increasing   the   self-induction   or    choking   action   of    the    machine. 
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As  the  armature  turns  on  such  motors  are  much  greater,  in  pro- 
portion, than  the  field  turns,  it  is  evident  that  the  ampere-turns 
under  the  pole  face  can  exert  a  relatively  great  cross-magnetizing 
effect.  This  high  cross-magnetization  generates  a  high  armature 
self-induction  which  may  be  almost  as  much  as  the  field  self-in- 
duction. Further,  this  great  cross-induction  would  tend  to  shift 
the  magnetic  field  quite  appreciably,  thus  aft'ecting  the  commuta- 
tion to  some  extent. 

To  overcome  this  serious  objection,  the  neutralizing  winding 
is  added.  This  is  a  winding  embedded  in  the  pole  face  and  so  ar- 
ranged that  it  opposes  the  armature  cross-magnetizing  action.  The 
arrangement  is  shown  in  Fig.  4.  As  it  opposes  and  thus  neutralizes 
the  cross-induction  set  up  by  the  armature  winding,  it  eliminates 
the  self-induction  due  to  the  cross-magnetization.     It  also  prevents 

shifting  of  the  magnetic  field  and 
thus  eliminates  its  injurious  ef- 
fect on  commutation.  As  the 
cross-flux  is  practically  cut  out 
the  armature  winding  becomes 
relatively  non-inductive.  There 
is,  however,  a  small  self-induc- 
tion in  the  armature  and  neutral- 
izing windings,  due  to  the  small 
ilux  which  can  be  set  up  in  the 
space  between  the  two  windings, 
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they    being    on    separate    cores  with  an  air-gap  between. 

I  have  stated  that  the  field  turns  of  the  alternating-current 
motor  can  only  be  20  to  25  percent  as  many  as  in  ordinary  direct- 
current  practice.  It  may  be  questioned  how  the  field  can  be  mag- 
netized with  so  few  field  turns.  This  has  been  one  of  the  most 
dift'icult  problems  in  the  motor.  Obviously,  one  solution  would  be 
the  use  of  a  very  small  air-gap,  but  in  railway  practice  there  are  ob- 
jections to  making  the  air-gap  unduly  small.  Furthermore,  if  the 
armature  has  large  open  slots,  as  shown  in  Fig.  5,  experience  shows 
that  a  reduction  in  the  clearance  between  the  armature  and  field 
iron  does  not  represent  a  corresponding  decrease  in  the  effective 
length  of  the  air-gap,  due  to  the  fact  that  the  fringing  of  the  mag- 
netic flux  from  the  tooth  tip  of  the  pole  face  changes  as  the  air-gap 
is  varied.  The  most  eft'ective  construction  yet  used  consists  in  mak- 
ing the  armature  slots  of  the  partially  closed  type  as  in  the  second- 
ary of  an  induction  motor.    This  is  shown  in  Fig.  6. 


SINGLE-PHASE   COMMUTATOR-TYPE   MOTOR      17 


With  this  construction  practically  the  whole  armature  surface 
under  the  pole  becomes  effective,  and  the  true  length  of  air-gap 
is  practically  the  same  as  the  distance  from  iron  to  iron.  With  the 
increased  effective  surface,  due  to  this  construction,  the  length  of 
air-gap  need  not  be  unduly  decreased,  which  is  of  considerable  im- 
portance in  railway  work. 

A  further  assistance  in  reducing  the  required  field  turns  is  the 
field  construction  used  in  the  single-phase  motor.  The  magnetic 
circuit  consists  of  laminations  of  high  permeability  and  usually  with- 
out joints  across  the  magnetic  path.  The  iron  is  also  worked  either 
below  the  bend  in  the  saturation  curve  or,  at  most,  only  slightly  up 
on  the  bend,  except  in  the  case  of  very  low  frequency  motors  where 
more  field  turns  are  permissible.  Taking  the  whole  magnetic  circuit 
into  account,  on  25  cycle  motors  about  80  percent  of  the  whole  field 
excitation  is  expended  in  the  air-gap,  while  in  direct-current  motors, 

even  with  a  much  larger  air-gap, 
as  much  as  40  to  50  percent  of 
the  magnetization  may  be  ex- 
pended in  the  iron  and  in  the 
joints. 

This  armature  construction 
with  the  partly  closed  slots  has 
been  found  very  effective  in 
large,  slow-speed,  single-phase 
motors  in  which  a  relatively 
large  number  of  poles  is  re- 
quired. This  construction  is  used  on  the  New  Haven  250  hp.,  25- 
cycle  motors;  also  on  the  500  hp.,  15  cycle  motors  on  the  locomotive 
which  was  exhibited  at  Atlantic  City  at  the  Street  Railway  conven- 
tion, October,  1907.  Geared  motors  for  interurban  service  can  be 
constructed  with  ordinary  open  slots  with  bands,  and  many  have  been 
built  that  way.  The  semi-closed  slot,  however,  allows  more  econom- 
ical field  excitation. 

It  may  be  asked  what  the  objection  is  to  low  power- factors  on 
single-phase  railway  motors,  aside  from  the  increased  wattless  load 
on  the  generating  station  and  transmission  circuits.  There  is  an 
objection  to  the  low  power-factor  in  such  motors,  a  very  serious  one. 
This  lies  in  the  greatly  reduced  margin  for  overload  torque  in  case 
the  supply  voltage  is  lowered.  In  railway  work  it  is  generally  the 
abnormal  loads  or  torques  which  cause  a  reduction  in  the  line 
voltage ;  that  is,  the  overload  decreases  the  trolley  voltage  just 
when  a  good   voltage   condition   is   most   necessary.     This   is   true 
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of  direct  current  as  well  as  alternating  current.  In  the  direct- 
current  motor,  however,  such  reduction  in  voltage  simply  means  re- 
duced speed,  but  in  the  alternating-current  motor  the  effect  may  be 
more  serious. 

To  illustrate,  assume  a  motor  with  a  power-factor  of  90  per- 
cent at  full-load.  The  energy  component  of  the  input  being  90  per- 
cent, the  inductive  component  is  about  44  percent  or,  putting  it  in 
terms  of  electromotive  force,  the  inductive  volts  of  the  motor  are  44 
percent  of  the  terminal  voltage.  Neglecting  the  resistance  of  the 
motor,  a  supplied  electromotive  force  of  44  percent  of  the  rated 
voltage  would  just  drive  full-load  current  through  it  and  develop 
full-load  torque.  With  full  voltage  applied  the  motor  could  develop 
from  five  to  six  times  full-load  torque.  Under  abnormal  conditions 
a  drop  of  30  percent  in  the  line  voltage  would  still  give  sufficient 
voltage  at  the  motor  terminals  to  develop  two  and  one  half  to  three 
times  full-load  torque.  Considering  next  a  motor  with  80  percent 
power-factor  at  full-load.  The  inductive  voltage  would  then  become 
60  per  cent  of  the  terminal  voltage,  and  therefore  60  percent  of  the 
rated  voltage  must  be  applied  to  send  full-load  current  through  the 
motor.  This  neglects  the  resistance  of  the  motor,  which,  if 
included,  means  that  slightly  more  than  60  percent  of  the 
voltage  is  required.  With  full  voltage  applied,  this  motor  would 
develop  about  three  or  four  times  the  rated  torque.  With  30 
percent  drop  in  the  line  voltage  the  motor  could  develop  from  one 
and  one  half  to  two  times  rated  torque,  which  is  hardly  enough  for 
an  emergency  condition. 

Taking,  next,  a  motor  with  70  percent  power- factor,  at  full-load 
it  would  require  70  percent  of  the  rated  voltage  to  send  full-load 
current  through  the  motor ;  with  30  percent  drop  in  line  voltage  the 
motor  could  just  develop  full-load  torque,  and  even  with  15  percent 
drop  it  would  develop  only  about  one  and  one-half  times  rated 
torque.  As  15  percent  drop  is  liable  to  occur  on  any  ordinary  sys- 
tem, this  latter  motor  would  be  a  very  unsafe  one. 

It  is  evident  from  the  above  that  it  would  be  bad  practice  in 
railway  work  to  install  motors  with  very  low  full-load  power-factors. 
In  general,  the  higher  the  power-factor  the  more  satisfactory  will  be 
the  service,  other  things  being  equal. 

I  have  endeavored  to  explain  some  of  the  problems  which  have 
been  encountered  in  the  design  of  single-phase  commutator  railway 
motors  of  sizes  suitable  for  all  classes  of  railway  service.  Here  is 
a  type  of  machine  which  has  been  known  for  a  great  many  years. 
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but  which,  until  the  last  few  years,  has  been  considered  utterly  bad. 
In  a  comparatively  short  time  it  has  been  changed  from  what  was 
considered  an  unworkable  machine  to  a  highly  satisfactory  one  and 
this  has  been  accomplished,  not  by  any  radically  new  discoveries,  but 
by  the  common-sense  application  of  well  known  principles  to  over- 
come the  apparently  inherent  defects  of  the  type.  As  an  indication 
that  the  motor  is  making  progress  in  the  railway  field,  I  will  men- 
tion that  the  first  commercial  single-phase  railway  motors  have  not 
been  in  use  more  than  four  or  five  years,  and  yet  at  the  present  time 
there  have  been  sold  by  the  various  manufacturers  in  this  country 
and  Europe,  a  total  capacity  of  approximately  200  000  to  250  000  hp., 
a  very  considerable  part  of  which  has  been  put  in  operation.  Con- 
sidering that  the  motor  was  a  newcomer  in  a  well  established  field, 
the  above  record  is  astonishing.  However,  it  may  be  safely  predicted 
that  what  has  been  done  in  the  last  five  years  will  hardly  make  a 
showing  compared  with  what  will  be  done  during  the  next  five  years, 
for  the  real  field  for  such  motors,  namely,  heavy  railway  work,  has 
hardly  been  touched. 


AUTOMATIC    CONTROL    OF   DIRECT-CURRENT 
MOTORS  IN  INDUSTRIAL  SERVICE 

D.  E.  CARPENTER 

THE  ease  and  accuracy  with  which  electric  motors  can  be 
started  and  the  speed  controlled,  as  well  as  their  superior 
economy,  are  among  the  most  important  causes  for  the  rapid 
extension  of  the  use  of  electric  motor  drive  in  industrial  operations. 
No  small  part  of  the  success  of  electric  motors  has  been  contributed 
by  the  motor  control  devices ;  in  fact,  for  many  purposes  the  success- 
ful application  of  the  motor  has  been  delayed  until  a  suitable  con- 
trolling device  could  be  obtained. 

Motor  starters   and   controllers  are  now   available,  or   can   be 
readily  devised  along  standardized  lines,  for  almost  every  conceiv- 


FiG.  I — Connection  Diagram, 
Automatic  Magnet  Switch 
Controller 

Acceleration  by  Drop  in  Resistance 


Fig.     2 — Connection     Diagram 
Automatic    Magnet     Switch 
Controller 
Acceleration  by  Series  Relays 


able  service  for  which  a  motor  can  be  installed  ;  and  the  selection  of 
the  proper  device  is  a  problem  requiring  the  most  careful  thought. 
This  problem  may  be; 

I — To  start,  stop,  and  possibly  to  reverse  the  motor  either 
manually  at  the  will  of  an  operator,  or  automatically  at  fixed  limits 
in  the  changing  conditions  that  the  motor  is  employed  to  govern,  as 
a  changing  liquid  level  or  a  changing  pressure. 

2 — To  regulate  or  adjust  the  motor  speed. 

These  two  general  processes  may  be  so  combined  that,  under  a 
given  set  of  conditions,  the  motor  will  automatically  perform  a  pre- 
determined series  of  operations.    Any  of  the  control  processes  may 
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be  performed  from  a  point  near  the  motor  or  from  a  distant  point 
more  convenient  for  the  operator  or  for  the  installation  of  an  anto- 
matic  master  controller. 

Starting  an  electric  motor  is  very  similar  to  starting  any  other 
mechanical  device.  To  overcome  the  inertia  of  the  moving  parts  of 
the  motor  and  the  apparatus  it  drives  requires  a  considerable  supply 
of  energy,  and  the  change  from  a  condition  of  rest  to  full  speed  re- 
quires appreciable  time.  The  instant  application  of  an  uncontrolled 
current  to  the  idle  motor  would  produce  results  in  some  respects 
similar  to  starting  a  steam  engine  by  instantly  throwing  the  throttle 
valve  wide  open.     Unless  the  motor  is  very  small,  the  sudden  shock 

would  endanger  the  apparatus.  The  mo- 
tor, moreover,  would  be  in  no  condition 
to  resist  the  absorption  of  a  large  quan- 
tity of  energy  and  might  be  injured,  or 
the  voltage  of  the  circuits  from  which 
the  energy  is  drawn  might  be  seriously 
disturbed.  All  except  very  small  motors, 
therefore,  must  be  started  and  accelera- 
ted by  admitting  the  driving  energy  by 
steps,  or  increments.  In  case  of  direct- 
current  motors,  this  is  accomplished  by 
using  a  resistance  to  check  the  initial 
flow  of  current  and  then  cutting  the  re- 
sistance out  of  circuit,  or  .short-circuiting 
it,  in  sections  as  the  motor  spe'ed  in- 
creases. The  various  forms  of  motor 
starting  devices  are  merely  dili'erent  means  of  inserting  and  remov- 
ing from  the  motor  circuit  this  starting  resistance. 

Resistance  designed  .solely  for  starting  purposes  is  proportioned 
to  carry  the  motor  current  during  only  the  short  time  necessary  to 
bring  the  motor  up  to  full  speed.  If  this  time  is  continued  too  long, 
the  starting  resistance  may  be  injured  by  overheating;  if  too  short, 
the  motor  will  take  too  much  current  and  may  be  injured  or  the 
voltage  of  the  supply  circuits  may  be  reduced  by  the  excessive  I  R 
drop.  Starting  a  motor  with  a  manually  operated  starter  is  there- 
fore a  somewhat  delicate  process  requiring  some  skill  and  care  on 
the  part  of  the  operator. 

For  these  reasons,  a  motor  starter  by  which  the  rate  of  motor 
speed  acceleration  can  be  predetermined,  and  which  will  always 
operate  automatically  in  the  same  time,  or  so  as  to  maintain  approxi- 


FlG.  3 — x\cCELERATING  RE- 
LAY, Overload  Relay, 
OR  Limit  Switch 
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mately  the  same  starting  conditions  on  the  motor,  has  a  considerable 
advantage  over  a  manually  operated  starter.  Less  skill  and  thought 
are  required  of  the  operator,  and  there  is  greater  assurance  against 
mistakes.  Moreover,  the  automatic  starter  can  be  placed  near  the 
motor  and  operated  from  any  convenient  point  by  means  of  a  master 
switch  connected  with  the  controller  by  two  small  wires. 

Mechanically,  the  best  controller  is  the  one  that  will  operate 
for  the  longest  time  with  the  least  expense  for  repairs.  Substantial 
construction,  the  ability  of  the  w^earing  parts  to  withstand  for  long 
periods  the  service  conditions,  their  simplicity  and  ease  of  renewal 
when  worn  out — all  are  points  requiring  consideration  in  the  selection 
of  a  controller. 

A^arious  types  of  automatic  motor  starters  and  controllers 
have  been  developed,  consisting  of  one  or  more  electro-magnetical- 

ly  operated  switches,  so  electrically 
interconnected  with  suitable  starting 
or  controlling  resistances  and  with  the 
motors,  that  the  recurrence  of  given 
starting  conditions  is  always  followed 
automatically  by  a  certain  predeterm- 
ined operation  of  the  switches  and  a 
corresponding  action  of  the  motors. 
The  accompanying  description  and  il- 
lustrations apply  to  a  type  of  magnet 
switch  controller  which  has  met  with 
considerable  success  in  service. 

The  current  required  to  operate 
the  magnet  switches  is  very  small 
and  may  be  controlled  manually  or  automatically  by  means  of 
a  switch  mounted  either  on  the  front  of  the  panel  or  at  any  other 
convenient  point  remote  from  the  panel.  For  most  purposes  only 
two  small  wires  are  necessary  between  the  controller  and  the  master 
switch.  On  closing  the  master  switch,  the  magnet  switches  close 
automatically  in  a  regular  sequence,  the  time  interval  between  the 
closing  of  any  switch  and  that  of  the  next  depending  on  the  motor 
current.  Referring  to  the  magnet  switch  units  by  number  in  the 
order  of  their  closing,  when  starting  a  motor,  the  first 
closes  the  circuit  through  the  motor  armature  with  all 
the  starting  resistance  in  series.  The  motor  starts  with 
comparatively  high  current  which  decreases  as  the  speed  ac- 
celeraites.  When  the  starting  current  has  dropped  to  a  predetermined 


Fig.     4  —  Circuit  -  Breaker 
Relay  with  Reset  Coil 
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value  the  second  magnet  switch  closes  and  short-circuits  a  section 
of  resistance.  This  action  is  followed  by  another  impulse  of  current 
which  again  decreases  as  the  speed  continues  to  increase.  When 
the  current  has  fallen  to  the  limit  at  which  the  third  switch  is  set 
to  operate,  another  section  of  resistance  is  automatically  short-cir- 
cuited, and  so  on  until  all  the  magnet  switches  are  closed,  all  the 
resistance  is  cut  out  or  short-circuited,  and  full  speed  is  attained. 

By  predetermining  the  rate  of  acceleration  for  the  service  con- 
ditions, excessive  starting  currents  are  avoided,  and  the  motor,  the 
supply  circuits,  and  all  connected  apparatus  are  automatically  pro- 
tected against  carelessness  or  ignorance  in  manipulating  the  motor 
starter.  Automatic  safety  devices  also  give  protection  against  mo- 
mentary failure  of  power  supply 
and  against  overloads.  Powerful 
blow-out  magnets  are  provided 
to  protect  all  contacts  where  a 
circuit  carrying  any  considerable 
current  is  to  be  opened. 

The  lag  in  the  operation  of  the 
switches,  which  governs  the  rate 
of  acceleration  of  the  motor,  is 
controlled  by  either  of  two  meth- 
ods: 


Fig.  5 — Connection  Diagram,  Cir- 
cuit-Breaker Relay  witr  Reset 
Coil 


I — By  the  varying  drop  of  voltage  in  the  starting  resistance. 

2 — By  means  of  a  series  accelerating  relay  switch. 

These  methods  will  be  understood  by  reference  to  Figs,  i  and 
2.  These  diagrams  are  made  to  show  the  connections  in  the  simplest 
possible  manner  and  for  purposes  of  explanation  of  general  princi- 
ples only ;  the  controllers  have  some  interlocking  contacts  not  shown 
in  the  diagrams. 

In  both  diagrams  are  shown  compDund  wound  motors  connected 
to  three-point  starters.  Each  starter  has  three  magnet  switches  en- 
ergized by  coils  M.  The  main  contacts  /,  //,  ///  are  above  the 
magnet  coils  and  the  interlocking  contacts  by  which  the  sequence  of 
operation  of  the  magnet  switches  is  (Utcrmined  are  below.  In  each 
diagram  the  master  switch  can  be  located  remote  from  the  motor 
and  controller.  The  line  switch  does  not  directly  control  any  of  the 
motor  or  starter  circuit ;  not  until  the  master  switch  is  closed,  there- 
fore, do  the  operations  begin. 
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ACCELERATION  BY  DROP  IN  RESISTANCE 


Closing  the  master  switch  in  Fig.  i  connects  magnet  coil  il/i, 
across  the  circuit ;  the  magnet  is  energized,  its  core  rises,  main  con- 
tacts /  are  closed,  and  interlocking  contacts  a-a  are  bridged  by  con- 
tact /.  •  Main  contacts  /  connect  the  shunt  field  directly  across  the 
main  circuit  and  close  the  circuit  through  the  series  field,  armature 
and  starting  resistance  R^  R^.  The  motor  starts,  and  the  high  start- 
ing current  causes  a  considerable  drop  of  voltage  in  the  starting  re- 
sistance. 

The  coils  M  are  wound  for  full  line  voltage,  except  that  for 
higher  than  220  volts,  220-volt  coils  with  resistance  in  series  are  used. 
It  is  evident  that  the  promptness  with  which  the  magnet  switches 
act  depends  largely  on  the  voltage  applied 
to  the  coil  terminals.  For  example,  180 
volts  will  cause  a  220-volt  switch  to  close 
much  more  slowly  than  will  the  full  220 
volts. 

When  contact  /  bridges  contacts  a-a,  the 
operating  circuit  coil  through  AL,  and  re- 
sistance R.2  i?i  is  closed.  The  coil  is  then 
subjected  to  full  line  voltage  less  the  drop 
in  resistance  R.^  R-i-  While  the  starting  cur- 
rent is  high  this  voltage  drop  is  considera- 
able,  and  the  closing  of  the  second  magnet 
switch  is  thereby  delayed  until  the  motor 
current  has  fallen  to  a  strength  that  can 
be  approximately  predetermined.  The  op- 
ation  of  the  second  magnet  switch  closes  contacts  //  and  bridges 
contacts  b-b  by  contact  2.  Contacts  //  short-circuit  resistance  Rn  i?, 
and  the  bridge  across  b-b  closes  the  circuit  throug  coil  AL,  and  re- 
sistance Rs  Ro-  When  contacts  //  close,  the  starting  current  increases 
momentarily  and  on  account  of  the  voltage  drop  in  resistance  R^  R., 
the  closing  of  the  third  magnet  switch  is  delayed  in  the  same  manner 
as  described  in  connection  with  contacts  //. 

This  lag  in  the  operation  of  the  accelerating  magnet  switches 
can  be  adjusted  by  changing  the  connection  point  of  the  coils  M^ 
and  M3  to  the  resistance.  For  example,  if  coil  3/o.  Fig.  i,  were  con- 
nected to  point  R'2,  as  shown  by  the  dotted  line,  there  would  be  less 
resistance  in  series  with  the  coil,  and  consequently  higher  voltage 
would  be  applied  to  the  coil  terminals.     The  nearer  the  connection 


Fig.  6 — Automatic  Mag- 
net Switch  Unit — 250- 
Ampere  Capacity 
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points  of  the  terminals  of  coils  M.^  and  M^  are  to  the  negative  end 
of  the  resistance  R^,  the  less  will  be  the  voltage  drop  affecting  the 
operation  of  the  second  and  third  magnet  switches.  If  both  these 
coil  terminals  were  connected  to  7?,,  or  to  the  negative  side  of  the 
circuit  at  points  0  0,  coil  il/^  would  receive  full  voltage  as  soon  as 
contacts  a-a  are  bridged  and  coil  il/.j  as  as  soon  as  contacts  b-b  are 
bridged.  The  three  magnet  switches  would  then  close  in  quick  suc- 
cession, the  delay  in  the  operation  of  the  second  and  third  switches 
being  oidy  that  caused  by  their  own  time  element. 

This  time  element  is  eft'ective,  of  C(nu"se,  in  any  case;  but  if  no 
other  delaying  element  is  introduced  the  acceleration  will  be  very 
rapid,  the  starting  current  high,  and  the  tax  on  the  motors  severe. 


Fig.   7 — Automatic   Magnet    Switches 
Capacities:    looo,  500,  350,  250,  and  100  Amperes. 

ACCELERATION    BY   SERIES   RELAY 

With  connections  as  shown  in  Fig.  2,  magnet  coil  M^  is  ener- 
gized and  its  core  lifted  as  soon  as  the  master  switch  is  closed.  Con- 
tacts /  close  and  the  motor  starts.  At  the  same  instant  contact  I 
bridges  the  gap  a-a  in  the  circuit  of  coil  il/..  The  high  starting 
current,  however,  causes  the  relay  switch  to  open  the  gap  .s-jf 
also  in  the  circuit  of  coil  A/o.  As  soon  as  the  starting  current  has 
fallen  to  a  limit  predetermined  by  the  relay  adjustment,  the  relay 
core  drops,  and  gap  s-s  is  closed.  The  second  magnet  switch  then 
operates,  simultaneously  closing  contacts  II,  bridging  gap  b-c  by 
contacts  2,  and  opening  gap  c-d  and  closing  gap  d-c  by  contact  5. 

Contacts  //  short-circuit  resistance  R.^  Ri  causing  an  increase 
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in  the  motor  current,  and  the  relay  switch  again  opens  gap  s-s.  But 
the  opening  of  gap  c-d  and  the  closing  of  gap  d-e  has,  meanwhile, 
connected  coil  M,  across  the  circuit  independently  of  gap  ^-.y ;  so 
that  while  the  relay  switch  can  delay  the  closing  of  a  magnet  switch, 
it  has  no  control  over  one  that  is  closed.  Gaps  a-a  and  h-c  being 
bridged  by  contacts  i  and  2,  respectively,  the  circuit  through  coil  M^ 
will  be  closed  as  soon  as  the  motor  current  has  decreased  enough  to 


Fig.  8 — Principal  Parts  Fig.  9 — Cross  Section 

Magnet  Switch  Unit — 500  Ampere  Capacity 

allow  the  relay  switch  to  drop  back  and  close  gap  s-s. 

As  soon  as  coil  M.  is  energized,  contacts  ///  are  closed,  and  gap 
/-/  is  bridged  by  contact  4.  Contacts  ///  connect  the  motor  directly 
across  the  circuit  and  the  bridge  across  gap  f-f  removes  coil  Afg 
from  any  further  control  by  the  relay  switch. 

CHOICE  OF   METHOD 

The  method  of  controlling  the  rate  of  acceleration  by  drop  in 
resistance  is  simple,  effective,  and  perfectly  satisfactory  where  the 
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voltage  of  the  supply  circuit  is  fairly  steady.  Acceleration  by  time 
element  of  the  switches  alone  is  useful  where  very  quick  starting 
is  required,  as  in  some  operations  in  steel  mills  and  rolling  mills. 
Acceleration  by  series  relay  is  essential  where  the  line  voltage 
fluctuates ;  by  this  method  very  close  results  can  be  obtained. 

SAFETY  DEVICES 

In  a  complete  magnet  switch  controller  of  the  type  under  con- 
sideration every  avenue  through  which  any  injury  might  come  to 
any  of  the  connected  apparatus  or  circuits  is  guarded  by  an  effective 
safety  device.  If  the  voltage  fails  momentarily  the  magnet  switches 
drop  open,  thus  giving  protection  when  the  power  returns. 

For  some  kinds  of  service  an  overload  relay  or  limit  switch,  the 
same  in  construction  as  the  accelerating  relav,  is   so  connected  in 


Fig.   10 — Interlocking  Contacts,  Automatic  Magnet 
Switch   Controllers 

the  motor  circuit  that  in  case  of  temporary  overload  all  the  magnet 
switches,  except  the  first  ones,  drop  open.  The  motor  armature  then 
continues  to  rotate  slowly  with  all  resistance  in  series  until  the 
overload  is  removed,  after  which  it  accelerates,  as  in  first  starting, 
to  full  speed.  This  device  is  useful  with  a  motor  operating  an  ex- 
cavating shovel.  When  the  shovel  strikes  a  boulder,  the  aramature 
resistance  is  automatically  cut  into  circuit.  The  motor  operates 
at  slow  speed  until  the  obstruction  is  passed  and  then  regains  its 
full  speed. 

When  necessary,  a  circuit-breaker  relay  with  a  reset  coil  and 
blow-out  magnets  is  supplied.  This  relay  opens  all  the  magnet 
switches  and  completely  disconnects  the  motor  from  the  supply  cir- 
cuit in  case  of  a  dangerous  overload.     The  connections  of  the  cir- 


28 


THE  ELECTRIC  JOURNAL 


cuit-breaker  relay  are  shown  in  Fig.  5.  The  letters  C.B.  signify 
circuit-breaker;  B.O.,  blow-out;  and  the  letters  g,  h,  and  i  signify 
connecting  points  as  indicated  in  Figs,  i  and  2,  showing  how  the 
circuit-breaker  relay  would  be  used  in  connection  with  either  of 
those  diagrams. 

With  this  relay  in  circuit,  a  dangerous  overload  opens  the 
motor  circuit  at  once,  the  blow-out  coils  promptly  disrupting  the  arc 
across  the  gap  where  the  relay  opens  the  control  circuit.  The  mag- 
net switches  immediately  drop  and  open  the  motor  circuit.  The 
break  in  the  motor  circuit  occurs  between  arcing^tips  protected  by 

heavy  blow-out  coils. 

When  the  circuit-breaker  re- 
lay opens,  it  is  automatically 
locked^«id  held  open  until  the 
reset  ^^:h  is  closed  and  the  re- 
set coil  tli^eby  energized.  This 
locking  device  "^events  the  mo- 
tor from  starting  auibmatically, 
and  gives  an  opportunity  to  re- 
move the  overload. 

MAGNET    SWITCHES 

The  magnet  switch  unit  con- 
sists essentially  of  one  or  more 
sets  of  contacts  operated  by  an 
.  electro-magnet.  The  unit  is  so 
snounted  that  the  plunger  oper- 
ates vertically,  being  raised  when 
the  coil  is  energized  and  drop- 
ping back  by  force  of  gravity 
assisted  by  springs  when  the  coil 
is  de-energized.  The  main  contacts  are  above  the  magnet  coil ;  they 
are  closed  when  the  j^lunger  is  raised  and  opened  when  the  plunger 
drops.    The  interlocking  contacts  are  below  the  magnet  coil. 

These  magnet  switches  are  built  in  standard  capacities  of  i  000, 
500,  350,  250  and  100  amperes.  By  proper  selection  and  grouping, 
an  automatic  starter  or  speed  controller  can  be  built  for  a  motor  of 
any  capacity,  from  a  small  one  requiring  a  single  magnet  switch  for 
•starting  purposes  only,  to  a  very  large  motor  requiring  many 
switches  for  starting  and  accelerating,  for  controlling  the  speed,  for 
reversing,  etc. ;  also  for  any  class  of  service,  such  as  driving  eleva- 
tors, pumps,  hoists,  cranes,  machine  tools,  etc. 


Fig.   II — Master   Switch 
Interior  View. 
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Magnetic  blow-out  coils  protect  each  set  of  contacts  between 
which,  without  such  protection,  injurious  arcing  might  occur.  This 
protection  is  not  always  required  for  those  contacts  used  only  for 
short-circuiting  sections  of  resistance.  The  magnetic  field  for  dis- 
rupting the  arcs  is  the  resultant  of  those  produced  by  two  coils — 
one  on  each  side  of  the  contacts,  by  which  the  arc  is  forced  quickly 
to  tlie  front  and  blown  out.  Slate  arc  sliields  protect  the  blow-out 
coils. 

The  main  contacts  are  of  the  butt-joint  type,  the  lower  portion 
being  moved  by  the  plunger  and  the  upper  portion  being  fixed  to  the 
panel  either  rigidly  or  with  a  slight  spring  motion.  In  all  except  the 
smallest  size  the  main  contacts  are  double,  one  part,  called  the  arcing 
tip,  breaking  contact  slightly  after  the  other.  The  arcing  tips  are 
brass,  and  the  other  main  contacts  are  copper.  Both  parts  lie  in 
the  field  of  the  blow-out  magnets.  These  contacts  have  demon- 
strated their  ability  to  withstand  long  and  severe  service,  and  more- 
over, their  extreme  simplicity  makes  them  easily  renewable  in  any 
repair  shop  when  worn  out. 

Fig.  8  shows  some  of  the  principal  parts  of  a  500-ampere 
magnet  switch  unit  and  Fig.  9  is  a  sectional  drawing  showing  how 
the  parts  are  assembled. 

In  all  cases  the  contacts  close  against  springs,  which  act  as 
cushions  to  take  up  the  wear,  and  also  assist  gravity  in  accelerating 
the  downward  movement  of  the  plunger,  thus  giving  quick  and 
positive  opening  of  the  switches. 

For  ordinary  service  the  interlocking  contacts  consist  of  Hat 
brass  rings,  carried  on  insulating  discs  at  the  lower  ends  of  the 
plunger  rods,  the  rings  abutting  against  copper  fingers  projecting 
from  the  panel.  For  heavy  mill  service,  contact  strips  and  fingers 
are  mounted  on  fibre  blocks  attached  to  the  plunger  rods  and 
the  panels  respectively,  as  shown  in  Fig.  10.  Since  all  interlocking 
contacts  carry  only  the  very  small  magnet  exciting  current  they  are 
made  comparatively  light. 

The  master  switch  serves  to  close  and  open  the  circuit  carrying 
the  operating  current  of  the  magnet  switches;  since  this  current  is 
very  small,  the  parts  of  the  master  switch  are  no  heavier  than  is 
required  for  substantial  mechanical  construction.  In  its  simplest 
form  the  master  switch  is  essentially  a  double-break  single-pole,  sin- 
gle-throw snap  switch  connected  to  the  controller  by  two  wires  of 
small,  the  parts  of  the  master  switch  are  no  heavier  than  is 
several  contacts  in  succession  and  requiring  more  than  two  connect- 
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ing  wires,  or  a  switch  of  the  reversing  type  is  suppUed.  The  master 
switch  is  either  entirely  enclosed  in  a  cast  iron  box,  the  cover  of 
which  is  easily  removed  to  give  access  to  the  working  parts,  or  is 
of  the  open  type,  according  to  the  conditions  of  service.  This  switch 
is  usually  mounted  remote  from  the  controller. 

The- panel  is  made  large  enough  to  carry  the  magnet  switches 
and  auxiliary  devices,  such  as  a  knife  switch,  fuses,  relay  switches, 
etc.,  when  any  of  these  are  necessary. 

PROTECTIVE  RELAY    SWITCHES 

The  series  accelerating  relay  switch  and  the  overload  relay 
switch  are  constructed  along  the  same  lines  as  the  magnet  switch 
units,  but  with  lighter  contacts,  since  these  contacts  carry  only  the 
small  energizing  current  of  the  magnet  switches. 

The  circuit-breaker  relay  has  two  magnet  coils,  one  in  series 
with  the  motor  circuit  for  tripping  the  circuit  breaker  in  case  of 
overload,  and  the  other  for  resetting  the  circuit  breaker  by  releasing 
the  locking  device  which  holds  it  open.  The  construction  is 
similar  to  that  of  the  magnet  switch  units.  In  the  upper  end  of 
the  series  coil  is  a  stationary  core  so  arranged  that  the  air  gap 
between  it  and  the  movable  core  can  be  varied  to  adjust  the  cur- 
rent at  which  the  circuit  will  be  opened.  The  plunger  carries  a 
latch  piece  and  a  renewable  contact  tip  at  its  lower  end.  When  the 
plunger  rises,  a  trigger  catches  the  latch  in  the  raised  position  and 
holds  it  until  the  reset  switch  is  closed.  When  the  reset  coil  is  en- 
ergized its  plunger  is  moved  against  the  action  of  a  spring  that  tends 
to  return  it  ready  to  catch  the  main  plunger  again.  The  switch  for 
closing  the  circuit  of  the  reset  coil  is  of  the  push  button  type  and 
normally  remains  open. 


FRICTION   BRAKES 

HENRY  D.  JAMES 

THE  increasing  application  of  electric  motors  to  hoisting  ma- 
chinery has  brought  to  the  active  attention  of  engineers  the 
question  of  the  best  means  of  slowing  down  and  stopping 
these  motors.  Brakes  for  this  purpose  are  of  two  general  types — 
friction  brakes  and  dynamic  brakes.  The  latter  must  generally  be 
supplemented  by  friction  brakes  as  the  dynamic  braking  ceases, 
when  the  motor  comes  to  rest  and  the  load  may  drift  if  not  held  by 
a  friction  brake.  The  writer  described  a  new  form  of  friction  brake 
for  direct-current  motors  in  the  Alay,  1908,  issue  of  the  Journal. 
More  recently  Air.  H.  A.  Steen  presented  a  paper  before  the  En- 
gineers' Society  of  Western  Pennsylvania  on  the  general  subject  of 
friction  brakes.  ]\Ir.  Steen  made  an  effort  to  obtain  descriptions  of 
brakes  from  the  leading  manufacturers  in  this  country  and  abroad. 
The  wide  variety  of  designs  in  use  indicates  a  very  unsettled  condi- 
tion as  to  the  arrangement  of  the  fundamental  parts.  A  great 
variety  of  friction  materials  is  used  and  every  known  method  of 
applying  them  is  indicated. 

In  discussing  friction  brakes,  three  fundamental  facts  should 
not  be  lost  sight  of : — 

I — The  brake  must  radiate  in  the  form  of  heat  all  the  energy 
that  it  absorbs  while  performing  its  cycle  of  work.  The  amount  of 
heat  absorbed  has  practically  nothing  to  do  with  the  design  of  the 
brake  or  the  friction  material.  The  operating  temperature  of  a 
brake  depends  entirely  upon  the  facilities  for  radiating  the  heat.  A 
brake  can  be  considered  as  a  machine  for  converting  the  kinetic 
energy  of  the  moving  parts  into  heat.  This  heat  must  be  disposed  of 
in  the  same  way  as  is  the  heat  in  a  motor.  If  the  friction  material 
is  of  a  kind  that  will  be  destroyed  if  subjected  to  a  high  temperature, 
then  more  friction  surface  must  be  used  to  keep  down  the  work  per 
square  inch  than  would  be  necessary  with  a  friction  material  per- 
mitting several  hundred  degrees  rise  in  temperature.  A  brake  in 
which  such  a  friction  material  is  used  may  be  made  much  smaller 
for  the  same  reason  that  a  motor  insulated  with  mica  and  asbestos 
can  be  made  smaller  and  operated  at  a  higher  temperature  than  one 
insulated  with  cotton  and  treated  cloth. 

2 — The  torque  exerted  by  the  brake  at  the  instant  of  application 
must  not  be  greatly  in  excess  of  the  normal  torque  of  the  motor, 
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otherwise  the  shaft  may  be  injured.  The  excess  of  torque  at  the 
instant  of  apphcation  is  due  to  the  stored  energy  of  the  moving 
parts  of  the  brake.  This  is  most  noticeable  where  the  brake  is  ap- 
pHed  by  a  weight  and  the  torque  is  obtained  by  this  weight  acting 
on  the  friction  surfaces  through  a  system  of  levers.  To  release  the 
brake,  the  weight  is  lifted.  When  the  brake  is  applied,  the  weight 
falls  several  inches  so  that  when  the  friction  surfaces  come  together, 
this  weight  has  considerable  velocity  and  the  surfaces  are  clamped 
together  with  much  more  than  normal  force.  Under  such  condi- 
tions, the  shaft  should  be  nuich  stronger  than  would  be  necessary 
to  transmit  the  normal  torque.  Various  methods  are  used  to  over- 
come this  defect,  such  as  dashpots,  or  the  substitution  of  a  spring 
for  the  weight.  In  a  good  design  all  of  the  moving  parts  are  con- 
sidered and  practically  all  of  their  "hammer  blow"  effect  is  elimi- 
nated. Other  designs  simply  make  the  shaft  and  wheel  strong 
enough  to  stand  the  shock.  In  designing  very  small  brakes,  this 
feature  may  be  neglected,  but  the  larger  the  brake,  the  more  im- 
portant this  factor  becomes. 

3 — The  friction  material  should,  as  for  as  possible,  be  free 
from  the  influence  of  external  agencies.  Friction  surfaces  that  de- 
pend upon  lubrication  may  be  destroyed  by  its  absence  or  may  grip 
so  tight  that  the  shaft  is  injured.  Surfaces  not  intended  for  lubri- 
cation may  be  run  so  hot  that  any  lubricant  would  be  immediately 
vulcanized.  If  dirt  or  grit  injures  these  surfaces,  they  should  be 
covered  up  even  though  this  may  make  them  slightly  less  easy  to 
inspect.  A  good  friction  material  should  be  able  to  withstand  con- 
siderable abuse  and  still  operate  properly. 

In  examining  a  brake,  the  above  points  should  be  considered ; 
stated  briefly  they  are : — 

I — Its  ability  to  stand  high  temperatures  and  to  radiate  heat. 

2 — Its  freedom  from  hammer  blow  or  shock  when  applied. 

3 — The  durability  of  the  friction  surfaces. 

The  diversity  in  design  of  commercial  brakes  is  due  primarily 
to  the  desire  to  obtain  the  required  torque  with  as  small  a  magnet 
as  possible. 

It  is  well  known  that  such  materials  as  leather,  cork,  etc.,  exert 
a  large  tractive  force  on  a  brake  wheel  with  light  pressures.  There 
seems  to  be  a  clinging  effect  which  diminishes  under  heavy  pres- 
sures, so  that  at  considerable  pressure  the  coefficient  of  oiled  cork 
on  cast  iron  is  about  the  same  as  cast  iron  on  cast  iron  dry.  At 
light  pressures,  cast  iron  has  a  tendency  to  glaze  and  materially  re- 
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dnce  the  friction.  Large  brake  wheels  may  frequently  be  seen 
operating  with  leather  or  cork  lined  shoes  at  small  pressures.  The 
small  pressure  is  necessary  for  the  life  of  the  lining,  otherwise  it 
would  be  charred  by  heat. 

The  great  variety  of  mechanical  movements  in  use  is  partly  due 
to  the  necessity  of  multiplying  the  leverage  between  the  magnet  and 
the  friction  surfaces,  and  i)artly  for  convenience  in  adapting  the  de- 
sign to  the  particular  application.  Large  low  pressure  brakes  are 
generally  noiseless  in  operation,  but  very  bulky  in  proportion  to  the 
torque  developed.  To  figure  the  leverage  between  the  magnet  and 
the  friction  surfaces,  take  the  ratio  of  the  work  done  by  the  magnet 
(pounds  pull  X  inches  travel)  to  the  work  done  on  the  friction 
surfaces  (pressure  X  travel  of  shoes  or  band).     No  change  in  the 


Fig.  I 

arrangement  of  levers  will  enable  one  to  use  a  smaller  magnet  to  do 
the  same  work.  A  change  in  the  principle  of  the  brake,  such  as 
using  a  band  brake  instead  of  a  shoe  brake,  will  often  help.  lUit 
tc  take  the  same  brake  and  rearrange  the  levers  will  not  reduce  the 
foot-pounds  of  work  required  of  the  magnet.  To  illustrate  this 
point,  in  the  previous  article  a  type  of  l)rake  was  described  in  which 
the  levers  were  arranged  to  give  less  pull  at  the  begiiming  of  the 
magnet  travel  than  at  the  end.  See  Fig.  i.  This  arrangement  as- 
sists in  reducing  the  size  of  the  magnet.  If  this  system  of  levers 
could  be  altered  to  give  a  still  greater  ratio  between  the  initial  and 
final  pull  without  increasing  the  travel,  it  might  be  possible  to  still 
further  reduce  the  size  of  the  magnet  as  it  would  make  greater  use 
of  the  increasing  pull   of   the  magnet   at   shortened   air-gaps.     If, 
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however,  the  pull  on  the  magnet  were  one-half  the  present  and  the 
travel  twice  as  great,  the  foot-pounds  of  work  remains  constant. 
For  the  reason,  therefore,  that  the  foot-pounds  of  work  done  by  the 
magnet  remains  the  same  for  a  given  amount  of  work  delivered  to 
the  friction  element,  there  is  little  choice  between  the  different  sys- 
tems of  levers  from  an  efficiency  standpoint.  The  choice  of  design 
lies  rather  in  the  direction  of  simplicity  and  durability. 

A  brake  operated  upon  another  principle  is  shown  in  Fig.  2 — 
the  band  brake.  It  is  a  well  known  fact  that  the  pull  on  the  end  of 
a  brake  band  towards  which  the  wheel  is  turning  is  much  less  than 
on  the  other  end.  If  the  magnet  pulls  on  the  low  tension  end  of 
the  band  and  the  opposite  end  is  anchored,  the  magnet  may  be  small 

compared  with  the 
torque  exerted.  A  non- 
reversing  brake  of  this 
kind  may  be  easily  de- 
signed, the  difficulty 
comes  with  a  reversing 
brake.  To  obtain  equally 
favorable  conditions,  the 
anchorage  must  be  au- 
tomatically shifted  from 
one  end  to  the  other. 
This  is  accomplished  in 
the  brake  shown  in 
Fig.  2  by  mounting 
the  brake  beams  and 
magnet  upon  pivots.  The  torque  of  the  brake  shifts  this  sys- 
tem of  levers  towards  the  direction  of  the  rotation,  until  the  beam, 
to  which  is  anchored  the  high-tension  end  of  the  band,  strikes  a 
stop  on  the  supporting  frame.  The  other  end  of  the  band  is  then 
free  to  be  operated  on  by  a  spring.  As  the  angle  of  contact  be- 
tween the  wheel  and  the  band  is  nearly  360  degrees,  only  a  slight 
pull  is  required  on  the  free  end  of  the  band  to  give  a  heavy  torque. 
The  result  is  that  only  a  small  spring  and  a  small  pull  is  required  of 
the  magnet.  The  magnet  travel  is  short,  as  a  very  small  clearance 
between  the  band  and  the  wheel  is  sufficient.  This  is  the  result  of  a 
special  feature  in  the  construction  of  this  band.  The  wearing  sur- 
face is  made  from  a  cast  iron  ring  turned  to  a  slightly  larger  di- 
ameter than  the  wheel,  and  then  split.  Outside  of  this  ring  is  a  steel 
hand.    A  series  of  set  screws  adjusts  the  clearance  at  different  parts 


Fig.  2 


FRICTION  BRAKES  35 

of  the  circumference.  When  the  tension  is  removed  from  the  band, 
this  ring  springs  out  uniformly  and  true  to  the  wheel,  so  that  a 
running  clearance  is  easily  obtained.  The  "hammer  blow"  effect  is 
eliminated  by  providing  a  lost  motion  connection  between  the  mag- 
net plungers  and  the  levers. 

This  brake  is  well  adapted  to  alternatmg-current  magnets,  as  it 
reduces  the  work  required  by  the  magnet  to  a  minimum.  It  is  not 
quite  so  simple  and  so  readily  repaired  as  the  shoe  brake  previously 
described,  which  is  preferable  where  direct  current  is  avail- 
able. The  band  brake  just  described  fulfills  the  conditions  laid 
down  in  the  first  part  of  this  article  and  is  a  good  example  of  a 
brake  adapted  to  an  alternating-current  magnet.  Commercial  con- 
ditions may  make  it  more  desirable  than  the  shoe  brake  for  certain 
applications  where  direct  current  is  available. 

In  this  article,  the  writer  has  endeavored  to  show  that  a  friction 
brake  should  be  designed  and  applied  as  carefully  as  a  motor.  The 
work  that  the  brake  is  to  do  should  be  clearly  outlined  and  the  char- 
acteristics of  the  machinery  to  which  it  is  attached  should  be  stated. 
A  brake  suitable  for  a  crane  will  not  do  for  a  passenger  elevator.  If 
the  load  is  to  be  lowered  a  considerable  distance,  some  method  ot 
artificial  cooling  may  be  necessary  such  as  the  use  of  water.  Wher- 
ever possible  brakes  should  be  mounted  on  the  motor  shafts,  as  their 
size  is  determined  by  the  torque  only,  and  if  a  brake  is  run  at  a 
lower  speed  than  the  motor,  it  must  be  correspondingly  larger. 

In  a  future  article  the  writer  intends  to  describe  some  of  the 
methods  used  for  dynamic  braking,  as  many  applications  require 
both  the  friction  brake  and  the  dynamic  brake. 
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DISC  TYPE  INDUCTION  AMMETERS  AND  VOLTMETERS 

PAUL  MacGAHAN 

Note— The  following  article  describes  a  form  of  indicating  instru- 
ment which,  although  at  present  superseded  by  other  forms,  has  been 
manufactured  and  installed  in  large  numbers.  As  such  instruments  are 
in  active  service  to-day,  and  technical  questions  are  continually  being 
asked  by  those  who  are  using  them,  the  descriptive  matter  regarding 
their  construction  and  principles  of  operation  will  be  appreciated.  The 
presentation  of  the  characteristics  of  the  instrument  and  all  reasons 
which  led  to  its  adoption  and  to  its  being  superseded,  form  an  interest- 
ing  chapter   in    the   development   of   electrical   apparatus. —  (Ed.) 

THE  serious  problem  which  confronted  the  electric  meter  en- 
gineer when  he  attempted  to  design  meters  for  use  on  alter- 
nating-current circuits  was  presented  in  an  editorial  on  "Pro- 
gress in  Instrument  Design"  in  the  Journal  for  August,  1905. 
Various  types  of  instruments  have  been  developed  to  meet  the 
variety  of  requirements  presented  in  the  operation  of  alternating- 
current  systems;  some  have  been  superseded  by  more  satisfactory 
types ;  others  have  undergone  various  modifications  to  improve  their 
operation  or  simplify  their  manufacture. 

The  disc  type  induction  ammeters  and  voltmeters  of  Westing- 
house  manufacture  were  bro tight  out  in  1898  and  1899,  in  the  form 
shown  in  Fig.  i.  The  movement  consisted  of  an  alumintim  disc 
with  a  spiral-shaped  outline  which  was  mounted  on  a  shaft  to  which 
was  also  attached  the  pointer  and  the  hub  of  the  controlling  spring, 
as  shown  in  the  interior  view  of  the  ammeter,  Fig.  2,  in  which  the 
pointer  and  spring  are  omitted.  The  disc  was  driven  by  means  of  an 
electromagnet  in  the  air-gap  of  which  it  was  free  to  move.  The  pole 
pieces  of  the  electromagnet  were  provided  with  "shading"  coils,  in 
other  words,  the  half  of  each  pole  piece  on  the  side  toward  which 
rotation  was  to  be  produced  was  surrounded  by  a  heavy  band  of 
copper  in  which  secondary  currents  were  induced,  thus  producing  a 
magnetic  phase  displacement  and  a  "shifting  magnetic  field.  In  the 
ammeter  the  magnet  coil  was  shunted  by  a  non-inductive  coil  of 
copper  wire  as  shown  at  A- A  in  Fig.  3,  so  designed  as  to  partially 
compensate  for  the  frequency  and  temperature  errors.  In  the  volt- 
meter this  compensation  was  effected  in  a  similar  manner  for  25 
cycles,  and  by  a  secondary  short-circuited  coil  on  the  pole  piece  for 
60  and  133  cycles. 

The  elementary  principle  underlying  the  operation  of  the  meter 
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-Disc  Type  Induction  Am- 
meter 


is  a  very  simple  one.  Tlie  slotted  faces  of  the  electro-magnet  pro- 
vided with  shading  coils  produce  a  shifting  magnetic  field.  This 
shifting  magnetic  field  induces  currents  in  an  adjacent  disc  and  the 
reaction  between  these  currents   and  the  shifting  field  produces  a 

torque  tending  to  rotate  the  meter 
disc.  There  are,  however,  some  fea- 
tures of  this  simple  action  which 
are  not  suitable  for  a  commercial 
measuring  instrument  and  which 
rendered  necessary  certain  auxil- 
iary features  which  were  incorpor- 
ated in  the  meter.  These  elements 
are  the  following: 

I — The  torque  tending  to  move 

the    disc    varies   as  the  square  of 

the  current,  which  requires  a  scale 

of    unequal    divisions    instead    of 

equal  divisions  as  is  often  preferred. 

2 — The   elements   producing  torque  vary  with  the   frequency, 

hence  the  indications  of  the  meter  would  be  affected  by  the  frequency 

as  well  as  by  changes  in  the  current. 

3 — An  increase  in  temperature  increases  the  resistance  of  the 
disc,  reduces  the  induced  current  and 
consequently  the  torque  is  reduced. 
This  gives  rise  to  temperature  errors 
which  are  not  admissible  in  a  com- 
mercial instrument. 

These  several  fundamental  condi- 
tions have  been  obviated  or  compen- 
sated for  by  means  of  relatively  small 
modifications  in  the  design  and  con- 
struction of  the  instrument.  The 
torque  normally  varies  as  the  square 
of  the  current  through  the  instrument. 
The  torque  may  be  varied  by  altering 
the  amount  of  the   disc  which  comes    Fig.  2— Interior  View  of  Meter 

.,,.,,  4.-     c  1  1    •       i-ji-         i.  Shown  in  Fig.  i 

withm  the  magnetic  field  m  dmerent 

angular  positions  of  the  disc.  For  example  when  the  current  is  dou- 
bled, the  torque  would  normally  be  four  times  as  great  if  the  section 
of  the  disc  were  the  same.  The  disc  may  be  cut  away  so  that  the  por- 
tion of  the  disc  which  is  within  the  field  when  the  greater  current  is 
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flowing  will  be  such  as  to  produce  a  reduced  torque  and  hence,  with 
a  disc  of  the  proper  shape,  a  torque  may  be  produced  which 
is  directly  proportional  to  the  current,  thereby  giving  a  de- 
flection proportional  to  the  current  when  the  motion  of  the  disc 
is  balanced  by  an  ordinary  spring.  A  spiral  shaped  outline 
was  found  to  give  the  desired  law  of  torque  and  deflection  of 
disc  and  was  adopted  as  shown  in  the  view  of  the  disc  of  an  am- 
meter in  Fig.  2. 

The  correction  for  frequency  was  secured  in  a  simple  and  in- 
genious way.  In  the  ammeter  the  magnetizing  coil  is  wound  upon 
an  iron  core  and  is  so  proportioned  that  its  resistance  is  very  low 
and  its  inductance  is  relatively  high.  A  non-inductive  resistance, 
shown  at  c  in  Fig.  3,  is  connected  in  shunt  to  the  instrument  coil  h. 
The  circuit  is,  therefore,  divided  into  two  branches,  the  resistance  of 

one  of  which  is  almost 
wholly  inductive,  while 
the  other  is  purely 
ohmic.  At  normal  fre- 
quency the  current  will 
divide  in  a  certain  pro- 
portion between  the  two 
branches.  If  the  fre- 
quency increases  then  a 
larger  proportion  will 
flow  through  the  resist- 
ance path  and  a  less 
proportion  through  the 
inductive  path,  thereby 
lessening  the  current  in  the  meter  coil.  This  reduced  current,  how- 
ever, will  be  more  eft'ective  in  producing  torque  on  account  of  its 
higher  frequency.  By  proper  proportioning,  the  two  eft'ects  are  made 
to  balance  one  another  so  that  over  a  considerable  range  of  fre- 
quency a  given  current  in  the  main  circuit  of  the  meter  produces 
the  same  torque  on  the  disc,  thereby  compensating  the  meter  for 
changes  in  frequency  and  making  its  readings  practically  independ- 
ent of  frequency  over  a  considerable  range.  These  relations  may  be 
expressed  by  a  formula  and  a  curve  plotted  showing  the  relation  be- 
tween frequency  and  torque  on  the  disc  for  any  particular  meter. 
Such  a  curve  is  plotted  in  Fig.  4.  From  this  curve  it  will  be  seen 
that  up  to  a  certain  frequency  the  reading  of  the  meter  will  increase 
very  rapidly  while  above  that  point  the  variation  is  relatively  slight 


Fig.  3 — Connection  Diagram  and  Outline 
Sketch  Showing  Principle  of  Operation 
OF  Ammeter 
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From  the  curve  it  will  be  noted  that  at  a  frequency  of  30  the  var- 
iation of  the  pull  on  the  disc  amounts  to  one-half  percent  for  a 
change  of  one  percent  in  frequency  and  at  a  frequency  of  60  the 
variation  is  one-tenth  of  one  percent  for  a  change  of  one  percent  in 
the  frequency.  The  variation  is  practically  the  same  at  a  frequency 
of  80  as  it  is  at  a  frequency  of  60.  Between  these  two  limits  the 
change  in  the  torque  on  the  disc  is  very  small.  Hence  it  will  be 
seen  that  over  this  range  the  meter  is  practically  free  from  errors 
due  to  frequency. 

The  error  due  to  the  efifect  of  temperature  variation  on  the 
resistance  of  the  disc  is  corrected  in  a  manner  similar  to  the  cor- 
rection for  changes  in  frequency,  i.e.,  in  a  divided  circuit  the  cur- 
rent is  automatically  shifted  from  one  path  to  the  other  in  such  a 
manner  as  to  effect  the  desired  compensation.    An  increase  in  temp- 
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Fig.  4 — Curve  Showi.n-g  Performance  Characteristics 

erature  increases  the  resistance  of  the  disc,  thereby  reducing  the  in- 
duced current  in  the  disc.  In  order  to  compensate  for  this,  a  greater 
current  should  flow  through  the  magnetizing  coil  of  the  meter.  The 
divided  circuit  used  for  effecting  the  frequency  correction  as  ex- 
plained above,  also  serves  as  a  means  of  correcting  for  temperature. 
The  resistance  circuit  which  is  connected  in  parallel  with  the  coil  is 
made  of  material  having  a  temperature  co-efficient  such  that  the 
increase  in  temperature  increases  its  resistance,  thereby  throwing  a 
larger  proportion  of  the  current  through  the  magnetizing  coil  of  the 
meter.  This  increase  in  current  tends  to  increase  the  torque,  thereby 
compensating  for  the  reduced  current  in  the  di.sc. 

The  theoretical  values  for  the  frequency  and  temperature  errors 
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as  worked  out  by  formulae  are  almost  exactly  checked  by  results  ob- 
tained on  test.  There  is  in  addition,  however,  a  slight  heating  error 
due  to  the  unequal  heating  of  the  various  parts  of  the  meter. 

Theoretically,  the  voltmeter  is  the  same  as  the  ammeter,  provid- 
ed the  internal  impedance  is  made  small  with  respect  to  the  total 
impedance  including  the  external  resistance. 

In  the  design  of  the  instrument,  one  of  the  vital  considera- 
tions at  that  time  was  the  idea  of  attempting  to  avoid  what  is 
almost  one  of  the  "Laws  of  Nature,"  that  the  torque  is  pro- 
portional to  the  square  of  the  current  and  that  the  natural  distribu- 
tion of  the  scale  divisions  is  derived  from  this  and  is  therefore  pro- 
portional to  the  square  of  the  quantity  measured.  The  attempt  was 
made  to  overcome  this  effect  by  graduating  the  contour  of  the  disc. 
As  shown  in  Fig.  5,  the  scale  was  made  uniform  from  one-sixth  load 


Fig.   S — Corrected   Scale — Equal 
Divisions 


Fig.   6 — Natural   Scale — Vary- 
ing Divisions 


up  to  full  load.  In  order  to  get  this  effect  a  comparatively  large 
mass  of  disc  metal  had  to  be  in  the  air-gap  at  low  values,  and  at  high 
values  the  disc  receded  almost  completely  from  the  pole-pieces. 
This  resulted  in  an  eccentric  moving  element  of  comparatively  great 
weight,  which  necessitated  a  heavy  counter-balancing  weight  and 
possessed  a  low  torque  per  unit  weight.  The  weight  was  more  than 
a  jewel  could  stand  in  shipment  and  hence  the  meters  were  shipped 
with  the  rear  jewels  removed  and  the  shaft  clamped  in  place.  The 
attempts  of  inexperienced  operators  to  replace  the  jewel  was  a 
source  of.  considerable  trouble. 

As  a  matter  of  fact,  it  has  been  found  that  in  practical  use, 
little  if  any  advantage  is  gained  in  the  scale  by  the  graduated  disc, 
as  can  be  observed  by  comparing  Figs.  5  and  6.  Over  the  most  im- 
portant part  of  the  ammeter  scale  from  normal   load    (two-thirds 
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4 
full-scale)    up,  the  corrected  scale  is  less  open  then  the  "natural" 

scale,  which  is  proportioned  to  the  square  of  the  current.  The  very 
low  values  up  to  one-sixth  load  are  no  better.  The  portion  from 
one-sixth  load  to  two-thirds  full-scale  load  is,  however,  somewhat 
better,  but  on  the  whole  the  scale  cannot  be  considered  more  desir- 
able than  the  natural  one.  The  writer  believes  that  in  voltmeters 
the  more  open  divisions  at  the  normal  and  over-voltage  portions  in 
the  natural  scale  give  it  a  great  advantage  over  the  corrected  scale. 
It  will  readily  be  appreciated  from  the  above  that  a  great  deal  was 
sacrificed  in  mechanical  excellence  by  attempting  to  correct  the 
natural  scale. 

It  should  be  remembered  that  the  above  facts  did  not  become 
apparent  to  the  designers  at  once ;  when  the  disc  type  meters  were 
brought  out  there  was  nothing  else  as  good  to  be  had  in  the  line  of 
alternating-current  switchboard  ammeters  and  voltmeters.  The  gen- 
eral progress  of  the  art  and  the  experience  gained  in  operation  and 
manufacture  made  it  apparent  that  much  better  results  could  be 
obtained  without  the  scale  compensation. 

About  this  time  the  peculiar  form  of  winding  now  used  in  the 
new  induction  type  meters*  was  invented  by  Mr.  Frank  Conrad. 
These  windings  automatically  and  perfectly  correct  for  any  temper- 
ature and  frequency  errors  within  exceedingly  wdde  ranges,  at  the 
same  time  producing  a  rotary  field.  As  a  drum-shaped  movement 
was  found  to  give  a  higher  torque  per  unit  weight  than  a  disc,  and 
this  adapted  itself  best  to  a  bi-polar  form  of  electromagnet,  with  a 
circular  core,  it  was  decided  to  abandon  the  graduated  disc  alto- 
gether. 


*See  description  of  these  meters  in  the  Journal  for  February,  1907, 
p.  113. 
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WALDEMAR    KOCH 

TWO  nations,  the  United  States  and  Germany,  are  leading 
in  the  development  of  the  science  of  electricity  as  well  as 
in  the  manufacture  of  goods  based  on  this  knowledge. 
Each  nation  practically  excludes  the  other  from  its  national  ter- 
ritory. Together  they  dominate  in  the  world  market,  which  is 
the  only  place  where  sales  may  be  increased  even  in  times  when 
business  is  slack  at  home.  So  it  may  pa}^  to  spend  some  moments 
in  studying  the  conditions  that  developed  this  industry  in  Ger- 
many, under  which  our  strongest  competitor  has  carefully  built 
up  an  organization  that,  through  a  net  of  channels,  leads  their  sur- 
plus of  goods  into  the  hands  of  the  consumers  in  Europe,  South 
America,  Africa  and  East  Asia. 

The  application  of  electric  current  for  practical  purposes  was 
begun  in  Germany  more  than  a  century  ago.  But  no  industry 
grew  up  since  all  engineering  was  totally  undeveloped  and  the 
country  rather  an  agricultural  one.  Even  fifty  years  ago,  one 
would  hardly  say  there  was  any  electrical  industry.  In  1875 
there  were  eighty-one  electrical  firms  with  i  157  employees,  the 
most  important  line  being  apparatus  for  telegraphing.  As  a  com- 
parison, in  the  United  States  seventy-six  firms  employed  i  271 
men.  But  in  the  meantime  the  combined  efforts  of  Pacinotti, 
Siemens  and  Gramme  had  found  a  way  to  generate  current  cheap 
enough  for  commercial  use.  Edison,  by  his  invention  of  the  in- 
candescent lamp,  opened  a  wide  field  for  its  application.  Larger 
firms  were  founded,  working  on  a  broad  scale  from  the  begin- 
ning; the  old  ones  extended  more  rapidly  and  the  German  elec- 
trical industry  obtained  a  strong  position  at  home  and  abroad. 
Money  was  cheap,  everybody  quite  willing  to  risk  it  in  electrical 
enterprises,  such  as  street  railways  and  central  stations,  which 
seemed  to  guarantee  high  returns.  While  in  1883  the  shares  of 
only  one  electrical  firm,  amounting  to  $1  250000,  were  handled,  in 
iqoo  there  were  22  electrical  corporations  listed  at  the  Berlin 
stock  exchange  with  a  capital  of  $100  000  000  in  shares  and  $65- 
000  000  in  bonds  and  surplus,  the  yearly  dividends  amounting  to 
11.25  percent  on  the  average  for  the  year  or  8.38  percent  for  the 
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whole  period  of  eighteen  years.  1895  the  number  of  firms  pro- 
ducing electrical  goods  was  i  326  which  employed  26  320  men. 
But  only  fifteen  of  them  had  more  than  two  hundred  men  each, 
only  six  had  a  worldwide  reputation  and  these  six  firms  were 
practically  the  masters  in  the  German  market  as  well  as  in  for- 
eign countries,  as  in  1900  $12000000  worth  of  goods  were  ex- 
ported with  imports  amounting  to  only  $1600000.  The  later 
developments  and  consolidations  of  these  corporations  will  no 
doubt  be  of  interest. 

Siciiicns  &  Halskc — (S.  &  H.)  was  founded  as  early  as  1847 
by  Werner  Siemens,  an  oflficer  of  the  German  army,  who  turned 
out  to  be  one  of  the  most  able  engineers.  His  ability  made  his 
firm  keep  ahead  until,  at  last,  owing  to  the  change  in  conditions 
that  brought  about  industrial  and  commercial  success,  he  was 
outrun  by  Emil  Rathenau,  an  engineer,  who,  like  George  West- 
inghouse,  was  at  the  same  time  one  of  the  greatest  financiers,  and 
who,  although  almost  seventy  years  old,  still  holds  his  position 
as  the  president  of  the  Allgemeine  Electricitats  Gesellschaft 
(A. E.G.),  the  largest  electrical  firm  in  the  world.  He  became  the 
owmer  of  the  Edison  patents  for  Germany  and  founded  the  Allge- 
meine Electricitats  Gesellschaft  in  1883  for  their  exploitation  in 
Germany.  Later  he  became  independent  of  the  American  holding 
company  and  took  up  all  lines  of  electrical  work,  except  tele- 
graphing and  telephoning  devices,  and  his  firm  got  ahead  of  all 
competitors.  The  third  firm,  Schuckert  &  Company,  was  founded 
in  1873  by  a  mechanic  who  worked  in  the  Edison  factory. 

The  Union  Electricitats  Gesellschaft  started  in  1892  and 
was  practically  a  branch  of  the  Thomson-Houston  Company, 
which  had  a  strong  position  in  the  construction  of  electric  rail- 
ways and  transferred  the  same  superiority  to  its  German  firm. 
A  less  important  firm  was  the  Helios,  which  bought  the  alternat- 
ing-current patents  of  Tesla  and  extended  its  business  when 
nearly  all  the  better  manufactured  products  were  manufactured 
by  the  firms  already  mentioned. 

The  last  firm  is  Lahmeyer  &  Company,  originating  in  1893 
from  a  consolidation  of  two  firms  in  Frankfort. 

The  following  table  gives  the  increase  in  capital  from  the 
time  these  firms  originated; 
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SIX  LARGEST  CORPORATIONS  UNTIL  1900 


Amount  of  Shares 

in  Million  Marks  (1  mark=24  cents) 

S.  &  H. 

A.E.C. 

Schuckert 

Union 

Helios 

Ivahmeyer 

Total 

1890 

20 

2.2 

1891     • 

20 

2.2 

1892 

20 

1.5 

2.2 

1893 

20 

12 

1.5 

2.2 

1.7 

1894 

20 

12 

1.5 

2 

1.7 

1895 

25 

12 

3 

3 

1.7 

1896 

35 

35 

18 

3 

3 

3 

97 

1897 

35 

47 

22.5 

3                 8 

4 

119.5 

1898 

40 

60 

28 

18               10 

4 

160 

1899 

45 

fcO 

42 

18 

16 

6 

187 

1900 

54.5 

60 

42 

24 

16 

10 

206.5 

Times  changed,  however,  and  in  1900  after  six  years  of  the 
greatest  prosperity,  a  crisis  occurred  in  Germany,  as  sudden  and  im- 
portant as  the  one  we  have  just  passed  through  in  the  United 
States.  Banks  failed,  the  people  withdrew  their  deposits,  money 
became  extremely  expensive  and  all  enterprise  stopped.  The 
electrical  industry  had  been  the  center  of  the  rapid  developm.ent. 
In  1899,  which  was,  perhaps,  the  climax,  thirty-six  percent  of  the 
money  invested  for  industrial  purposes  was  required  by  the  elec- 
trical line.  No  wonder  that  it  was  the  center  of  depression.  One 
large  firm,  the  seventh  in  rank,  failed  and  disappeared  entirely. 
Schuckert,  in  1902,  showed  an  actual  loss  of  $5  500  000  and  a  de- 
ficit of  $4  000  000.  The  loss  amounted  to  $600  000  with  the 
Lahmeyer  Company,  to  $2  200  000  with  the  Helios  and  the  Union 
had  gone  to  the  limit  of  its  means. 

The  weaker  firms  tried  to  get  help  from  the  stronger  ones. 
They  got  it  by  the  ambition  of  the  two  leading  firms,  the  Allge- 
meine  Electricitats  Gescllschaft  and  Siemens  &  Halske,  to  out- 
grow each  other,  and  their  determination  to  better  prices  by  di- 
minishing competition.  The  result  was  that  the  Allgemeine  Elec- 
tricitats Gescllschaft  bought  the  Union  ;  Siemens  &  Halske  and 
Schuckert  formed  the  Siemens-Schuckert  Werke.  Lahmeyer 
combined  with  a  large  cable  firm  forming  the  Felton  &  Guill- 
eaume- Lahmeyer  Werke.  These  three  concerns  bought  the 
plants  of  the  Helios  and  simply  closed  them,  thus  cutting  down 
the  number  of  large  competing  firms  to  three. 

The  first  of  these  three  combinations  is  of  special  interest  to 
the  United  States.  The  Union,  as  mentioned  before,  was  a  sister 
company  of  the  Thomson-Houston  Company  and  therefore  re- 
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stricted  in  its  business  to  only  a  part  of  continental  Europe.  As 
the  Allgemeine  Electricitats  Gesellschaft,  having  learned  by  ex- 
perience, was  not  willing  to  limit  its  territory,  an  agreement  be- 
came necessary  with  the  General  Electric  Company,  the  succes- 
sor to  the  rights  of  the  Thomson-Houston  Company,  they  made 
a  settlement  touching  the  electrical  business  in  the  whole  world. 
Practically  all  the  business  of  continental  Europe  came  exclu- 
sively to  the  Allgemeine  Electricitats  Gesellschaft,  and  the  busi- 
ness in  the  United  States  and  Canada  to  the  General  Electric 
Company.  In  all  other  territories,  like  Africa,  South  America, 
etc.,  a  combined  working  was  agreed  upon.  Besides  allowing 
each  other  the  use  of  all  patents  for  electric  devices,  steam  tur- 
bines, etc.,  they  also  consented  to  exchange  all  experiences  con- 
cerning manufacturing  and  designing.  Quite  frequently  they 
took  advantage  of  this  last  allowance  and  sent  over  their  engi- 
neers to  study  the  work  of  their  partner.  The  result  of  all  this 
is  that  to-day  there  are  three  dominating  concerns  left  which 
control  a  large  percentage  of  the  whole  business,  two  of  them 
getting  as  much  as  sevent3^-five  percent  in  some  lines.  The  larg- 
est is  the  Allgemeine  Electricitats  Gesellschaft.  It  owns  seven 
large  factories  around  Berlin,  one  in  Russia  (Riga)  and  one  in 
Austria  (Vienna).  It  employs,  in  average  times,  about  35000 
men  and  has  a  working  capital  of  mare  than  $40000000.  One 
hundred  and  ten  branch  offices  are  scattered  over  the  world,  prin- 
cipally in  Europe.  It  controls  one  bank,  two  holding  companies, 
a  number  of  manufacturing  firms,  central  stations  and  street  rail- 
ways, and  selling  and  contracting  corporations  at  home  and 
abroad. 

The  Siemens-Schuckert  Werke  employs  perhaps  25  000  men. 
They  have  been  and  are  continually  doing  very  much  in  system- 
atically developing  new  lines,  especially  electro-chemistry.  Their 
organization  is  as  powerful  as  the  one  already  mentioned.  Both 
are  backed  but  not  pulled  by  the  leading  German  banks.  The 
Felton  &  Guilleaume-Lahmeyer  Werke  concentrate  their  forces 
more  on  the  national  market. 

All  three  concerns  have  frequently  made  special  agreements 
and  divided  up  large  contracts,  giving  a  part  of  them  to  each  and 
helping  each  other  to  maintain  prices.  They  employ,  all  in  all, 
about  fifty  percent  of  the  men  engaged  in  the  electrical  industry 
and  have  about  the  same  share  in  the  production.    Of  the  other 
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firms,  one,  the  Bergmann  Electricitats  Gesellschaft,  which  at  first 
manufactured  nothing  but  conduits,  makes  great  efforts  to  secure 
a  share  of  the  trade  and  has  extended  its  business  over  a  number 
of  branches.  Another  firm,  Mix  &  Genest,  is  strong  in  the  tele- 
phone business.  There  are  about  twenty-seven  more  corpora- 
tions and  about  250  firms  in  private  hands.  Some  of  them  are 
still  important,  or  even  dominant  in  a  special  line,  but  they  do 
business  mostly  in  Germany  and  never  carry  out  large  contracts, 
either  at  home  or  abroad.  Often  practically  all  the  firms  of  one 
line  have  formed  pools  or  syndicates,  for  instance,  for  incandes- 
cent lamps  which  are  exclusively  sold  by  the  syndicate.  For  two 
branches,  wireless  telegraphy  and  stationary  storage  batteries, 
there  are  trusts  controlled  both  by  the  Allgemeine  Electricitats 
Gesellschaft  and  Siemens  &  Halske,  so  that,  to  some  extent,  the 
whole  electrical  industry  is  organized  for  purchasing,  producing, 
contracting  and  selling. 

Germany  is  a  country  that  covers  about  seventy-five  percent 
of  the  area  of  Texas  and  has  62  000  000  inhabitants.  The  German 
electrical  industry  employed,  in  1906,  about  140  000  persons,  who 
produced  goods  worth  nearly  $175000000.  Five  hundred  million 
dollars  is  invested  in  central  stations  and  electric  railways.  The 
exports  amount  to  $33  000  000  strictly  electrical  products,  which 
is  about  twenty-five  percent  of  the  whole  production.  The  imports 
were  $1  800000,  or  six  percent  of  the  export. 

The  census  report  of  the  United  States  gives,  for  1905,  784 
firms  in  the  electrical  line,  which  employ  71  000  men,  have  $174- 
000000  capital  and  produce  $140000000  in  products.  To  these 
should  be  added  $19  000  000  in  electric  products  made  by  estab- 
lishments primarily  engaged  in  the  manufacture  of  other  goods. 

These  figures  should  not  be  compared  too  critically  since  the 
statistics  are  made  in  different  ways  and  the  relation  of  work, 
capital  and  product  are  different  in  the  two  countries. 


METER  AND  RELAY  CONNECTIONS-(Cont.) 

THREE-PHASE-THREE-WIRE   CIRCUITS 

HAROLD  W.  BROWN 

SINGLE-PHASE   METERS 

Either  a  single-phase  wattmeter  or  a  single-phase  power- factor 
meter  may  be  connected  as  in  Fig.  8  to  indicate  the  total  power  or 
the  power- factor  on  a  three-phase  balanced  circuit.  As  a  wattmeter 
connection  this  is  identical  in  principle  with  the  connections  in  Fig. 
7.*  The  current  circuits  have  a  reversed  V-connection,  which  is 
equivalent  in  this  case  to  a  delta-connection,  since  current  is  to  be 
used  in  only  one  current  circuit. 

Fig.  9  shows  another  method  of  making  a  connection  equiva- 
lent to  that  in  Fig.  8.  In  this  case  the  shunt  transformers,  instead 
of  the  current  transformers,  have  a  reversed  V-connection,  this  mul- 
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FIG.  9 — AMMETER  AND  SINGLE- 
PHASE  WATTMETER  AND  POW- 
ER-FACTOR METER  ON  A  THREE- 
PHASE    BALANCED    CIRCUIT 


FIG.  8 — -SINGLE-PHASE 
WATTMETER  OR  POW- 
ER-FACTOR   METER. 

Connections  to 
three-phase  balanced 
circuit  using  one 
shunt  and  two  series 
transformers. 

tiplying  the  e.m.f.  by  1.732  and  bringing  it  in  phase  with  the  cur- 
rent. A  single-phase  wattmeter,  single-phase  power- factor  meter 
and  an  ammeter  are  shown  in  series  on  the  current  transformer, 
and  the  wattmeter  and  power- factor  meter  are  connected  in  paral- 
lel on  the  shunt  transformers.  All  of  these  meters  could  have  been 
grouped  on  the  transformers  of  Fig.  8  with  the  exception  that  the 
ammeter  could  not  be  connected  directly  in  series  with  the  other 
meters,  but  might  be  inserted  at  6^  to  measure  the  current  on  one 
line.     The   arrangement   shown   in   Fig.  8   is   usually  preferable  to 


*See  the  first  part  of  the  present  article  in  the  Journal   for  December, 
1908,  Vol.  v.,  p.  731. 
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Fig.  9  because  an  extra  series  transformer  costs  less  than  an  extra 
shunt  transformer. 

Three  single-phase  wattmeters  or  power- factor  meters  may  be 
connected  as  in  Fig.  lo  to  indicate  separately  the  power  or  power- 
factor  of  each  line  of  a  three-phase  circuit.  The  current  circuits  are 
connected  to  Y  or  V-connectedf  series  transformers,  and  the  voltage 
circuits  to  V-connected  shunt  transformers.  The  voltage  circuits  are 
not,  however,  connected  directly  across  the  shunt  transformers,  but 
are  Y-connected  to  these  transformers,  one  side  of  each  meter  being 
connected  to  one  of  the  transformers  and  the  other  side  to  a  com- 
mon neutral  point.     In  order  to  have  this  a  true  neutral  point  the 

resistance  of  the  voltage  circuits 
of  the  three  watmeters  should  be 
equal.  With  a  balanced  load  the 
three  meters  would  all  have  equal 
readings,  whatever  the  power- 
factor,  being  difTerent  in  this  re- 
spect from  the  wattmeters  con- 
nected according  to  the  well- 
known  two-wattmeter  method. 

A  method  of  connecting  two 

single-phase     wattmeters     on     a 

-SINGLE-PHASE  WATTMETERS  OR   threc-phase  —  threc-wirc    circuit 

POWER-FACTOR   METERS  ' 

Three  single-phase  meters  connected  SO  that  with  a  balanced  load  the 
to  indicate  the  power  or  power-factor  j-gadings  on  the  two  wattmeters 
on   each   hne   of   a   three-phase   three-  ° 

wire  circuit.  will  be  the  same  at  any  power- 

factor  is  shown  in  Fig.  ii.  An  important  advanage  of  this  method 
of  connecting  is  that  neither  of  the  meters  will  have  a  negative 
reading  at  any  power-factor,  unless  the  direction  of  power  trans- 
mission is  reversed,  in  which  case  both  meters  will  have  a  negative 
reading.  Three  series  transformers  are  required  for  this  connec- 
tion, one  being  standard  and  the  other  two  having  special  wind- 
ings. If  the  normal  transformer  has  a  five  ampere  capacity,  the 
transformer  on  the  left  should  be  of  this  kind  ,and  the  other  two 
should  each  have  2.5  amperes  in  the  secondary  with  full-load  cur- 
rent in  the  primary.  The  shunt  transformers  connecting  to  the 
risrht  and  middle  lines  should  have  the  same  ratio  of  transformation 


fThree  Y-connected  series  transformers  are  shown  in  Fig.  10,  the  only 
advantage  in  using  three  being  that  they  will  maintain  more  nearly  a  true 
ratio  at  light  loads  than  will  two.  If  transformer  T  is  omitted  the  line 
shown  connected  to  its  upper  terminal  is  connected  to  the  bottom  terminals 
of  the  other  two. 
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as  the  one  connecting  to  the  left  and  middle,  but  the  one  on  the 
right  should  have  a  lead  brought  out  at  the  middle  point  of  its  sec- 
ondary winding. 

The  accuracy  of  this  connection  and  the  reason  for  the  equality 
of  the  readings  on  two  wattmeters  connected  as  in  Fig.  ii  may  be 

shown  by  reference  to 
the  vector  diagram. 
The  phase  relations  of 
the  currents  in  the  left, 
middle,  and  right  hand 
series  transformers  are 
indicated  by  OA,  OB, 
and  OC,  respectively. 
The  e.m.f.'s  of  the  left 
and  right  hand  shunt 
transformers  are  AB 
and  BC.  The  e.m.f.  on 
left  hand  wattmeter  is 
the  resultant  of  AB 
and  ^  BC,  which  is 
represented     by     AM, 


[Series  Trans,  with 
5  Amp.  Secondary 

FIG.      II — SINGLE-PHASE      WATTMETER      CONNECTIONS 
AND  VECTOR  DIAGRAM  OF  CURRENTS  AND  VOLTAGES 

Two  wattmeters  connected  to  a  three-phase 
three-wire  circuit  so  that  a  balanced  load  is  equal- 
ly divided  between  them,  irrespective  of  power- 
factor.  Two  special  series  transformers  are  re- 
quired. 

and  equals  V3/2  times  AB.  At  100  percent  power-factor  this  is 
in  phase  with  the  current  OA,  which  is  the  current  in  the  left  hand 
wattmeter.  This  wattmeter  therefore 
measures  the  power  transmitted  by 
the  left  hand  line,  on  the  assumption 
that  the  neutral  point  is  at  M,  which 
is  midway  between  the  other  two 
lines.  The  other  wattmeter  has  the 
other  two  currents,  OB  and  OC,  re- 
acting with  the  e.m.f.  BC :  but  each 
of  these  currents  has  only  one-half  of 
its  correct  value,  so  that  the  effect  is 
the  same  as  OB  and  OC  reacting  with'-ic-    12  — polyphase    wattmeter 

./      r.^        r,;i^         Tir^  rj.,    .  ^°       ,  AND    single-phase   POWER-FACTOR 

Yz  BC=BM=MC.  This  wattmeter,  ^je^er  on  a  three-phase  three- 
therefore,  measures  the  power  trans-  wire  circuit 
mitted  by  the  middle  and  right  hand  lines  on  the  same  assumption 
as  before,  that  the  neutral  point  is  at  M.  This  assumption  is  per- 
missible, for  the  power  transmitted  is  the  same,  wherever  the  neu- 
tral point  is,  so  that  the  two  meters  measure  the  total  power  trans- 
mitted, whether  the  load  is  balanced  or  unbalanced.  That  the  power 
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measured  will  be  equal  in  the  two  meters  is  shown  from  the  fact 
that  the  left  hand  meter  measures  e.m.f.  V3/2  times  AB  multiplied 
by  current  OA  and  the  right  hand  meter  measures  e.m.f.  BC  mul- 
tiplied by  one-half  the  resultant  of  currents  OB  andOC.  The  two 
e.m.f.'s  are  equal,  the  three  currents  are  equal,  and  the  resultant  of 
two  of  them  is  Vs  times  either  one.  The  two  wattmeters  must 
therefore  read  the  same  with  balanced  loads. 

A  polyphase   wattmeter   and   single-phase   power-factor   meter 
may  be  connected  to  the  same  transformers  as  shown  in  Fig.   12. 


r»-t    —    Shunt  Trans. 


Shunt 
'  Trans 

To  Generator  To  Generator 

FIG.    13 — CONNECTIONS   FOR   A    SINGLE   VOLTMETER   USED    WITH    VOLTMETER 

RECEPTACLES 

The  voltage  across  any  phase  of  any  number  of  three-phase  three-v^^ire 
circuits  may  be  measured  by  means  of  an  eight-point  voltmeter  receptacle  on 
each  circuit. 

The  wattmeter  reads  correctly  with  all  kinds  of  loads.  The  power- 
factor  meter  reads  correctly  with  balanced  load  and  with  a  single- 
phase  load  on  the  right  and  left  hand  lines.* 

VOLTMETERS   AND    AMMETERS 

By  means  of  three  eight-point  voltmeter  receptacles,  a  single 
voltmeter  may  be  connected  so  as  to  measure  the  e.m.f.  between  any 
two  of  the  bus-bars  or  between  any  two  of  the  lines  leading  to  either 
of  two  generators.  The  connections  are  shown  in  Fig.  13.  By 
increasing  the  number  of  receptacles,  the  number  of  different  cir- 
cuits to  be  measured  may  be  increased  indefinitely.  A  single  four- 
point  voltmeter  plug  is  used,  which  makes  connection  between  any 
two   consecutive   points   in   the   upper   row  of   any   receptacle,   and 


*This  use  of  a  single-phase  power -factor  meter  is  discussed  more  fully 
in  the  Journal  for  October,  1908,  in  the  reference  to  Fig.  13,  p.  605. 
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between  the  two  corresponding  points  directly  below  these.  For 
example,  if  the  plug  is  in  the  four  middle  holes  of  the  receptacle 
on  one  of  the  generator  circuits  it  connects  one  voltmeter  lead  to 
the  left,  and  the  other  to  the  right  hand  line  of  that  circuit.  If  it  is 
at  the  left  hand  end  of  the  receptacle  it  connects  the  voltmeter  to 
the  left  and  middle  lines. 

Likewise,  in  Fig.  14,  the  current  in  any  of  the  nine  lines  lettered 
A  to  /,  may  be  measured  on  a  single  ammeter  by  the  use  of  nine  am- 
meter receptacles  connected  to  four  scries  transformers.  The  cur- 
rent   from   the   upper  transformer   of  the   left   hand   circuit   flows 

through  the  upper  left 
hand  receptacle  A  and 
unites  with  the  current 
from  the  upper  trans- 
former on  the  right 
hand  circuit,  which  has 
just  passed  through  the 
upper  right  hand  recep- 
tacle G.  This  combined 
current  flows  through 
the  upper  middle  recep- 
tacle D,  unites  with  the 
corresponding  current 
from  the  lower  row  and 


-i±52j        \ii*^ 


FIG.   14- 


-AM  METER  USED  WITH   NINE  AMMETER 
RECEPTACLES 

With    this    combination  it  is  possible  to 
measure   the  current   in   each   line   of   three 
three-phase  circuits.    With  the  plug  inserted 
in  a  given  receptacle,  the  meter  measures  the 
current  in  the  line  bearing  the  same  letter. 


then  passes  through  the 
middle  receptacle  E  of 
the  middle  row.  Af- 
ter this  it  divides,  the 
current  from  the  left 
hand  transformers  returning  through  the  left  hand  receptacle  B  and 
that  from  the  right  hand  through  the  right  hand  receptacle  H.  The 
current  in  line  D  being  the  resultant  of  currents  in  A  and  G,  is 
measured  when  the  ammeter  is  connected  into  the  circuit  by  a  plug 
in  receptacle  D.  Similarly,  the  current  in  line  B  is  the  resultant  of 
the  currents  in  A  and  C,  and  is  measured  when  the  plug  is  in  recep- 
tacle B.  Also,  the  current  in  line  E  is  the  resultant  of  currents  in  B 
and  H  and  is  measured  when  the  plug  is  in  receptacle  E,  which  car- 
ries the  resultants  of  the  currents  in  B  and  H.  Each  receptacle  is 
lettered  to  correspond  with  the  letter  on  the  line  whose  current  it 
measures. 
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An  ammeter  and  voltmeter,  connected  to  shunt  and  series  trans- 
formers through  a  voltage  compensator  as  shown  in  Fig.  15,  indi- 
cate the  current  in  one  line  of  a  three-phase  circuit  and  the  e.m.f. 

between  this  line  and  another  one  of  the 
same  circuit  at  a  distant  point,  the  com- 
pensator being  set  to  make  the  right 
voltage  correction  for  line  drop.  The 
current  circuit  of  the  compensator  re- 
ceives the  current  from  the  two  series 
transformers,  so  that  the  voltage  correc- 
tion that  it  makes  is  proportional  to  and 
in  phase  with  the  drop  in  two  lines.  By 
using   a   voltmeter   receptacle,   the   vblt- 

FIG.    15 — AMMETER,    VOLTMETER  °  ,  ^  ' 

AND  VOLTAGE  COMPENSATOR  mctcr  conncctiou  may  be  shifted  so  as  to 
ON  A  THREE-PHASE  CIRCUIT  mgasurc  either  the  distant  e.m.f.  or  that 
at  the  transformer.  An  ammeter  receptacle  may  be  used  in  connec- 
tion with  the  ammeter  in  order  to  make  it  possible  to  connect  it  to 
either  of  the  series  trans- 
formers. 

A  group  bf  three  am- 
meters and  two  overload 
relays,  connected  to  Z-con- 
nected  series  transformers, 
is  shown  in  Fig.  16.  Each 
of  the  ammeters  is  in  series 
with  a  single  transformer, 
but  each  of  the  relays  is  on 
two  transformers.  If  only 
a  single  ammeter  is  used  it 
may  be  connected  to  three 
receptacles,  each  in  place 
of  one  of  the  ammeters  shown ;  it  may  be  inserted  at  A,  measur- 
ing the  current  from  the  middle  and  right  hand  transformers,  which 
is  equivalent  to  the  current  in  the  left  hand  transformer  on  a 
three-wire  circuit,  or  it  may  be  connected  in  the  circuit  where  one 
of  the  ammeters  is  located  in  the  present  diagram. 


To  Trip  Coils  and 
Trip  Circuit 

FIG.  16 — AMMETERS  AND  Z-CONNECTED  RE- 
LAYS ON  A  THREE-PHASE  THREE  OR  FOUR- 
WIRE    CIRCUIT 


_  *For  complete  description  of  the  application  and  use  of  this  device  see 
article  by  Mr.  William  Nesbit  on  "Voltmeter  Compensation  for  Drop  in  Al- 
ternating-Current Feeder  Circuits,"  in  the  Journal  for  January,  1908,  Vol, 
v.,  p.  26. 
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EXPERIENCE  ON  THE  ROAD 

GORDON    KRIBS 
Erection  Engineer,  Canadian  Westlnghouse  Co.,  Ltd. 

N  reading  the  very  interesting  article  by  Mr.  Olin  on  "A  High 
Tension  Rheostat,"  which  appeared  in  a  former  issue,  several 
experiences  in  this  line  were  brought  to  mind. 


TEST  OF  HIGH  VOLTAGE  GENERATOR  AT  CONSTANT  POWER-FACTOR 

A  temperature  test  was  to  be  made  on  a  250  kvv,  25  cycle,  three- 
phase,  2  200  volt,  generator  which  was  direct-connected  to  a  water 
wheel  and  which  was  guaranteed  not  to  exceed  a  certain  temperature 
rise  when  run  at  full-load  and  90  percent  power-factor.  The  gene- 
rator was  loaded  by  means  of  a  large  motor  driving  an  air  com- 
pressor, a  number  of  small  motors  running  light  and  a  water  rheo- 
stat. The  large  motor  being  fully  loaded  had  a  high  power-factor 
and  by  a  proper  combination  of  small  motors  together  with  the  water 
rheostat,  both  the  load  and  power- factor  Vv'ere  adjusted  for  an  eight 
hour  run.  The  moving  element  of  the  water  rheostat,  in  this  case, 
consisted  of  a  dry  piece  of  wood  approximately  14  inches  square  and 
two  inches  thick,  in  which  were  bored  three  holes  so  as  to  form  an 
equilateral  triangle  ten  inches  to  a  side.  Into  these  holes  three  two- 
inch  iron  pipes  about  3^  feet  long  were  fitted  and  leads  were  fasten- 
ed to  the  ends  of  the  pipes  by  means  of  bolts. 

As  the  river  at  this  point  could  not  be  used,  a  barrel  was  pressed 
into  commission  and  the  frame  was  suspended  in  it  by  means  of  a 
rope  and  pulley.  The  water  had  to  be  replenished  constantly  and 
care  had  to  be  taken  to  keep  the  pipes  suspended  in  the  centre  of  the 
barrel  so  as  to  avoid  leakage  of  current  to  the  hoops  which  would 
result  in  burning  of  the  barrel. 

WATER    RHEOSTAT    SUBSTITUTED    FOR    CONTROLLER 

On  another  occasion  an  amusement  park  purchased  a  Ti*^  hp, 
three-phase,  550  volt  variable  speed  induction  motor  for  use  in  driv- 
ing a  circle  swing  and  for  some  unknown  reason  the  controller  did 
not  accompany  it.  As  the  park  company  was  losing  money  daily  by 
the  non-arrival  of  the  control  apparatus,  it  was  finally  decided  to 
make  use  of  a  water  rheostat.  An  ordinary  oil  barrel  was  obtained 
and  after  being  thoroughly  cleansed,  was  filled  with  water.  The 
moveable  element  was  again  made  by  securely  fitting  into  a  dry 
maple  disc  i}i  inch  pipes  of  the  proper  length,  leads  being  run  from 
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the  motor  slip  rings  to  the  pipes  and  the  whole  being  snspended  in  the 
barrel  by  means  of  a  window  cord  running  over  two  pulleys.  A 
counterweight  sufficient  to  hold  the  moveable  element  in  any  posi- 
tion in  which  it  was  put,  was  hung  on  the  other  end  of  the  rope. 
Salt  was  then  added  to  the  water  to  increase  its  conductivity  until 
it  was  found  that  the  motor  could  be  started  easily  and  gradually 
brought  up  to  speed  by  lowering  the  frame  in  the  water. 

The  rheostat  was  found  to  work  with  complete  satisfaction,  the 
speed  of  the  swing  being  more  completely  under  the  control  of  the 
operator  than  if  the  regular  apparatus  had  been  used.  h\  this  case 
the  radiation  was  sufficient  to  keep  the  temperature  of  the  water 
within  the  proper  limits  even  when  running  continuously. 

ANOTHER   EMERGENCY    MOTOR    STARTER 

A  mining  company  recently  installed  a  300  hp,  25  cycle,  three- 
phase,  2  200  volt  variable  speed  motor,  the  speed  variation  as  in  the 
case  just  described  being  obtained  by  inserting  resistance  in  the  cir- 
cuit of  the  wound  rotor.  This  machine  was  belted  to  a  large  air 
compressor  which  was  to  take  the  place  of  a  steam  driven  outfit  and 
on  account  of  the  scarcity  of  coal  it  was  urgently  needed.  When  all 
was  ready  to  connect  up  it  was  found  that  some  of  the  grids  were 
broken  and  had  to  be  sent  back  to  the  factory  and  the  writer  was 
sent  out  to  see  if  it  were  not  possible  to  operate  the  machine  without 
them.  The  only  thing  which  could  be  done  under  the  circumstances 
was  to  rig  up  a  water  rheostat  and  this  was  done. 

A  rheostat  similar  to  the  previous  one  was  made  and  it  was 
fitted  with  a  short-circuiting  switch  so  that  when  the  motor  reached 
its  running  speed  the  rheostat  could  be  cut  out.  Salt  was  added  to 
the  water  so  that  with  the  pipes  only  partly  submerged  the  motor 
could  be  started  without  any  rush  of  current.  Here  the  salt  per- 
formed the  double  purpose  of  regulating  the  resistance  and  lowering 
the  freezing  point  of  the  water.  The  water  in  the  barrel  got  very 
hot  if  the  rheostat  was  left  in  circuit  for  any  length  of  time,  but  as 
it  was  used  only  in  starting,  this  was  not  objectionable. 

This  type  of  rheostat  is  very  useful  to  the  man  on  the  road  and 
with  a  little  ingenuity  it  can  be  applied  in  almost  any  case  where  a 
rheostat  for  three-phase  current  is  desired.  It  is  simple  and  inex- 
pensive and  can  be  easily  and  quickly  made  by  even  an  inexperi- 
enced workman.  This  is  a  great  advantage,  as  good  workmen  are 
often  difficult  to  procure  and  the  material  used  has  to  be  obtaineci 
from  a  scrap  pile. 
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A  MYSTERIOUS   MOTOR 

There  slioukl  be  nothing  mysterious  about  direct-current 
"trouble"  work  and  yet  strange  things  sometimes  happen.  The 
writer  once  visited  a  department  store  on  a  motor  trouble 
case.  The  motor  was  a  iio-volt  belted  machine  and  was  used 
to  drive  a  mattress  cleaner  or  some  such  device.  On  removing 
the  belt  the  motor  revolved  all  right,  but  could  be  stopped  by  putting 
the  hand  on  the  pulley.  If  left  to  itself  it  ran  at  an  excessive  speed. 
Strangely  enough,  however,  the  stopping  of  the  motor  by  hand  did 
not  blow  the  fuses,  but  the  motor  would  not  operate  again  after 
having  been  so  stopped.  No  sparking  or  heating  was  apparent  and 
the  connections  were  correct.  Here  was  plainly  a  set  of  conflicting 
facts  and  to  add  to  tlie  difficulty,  while  these  facts  were  being  con' 
sidered,  the  motor  started  up  of  itself  and  ran  up  to  about  double 
speed,  but  was  again  stopped  without  difficulty  and  without  blow- 
ing the  fuses.  Immediately  after  this  it  could  not  be  started  and  a 
lamp  put  across  the  switch  terminals  indicated  no  voltage.  In  spite 
of  the  expert  advice  of  the  electrician  of  the  plant  it  was  evident  that 
something  was  wrong  with  the  source  of  power.  Investigation 
showed  that  it  was  an  Edison  three-wire  system  with  220  volts 
across  the  outside  mains  and  all  fuses  were  apparently  intact.  On  re- 
turning to  the  motor  it  was  found  that  it  could  now  be  started.  The 
starting  switch  was  opened  and  a  lamp,  put  across  the  terminals, 
indicated  about  no  volts.  This  made  the  case  more  puzzling  and 
apparently  indicated  trouble  in  the  motor.  However,  as  the  writer's 
limited  experience  did  not  include  motors  that  suddenly  and  mys- 
teriously stopped  running  without  blowing  fuses,  heating  or  spark- 
ing, such  a  conclusion  had  to  be  fought  off. 

Whether  a  line  of  reasoning  could  have  been  worked  up  on  the 
data  in  hand  cannot  now  be  stated,  for  at  this  point  a  very  irate 
floorwalker  button-holed  the  electrician  with  a  complaint  in  regard  to 
an  incandescent  lamp  in  the  next  room  to  that  in  which  the  motor 
was  located.  This  lamp  had  burned  out  several  times,  alternately 
burning  very  bright,  burning  very  dark  or  not  burning  at  all  as  the 
case  might  be,  although  there  were  several  lights  in  the  same  room 
as  the  motor,  which  had  burned  calmly  through  all  the  trouble. 

One  rule  of  trouble  hunting  is  to  keep  busy  and  the  worse 
things  become  involved,  the  busier  one  should  become.  The  one 
obvious  thing  left  to  do  was  to  trace  the  circuits  back  to  the  street 
outlets  or  until  the  connections  were  plain.    The  electrician  now  re- 
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membered  another  three-wire  fuse  box  and  upon  investigation,  its 
middle  fuse  was  found  to  be  blown.  The  fuse  was  replaced  by  a 
much  heavier  one  and  the  motor  now  ran  to  the  satisfaction  of 
everyone.  The  explanation  of  the  erratic  action  of  the  motor  is  evi- 
dent from  the  diagram  in  Fig.  i.  The  blowing  of  the  neutral  fuse 
put  the  motor  and  lamp  in  series  and  the  stopping  of  the  motor  put 
220  volts  on  the  lamp  and  burned  it  out.  The  motor  switch  was 
then  opened  and  the  lamp  replaced  in  order  to  remedy  the  trouble  at 
this  point.  Whoever  replaced  the  lamp  evidently  gave  it  up  as  a  bad 
job,  and  matters  were  in  this  condition  when  the  writer  first  started 
the  motor  by  means  of  its  starting  box.  The  lamp  first  burned 
brightly,  then  fell  to  a  dull  red  as  the  motor  took  all  the  voltage. 
The  floorwalker  now  took  a  hand  and,  as  we  stopped  the  motor,  was 

disgusted  to  see  the  lamp  burn  up 
very  brightly,  as  a  result  of  the  double 
voltage,  and  then  puff  out.  He  re- 
moved the  old  lamp  and  put  in  a  new 
one,  thereby  again  starting  the  motor 
for  us.  While  he  thus  puzzled  us,  we 
reciprocated  by  stopping  the  mot'br 
and  burning  out  his  light.  He  tried 
again  with  another  lamp,  but  as  we 
had  opened  the  switch,  his  light  cir- 

Miw-<./T^ cuit  was  open.  He  then  went  in  search 
UghV   'Wo'°'F"==«  Qf   (-hg   electrician,   leaving    his    good 

^^*^-  ^  lamp   in   and    we   put  our   test    lamp 

across  the  switch,  it  being  in  series  with  their  lamp  and  indicating 
no  volts,  i.e.,  dividing  the  220  volts  evenly. 

What  further  combinations  might  have  been  made  if  the  open 
fuse  had  not  been  discovered  the  reader  can  picture  for  himself, 
when  it  is  stated  that  this  happened  in  the  forenoon  when  only  one 
light  was  needed.  On  that  particular  circuit  other  lights  were  con- 
nected and  on  the  motor  side  several  lights  were  tapped  in  to  sup- 
ply a  small  workroom.  It  is  evident  that,  as  the  motor  had  not  been 
used  for  several  days,  this  fuse  may  have  been  blown  for  some  time 
and  as  the  two  circuits  had  about  the  same  number  of  lamps,  tliey 
would  burn  satisfactorily  in  series. 
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A  NOVEL  USE  FOR  OLD  AUTO-STARTERS 

R.  H.  FENKHAUSEN 
Chief  Electrician,  RIsdon  Iron  Works,  San  Francisco.  Cal, 

In  a  large  western  shipyard  using  alternating-current  for  both 
lighting  and  power,  it  is  customary  to  supply  lighting  current 
to  ships  undergoing  repairs  by  running  i  lo  volt  single-phase 
lines  direct  to  the  ship's  switchboard.  One  morning,  however,  a 
ship  came  in,  which  was  wired  for  60  volts  and,  as  the  sockets  were 
of  the  English  "bayonet  joint"  type,  it  was  impossible  to  change  the 
lamps.  The  possibility  of  running  a  half  voltage  tap  down  from 
the  power  house  transformers  was  considered,  but  the  distance  was 
too  great  and  the  time  too  short.  It  was,  however,  "up  to  us"  to  do 
something  quick.  Somtime  previous  three  15  hp  two-phase  220  volt 
meters  had  been  bought  second  hand  and  as  the  plant  voltage  was 
440  volts  two-phase,  the  motors  were  reconnected.  As  the  starters 
for  these  motors  were  of  the  old  air-break  pattern,  it  was  not 
thought  advisable  to  get  new  coils,  so  new  440  volt  oil-break  starters 
had  been  purchased.  The  old  starters  were  hunted  up  and  they 
proved  to  be  of  5-15  hp  rating  at  220  volts.  At  no  volts  the  three 
starting  taps  gave  60,  80  and  90  volts  approximately,  they  were  then 
all  connected  for  60  volts  and  all  three  pairs  of  coils  connected  in 
parallel  and  taken  down  to  the  dock  and  connected  in  the  circuit 
leading  to  ship.  The  copper  loss  was  rather  high  and  the  regula- 
tion poor,  due  to  the  coils  being  designed  for  220  volts,  but  on  the 
whole  they  gave  entire  satisfaction,  and  were  used  until  the  job  was 
completed. 

About  six  months  later  a  very  large  steamer  came  in.  When 
connected  to  our  lines  the  load  proved  to  be  too  great  for  the  feed- 
ers and  the  voltage  dropped  to  90  volts.  The  expense  of  running 
more  copper  was  too  great,  so  our  bank  of  auto-starters  was  again 
brought  forth,  connected  for  90  volts,  installed  aboard  the  ship,  this 
time  to  boost  the  voltage  instead  of  lowering  it.  and  carried  the  load 
for  three  months  with  entire  satisfaction  to  everyone. 
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187 — Transmission  Line  Calcula- 
tions— Please  give  convenient 
formula  for  determining  the 
size  of  wire  for  long  distance 
transmission  lines  taking  into 
accoimt  the  efifect  of  induct- 
ance and  capacity,  distance  of 
transmission,  frequency  and 
voltage  of  the  generator,  al- 
lowable drop,  total  power 
transmitted,  and  the  distance 
between  the  wires  being 
given  ?  T.  E. 

We  know  of  no  single  formula 
covering  transmission  line  calcula- 
tions. Simple  methods  for  using  tables 
and  diagrams  are  given  in  various 
articles  in  the  Journal.  In  trans- 
mission lines  now  in  use  the  voltages 
employed  and  the  kw  capacity  and 
distance  over  which  power  is  trans- 
mitted are  such  that  the  capacity 
factor  (electro-static)  is  practically 
negligible  and  hence  is  not  ordinarily 
taken  into  account  in  transmission 
line  calculations.  See  the  following 
acticles  in  the  Journal:  "How  to 
Calculate  Regulation,"  by  Mr.  J.  S. 
Peck,  Vol.  II.,  p.  361,  June,  '05;  "In- 
duction in  Transmission  Circuits," 
by  Mr.  Chas.  F.  Scott,  Vol.  III.,  p.  81, 
February,  1906;  "Limiting  Capacities 
of  Long  Distance  Transmission 
Lines,"  by  Mr.  Clarence  P.  Fowler, 
Vol.  IV.,  p.  79,  February,  1907 ; 
"Drop  in  Alternating-Current  Lines," 
by  Mr.  Ralph  D.  Mershon,  Vol.  IV., 
p.  137,  March,  1907,  and  "Subsequent 
Examples,"  p.  153;  "Drop  in  Alter- 
nating-Current Circuits,"  by  Messrs. 
Chas.  F.  Scott  and  Clarence  P.  Fow- 
ler, Vol.  IV.,  p.  227,  April,  1907. 

c.  p.  F. 

188 — Grounded  Secondary  —  In  a 
lOO-watt,  15  ooo-volt  primary, 
IPO-volt       secondary       voltage 


meter  transformer  in  which 
the  case  and  middle  tap  of  the 
secondary  are  grounded,  are 
the  coils  protected  thereby 
from  lightning  or  sudden  rises 
in  voltage?  What  is  the  ef- 
fect of  the  grounded  sec- 
ondary in  case  of  breakdown 
on  the  primary  coil? 

In  case  of  breakdown  from  the 
high  tension  side  to  the  low  tension 
side  of  the  transformer,  the  fact 
that  the  latter  is  grounded  prevents 
any  abnormal  rise  of  potential  above 
the  rated  secondary  potential. 
Grounding  of  the  case  prevents  an 
abnormal  potential  thereon  resulting 
from  either  induced  voltage  or 
breakdown  of  the  insulation.  The 
general  phenomenon  of  primary  and 
secondary  potential  is  discussed  in 
tlie  article  on  "The  Protection  of 
Electrical  Circuits  and  Apparatus 
from  Lightning  and  Similar  Dis- 
turbances," by  Mr.  R.  P.  Jackson,  in 
the  Journal  for  February,  1908,  Vol. 
v.,    p.    85.  R.  B.  I. 

189 — Extending  Meter  Leads — In 
our  power  house  there  are 
three  ammeters  connected  to 
a  three-phase — four-wire  cir- 
cuit. We  wish  to  move  one 
of  these  ammeters  a  distance 
of  150  feet  to  the  boiler  room. 
What  size  of  wire  should  be 
used  and  what  error  would  be 
introduced  in  the  reading  of  a 
wattmeter  which  is  operated 
from  the  same  series  trans- 
former? The  ammeters  are 
400  ampere  capacity  and  the 
maximum  load  is  approxi- 
mately 200  amperes  per  phase. 

R.  F. 

It   is   advisable   to  use   as  large  a 
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size  wire  as  is  available  so  as  to 
have  as  little  resistance  introduced 
into  the  ammeter  circuit  as  possible. 
Induction  in  the  leads  may  be  ma- 
terially reduced  by  twisting  them 
together.  The  effect  of  additional 
resistance  in  the  circuit  from  the 
series  transformer  to  the  ammeter 
on  its  calibration  depends  also  on 
the  regulation  characteristics  of  the 
transformer.  If  it  is  necessary  to 
use  extension  leads  of  rather  small 
wire,  it  is  advisable  that  this  fact 
should  be  given  consideration  and  a 
recalibration  should  be  made  in  ord- 
der  to  make  allowance  for  the  errors 
introduced  in  the  meter  readings,  p.  m. 

190 — Vector  Diagrams  for  Trans- 
former   Calculations — Please 
give  references  which  treat,  in 
an  elementary  way,  of  the  re- 
sults   of    various    transformer 
combinations.      I    wish    to    be 
able    to    predict    accurately   by 
means      of     vector     diagrams 
what  c.m.f.'s  and  phase  differ- 
ences are  given  by  the  various 
combinations  required  in  prac- 
tice. L.  B.  p. 
For  information  regarding  the  ap- 
plication of  vector  diagrams  to  alter- 
nating-current   problems,    see    article 
on    "Notation     for     Polyphase     Cir- 
cuits," by  Mr.  Chas.  H.  Porter,  in  the 
Journal    for    September,    1907,   Vol. 
IV.,  p.  497,  also  editorial,  p.  484.    See 
also   series   of   articles   on   "Applica- 
tion    of     Alternating-Current     Dia- 
grams," by  V.  Karepetoff,  in  Vols.  I. 
and  II.  of  the  Journal;  the  two  in- 
stallments   referring    particularly    to 
transformer    applications    are    those 
appearing  in   the   June    and  August, 
1904,  issues,  pp.  279  and  410,  respect- 
ively.     See    also    "Vector    Diagrams 
Applied    to    Polyphase    Connections" 
in    the   series   on   "Meter   and   Relay 
Connections"  by  Harold  W.   Brown, 
in  the  Journal  for  June,  1908.     Re- 
garding the  example  which  you  give, 
see    article    on    "Three-Phase — Two- 
Phase  Transformation,"  in  the  Jour- 
nal for  October,  1907,  p.  598.    e.  c.  s. 

191 — Adjustment  of  Spark  Coil — 
In  a  spark  coil  used  to  give 
the  jump  spark  for  a  15-hp 
engine,  it  is  found  that  when 
the  current  is  strong  enough 
to    give    a    satisfactory    spark. 


the  contacts  on  the  vibrator 
wear  away  very  rapidly.  Is 
this  a  difficulty  liable  to  be  in- 
herent in  spark  coils,  or  is  it 
possible  to  adjust  the  vibrator 
and  battery  voltage  so  as  to 
overcome  the  difficulty,  and  if 
so,  how  should  this  be  done? 

W.  O.  M. 

The  only  remedy  for  preventing 
wear  at  the  contacts  is  to  prevent 
sparking.  If  the  contacts  are  ad- 
justed to  give  the  proper  spark  on 
the  secondary  and  sparking  still  oc- 
curs at  the  primary  contacts,  the 
only  remedy  is  an  adjustment  of  the 
condenser  connected  across  the  con- 
tacts. There  should  be  no  sparking 
whatever  when  a  suitable  adjustment 
of  the  condenser  is  obtained.  It  is 
difficult  to  make  any  alteration  in  the 
condenser  on  an  ordinary  junip 
spark  coil,  as  this  requires  opening 
the  case  to  get  to  the  leads.  For 
trial,  an  additional  condenser  may 
be  connected  across  the  contacts  on 
the  outside.  The  wearing  away  rnay 
be  materially  reduced  by  substituting 
iridium  for  platinum  at  the  contacts, 
also  by  keeping  the  contact  surfaces 
clean,  fiat  and  with  a  strong  pres- 
sure between  them.  a.  b.  r. 

192 — Heat  Values  of  Gases— In  an 
article  on  "Some  Points  in  the 
Design  of  Large  Gas  Engines" 
in  the  Journal  for  May,  1908, 
the  statement  is  made  that  gas 
engines  are  now  operated  on 
various  kinds  of  fuel  gases 
varying  from  90  to  2  000  B.t.u. 
per  cu.  ft.  Is  the  latter  value 
quite  correct?  if  so,  what  is 
their  performance  when  gas  of 
such  high  heat  value  is  used? 
What  are  the  average  heat 
values  of  the  various  gases  or- 
dinarily used  in  gas  engines? 

J.  G.  0. 

The  value  of  2  000  B.t.u.  per  cu.  ft. 
is  correct  for  a  gas  known  as  "Pe- 
troleum Distillate."  This  gas  con- 
tains all  of  the  higher,  hydro-carbon 
(C  H)  elements  whcih  are  so  vola- 
tile that  they  cannot  be  condensed 
into  commercial  oils  that  will  stay  in 
the  liquid  state  at  ordinary  temper- 
atures. Although  having  many  im- 
purities it  may  be  used  in  gas  en- 
gines.     The    use    of    this    otherwise 
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wasted  by-product  has  been  tried 
with  success  by  the  Atlantic  Refining 
Company,  of  Philadelphia,  for  the 
operation  of  several  gas  engines  of 
about  500  hp  capacity.  The  approxi- 
mate values  of  the  various  gases 
used  in  gas  engines  are  as  follows : 
Petroleum  Distillate,  or  "Oil  Gas," 
1 800  to  2  000  B.t.u.  per  cu.  ft. ; 
Western  Penn'a  Natural  Gas,  1 000 
B.t.u.;  Coal  Gas,  666  B.t.u.;  Water 
Gas,  292  B.t.u.;  Producer  Gas,  130 
B.t.u.,  and  Blast  Furnace  Gas,  90 
B.t.u.  per  cu.  ft.  f.  j.  h. 

193 — Power-Factor  by  Wattmeters 
— On  a  balanced  three-phase 
circuit  how  is  the  power-factor 
obtained  with  two  integraitng 
wattmeters?  Why  is  it  that 
the  above  is  an  incorrect 
method  on  an  unbalanced 
three-phase  circuit?  a.  e.  s. 

The  power-factor  is  given  by  the 
ratio  of  the  readings  of  two  indicat- 
ing wattmeters,  as  explained  in  No. 
67  in  the  May  issue.  With  two  in- 
tegrating wattmeters  on  a  balanced 
three-phase  circuit,  the  power-factor 
is  given  by  the  ratio  of  the  readings 
of  the  two  meters,  the  readings  of 
course  being  taken  for  the  same  time 
interval.  As  the  ratio  of  the  two 
readings  determines  the  power-factor 
it  is  evident  that  on  an  unbalanced 
three-phase  system  this  method 
would  not  hold.  h.  w.  b. 

194 — Current-Saving  Device  —  We 
have  been  furnishing  alternat- 
ing current  to  a  moving  pic- 
ture machine,  giving  them  a 
flat  rate.  The  customer  has 
purchased  an  apparatus  called 
an  "electrocide,"  guaranteed  to 
cut  down  light  bills  and  save 
electric  current,  which  is,  as 
nearly  as  we  can  tell,  a  react- 
ance coil.  When  a  watt-meter 
is  put  on  the  service  we  find 
that  it  indicates  only  about  40 
percent  of  the  current  that 
flows  when  an  ordinary  rheo- 
stat is  used  to  regulate  the 
current.  What  effect  does  the 
reactance  coil  of  the  electro- 
cide have  on  our  service?  In 
other  words,  what  allowance, 
if  any,  ought  we  to  make  them 
for  saving  current?  G.  B. 

Without  having  a  diagram  of  con- 
nections of  the  device  or  of  the  mov- 


ing picture  machine,  it  is  not  obvious 
to  us  whether  a  reactance  coil  or  an 
auto-transformer  is  employed  to  re- 
duce the  voltage  to  that  required  by 
the  machine,  and,  thereby,  to  limit 
the  current.  In  case  an  auto-trans- 
former or  step-down  transformer  is 
used  the  total  amount  of  power  is 
reduced  in  practically  the  same  pro- 
portion as  the  indications  of  the 
wattmeter.  If  a  reactance  coil  is 
used,  the  power  is  likewise  reduced 
as  indicated  by  the  difference  in 
wattmeter  readings,  but  the  watt- 
meter, however,  does  not  indicate  the 
effect  which  the  choke  coil  has  in  re- 
ducing the  power-factor  of  the  cir- 
cuit supplying  power  to  this  cus- 
tomer. In  either  case  a  reduction  in 
the  flat  rate  would  be  justified  by  the 
reduction  in  power ;  in  case  a  trans- 
former is  used  a  reduction  propor- 
tional to  the  power  saved  is  reason- 
able, while  in  case  a  reactance  coil  is 
used,  a  reduction  proportional  to 
about  one-half  to  two-thirds  of  the 
saving  in  power  would  seem  reason- 
able although  the  total  power  con- 
sumed by  this  customer  is  probably 
not  large,  and  therefore  the  effect 
which  this  device  would  have  in  re- 
ducing the  power-factor  of  the  gen- 
erator circuit  would  possibly  be  so 
small  as  to  be  negligible.  In  this 
case  a  reduction  in  the  flat  rate  pro- 
portional to  the  saving  in  power 
would  then  be  reasonable.  A  state- 
ment of  the  effect  of  low  power- 
factor  on  alternating-current  genera- 
tors is  given  in  No.  142  in  the 
Journal  for  September.  c.  R. 

19s — Blackening  of  Commutator — 
Referring  to  Mr.  B.  C.  Ship- 
man's  article  on  "Blackening 
of  Commutator,"  in  Vol.  II. 
if  the  Journal,  p.  353,  please 
explain  why  the  blackening  be- 
gins at  a  definite  place  on  the 
commutator  instead  of  blacken- 
ing the  whole  commutator 
equally.  j.  s.  g. 

Blackening  of  the  commutator,  ap- 
pearing at  a  definite  point  as  refer- 
red to,  is  probably  due  to  some  me- 
chanical action  which  disturbs  the 
brush  contact  at  a  particular  point  in 
each  revolution  of  the  armature,  this 
resulting  in  a  slight  sparkling  at  the 
brush  at  that  point.  Electrically, 
trouble   is   as  likely   to   start  at   one 
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place    as    another.      The     effect    of 
sparking  is  to  blacken  the  commuta- 
tor,   the    action    usually   being    slight 
at    first,     gradually    increasing     and 
spreading  around  the  commutator  if 
the  cause  is  not  removed.     Some  of 
the  causes  of  sparking  are :    a  badly 
laced    belt,    a    bad    tooth    in    a    gear 
wheel,   springing  of  the  shaft  of  the 
engine  with  each   stroke,  loose  bear- 
ings or  wide  variation  in  load  during 
each  revolution  such  as  is  encounter- 
ed in  the  operation  of   reciprocating 
pumps,  air  compressors,  etc.      w.  a.  d. 
196— Three  and   Two-Phase   Cur- 
rent   From    T-Connected 
Transformers — W  i  t  h       two 
transformers  having  their  pri- 
maries   connected    three-phase 
T,  is  it  possible  to  take  simul- 
taneously  from   the   secondary 
both     two-phase      and     three- 
phase  current,   the  phases  still 
remaining    balanced?      If    this 
is  possible,  please  explain,  and 
give  also,  direction  of  current 
inside     the    transformers    and 
tell   what   reduction   there  will 
be  in  the  k.v.a.  capacity  of  the 
transformers.  s.  e.  j. 

Provided  neither  load  has  a  ground 
or  other  common  point  both  two- 
phase  and  three-phase  current  may 
be  taken  simultaneously  from  the 
secondaries  of  the  two  transformers 
connected  in  T.  This  connection  is 
shown    in   Fig.    196    (a).     The   two- 
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FIG.   196  (a) 

phase  current  will  be  drawn  from 
leads  AB  and  CD,  the  three-phase 
from  ABC.  If  both  loads  are  equal 
to  EI,  the  two-phase  current  will  be 

—^=^0.5/  and  the    three-phase  current 

^-  =0.58/.     The  component  and 

E\/3 

resultant  currents  are  shown  in  Fig. 
196  (b)  ;  I"AO=o.5l^two-phase  cur- 
rent in  winding  OA.     r"oA=;0.58I= 


three-phase  current  in  winding  OA. 
loA^vector  sum  of  /"  and  /"'=i.04l 
=total  current  winding  OA.  Like- 
wise, IoB=i.04l^total  current  in 
winding  OB.  I"oc=o.5l^two-phase 
current  in  winding  DOC^total  cur- 

loc 


loc 


lob  =  — loa 


FIG.    196  (b) 

rent  in  winding  DO.  r"oc=o.58I= 
three-phase  current  in  winding  OC. 
Ioc=i.o8I=total  current   in   OC. 

On  the  primary  side,  the  currents 
will  be  the  same  as  if  the  whole  sec- 
ondary load  were  three-phase. 
Therefore,  if  the  two-phase  and 
three-phase  loads  are  balanced,  the 
whole  system  will  be  balanced.  When 
two-phase  and  three-phase  loads  are 
equal  the  transformers  will  have  94 
percent  of  their  single-phase  capac- 
ity for  the  same  heating.  e.  c.  s. 

197 — Shape  of  Armature  Slot — 
Referring  to  No.  135  in  the 
August  issue,  please  explain 
what  difference  there  would 
be  in  speed,  efficiency  of  oper- 
ation and  heating  in  a  direct- 
current  armature  with  open 
and  closed  slots,  the  diameter 
of  the  armature  being  16 
inches  and  the  air-gap  3/32  of 
an   inch.  A.  w.  R. 

There  would  be  a  difference  in 
speed,  efficiency  and  heating,  so 
slight,  however,  as  to  be  difficult  to 
detect  even  a  laboratory  test.  One 
effect  due  to  the  slot  being  partially 
closed  would  be  to  lower  the  speed, 
raise  the  efficiency  and  decrease  the 
heating.  The  speed  would  be  re- 
duced because  of  the  increase  in 
cross-section  of  the  tooth  which 
would  give  a  stronger  field  for  the 
same  excitation  due  to  the  decrease 
in  the  effective  air-gap.  The  effi- 
ciency would  be  increased  with  the 
partially  closed  slot  as  the  tooth  sec- 
tion would  be  greater  than  with  the 
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one  having  wedged  grooves ;  hence 
the  flux  density  and  consequently  the 
hysteresis  loss  would  be  decreased. 
Moreover,  with  open  slots  eddy  cur- 
rents are  induced  in  the  pole-faces 
both  as  the  teeth  enter  and  leave  the 
magnetic  field  due  to  the  variation 
of  flux  density  introduced  by  the 
positions  of  the  aperture  of  the  slot 
and  the  tooth  relative  to  the  edges 
of  the  pole  faces.  With  the  closed 
type  of  slot  the  magnetic  density  is 
practically  uniform  as  the  tooth  ap- 
proaches and  recedes  from  the  edges 
of  the  pole  faces.  The  motor  with 
the  lower  iron  loss  will,  of  course, 
have  the  lower  temperature.         a.  r. 

198 — Polyphase    Induction    Regu- 
lator— In    our    power    station 
there  is  a  discarded  G.  E.  I.  R. 
T.  polyphase  induction  regula- 
tor,   2  200/220   volts,    which    is 
now    being    used   to    supply    a 
220-volt    circuit.      It    formerly 
gave    a   wide   variation   in   the 
voltage    of   the   power   line   to 
which       it       was       connected, 
whereas,  in  the  present  use  it 
gives   no    variation    in   voltage 
whatever,    when    the    rotor    is 
turned    from    one    extreme    to 
the  other.     Please  explain  this. 
F.  T.  s. 
If  the  primary  windings    be    con- 
nected   in    delta    and    the    secondary 
windings    in    star,    with    no    connec- 
tion   between    the   primary    and    sec- 
ondary,   the    regulator    will    operate 
simply  as  a  2  200/220  volt  step-down 
transformer  and  the  secondary  volt- 
age will  be  independent  of  the  move- 
able secondary.  e.  e.  l. 

199 — Carborundum  -  Negative     Re- 
sistance Co-Efficient — I  have 
observed  that  the  resistance  of 
a    block    of     carbon     carrying 
current   decreases   as   the   cur- 
rent   increases ;    under    similar 
conditions,    would    a    stick    of 
carborundum  such  as  is  some- 
times   used    in    series    with    a 
horn  lightning  arrester  vary  in 
a   similar   manner?       w.  e.  v.  s. 
Yes.    The  decrease  in  resistance  in 
the  carbon   with  increase  of   current 
is  due  to  the  rise  in  temperature,  as 
carbon  has  a  negative  resistance  co- 
efficient.     Carborundum    also    has    a 
negative  resistance  co-efficient;   con- 
siderably  greater   than  that   of   car- 


bon, however,  when  pure  carborun- 
dum is  used.  It  may  be  adjusted  to 
any  desired  value,  within  reasonable 
limits,  by  mixing  the  granulated  car- 
borundum with  clay.  r.  p.  j. 

200 — Polyphase  Wattmeter  on  Un- 
balanced Load — Two  2  200/220 
transformers  connected  open 
delta  supply  three-phase  induc- 
tion motors.  A  connection  is 
taken  from  the  middle  point 
of  one  of  the  transformers  to 
supply  a  iio-volt,  three-wire 
lighting  load,  the  two  outside 
wires  of  the  three-wire  circuit 
being  connected  across  this 
same  phase  of  the  220-volt  cir- 
cuit. With  an  unbalanced  load 
on  the  three-wire  lighting  cir- 
cuit, will  the  polyphase  inte- 
grating wattmeter  connected  to 
the  motor  circuit  between  the 
lighting  load  and  the  trans- 
formers register  correctly  the 
total  power  supplied  to  the 
motors  and  lights?  f.  c. 

The  current  from  one  series  trans- 
former, A,  reacts  with  the  e.m.f.  be- 
tween the  lines  A  and  B,  and  the 
current  from  the  other  transformer, 
C,  reacts  with  the  e.m.f.  between  the 
lines  C  and  B.  If  all  the  current 
flows  through  these  three  lines,   the 
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FIG.    200  (a) 

resulting  measurements  are  correct ; 
but  if,  as  in  Fig.  200  (a),  a  current 
flows  out  through  D  and  returns 
through  B,  an  error  is  introduced, 
because  this  current  does  not  affect 
the  current  in  either  series  trans- 
former   and    therefore    indicates    no 
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power.  Similarly,  if  a  current  flows 
out  through  A  and  returns  through 
D,  the  measurement  of  power  due  to 
this  current  would  be  twice  as  great 
as  the  actual  power.  It  would  be 
possible  to  connect  an  auto-trans- 
former between  the  points  E  and  F 
as  shown  by  the  dotted  line  in  the 
diagram,  and  to  connect  the  middle 
line  of  the  iio-volt  circuit  to  the 
middle  of  this  auto-transformer  in- 
stead of  G.  The  wattmeter  would 
then  measure  the  total  amount  of 
power  correctly.  H.  w.  b. 

201 — Paralleling  of  Alternators 
BY  Direct  Connection — Hav- 
ing two  three-phase  alternators 
of  the  same  voltage  and  fre- 
quency, and  approximately  the 
same  output,  it  is  desired  to 
install  them  with  their  shafts 
end  to  end  and  couple  them 
with  a  wide  pulley,  one-half 
being  keyed  to  each  shaft. 
How  would  you  test  them  out 
to  find  where  to  cut  the  key 
seats  so  that  the  two  machines 
would  run  in  parallel?      c.  c.  B. 

It  is  inferred  that  those  machines 
are  of  practically  the  same  design. 
Starting  from  the  leads  connecting 
the  fields  to  the  collector  rings,  de- 
termine by  careful  measurement  the 
centers  of  the  corresponding  pole 
faces  of  the  two  machines.  Likewise 
determine  the  center  of  the  corre- 
sponding groups  of  windings  of 
the  two  armatures.  By  bring- 
ing these  two  points  directly  op- 
posite on  each  machine  and  then 
temporarily  locking  the  couplings 
with  the  rotors  thus  placed,  the  posi- 
tion for  parallel  operation  may  be 
determined  witli  fair  precision.  By 
clamping  the  couplings  securely,  the 
machines  may  be  tested  to  check  the 
relative  positions  before  finally  lo- 
cating the  key  seats.  This  precau- 
tion would  be  especially  advisable  if 
the  machines  were  not  of  exactly  the 
same  design.  Another  possible 
method,  though  probably  less  accu- 
rate, due  to  the  static  friction  of  the 
l)carings,  would  be  to  excite  the 
fields  and  one  phase  of  the  armature 
of  each  machine  from  a  direct-cur- 
rent source,  the  rotating  parts  thus 
being  brought  into  position  magnet- 
ically. 


202 — Heat  Run  by  Bucking  Fields 
— Please    explain    the    method 
of  giving  an  alternator  a  heat 
run    when    only    part    of    the 
field  poles   are   effective   while 
all  are  carrying  full-load  cur- 
rent.   How  is  the  correct  num- 
ber   of    effective    poles    deter- 
mined? E.  I!.  H. 
The  number  of  effective  spools  to 
use  may  be  calculated,  after  the  sat- 
uration  and   synchronous    impedance 
curves     have     been     obtained     from 
tests     on     the     machine,     by     using 
the      following      formula :      effective 
spools  =  (bxn)  -^  c,  where   n  =  to- 
tal   number    of    spools    on    machine, 
b   =    field   amperes   required  to  give 
full-load  armature  amperes  on  short 
circuit,   c   =    full-load    field   current. 
For  three-phase  machine,  take  8o  or 
85  percent  of  the  above ;   for  single 
or  two-phase  machine,  take  90  or  95 
percent  of  the  above.     The  values  of 
c    can    easily   be    obtained    from   the 
curves  by  standard  methods,  for  ex- 
ample, assume  an  alternator  with  24 
poles,  full-load  armature  current,  600 
amperes ;    from  the  synchronous   im- 
pedance curve  find  the  field  amperes 
required      to      give      600      amperes 
when    the   armature    is    short-circuit- 
ed,   =    say    14    amperes.      From    the 
saturation    and    synchronous    imped- 
ance  curves   obtain   the   field  current 
required    at    full-load    amperes    and 
normal  voltage  =  50  amperes;   then 
the    effective     spools=  14x24^50^6.7 
85  percent  of  6.7=5.7,  or  say  six  ef- 
fective spools.     In  this  case  9  spools 
should  be  bucked  against  the  remain- 
ing 15-  J.  J.  L. 

203 — Changing    a    Direct-Current 
Motor  to  an  Alterating-Cur- 
rent  Generator — What  changes 
are  necessary  to  convert  a  di- 
rect-current motor  into  an  al- 
ternating-current generator?  It 
is  desired  to  use  the  generator 
for  testing  armatures        c.  b.  f. 
To  obtain  a  single-phase  generator 
it  would  simply  be  necessary  to  pro- 
vide   two     slip    rings    connected    to 
points  on  the  armature  180  electrical 
degrees    apart.      At    what    point   me- 
chanical  connection   would   be    made 
for    this    purpose    cannot    be    stated 
without    information    regarding    the 
details    of   design   of   the   particular 
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machine  in  question,  such  as  the  form 
of  armature   winding   (i.   e.,  whether 
series  or  multiple-wound)  ;  the  num- 
ber of  armature  slots;  the  number  of 
coils  per   slot;   the   number   of   com- 
mutator   segments,    and    the    number 
of    poles.      To    obtain    a    three-phase 
alternating-current     generator,    three 
slip    rings    and    three    armature    taps 
120  electrical  degrees  apart  would  be 
required.      If   the  motor  be  a  multi- 
polar   machine    with    multiple-wound 
armature  and  its  full  capacity  be  re- 
quired, the  slip  rings  would  have  to 
be  connected  to  corresponding  points 
in  the  multiple  circuits.     It  should  be 
noted    that    the    frequenc}'    obtained 
would   be   dependent   upon   the  num- 
ber  of   poles   and   the   speed   of   the 
machine.       More    definite    directions 
than     the     foregoing    would    require 
complete    information    regarding   de- 
tails  of   design   of    the   machine   and 
the   characteristics    of   the   generator 
which  it  is  desired  to  obtain,    f.  d.  n. 
204 — Loading      Transformers      for 
Temperature    Test — In    load- 
ing   two    similar    transformers 
as    shown    in    the    diagram    of 
connections    Fig.   204    (a),   the 
magnetizing   and   loading   cur- 
rent    being    taken     from    one 
phase  of  a  three-phase  gener- 
ator,    the     ammeters     show    a 
larger    current    flowing    in    A 
than  in  B.     Reversing  the  po- 
larity of  either  magnetizing  or 
loading    circuit    gives    reverse 
conditions  in  A  and  B.    When 
the     magnetizing     or     loading 
currents    are    taken    from    the 
two     phases     of     a    two-phase 
generator,    the    same    is    found 
to  be  true,  though,  in  this  case, 
there   is    only   a    slight    differ- 
ence in  the  values  of  the  two 
currents.      Can   the   circuits   in 
these  two  cases  be  represented 
by  vectors?  How  does  the  test 
on  these  transformers  compare 
with  the  true  load  conditions? 
Large    7  200   alternation   trans- 
formers   are    often,    while    on 
temperature     test,     excited     at 
7  200    alternations    and    loaded 
at    3  000    alternations.      Can    a 
diagram     be     constructed     to 
show    the    components    of    the 
two  currents  indicated  by  the 
two   ammeters?     Such    a    dia- 
gram for  this  case  would  also 
be  appreciated.  b.  e.  s. 

When     running    transformers     on 


temperature  test  by  the  opposition 
method,  the  impedance  of  the  load- 
ing circuit  is  the  impedance  of  the 
transformers  under  test.  Hence  the 
power-factor:=  (copper  loss  by  watt- 
meter) ^(impedance  volts  X  cur- 
rent). The  power-factor  of  the  mag- 
netizing current  is  of  course==(true 
watts  lost  in  iron  )-^(  apparent  watts 
in  iron).  In  the  loading  circuit  the 
two  transformers  are  in  series ;  in 
the  magnetizing  circuit,  they  are 
bucking;  hence  the  resultant  current 
in  one  is  the  sum  of  loading  and 
magnetizing  current,  in  the  other  it 
is  the  difference,  the  addition  or  sub- 
traction being  determined  by  the  rel- 
ative polarity  of  the  impressed 
e.m.f.'s.  In  large  transformers  the 
power-factors  of  the  two  circuits  are 
approximately  equal ;  therefore,  when 
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both  loading  and  magnetizing  cur- 
rents are  taken  from  one  phase — 
either  of  a  single  or  polyphase  ma- 
chine— they  are  nearly  in  phase  and 
add  or  subtract  almost  numerically. 
When  the  two  currents  are  taken 
from  separate  phases  of  a  two-phase 
generator,  the  magnetizing  current  is 
nearly  90  degrees  from  the  loading- 
current  so  that  when  they  are  added 
or  subtracted,  the  power-factor  has 
much  less  effect  than  in  the  first 
case.  The  conditions  existing  when 
the  magnetization  and  load  currents 
are  taken  from  two  phases  90  de- 
grees apart  approach  very  closely 
the  conditions  of  full  non-inductive 
load,  so  that  this  method  should  be 
used  whenever  possible.  Single  vec- 
tor diagrams  cannot  be  made  to 
show  conditions  in  currents  of  dif- 
ferent frequencies.  The  vector  dia- 
gram representing  the  relations  of 
currents  and  e.m.f.'s  with  both  cir- 
cuits connected  to  sources  of  power 
of  the  same  frequency  are  simple 
and  are  readily  constructed  from  the 
foregoing.  e.  c.  s. 
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Too  much   importance  cannot  be   attached  to  the 
Motor  vahie  of  an  exact  knowledge  of  all  the  conditions 

Applications  ^'^  ^^^  fulfilled  when  an  application  of  the  electric 
motor  is  under  consideration.  Some  methods  which 
may  be  used  to  obtain  this  information  are  outlined  in  the  paper  on 
''Industrial  Engineering,"  by  Mr.  H.  W.  Peck,  in  this  issue  of  the 
Journal.  The  result  of  the  application  of  one  of  these  methods  is 
strikingly  illustrated,  and  curiously  enough  this  method  is  the  one 
which  would  probably  be  selected  as  the  least  practical  by  a  majority 
of  those  who  delight  to  call  themselves  practical.  Undoubtedly  the 
larger  motors  operating  the  barrel  hooping  machines  were  doing  the 
work  in  a  thoroughly  satisfactory  manner,  but  it  remained  for  a 
man  who  is  not  satisfied  unless  he  has  "figured  it  out"  to  demon- 
strate that  a  much  smaller  motor,  in  conjunction  with  a  fly-wheel, 
would  be  even  more  satisfactory  from  an  economic  standpoint.  A 
properly  applied  fly-wheel  is  of  great  assistance  in  certain  classes  of 
work  in  which  the  demand  on  the  motor  is  of  a  fluctuating  nature. 
Much  valuable  information  on  this  subject  was  given  by  Mr.  Brent 
Wiley  in  a  paper  on  "Characteristics  of  Motors  for  Large  Shears," 
published  in  the  January,  1909,  issue  of  the  Proceedings  of  the 
American  Institute  of  Electrical  Engineers. 

The  collection  of  "objections"  to  the  use  of  the  electric  motor, 
given  by  Mr.  Peck,  is  interesting  as  illustrating  the  blindness  of 
those  who  will  not  see  the  things  which  are  obviously  before  them, 
but  who  are  willing  to  devote  any  amount  of  time  and  energy  to  the 
futile  task  of  trying  to  do  things  as  they  have  always  been  done, 
while,  at  the  same  time,  they  are  endeavoring  to  keep  from  being 
left  behind  in  the  race  in  which  success  is  achieved  by  those  who  are 
willing  to  go  into  conditions  thoroughly  and  change  their  ways  of 
doing  things  in  accordance  with  advances  which  come  in  the  natural 
course  of  progression.  The  paper  is  evidently  the  result  of  analyses 
of  a  large  number  of  individual  applications,  and  is  worthy  of  care- 
ful reading  by  all  who  arc  interested  in  motor  applications. 

A  perfect  machine  may  be  driven  by  any  motor  possessing  the 
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necessary  characteristics,  but  the  combination  will  not  give  the 
maximum  return  on  the  investment  unless  both  the  characteristics  of 
the  motor  and  the  conditions  of  installation  and  operation  are  correct. 
It  is  only  by  the  proper  appreciation  of  all  the  features  mentioned 
that  thoroughly  satisfactory  applications  may  be  accomplished.  It 
is  to  be  hoped  that  in  a  future  article  Mr.  Peck  will  furnish  us  with 
some  of  the  details  of  the  work  upon  which  his  paper  is  founded. 

J.  H.  Klinck 


It  is  now  a  little  over  a  year  since  the  International 

The  Edition  of  the  Journal  was  started.     The  results 

International    ii^  the  way  of  better  service  and  increased  interest 

Edition         "i  the  Journal  abroad  have  amply  justified  this 

step.  The  difficulties  due  to  injury  to  the  maga- 
zines in  transit  from  Pittsburg  to  foreign  subscribers  and  the  delays 
due  to  long-distance  correspondence  have  been  eliminated.  All  arti- 
cles in  the  American  Edition  also  appear  in  the  International  Edi- 
tion, among  which  have  been  numerous  contributions  from  promi- 
nent foreign  engineers.  In  addition  a  supplement  is  issued  with 
the  International  Edition  containing  items  of  especial  interest  to  its 
readers.  An  active  interest  is  being  taken  in  the  Journal  abroad, 
in  many  cases  new  subscribers  have  been  so  favorably  impressed 
that  they  have  ordered  bound  volumes  of  the  Journal  for  previous 
years.  The  following  item  is  from  a  recent  supplement  to  the  Inter- 
national Edition : — 

It  happens  occasionally  that  after  a  man  has  been 

IHE        EI)      struggling    for    a    long   time    to    understand    some 

The  Journal  problem,  he  picks  up  an  article  which  deals  with  the 

c  .p„        question    in    so    simple  and  logical  a  way  that  he 

wonders  why  he  should  previously  have  had  such 
difficulty  in  understanding  it.  He  puts  down  the  article  with  a 
feeling  of  admiration  for  its  author,  and  with  that  satisfaction 
which  comes  only  with  the  sense  of  having  added  to  his  store  of 
knowledge.  Engineers  who  inspire  us  with  feelings  of  this  kind 
are  those  who  understand  their  subjects,  who  think  straight  and 
who  have  mastered  the  art  of  clear  expression.  One  of  the  best 
writers  of  this  type  is  Mr.  B.  G.  Lamme,  chief  engineer  of  the 
American  Westinghouse  Company.  His  writings  are  free  from 
mathematics,  and  he  handles  the  most  complicated  problems  in  such 
3  manner  that  they  are  readily  understood  by  anyone  who  has  even 
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an  elementary  knowledge  of  the  subject.  Some  of  his  recent  con- 
tributions are  masterpieces  of  engineering  English.  Mr.  Chas.  F. 
Scott  is  another  splendid  writer  of  the  same  type  who  has  done 
wonderful  work  in  clearing  away  the  mathematically  shrouded  mys- 
teries regarding  alternating-current. 

Following  the  lead  of  these  men,  other  contributors  to  the 
Journal  have  kept  their  w^ritings  remarkably  free  from  mathemat- 
ics, and  have  aimed  to  present  their  problems  in  such  form  as  to 
enable  the  practical  man  to  obtain  a  clear  idea  of  the  subject  under 
discussion.  Articles  found  in  the  Journal  are  not  of  an  abstruse 
mathematical  nature,  but  rather  of  the  practical  kind  which  are  most 
likely  to  be  of  assistance  to  the  every-day  engineer.  The  great  pop- 
ularity of  the  Journal  is  due  almost  entirely  to  the  class  of  arti- 
cles which  it  contains,  and  it  has  become  not  only  a  publication  of 
monthly  interest,  but  a  reference  book  of  great  value.  A  topical 
index  is  issued  each  year,  and  by  its  aid  it  is  possible  to  turn  quickly 
to  any  article  on  any  subject  which  has  appeared  in  the  Journal 
since  it  was  started.  It  is  surprising  to  find  what  a  rich  mine  of 
information  a  little  prospecting  in  the  Topical  Index  reveals. 


Our  national  electrical  society  is  about  to  make  its 
The  Selection  annual  choice   of   officers,    some  for  a  term  of  one 
of  Officers  for  }ear  and  others  for  two  or  three  years.     They  will 
American       direct  the  professional    interests    of    the    Institute 
Institute        now  enrolling  nearly  eight  thousand,   including  its 
of  Electrical     students,  and  maintaining  about  fifty  sections  and 
Engineers       branches,  and  they  will  direct  an  annual    expendi- 
ture   of    about    $80000.       This    calls    for    a    high 
grade  of   ability.     The   men  selected   should   he  broad   guage   and 
progressive,  interested  and  earnest,  able  and  efficient.     They  should 
be  chosen  not  that   an    honor    may   be   conferred  l)ut  that  a  service 
may  be  rendered.     Few  who  have  not  served  on  the  IJoard  appre- 
ciate how    large    the    afYairs  of  the  Institute   have  become  and  how 
much  work   there    is    for    the  Board  to  do.     While  wide  territorial 
representation  is  desirable  from  some  standpoints,  it  is  essential  that 
there  be  but  few  who  are  too  far  away    to    attend   Board   meetings 
and  serve  on  committees.     Relatively  few  of  the  present  officers  re- 
side in  New  York  City;  only  two  of  the  eight  new  men  elected  last 
year  live  in  that  city,  but  nearly  all  are  close  enough  to  attend  and 
usually  do  attend  the  meetings. 

The  present  method  of  conducting  the  jirimary  or  nomination 
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ballot  is  haphazard  and  hi  some  respects  almost  ludicrous.  Rarely 
does  one  name  receive  ballots  from  more  than,  say,  five  percent  of 
the  membership  and  sometimes  preference  on  the  list  depends  upon 
differences  of  a  few  votes  when  no  one  has  been  proposed  by  two 
percent  of  the  members.  Last  year  there  were  yy  different  names 
on  the  nomination  ballots  for  president,  258  on  those  for  vice  presi- 
dents, and  524  on  those  for  directors,  and  a  very  considerable  pro- 
portion of  these  names  occurred  but  once.  Such  scattering  and  so 
little  definite  concentration  indicates  the  lack  of  means  of  present- 
ing a  few  names  before  the  membership  at  large.  The  circular  let- 
ter, whether  signed  or  anonymous,  and  announcements  in  the  tech- 
nical press  are  in  danger  of  becoming  undignified  and  are  sometimes 
subject  to  abuse.  Yet  there  is  no  other  present  method  of  securing 
concerted  action.  Should  not  the  Institute  itself  provide  a  means 
of  presenting  preliminary  nominations.  If  it  were  known  for  in- 
stance that  the  Proceedings — or  possibly  a  special  announcement — 
were  to  be  the  accepted  channel  by  which  names  could  be  placed  in 
nomination  when  endorsed  by  say  ten  members,  it  would  render  in- 
dividual letters  and  controversy  in  the  technical  press  unnecessary 
and  would  be  serviceable  to  the  average  member  in  presenting  lists 
from  which  to  make  selection.  Concise  statements  regarding  the 
qualifications  of  the  candidates  presented  would  be  appropriate. 
The  Institute  is  this  year  publishing  in  the  Proceedings  the  proposal 
list  of  last  year  and  the  names  of  those  who  have  held  office  in  re- 
cent years.  This  is  useful,  but  obviously  does  not  meet  the  needs 
above  indicated. 

The  Institute  has  increased  in  membership  four-fold  in  eight 
years,  and  its  activities  have  in  many  ways  kept  pace  with  its  mem- 
bership. There  are  larger  possibilities  in  the  future,  which  need  as 
leaders  the  ablest  men  in  the  profession.  Chas.  F.  Scott 


ITALIAN   POWER    PLANTS 

AS  SEEN  THROUGH  AMERICAN  EYES 

'•Die  Kraftweike  Brusio" 

S.  Q.  HAYES 

EVERY  engineer  who  has  travelled  through  the  northern 
part  of  Italy  has  noticed  the  large  number  of  power  plants 
around  the  city  of  Milan,  and  many  descriptions  have 
appeared  from  time  to  time  in  the  technical  press  regarding  these 
plants.  Each  engineer,  when  visiting  these  plants  pays  particu- 
lar attention  to  the  features  that  are  of  the  greatest  personal 
interest  to  him  and  that  differ  most  from  the  practice  with  which 
he  is  accustomed.    The  writer,  during  a  recent  trip  to  Italv,  had 


FIG.    1 — GENERATOR   ROOM,    CAilPOCOLOGNO    STATIOX 

the  opportunity  of  visiting  several  of  the  plants  of  the  "Societa 
Lombarda  per  Distribuzione  di  Energia  Electrica,"  and  secured 
some  excellent  illustrations  of  the  stations  visited.  He  also  man- 
aged to  take  a  few  kodak  pictures  in  the  Castellanza  station,  and 
these  cuts  and  photographs  have  been  used  to  illustrate  this 
article  and  to  point  out  the  features  that  were  particularly  notice- 
able, from  the  writer's  point  of  view. 

The  Societa  Lombarda  has  various  generating  and  trans- 
forming stations  in  the  northern  part  of  Italy  where  it  supplies 
a  large  amount  of  power  to  factories.  The  main  hydro-electric 
generating  stations  are  at  Turbigo,  Vizzola  and  Brusio,  the  latter 
being  the  newest  and  largest  station,  and  comprising  a  h}-draulic 
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generating  station  at  Campocologno,  on  the  Swiss  side  of  the 
boundary  Hne  and  a  step-up  transforming  station  at  Piattamala,  on 
the  ItaHan  side.  These  stations  are  connected  together  by  means 
of  a  tunnel  approximately  i  600  feet  long,  containing  two  7  000  volt 
feeders  each  of  approximately  18000  k.  v.  a.  capacity,  these  two 
stations  together  being  known  as  the  Brusio  plant. 

While  the  hydraulic  features  of  this  plant  have  been  very 
carefully  worked  out  and  are  very  interesting  to  hydraulic  engi- 
neers, attention  will  be  given  in  this  article  simply  to  the  elec- 
trical features  that  par- 
ticularly appealed  to  the 
writer  as  departing  ma- 
terially from  American 
practice. 

The  interior  of  the 
generator  room  of  the 
Campocologno  station  is 
shown  in  Fig.  i,  this  be- 
ing approximately  46  feet 
wide  by  320  feet  long, 
and  adjoins  a  bus-bar 
room  which  has  approxi- 
mately the  same  length  as 
the  generator  room  and 
a  width  of  about  11  feet. 
This  station  contains 
twelve  hydro-electric  tur- 
bine units  each  of  3  000 
k.  V.  a.  capacity,  com- 
prising Escher-  Wyss 
horizontal  turbines  of 
the  Pelton  type  operating 
^t  375  r.  p.  m.,  direct-connected  to  Alioth  generators  of  50  cycles, 
6  300  to  7  700  volts,  having  25  percent  overload  capacity  for  two 
hours.  There  are  also  four  exciter  turbine  sets  with  Piccard-Pictet 
turbines,  running  at  430  r.  p.  m.  and  driving  150  k\v,  115  volt  ex- 
citers. The  turbines  and  generators  are  connected  by  means  of 
elastic  couplings. 

The  connections  at  this  plant  are  so  made  that  exciters  No. 
I  and  No.  2  can  be  connected  to  either  or  both  of  the  two  sets  of 
exciter  busses,  while  exciters  No.  3  and  No.  4  can  only  be  con- 
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Front  View. 
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nected  to  the  upper  set,  which  set  is  provided  with  scctionalizing 
switches  located  between  exciters  Nos.  2  and  3.  The  <:^enerator 
fiekl  circuits  for  generators  Nos.  2  and  3  arc  provided  with  knife 
switches  in  addition  to  the  field  switches,  so  that  they  can  be 
excited  from  either  set  b}^  field  bus-bars,  while  generators  Nos. 
4  to  12,  inclusive,  can  only  be  excited  from  the  upper  field  bus. 
Generators  Nos.  i,  2  and  3  are  provided  with  two  sets  of  discon- 
necting switches  for  connecting  to  the  main  or  auxiliary  bus- 
bars, wdiile  generators  Nos.  4  to  12  only  connect  to  the  main  bus. 

This  main  bus  is  di- 
vided in  the  middle, 
between  generators 
Nos.  6  and  7  and  each 
of  these  two  sections 
feed  through  a  non- 
automatic  oil  switch 
to  the  Piattamala 
transformer  house. 

GENERATORS 

The  3  000  k.  V. 
a.  generators  are  re- 
volving field  m  a- 
chines  with  16  poles 
and  bolted-on  pole 
caps.  These  poles 
are  slightly  bevelled 
and  their  overhanging 
tips  are  used  to  hold 
o  n  the  field  coils. 
The  stationary  arma- 
ture is  provided  with 
three  slots  per  phase  per  pole,  these  slots  being  practically  closed, 
and  the  conductors  threaded  through.  These  generators  operate  at 
a  speed  of  375  r.  p.  m.,  giving  a  frequency  of  50  cycles  per  second 
and  a  normal  voltage  of  7000  volts,  and  have  a  guaranteed  full-load 
clticiency  of  96  percent  at  100  percent  power-factor,  and  a  guar- 
anteed efficiency  of  94.5  percent  at  70  percent  power-factor.  The 
corresponding  efficiencies  at  25  percent  overload  arc  96.5  percent 
and  95  percent  respectively.  The  regulation  at  100  percent 
power-factor  is  seven  percent  and  the  regulation  at  70  percent 


FIG.   3 — GEXERATOR   CONTROL   CABINET 

Rear  View. 
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power-factor  and  7  700  volts  is  20  percent.     The  temperature 
rise  is  45  degrees  C.  for  a  24-hour  full-load  run. 

CONTROL  AND  MEASURING  APPARATUS 

Opposite  each  generator  is  one  of  the  generator  control  cabi- 
nets, shown  in  Fig.  2.  front  view,  and  Fig.  3,  rear  view.  These 
cabinets  are  set  in  the  station  wall  with  the  instruments  and 
controlling  devices  in  the  generator  room,  while  the  switching 
devices,  series  and  shunt  transformers  are  in  a  closed  cabinet 
projecting  into  the  bus-bar  room,  as  shown'  in  Fig.  5.     As  may 

be  seen  in  Fig.  2,  each 
generator  is  provided 
with  three  ammeters 
operated  from  series 
transformers,  which 
also  supply  current  to 
the  three  single-phase 
overload  relays  mount- 
ed on  the  lower  part 
of  the  central  panel. 
There  are  also  three 
voltmeters,  one  con- 
nected through  a  shunt 
transformer  to  the 
high  tension  bus-bars, 
and  a  second  connect- 
ed to  the  generator, 
and  the  third  being 
used  for  synchroniz- 
ing and  connected  in 
multiple  with  the  two 
synchronizing  lamps  shown  on  the  panel.  The  remaining  meter 
is  the  field  ammeter.  The  operating  handle  on  the  left  panel 
is  used  in  connection  with  the  field  discharge  switch,  this 
switch  being  mounted  inside  the  cabinet.  The  tripping  solenoid 
of  this  field  discharge  switch  is  operated  by  means  of  the  over- 
load relay  in  the  generator  circuit  at  the  same  time  as  the  trip- 
ping coil  of  the  oil  circuit  breaker.  With  this  arrangement  the 
overload  of  any  phase  of  the  generator  will  trip  out  both  the  oil 
circuit  breaker  in  the  armature  circuit  and  the  switch  in  the  field 
circuit.     The  large  hand  wheel  on  the  central  panel  is  used  for 


FIG.    4 — EXCITER    SWITCHBOARD — CAMPOCOLOGXO 
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the  operation  of  the  oil  circuit  breaker,  while  the  smaller  hand 
wheel  on  the  right  hand  panel  is  used  for  the  field  rheostat. 

As  indicated  in  Fig.  3,  the  leads  from  the  generator  come  up 
through  the  floor,  pass  into  the  oil  circuit  breakers  and  then  up 

through  series  trans- 
formers and  out 
through  the  top  o  f 
the  cabinet  where  dis- 
connecting switches 
are  provided  for  cut- 
ting off  the  cabinet 
from  the  bus-bars  on 
the  ceiling.  One 
t  h  i  n  g  particularly 
striking  in  connec- 
tion with  this  genera- 
tor pedestal  is  the 
small  size  of  the  au- 
tomatic oil  circuit 
breaker  used  on  a 
circuit  connected  di- 
rectly to  the  bus-bars 
fed  from  36000  k.  v.  a.  in  generator  capacity.  In  American  prac- 
tice, this  type  of  circuit  breaker  would  hardly  be  used  in  a  station 
of  much  more  than  4000  or  5000  k.  v.  a.  capacity,  but.  apparently, 
little  or  no  trouble  is  experi- 
enced with  this  type  of  circuit 
breaker  in  this  plant. 

Fig.  3  also  shows  the  type 
of  porcelain  fuses  used  with  the 
>lunit  transformers,  as  well  as 
the  grid  type  resistances  used  for 
field  rheostats,  and  the  diverter 
resistances  used  for  the  field 
discharge  circuit.  Under  nor- 
mal conditions,  the  backs  of 
these  cabinets  is  completely  en- 
closed by  means  of  iron  doors  that  can  be  rolled  up  to  permit  ac- 
cess to  the  interior.  In  some  stations  an  interlock  is  provided  .so 
that  tlicse  doors  cannot  be  opened  unless  the  oil  circuit  breaker  has 
been  tripped  and  the  disconnecting  switches  pulled  out. 


FIG.    5 — BUS-BAR    KuU.M — C.\MPOCOLOGXO    ST.\TION 


FIG.  6 — BUS-BAR   ROO.M — I'1.\TT.\.M.\L.\ 
STATIOX 
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Fig.  4  sliows  the  switchboard  for  the  four  exciters.  This 
switchboard  is  of  cal)inet  construction  mounted  against  the  sta- 
tion wall  and  erected  on  a  low  platform.  Each  exciter  panel  is 
provided  with  an  ammeter,  a  voltmeter,  a  three-pole  main 
switch,  an  automatic  circuit  breaker  and  a  field  rheostat.  Double 
face  alternating-current  voltmeters  are  mounted  on  brackets  at 
each  end  of  the  switchboard  cabinet  with  a  clock  above  the 
center  of  the  cabinet.     Placed  in  front  of  the  switchboard  on  a 

small     pedestal    is     an 
r  1  ammeter    with    a  m  - 

meter  switch  arranged 
for  connecting  this 
meter  in  any  genera- 
tor circuit,  a  voltmeter 
with  switch  for  con- 
necting to  any  phase 
of  either  bus  and  two 
ammeters,  one  for 
each  of  the  7  000  volt 
outgoing  lines  which 
run  to  the  transformer 
station.  There  is  also 
a  large  hand  wheel 
which  can  be  used  for 
operating  one  or  more 
nf  the  exciter  rheo- 
stats at  the  same  time 
by  throwing  suitable 
clutches.  This      ar- 

rangement permits 
the  simultaneous  ad- 
iustine    of     the    rheo- 


-IN'COMING      FEEDER      SWITCHBOAKli — 
PIATTAMALA    STATION 


stats  of  the  various  exciters  operating  in  multiple. 


BUS-BARS 

Fig.  5  shows  the  bus-bar  room  in  the  generator  station,  and 
clearly  indicates  the  manner  in  which  the  generator  switching 
cabinets  project  into  this  room.  The  main  7  000  volt  bus-bars 
are  mounted  on  corrugated  porcelain  pillars  supported  on  iron 
framework,  and  are  not  separated  by  any  barriers  or  other  en- 
closed structure.     This  is  a   decided   departure   from   American 
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FIG.    8 — TRANSFORMER    CONTROL    PANEL- 
MALA   STATION 


practice  for  a  station  of  this  capacity  and  voltage,  as  it  is  the 

almost  universal  custom  to  place  ])us-bars  in  masonry  compart- 
ments  in  plants  of  more 

than   5  000   or   6  ooo   kw 

capicity     at     voltages     in 

the  neighborhood  of  7000 

volts.    It  should  be  stated, 

however,  that  most  of  the 

Italian  stations  also  place 

the   bus-bars   in   compart- 
ments for  stations  of  this 

capacity.        These     7  000 

volt  bus-bars  are  sectioned 

in  the  middle  by  means  of 

knife   switches,   and   each 

section    feeds   through 

a    non-automatic    oil    cir- 

circuit   breaker   to   the    leads    connecting    the     Campocologno    and 

Piattamala   stations.      These   connecting   feeders,   as   mentioned 

previously,  are  run  through  a  tunnel  approximately  8  feet  wide 

by  9>2  feet  high,  and  are  mount- 
ed on  petticoat  insulators  and 
separated  by  heavy  concrete 
barriers  built  into  the  wall  of 
the  tunnel.  The  feeder  leads 
after  emerging  from  the  tunnel 
are  connected  through  knife 
switches  to  the  bus-bars  shown 
in  Fig.  6.  Each  of  the  two 
incoming  feeders  supplies  cur- 
rent to  one  set  of  bus-bars, 
which  bars  can  be  connected 
together  at  the  center  by  means 
of  knife  switches.  It  seems 
rather  odd  that  the  bus-bars  in 
the  generating  station  should  be 
entirely  open,  while  the  bus-bars 
in   the  transforming  station   are 

carefully  enclosed  between  concrete  barriers. 

In  addition  to  the  bus-bars  in  each  of  the  three-phases,  an 

auxiliary  bus-bar  connected  to  th§  r>eHtral  point  of  the  low  ten- 
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sion  winding  of  the  transformers  is  shown  on  the  top-most  row  and 
this  bus-bar  is    connected  to  ground  through  a  horn  gap. 

TRANSFORMERS   AND    SWITCHING   ARRANGEMENTS 

In  this  Piattamala  transforming  station,  there  are  twenty- 
four  I  25Q  k.  V.  a.  oil-insulated,  water-cooled  single-phase  trans- 
formers of  Alioth  make.  These  transformers  are  connected  in 
groups  of  three  for  stepping  up  the  voltage  from  approximately 
7000  volts  to  approximately  50000  volts.  These  transformers 
are  star-connected  on  both  the  high  and  low-tension  sides,  and 
the  neutral  points  on  both  high  and  low  tension  stars  are 
grounded  through  horn-gaps. 

Each  of  the  7  000  volt  incoming  feeder  circuits  is  provided 
with  an  instrument  panel  of  the  type  shown  in  Fig.  7.  On  this 
panel  there  are  two  polyphase  graphic  recording  wattmeters 
connected  to  independent  series  and  shunt  transformers,  and 
used  as  a  check  on  each  other.  There  are  also  three  alternating- 
current  ammeters,  and  a  voltmeter  with  voltmeter  switch  so  con- 
nected as  to  read  the  voltage  across  any  of  the  three  phases. 

Fig.  8  shows  the  transformer  control  panel  and  the  general 
arrangement  of  the  transformer  switching  devices  in  the  Piatta- 
mala station.  Each  group  of  transformers  is  provided  with  a 
cabinet  panel  of  the  type  indicated,  containing  three  ammeters, 
operated  from  series  transformers  in  the  low  tension  circuit,  two 
single-phase  relays  and  one  operating  handle  that  closes  the 
■three  single-pole  oil  switches  in  the  high  tension  circuit,  and  the 
one  three-pole  switch  in  the  low  tension  circuit.  These  switches 
are  operated  from  a  single  shaft  which  passes  through  the  vari- 
ous compartments  and  is  actuated  by  the  long  double  arm  shown 
near  the  bottom  of  the  transformer  panels.  The  overload  relays, 
operated  from  series  transformers  in  the  low  tension  circuit,  trip 
out  both  the  low  and  high  tension  oil  switches. 
;  The  type  of  oil  switches  used  for  the  low  and  the  high  ten- 
sion circuits  is  shown  in  Fig.  9,  although  this  is  a  photograph 
taken  in  the  Castellanza  step-down  transforming  station.  The 
switch  on  the  left  is  one  pole  of  the  high  tension  circuit  breaker, 
which  has  three  double  breaks  per  pole.  The  three  poles  of  the 
high  tension  circuit  breaker  as  well  as  the  three-pole  breaker  are 
operated  by  the  shaft  in  the  manner  indicated.  This  illustration 
also  shows  the  oil-immersed,  high-tension  series  transformer,  the 
spiral  choke  coils  and  the  type  of  the  high  tension  disconnecting 
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switch  mounted  on  corrugated  porcelain  insulators  used  in  these 
installations.  The  switch  on  the  right  is  a  three-pole  switch  in 
the  low  tension  circuit,  and  all  three  poles  are  placed  in  the  same 
compartment.  Oil-immersed  series  transformers  are  also  used 
for  the  low^  tension  circuit  as  well  as  for  the  high  tension  circuit. 
One  thing  which  was  particularly  noticeable  in  connection  with 
the  switch  installation  was  the  excellent  character  of  the  con- 
crete masonry  work  used  for  barriers,  shelves,  etc. 

Fig.  10  shows  a  group  of  three  i  250  k.  v.  a.  single-phase  oil- 
insulated  water-cooled  transformers,  each  transformer  being 
placed  in  a  separate  compartment  and  located  on  slide  rails  in 

such  a  manner  that  it 
can  readily  be  slid  out 
and  placed  on  a  truck 
running  on  rails  in 
front  of  the  transform- 
er compartments.  One 
thing  particularly 
striking  in  connection 
with  these  transform- 
ers is  the  rather  pe- 
culiar shape  of  the 
tank,  the  upper  por- 
tion containing  the 
coils  for  the  circula- 
tion of  the  cooling 
water  being  consider- 
ably larger  than  the 
lower,  and  instead  of 
following  the  Ameri- 
can practice  of  making  the  entire  tank  of  the  same  size,  viz., 
the  size  required  for  the  cooling  coils,  these  transformers  have 
had  the  lower  half  of  the  tank  made  of  considerably  smaller 
dimensions.  The  reason  for  this  peculiar  design  is  the  fact  that 
the  price  of  the  transformer  oil  is  very  high,  ranging  from  3.5  to 
5  cents  per  pound,  so  that  it  is  of  the  utmost  importance  to  re- 
duce the  amount  of  oil  to  a  minimum.  Fig.  11  shows  one  of 
these  I  250  k.  v.  a.  single-phase  oil-insulated  transformers  re- 
moved from  its  case  and  wnth  the  cooling  coil  taken  off.  Tliese 
transformers,  like  nearly  all  those  of  continental  manufacture, 
are  of  the  core  type,  with  concentric  high  tension  and  low  ten- 
sion windings, 
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FIG.  II — I  250  K.V.A.  OIL- 
INSULATED  WATER- 
COOLED  50  000  VOLT 
TKANSFORMER 


Fig.  12  shows  one  of  the  i  250  k.  v.  a.  42  000/11  000  volt 
air-cooled  transformers  installed  in  the  Lomazzo  substation.  As 
may  be  noted,  these  transformers  are  not  sup- 
plied with  any  case,  but  are  located  over  the 
air  blast  chamber  and  are  provided  with  damp- 
ers placed  in  the  concrete  foundations.  Roller 
iron  doors  close  the  transformer  compartments 
in  the  front  and  compel  the  air  entering  at  the 
bottom  to  pass  out  through  the  top  of  the  com- 
partment, thus  affording  a  maximum  amount 
of  cooling.  These  air  blast  transformers  of 
Alioth  make  are  particularly  interesting,  as 
American  practice  limits  the  field  of  air  blast 
transformers  to  33  000  volts.  They  have  a 
guaranteed  full-load  elBciency  of  97  percent; 
one-half  load  efficiency,  96.5  percent ;  regula- 
tion at  unity  power- factor  full  load,  one  per- 
cent; regulation  at  80  percent  power-factor 
full  load  three  percent.  Temperature  rise  45 
degrees  C.  over  the  temperature  of  the  air.  In- 
sulation test  65  000  volts  for  ten  minutes  be- 
tween iron  and  windings.  Overload  capacity,  25  percent  for  two 
hours,  with  a  temperature  rise  of  60  degrees 
C.  These  guaranteed  efficiencies  compare 
well  with  the  guaranteed  efficiencies  of  the  cor- 
responding I  250  k.  V.  a.  oil-insulated  water- 
cooled  transformers,  which  have  a  full-load 
efficiency  of  97.5  percent,  one-half  load  effi- 
ciency of  96.5  percent,  regulation  at  100  per- 
cent power- factor  one  percent,  regulation  at  80 
percent  power-factor  2.2  percent  at  i..\\  load. 
Temperature  rise  45  degrees  C.  above  the  tem- 
perature of  the  incoming  water  when  consum- 
ing 7.5  gallons  of  water  per  minute,  having  a 
maximum  temperature  of  15  degrees  C. 
These  water-cooled  transformers  have  an 
overload  guarantee  of  25  percent  for  six 
hours,  with  a  temperature  rise  of  60  degrees 
C.  above  the  temperature  of  the  water  when 

consuming  15  gallons  per  minute,  or  the  same  temperature  rise  with 
a  25  percent  overload  for  two  hours  when  consuming  7.5  gallons 


FIG.  12  —  1250  K.V.A., 
42  000  VOLT  AIR-BLAST 
TRANSFORMER 
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\)tr  minute.  The  insulation  test  of  these  oil-insulated  water-cooled 
transformers  is  65  000  volts  for  ten  minutes  between  windings  and 
iron. 

LIGHTNING  PROTECTION 

For  the  static  protection  of  the  50  000  volt  line  at  the  Piatta- 
mala  transforming  station  and  the  corresponding  incoming  lines 
of  the  other  stations,  various  types  of  lightning  arrester  equip- 
ment are  in  use. 
Each  line  is  provided 
with  a  choke  coil 
comprising  two  flat 
spiral  coils  mounted 
side  by  side  on  a  pair 
of  corrugated  porce- 
lain insulators.  These 
coils  are  connected  in 
multiple.  Several 
types  of  lightning  ar- 
resters are  installed, 
one  consisting  of  horn 
gaps  in  series  with 
non-arcing  cylinders 
mounted  in  groups 
on  bases  supported 
DU  corrugated  porce- 
lain pillars  Discon- 
necting switches  are 
provided  for  cutting 
off  the  horn  gaps 
from  the  line,  and 
conabinafion  resist- 
ances, and  reactances 
are  connected  between  the  non-arcing  cylinders  and  the  ground. 

A  second  type  of  arrester  comprises  horn  gaps  in  series  with 
water  resistances,  the  horn  gaps  l)eing  jjrovidcd  with  knife 
switches  for  cutting  off  from  the  line.  Probably  the  most  inter- 
esting type  of  lightning  arrester,  from  an  American  point  of  view, 
is  that  shown  in  Y\g.  13.  This  arrester,  or  rather  discharger, 
consists  essentially  of  metal  plates  with  arrangements  for  squirt- 
ing jets  of  water  against  their  under  sides.     The  ascending  jets 


FIG.    13 — WATER  JET  LIGHTNING  DISCHARGER 
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and  the  descending  spray  form  high  resistance  paths  for  the  cur- 
rents to  ground.  These  water  jet  dischargers  are  connected  in 
circuit  only  at  the  time  of  a  Hghtning  storm  and  ammeters  are 
provided  to  indicate  the  amount  of  current  being  consumed.  If 
this  is  excessive,  the  flow  of  water  is  adjusted  to  suit.  Placed 
above  the  ammeters  are  knife  type  switches  mounted  on  corru- 
gated porcelain  pillars  for  cutting  off  the  lines  from  this  water 
jet  discharger.  As  may  be  noted,  the  ammeters  are  supported 
on  high  tension  insulators  and  are  connected  directly  in  the  high 

tension  circuit. 

TRANSMISSION    LINES 

The  high  ten- 
s  i  o  11  transmission 
lines  are  carried  on 
lattic  work  poles  of 
the  type  shown  in 
Fig.  14,  which  clear- 
ly shows  the  elabor- 
ate precautions  taken 
where  a  high  tension 
(transmission  line 
crosses  a  public  road 
and  the  complete 
cage  that  is  placed 
around  the  telegraph 
land  telephone  lines 
where  crossed  by  the 
high  tension  lines. 
The  transmission  line 
towers  carry  four 
three-phase  circuits  arranged  in  the  form  of  equilateral  triangles, 
two  on  each  side  of  the  poles.  The  telephone  line  follows 
the  usual  Italian  practice  of  placing  insulators  on  each  side  ot 
the  vertical  pole  instead  of  the  American  practice  of  supplying 
cross  arms,  containing  a  large  number  of  insulators.  At  Castel- 
lanza  there  is  one  high  tension  incoming  line  supplying  power 
through  disconnecting  switches  and  oil  circuit  breakers,  to  banks 
of  step-down  transformers,  each  three  i  250  k.  v.  a.  units  being 
arranged  similarly  to  the  step-up  transformers  at  Piattamala. 

STEAM  POWER  PLANTS 

In  addition  to  the  transformer  plant,  there  is  a  steam  plant 


FIG.  14- 
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of  a  total  capacity  of  30  000  hp  which  acts  as  a  reserve  for  the 
Brusio  station  and  for  the  stations  at  Turbigo  and  Vizzola.  The 
steam  station  comprises  steam  engines  as  well  as  steam  turbines, 
the  latter  being  5  000  and  7  500  hp  capacity,  and  the  former  of 
2500  hp  capacity.  Fig.  15  shows  one  of  the  7500  iip  turbo-gener- 
ators of  Brown-Boveri  construction.  The  turbo-generator  is  of 
the  enclosed  type,  drawing  cold  air  from  the  basement  and  dis- 
charging the  heated  air  at  the  top  of  the  turbine.  The  cover  of 
the  turbine  is  mounted  with  a  pin  and  socket  joint  to  facilitate 
.dismounting  and  is  split  in  two  parts  in  the  manner  indicated. 

■  Each  of  the  turl)o-generators  is  controlled  by  means  of  the 
pedestal  shown  in  Fig.  15.  This  pedestal  is  provided  with  a 
cast  iron  top,  in  the  face  of  which  are  mounted  flush  type  round 


FIG.    15 — EROWN-EOVERI   TUREO-GENERATOK  AND  CONTROL 
PEDESTAL 


pattern  instruments,  synchronizing  lamps,  and  similar  devices. 
Back  of  the  pedestal  is  placed  a  combination  instrument  com- 
prising a  poly])hase  indicating  wattmeter  reading  up  to  8  000 
kw.  a  voltmeter  and  an  ammeter.  The  oil  circuit  breaker  for 
this  generator  is  operated  by  means  of  a  hand  wheel  and  sprocket 
mechanism  while  the  rheostat  is  controlled  bv  a  similar  hand 
wheel  and  sprocket  mechanism.  The  front,  sides  and  back  of 
this  central  pedestal  are  of  perforated  sheet  iron  forming  a  cheap, 
and  apparently  satisfactory,  construction. 

The  feeder  switchboard  shown  in  I'ig.  16  controls  the  vari- 
ous circuits  from  the  Turbigo,  Vizzola  and  Brusio  stations,  as 
well  as  ihe  outgoing  distributing  feeders  to  Manfi,  Cantoni, 
Legnano,  etc.  The  feeder  panels  are  mounted  on  a  rather  elab- 
orate iron   framework,  cacli   panel   standing  independently  with 
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FIG.    l6 — FEEDER    SWITCHBOARD — CASTELLANZA 
STATION 


consideral)le  space  between  adjacent  panels.  These  panels  are 
provided  with  indicating  instruments,  graphic  recording  watt- 
meters, etc. 

Back  of  the  switchboard  was  located  the  rack  containing  the 

lightning  arrester  equip- 
ment, indicated  in  Fig. 
17.  These  arresters  are 
used  in  the  1 1  000  volt 
circuits,  and  comprise 
horn  gap  arresters  with 
non  -  arcing  cylinders, 
helical  choke  coils,  etc. 
At  the  other  end  of  the 
station  is  installed  the 
present  switch-board, 
containing  an  even 
more  elaborate  set  of  protective  devices. 

The  oil  circuit  breakers  for  the  control  of  the  various  feeder 
and  generator  circuits  in  the  steam  station  are  of  Brown-Boveri 
and  Magrini  manufac- 
ture, and  from  the  ap- 
pearance of  the  plant, 
some  of  these  break- 
ers, were  very  apt  to 
spill  oil  whenever  they 
opened  under  load. 
The  general  appear- 
ance of  all  of  the 
plants  on  this  system 
indicated  that  a  great 
deal  of  attention  had 
been  paid  to  the  details 
of  construction. 

There  were  many  other  points  in  connection  with  these 
various  stations  worthy  of  careful  study,  but  those  mentioned  in 
this  article  were  the  ones  that  particularly  caught  the  writer's 
attention. 


FIG.      17 
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INDUSTRIAL  ENGINEERING 

THE  APPLICATION  OF  ELECTRIC  MOTORS 

H.  W.  PECK, 

Electrical  Engineer,  Rochester  Railway  &  Light  Company 

ROCHESTER  has  long  been  an  industrial  center,  especially  of 
those  industries  requiring  mechanical  power  for  the  manu- 
facture of  their  products.  In  these  days  this  requirement 
includes  practically  every  known  manufacturing  industry,  but  such 
was  not  the  case  fifty  years  ago,  when  human  skill,  acquired  by  long 
experience,  was  the  chief  consideration  in  most  manufactures.  In 
the  early  days  the  value  of  the  water  power  of  the  Genesee  river 
was  appreciated  and  gave  a  natural  start  to  the  power  industries. 
Water  rights  were  secured,  races  were  constructed,  and  mills  erected 
lining  each  side  of  the  river  below  all  of  the  falls.  The  division  of 
the  total  fall  of  236  feet  into  four  lesser  falls  facilitated  the  distri- 
bution of  the  power  in  comparatively  small  amounts  to  a  large  num- 
ber of  mills  without  the  economic  loss  that  one  sees  at  Niagara, 
where  the  smaller  consumers  discharge  the  water  at  whatever  height 
is  convenient  as  long  as  they  obtain  all  the  power  they  need.  In 
practically  all  cases  here,  the  wheels  were  located  at  the  bottom  of 
the  gorge  in  a  position  to  utilize  the  entire  fall.  From  these  wheels 
the  power  was  transmitted  through  ropes,  belts,  gears  and  shafts  by 
devious  paths  throughout  one  or  more  buildings  to  the  machinery. 
In  some  cases  the  machinery  was  located  in  a  position  to  afford 
simple  driving  mechanism  at  the  expense,  perhaps,  of  economic 
handling  of  material ;  in  the  other  cases,  and  more,  the  reverse  con- 
dition obtained.  Long  lengths  of  shafting  were  driven  from  one 
wheel  without  mentioning  or  attempting  to  ascertain  the  total  or 
average  number  of  belts,  ropes  and  gears.  These  locations  near  the 
falls  did  not  afford  convenient  railroad  facilities. 

When  the  water  power  was  all  appropriated,  and  the  introduc- 
tion of  the  steam  engine  and  railroad  aft'orded  a  new  source  of 
power,  new  establishments  were  located  so  as  to  avail  themselves 
of  the  advantages  of  a  railroad  siding  or  yard.  This  effected  a  con- 
siderable economy  in  handling  material  unavailable  to  the  water 
power  establishments.  The  builders  of  these  places,  following  the 
''practice  based  on  experience,"  installed  one  large  engine  for  each 
establishment  and  wasted  power  lavishly  on  transmitting  mechan- 
isms. 
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Even  with  the  early  introduction  of  electric  motive  power,  the 
old  practice  clung  on  tenaciously  on  the  basis  of  "experience,"  "com- 
mon practice,"  "reliability,"  (such  as  a  large  unit  and  many  belts 
may  possess  in  greater  amount  than  the  small  direct-connected 
units),  "simplicity"  (as  it  appeared  on  paper),  "less  first  cost" 
(when  the  investment  for  mechanisms  was  already  made),  "economy 
cf  operation  of  a  large  as  compared  with  a  small  machine,"  (disre- 
garding friction  losses  of  transmission  as  they  were  at  that  time  un- 
known and  indeterminate),  etc.,  etc. 

We  are  now  in  a  new  era  as  regards  industrial  power  apphca- 
tion  and  the  purpose  of  this  paper  is  to  describe  the  methods  of 
solving  the  present  day  problems. 

The  method  of  determining  the  motive  power  equipment  of 
electric  railroads  is  fairly  well  known.  The  route  is  mapped,  show- 
ing all  grades,  curves  and  stations.  A  tentative  schedule  is  laid  out 
and  calculations  are  made  to  determine  the  extent  and  duration  of 
power  demands  upon  the  motors.  Certain  severe  demands  are 
doubtless  found  which,  if  insisted  upon,  require  very  large  motors 
as  compared  with  the  average  demand.  The  schedule  is,  however, 
modified  to  materially  reduce  some  demands  and  to  increase  others. 
After  most  careful  analysis  a  schedule  and  a  type  of  motor  are  se- 
lected which  will  work  together  in  harmony  to  accomplish  a  satisfac- 
tory trip  with  a  motive  power  equipment  of  moderate  size  and  with 
a  fairly  uniform  demand  upon  its  staying  powers.  To  accomplish 
this  harmonious  result  the  railway  man  modifies  his  first  schedule 
in  such  particulars  as  are  found  to  demand  poor  design  of  the 
motors  and  the  motor  designer  selects  such  a  design  of  motor  and 
equipment  as  will  most  nearly  approximate  a  uniform  loading  when 
working  according  to  the  schedule. 

The  method  of  working  out  the  motor  equipment  of  an  in- 
dustrial establishment  is  not  dissimilar  to  that  of  a  railroad.  In  the 
first  place  the  superintendent  selects  his  machines  and  arranges  them 
in  his  building  as  will  best  facilitate  the  handling  of  the  material, 
afiford  the  best  light,  occasion  the  least  danger  from  accident,  and  to 
the  greatest  degree  obtain  economy  of  production.  He  states  the 
general  features  of  operation  of  each  machine  under  different  work- 
ing conditions,  the  time  it  is  run,  the  kind  of  material  it  handles,  its 
relation  to  other  machines,  etc.  This  arrangement  is  then  submitted 
to  the  engineer  for  analysis,  criticism  and  suggestion. 

First  the  engineer  considers  the  power  requirements  of  each 
machine  individually.    Rotative  power  is  the  product  of  torque  and 
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speed,  work  the  product  of  power  and  time.  Speed-torque  time 
characteristics  must  be  determined  for  each  machine.  This  requires 
tests  and  calculations  in  addition  to  the  statements  of  the  superin- 
tendant  as  to  the  hours,  use  and  other  conditions  of  operation.  This 
data  may  be  secured  in  some  one  of  several  methods  or  possibly 
checked  by  two  of  them.  Sometimes  the  manufacturer  will  furnish 
guaranteed  performance  curves  or  statements.  This  has  been  the 
practice  of  some  manufacturers  of  electrical  apparatus  for  many 
years  and  is  being  required  more  of  other  manufacturers.  Further- 
more, the  facility  of  making  accurate  tests  by  means  of  electric 
motive  power  and  electric  instruments  has  brought  the  matter  of 
testing  within  the  means  of  the  smallest  manufacturers.  Usually 
the  central  station  company  is  glad  to  co-operate  in  making  tests  on 
apparatus  which,  when  sold,  will  require  electric  energy  to  operate, 
the  manifestly  wise  course  in  a  broad  business  policy.  Centrifugal 
pumps  and  blowers  are  notable  examples  of  machines,  the  perform- 
ance of  which  wi'll  always  be  guaranteed  by  the  manufacturers. 
Frequently  the  size  of  the  motor  will  be  recommended  by  the  manu- 
facturer, but  this  should  not  be  relied  upon.  Some  recommend  a 
small  motor  to  indicate  an  efficient  machine  and  trust  that  the  user 
will  not  overload  it ;  others  recommend  a  motor  of  excessive  size  on 
the  theory  that  the  user  will  always  overload  his  machine  and  it  is 
better  to  have  too  much  rather  than  too  little  power.  Either  prac- 
tice is  manifestly  bad.  With  the  earnest  co-operation  of  the  electric 
motor  manufacturers,  the  data  and  recommendation  of  the  machine 
manufacturers  is  becoming  much  more  reliable. 

A  second  method  is  sometimes  used  when  power  is  distributed 
through  shafting  from  one  steam  engine  or  electric  motor.  This  is 
to  measure  by  means  of  indicator  cards  or  meters  as  the  power  may 
require,  the  total  power  input  under  more  or  less  known  varying 
conditions.  Where  the  friction  is  apt  to  be  as  great  or  greater  than 
the  load,  the  power  determination  is  only  an  approximation  likely 
to  be  misleading,  and  if  no  better  determination  can  then  be  made  to 
aid  in  the  motor  selection,  a  careful  check  should  be  made  as  soon 
as  a  better  method  is  available.  By  replacing  the  machine  by  a 
prony  brake  and  measuring  the  effective  power  output  wdien  the 
power  input  is  the  same  as  with  the  machine  on,  the  varying  friction 
losses  can  be  eliminated  and  the  real  power  output  determined. 

A  third  method  of  determining  the  performance  is  to  measure 
the  torque  directly  by  means  of  a  simple  dyanometer.  This  metliod 
i^;  scientific  and  is  often  of  great  value.    It  is  used  to  obtain  starting 
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torque,  which  is  difficult  to  obtain  otherwise,  and  the  running  torque 
of  slow-speed  machines  and  others  whose  torque  is  constant  and 
whose  work  is  proportional  to  the  speed.  Examples  of  machines 
which  can  be  advantageously  tested  this  way  are  elevators,  whose 
starting  torque  exceeds  the  running  torque  by  approximately  the 
ratio  of  the  static  to  the  running  friction  of  the  gearing,  and  tum- 
blers whose  low  speed  makes  it  possible  to  make  complete  tests.  In 
the  case  of  elevators  this  must  be  supplemented  by  calculations  when 
a  certain  specified  rate  of  acceleration  must  be  effected.  Reciprocat- 
ing macnines  with  heavy  parts  alternately  accelerating  and  deceler- 
ating cannot  be  tested  practically  by  this  method.  A  transmission 
dynamometer  can  be  used  in  a  wide  variety  of  machines. 

A  fourth  method  is  by  calculations  from  the  general  data  con- 
cerning the  work  to  be  done  by  the  machine.  An  interesting  ex- 
ample of  this  is  a  hoop  machine,  used  to  press  the  hoops  tightly 
down  on  kegs  and  barrels.  It  was  learned  that  a  7.5  hp  motor  was 
driving  a  similar  machine  satisfactorily  in  one  place,  a  15  hp  motor 
in  another,  but  no  test  was  obtainable.  The  size  of  the  hoop,  the 
least  angle  of  curvature  against  which  the  hoop  was  forced,  and  the 
speed  of  the  press  were  measured.  It  was  first  calculated  that  eight 
horse-power  was  sufficient  to  break  the  hoop  under  the  conditions 
obtaining,  and  then  that  a  two  horse-power  motor  with  suitable  fly- 
wheel would  be  amply  large  enough  to  perform  the  work.  Experi- 
ence with  this  machine  has  demonstrated  the  accuracy  of  the  calcu- 
lations and  the  ability  of  the  motor  to  do  the  work  satisfactorily. 

A  fifth  method  is  to  drive  the  machine  by  means  of  an  electric 
motor,  and  from  suitable  meters  connected  in  the  line  to  determine 
the  power  input  of  the  motor  under  all  working  conditions.  Then 
from  the  known  performance  of  the  motor  or  by  making  further 
tests  on  the  motor  with  a  prony  brake,  the  exact  power  required  by 
the  machine  may  be  easily  calculated.  This  is  in  most  cases  an  ideal 
method  and  is  often  used  even  for  machines  normally  driven  from  a 
line  shaft  or  a  steam  engine  by  running  temporary  wires  and  setting 
up  a  motor  to  drive  the  machine  for  the  test.  In  this  way  an  entire 
establishment,  driven  by  one  motor  through  long  shafting,  can  be 
accurately  studied  for  individual  motor  application.  Generally  two 
test  motors  can  be  selected  which  will  have  sufficient  range  for  ac- 
curate tests  of  the  entire  plant. 

By  means  of  a  graphic  recording  meter  running  at  a  high  rate 
of  speed,  an  exact  record  of  the  instantaneous  power  required 
throughout  the  cycle  of  operation  of  any  machine,  such  as  a  shaper 
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or  group  of  machines  can  be  obtained.  This  affords  a  basis  of  study 
to  properly  equip  each  machine  and  also  to  run  an  entire  shop  most 
economically.  It  shows  the  comparative  power  required  by  an  old 
and  new  style  machine ;  for  instance,  whether  a  machine  is  over- 
counterbalanced,  whether  the  operatives  are  slow  to  begin  work  and 
quick  to  shut  down  their  machines.  Speed  indicators,  stroke  count- 
ers, graphic  stroke  indicators,  dynamometers,  engine  indicators, 
prony  brakes,  indicating,  integrating  and  graphic  recording  electric 
meters ;  these  are  some  of  the  more  important  tools  used. 

It  is  important,  especially  in  old  plants  which  are  being  modern- 
ized, to  examine  each  machine  with  the  idea  of  replacing  it  if  possi- 
ble with  a  new  machine  of  enough  greater  efficiency  to  warrant  the 
investment  and  with  the  idea  of  correcting  mistakes  in  operation 
which  m.ay  have  crept  into  practice  insidiously  and  remained  un- 
noticed. To  illustrate,  on  one  plant  a  centrifugal  fan  was  found 
running  at  such  speed  that  the  damper  in  the  supply  pipe  was  al- 
ways partly  closed.  A  change  of  one-half  inch  was  made  in  the 
diameter  of  the  motor  pulley  and  satisfactory  results  obtained  with 
a  power  consumption  of  only  71  percent  of  that  formerly  used  and 
a  saving  of  $100  per  month.  Again  a  130  foot  turbine  pump  was 
found  pumping  against  less  than  60  feet  static  and  about  20  feet 
normal  friction  head  resulting  in  great  losses  and  unsatisfactory 
service. 

Of  prime  impDrtance  is  the  matter  of  speed  variation,  for  upon 
this  requirement,  more  than  any  other,  depends  the  choice  between 
the  direct  and  alternating-current  systems,  if  both  sources  of  power 
are  available  from  the  central  station.  Direct-current  motors  can  be 
obtained  with  a  range  of  speed  of  as  much  as  one  to  six,  capable  of 
operation  at  full-load  and  nigh  efficiency  at  any  speed  within  this 
range.  Two  or  three-speed  alternating-current  motors  may  be  ob- 
tained in  the  larger  sizes  w^ith  good  efficiency,  but  as  a  rule,  variable 
speed  alternating-current  motors  are  of  such  low  efficiency  at  the 
slow  speeds  that  they  cannot  be  used  economically  for  continuous 
service  at  the  slow  speeds.  If  a  large  proportion  of  variable  speed 
motors  is  required,  then  the  direct-current  system  is  desirable.  If 
few  or  none  of  the  machines  require  variable  speed  alternating- 
current  is  preferable,  chiefly  on  account  of  the  simple  and  rugged 
construction  of  the  motors.  There  are  either  no  moving  contacts 
or  else  slip  rings  only  with  low  potential  across  them.  The  only 
wearing  parts  are  the  two  shaft  bearings ;  the  only  attention  re- 
quired is  the  oiling  of  the  bearings  and  the  general  cleaning  of  the 
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machine.  Alternating-current  motors  have,  in  general,  more  nearly 
constant  speed  than  direct-current  motors.  They  are  capable  of 
being  loaded  momentarily  to  a  standstill  without  injury,  have  a 
maximum  torque  of  two  and  one-half  to 
three  times  full-load  torque,  can  be  started 
in  the  smaller  sizes  without  a  rheostat  by 
simply  closing  the  line  switch. 

With  the  general  data  together  and 
the  system  chosen,  the  selection  of  indi- 
vidual motors  begins.  The  simplest  re- 
quirements of  a  motor  are  to  start  with 
light   load    (from   zero   to    full-load  torque 

MOTOR     DRIVING     VENTILAT-  ,  .,  ,  ri<.N  1*.  „*. 

iNG  FAN  ^^y  ^^  considered  as  light)  and  to  run  at 

Light  starting  conditions  moderate  and  constant  speed  with  fairly 
—continuous  operation  at  uniform  load  for  considerable  periods  of 
constant  speed.  .  ^,  .  _       ^   .       .    .        ,  ,    •       ,    r 

time.     Ihis   sort  of  load  is  obtained   trom 

such  machines  as  drill  presses,  lathes  and  milling  machines 
in  a  machine  shop;  grinders,  tumblers  and  blowers  in  a  foun- 
dry ;   grinding   mills,    cleaners    and   conveyers    in   a    feed,   flour   or 


FIG.    2 — MOTOR   DRIVIaN'G    SHAPF.R 

Medium  starting  conditions — adjustable  speed. 

spice  mill,  brewery  or  grain  elevator ;  looms  or  sewing  machines 
in  a  textile  factory ;  burnishers,  setters  and  sewing  machines  in  a 
shoe  factory ;  sausage  cutters  in  a  meat  market ;  a  continuous  press 
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in  a  printing  shop,  etc.  For  this  service  a  shunt  wound  direct-cur- 
rent motor  or  a  squirrel-cage  alternating-current  motor  are  best 
suited  and  are  the  cheapest  forms  of  direct-current  and  alternating- 


'^^*^^M^T^"Tjin 


FIG.    3 — MOTOR    DRIVING    CENTRIFUGAL    PUMP 

Continuous  operation  at  high  speed. 

current  motors  respectively.  For  similar  characteristics,  except  that 
very  high  speeds  are  required  as  for  high  pressure  blowers  or  tur- 
bine pumps,  a  special  direct-current  motor  should  be  used  which  is 


FIG.    4 — MOTOR    DRIVING    CYLINDER    PRINTING    PRESS 

High  starting  torque — conliiuious  operation  at  constant  speed. 

designed  especially  to  give  good  commutation  with  a  weak  field  and 
consequent  high  speed. 

When  a  high  starting  torcjue  is  required  with  constant  speed 
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operation,  a  direct-current  motor  with  compound-wound  fields  or  an 
alternating-current  motor  with  wound  secondary  should  be  used. 
Air  compressors  or  displacement  pumps  require  full-load  torque  at 
starting;  elevators  require  as  much  as  50  percent  in  excess  of  full- 
load  torque.  A  direct-current  motor  which  is  very  frequently 
started  and  stopped  or  one  which  has  a  very  fluctuating  load  should 
always  be  compound-wound  in  order  to  minimize  commutation 
troubles.  Neither  of  these  conditions  adversely,  affect  a  squirrel- 
cage  alternating-current  motor. 

Series  wound  direct-current  motors  and  induction  motors  with 
wound  rotors  are  largely  used  for  crane  or  hoisting  work.  They  are 
variable  speed  motors,  the  speed  being  inversely  proportional  to  the 


MOTOR  DRIVING  COMBINATION  PUNCH  AND  SHEAR  MACHINE 

Typical  application  using  fly-wheel. 

load.  Similarly  synchronous  alternating-current  motors  are  seldom 
used  because,  although  rigorously  constant  in  speed  within  the  limits 
of  speed  variation  of  the  supply  generator,  they  are  more  expensive 
and  difficult  of  control.  In  a  large  plant  requiring  both  alternating 
current  and  direct  current  and  supplied  with  alternating-current 
from  the  central  station  a  synchronous  motor — direst-current  gen- 
erator set  has  many  advantages. 

A  thorough  understanding  of  the  principles  of  mechanics  and 
familiarity  with  mechanisms  is  essential  to  the  best  results  in  motor 
application.  As  an  illustration,  with  machines  having  intermittent 
sudden  demands,  such  as  power  presses  and  shears ;  with  heavy  re- 
ciprocating parts  such  as  printing  presses,  and  others  of  like  char- 
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acteristics,  it  is  almost  always  possible  to  use  a  relatively  small 
motor  by  including  in  the  mechanism  a  suitable  lly-whcel  and  select- 
ing a  motor  with  variable  speed  tendency.  With  this  combination 
the  motor  can  easily  bring  the  fly-wheel  up  to  speed  and  then  when 
the  load  comes  on  reduce  its  speed  so  as  to  throw  the  burden  upon 
the  wheel.  Reference  has  already  been  made  to  the  hoop  machine 
which  shows  the  value  of  the  fly-wheel.  Motor-generator  sets  with 
which  are  combined  large  fly-wheels  are  coming  into  general  use  for 
equalizing  the  demand  from  the  line  in  cases  where  the  load  is  of  a 
violently  fluctuating  character,  such  as  on  large  mine  hoists,  revers- 
ing rolls  in  steel  mills*, 
rtc. 

The  correct  selec- 
tion of  the  best  method 
if  transmitting  the  pow- 
er from  the  motor  shaft 
to  the  machine,  whether 
by  coupling,  gears,  chain 
I  ir  belt,  requires  not  only 
a  knowledge  of  possible 
arrangements  but  ac- 
quaintance with  their 
comparative  advantages 
and  disadvantages,  adapt- 
ability and  limitations,  and 
above  all  the  essential 
requirements  for  their 
successful   operation. 

In  most  establish- 
ments conditions  exist 
which     do     not     warrant 


MOTORS   DRIVING   SPIXXIXG   FR.\MES 

Illustrating  individual   drive. 


the  installation  of  a  separate  motor  for  each  machine,  but  under 
which  the  most  satisfactory  operation  obtains  through  the  arranging 
of  at  least  part  of  the  machines  in  groups  driven  from  line  shafts, 
each  shaft  driven  by  a  motor.  This  arrangement  is  termed  group 
drive  and  may  be  extended  to  include  the  entire  establishment  in 
one  group.  The  following  principles  determine  the  selection  be- 
tween individual  and  group  drive. 

Individual  drive  is  correct  when,  i — the  cost  of  installation  is 
less  than  for  a  group  drive;  2 — when  the  .saving  in  operating  cost  of 

*See  article  bv  Mr.  W.  A.  Dick  in  the  Jourx.'Vl  for  February,  1908,  Vol. 
v.,  p.  68. 
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the  individual  drive  is  more  than  enough  to  pay  the  additional  fixed 
charges  of  this  form;  3 — when  the  convenience  of  operation  is  worth 
the  additional  cost  which  may  be  involved.  The  discrepancy  in  cost 
between  group  and  individual  drive  is  not  as  great  as  might  be  at 
first  supposed.  For  example,  assume  the  case  of  a  group  of  twelve 
machines  each  requiring  about  one  hp,  four  requiring  to  be  rever- 
sible and  four  requiring  variable  speed.  The  cost  of  drive  for  these 
machines  using  one  10  hp  motor,  60  feet  of  line  shaft,  counter- 
shafts, pulleys  and  belts  is  about  $590.  The  cost  of  individual  motor 
drive  using  twelve  one  hp   motors  of  required  characteristics,  having 


MOTOR  DRIVING  LARGE  GROUP  OF  BUFFING  AND  GEARING  LATHES 

Typical  illustration  of  group  drive— as  contrasted  with  in- 
dividual drive,  using  small  motor  on  each  machine  and  thereby 
eliminating  the  obvious  complication  of  countershafts  and  belting. 

a  speed  ratio  of  about  i  to  1.25,  geared  or  belted  directly  to  the  ma- 
chines, complete  with  rheostats  and  switches  is  about  $965,  a  differ- 
ence of  only  $375.  This  difference  is  much  less  where  so  called 
constant  speed  motors  alone  are  used.  It  would  not  take  long  for 
either  the  repair  or  maintenance  account,  or  the  increased  and  better 
production  to  make  up  the  difference  in  first  cost.  Furthermore,  if 
these  machines  were  distributed  over  a  large  space,  with  many  addi- 
tional bearings,  pulleys,  belts  and  feet  of  shafting,  the  cost  of  the 
group  drive  would  soon  exceed  that  of  the  individual  drive. 

The  saving  in  operating  cost  of  individual  drive  depends  on,  i — 
the  difference  in  fixed  charges,  usually  in  favor  of  group  drive;  2 — 
the  difference  in  efficiency  of  the  motors,  this  in  favor  of  the  larg-: 
group  motor  if  run  at  high  average  load,  otherwise  in  favor  of  the 
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smaller  motors  well  loaded  when  running  at  all ;  3 — the  number  of 
bearings  loose  pulleys,  belts  and  gears  eliminated  by  the  use  of  in- 
dividual motors;  4 — the  average  hours  daily  use  of  machines.  The 
friction  losses  of  the  old  style  establishment  run  from  25  to  75 
percent  of  the  maximum  load,  much  of  which  can  be  eliminated  by 
means  of  individual  drive.  In  one  machine  shop  where  tests  were 
made,  there  were  two  line  shafts  each  about  75  feet  long,  new  roller 
bearings,  carefully  aligned,  well  proportioned  belts  and  pulleys,  all 
carefully  attended  to,  driven  by  two  15  hp  motors.  The  friction 
loss  of  motors,  shafts  and  countershafts  amounted  to  5  hp  and  6.6 
hp ;  the  load  with  all  machines  running  light,  16.2  hp  and  16.4  hp 
The  maximum  load  recorded  in  six  months'  operation  of  these,  to 
gether  with  a  five  hp.  motor  on  another  shaft,  several  motors  on  a 
crane  and  several  individual  machine  motors  has  been  40  hp. 

In  another  establishment  there  were  two  steam  engines  in  one 
room  driving  line  shafts  on  several  floors  of  three  buildings.  One 
engine  of  35  hp  rated  capacity  drove  480  feet  of  three-inch  shafting 
with  56  bearings,  four  pulleys,  ten  pair  of  heavy  cast  iron  gears,  50 
feet  of  ten-inch  belting,  and  a  little  light  machinery.  This  ma- 
chinery is  now  geared  directly  to  nine  alternating-current  motors 
aggregating  35  hp  capacity.  The  other  engine  of  75  hp 
rated  capacity  drove  262  feet  of  three-inch  shafting,  47  bearings, 
37  pulleys,  four  pairs  of  gears,  415  feet  of  double  belt  averaging 
ten  inches  in  width,  and  14  machines,  of  which  seldom  more  than 
three  are  operated  at  the  same  time,  although  the  shaft  ran  24  hours 
a  day.  These  machines  are  now  driven  by  fourteen  motors,  aggre- 
gating loi  hp  capacity  at  a  gratifying  reduction  in  cost.  At  present 
values  the  engine  drive  would  cost  more  than  the  electric  drive  and 
has  a  scrap  value  now  nearly  equal  to  the  cost  of  the  electric  drive. 

Convenience  of  operation  is  a  hard  thing  to  capitalize.  It  in- 
cludes such  features  as  cleanliness,  more  light  and  less  shadows,  less 
noise,  more  uniform  operation,  quick  and  easy  control  of  speed,  less 
danger  from  moving  belts  or  accidental  starting,  reliability,  flexibil- 
ity under  present  or  unforseen  conditions,  location  and  relocation  of 
machines  without  thought  of  power  supply,  simplicity  of  remote 
control  and  automatic  operation,  freedom  from  annoyance  and  delay 
due  to  loose  and  broken  belts,  ability  to  support  the  motor  from  the 
floor,  side  wall  or  ceiling,  the  two  latter  methods  making  available 
the  floor  space  otherwise  occupied  by  motors  or  vertical  belts.  Some 
manufacturers  have  been  able  to  partially  determine  its  value  by  the 
increased  production  of  their  factories  which  has  amounted  to  from 
ten  to  25  percent  with  equal  or  less  power  cost. 


A  60-CYCLE   GAS-DRIVEN  POWERISTATION 

OPERATING  RESULTS  AT  THE  PLANT  OF  THE  UNION  SWITCH  &  SIGNAL  CO. 

J.  R.  BIBBINS 

THERE  has  been  so  much  speculation  within  recent  years  on 
the  possibiHty  of  success  in  operating  6o-cycle  gas-driven 
alternating-current  generators  in  parallel  on  a  fluctuating  in- 
dustrial load  that  some  actual  experience  and  results  from  a  modern 
plant  would  seem  to  be  of  value  and  interest  at  this  time.  The  rea- 
sons for  selecting  the  Swissvale  plant  of  the  Union  Switch  &  Signal 
Company  are  noted  below.  All  of  these  characteristics  are  rarely 
found  in  a  single  plant : — 

I — It  was  one  of  the  very  earliest  6o-cycle  plants  installed  in 
this  country,  yielding  eight  years'  experience  to  date. 

2 — Its  operation  at  all  times  has  been  representative  of  the 
average  industrial  plant  on  24-hour  service. 

3 — Its  growth  has  been  along  lines  identified  with  good  en- 
gineering. 

POWER    DEVELOPMENT 

To  the  author's  best  knowledge,  parallel  operation  by  gas  en- 
gines on  a  commercial  scale  was  first  wrought  out  in  America  in 
the  Pittsburg  district.  As  early  as  1900- 1-2,  three  plants*  were 
equipped  with  engines  ranging  from  125  to  300  hp  of  the  vertical 
single-acting  type.  The  fact  that  all  of  these  machines  are  to-day 
in  regular  service,  is  the  best  evidence  of  the  fact  that  the  prelimi- 
nary experiments  of  1899  at  East  Pittsburg  were  successful.  These 
experiments  were  conducted  on  engines  of  the  vertical,  single-acting 
type,  in  the  efifort  to  solve  parallel  operation.  -After  various  at- 
temps  at  solid  coupling,  the  result  was  a  recommendation  of  flexible 
drive  for  60-cycle  work,  and  all  plants  were  so  equipped.  Generator 
spiders  were  mounted  on  loose  sleeves  with  helical  spring  couplings. 
One  unit  in  each  plant,  however,  was  solid  coupled  for  operating 
alone. 

The  old  Swissvale  plant  has  been  in  continuous  service  night 
and  day  up  to  1908,  when,  by  reason  of  extensions  to  the  manufac- 
turing plant  at  Swissvale,  an  enlargement  of  the  power  plant  be- 


*The  Westinghousc  Machine  Co.,  East  Pittsburgh,  900  hp.;  R.  D. 
Nuttall  Company,  Pittsburgh,  500  hp.  (equipment  later  doubled);  and 
the  Union  Switch  &  Signal  Co.,  500  hp.  (equipment  later  doubled). 
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came  necessary.  The  original  equipment  was  transferred  to  a  new 
generating  station  designed  primarily  for  the  horizontal  type  double- 
acting  engine.  This  new  power  station  (Fig.  1)  went  in  service 
May  nth  of  this  year  and  operates  along  precisely  the  same  lines  as 
the  old.  In  fact,  both  single-acting  and  double-acting  units  are  in 
daily  service  in  parallel  on  the  same  load. 

OPERATION 

The  normal  shop  load  at  Swissvale  extends  through  24  hours 
with  sustained  morning  and  afternoon  output  and  an  all-night  load 
50  percent  lower,  yielding  an  average  loading  factor  for  the  entire 


FIG.     1 — XKW    2000    HP    POWER  STATION  OF  UNION   SWITCH   &  SIGNAL  COMPANY 

Three  22,y2y^2>2>  inch,  150  r.p.m.,  double-acting  units;  three  350  kw  60- 
cycle  generators,  solid  coupled.  Small  vertical,  single-acting  units,  spring 
coupled.    All  units  in  parallel  on  common  bus-bars. 

plant  of  about  40  percent  of  its  capacity.  While  the  hourly  outi)Ut 
is  fairly  uniform,  instantaneous  lluctuations  are  incessant,  due  to 
application  of  large  motors,  probably  averaging  25  percent  above 
and  below  mean.  There  is  also  a  24-hour  lighting  load  often  car- 
ried from  the  power  bus-bars.  Although  voltage  regulators  are  em- 
ployed, the  fact  remains  that  any  such  apparatus,  however  sensitive, 
would  be  quite  incapable  of  compensating  for  inherent  irregularities 
in  turning  moment  at  the  shaft.  The  service  at  this  plant  is  such 
as  to  impose  a  most  satisfactory  test  of  60-cycle  parallel  operation. 
Incidentally,  it  may  be  noted  that  some  of  the  units  have  a  record 
of  seven  weeks'  continuous  operation. 
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The  character  of  attendance  at  Swissvale  is  normal — a  chief, 
trained  in  gas  engine  work,  and  assistants  educated  at  the  plant.  In 
the  old  plant,  two  men  operated  i  ooo  hp  in  gas  engines,  together 
with  air  compressors.  At  present,  three  men  have  charge  of  double 
that  capacity  (two  on  night  shift). 

The  operation  of  starting,  synchronizing,  distributing  load,  etc., 
are  practically  identical  with  steam  practice.  At  the  board,  a  syn- 
chronizer and  the  usual  lamps  determine  the  time  of  switching.  Any 
of  the  operators  are  capable  of  paralleling  with  the  assistance  of  a 
second  man  to  depress  the  governor  by  hand  while  adjusting  speed. 
A  separate  adjustment  of  the  governor  springs  provides  for  equaliz- 
ing load.  Starting  is  accomplished  automatically  by  compressed  air, 
one  valve  controlling  all  four  inlets  to  individual  combustion  cham- 
bers. Usually  50  to  60  pounds  pressure  is  sufficient  for  the  purpose, 
although  high  pressure  tanks  are  kept  continually  charged.  Normal 
ignition  usually  commences  on  the  third  revoilution.  A  centrifugal 
safety-stop  at  the  fly-wheel  rim  prevents  over-speed  by  tripping  a 
switch  which  opens  the  ignition  circuit.  Both  cylinder  and  journal 
lubrication  is  automatic.  The  oil  supplied  to  each  engine,  and  the 
cooling  water  to  jackets,  are  each  controlled  by  single  valves,  so  that 
in  starting  an  engine  there  are  but  five  operations :  i — Closing 
igniter  switch ;  2 — operating  compressed  air  valve ;  3 — opening  gas 
throttle ;  4 — opening  water  gate ;  5 — and  oil  valve.  These  present 
no  complexity,  even  in  emergencies ;  in  fact,  the  engine  is  favored  in 
comparison  with  steam-driven  condensing  units. 

RELIABILITY 

Automatic  lubrication  was  brought  about  by  the  absolute  neces- 
sity of  avoiding  carelessness  of  operators.  Owing  to  the  extreme 
temperatures  and  lack  of  presence  of  moisture,  as  in  steam  cylinders, 
ample  lubrication  is  imperative.  And  although  double-acting  pis- 
tons are  supported  free  from  the  cylinder  walls  by  front,  center  and 
rear  crossheads,  a  stoppage  of  lubricant  for  any  length  of  time 
would  likely  result  in  scoring  of  cylinders.  The  mechanical  sight- 
feed  system,  driven  by  the  engine  itself,  avoids  this  danger,  and 
incidentally  largely  reduces  the  quantity  used  by  injecting  cylinder 
oil  only  on  the  induction  stroke,  when  it  is  easily  spread  over  the 
cylinder  surface  before  combustion  takes  place.  Similarly,  the  con- 
tinuous gravity  filtration  systems  for  engine  oil  have  practically 
eliminated  troubles  with  hot  bearmgs  and  have  reduced  the  con- 
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sumption    of    lubricating   oil    practically   to    the    point    of    leakage, 
evaporation  and  waste. 

Ignition,  a  second  vital  point  in  gas  engine  operation,  is  ren- 
dered reliable  by  the  use  of  two  or  more  igniters  in  each  combustion 
chamber,  all  fired  at  the  same  instant,  but  separately  fused,  so  that 
a  troublesome  igniter  can  be  isolated.  Incidentally,  it  is  a  matter  of 
good  fortune  that  the  more  perfect  combustion  produced  by  igniting 
the  gases  at  different  points,  results  in  from  three  to  four  percent 
increase  in  power,  as  shown  by  tests  with  one  and  two  igniters  re- 
spectively. The  effectiveness  of  this  system  may  be  measured  by 
the  results  produced.  The  ignition  is  quite  uniform.  A  remark- 
able record  of  blast  furnace  gas  operation.  Fig.  2  (discussed  later), 
also  shows  this  feature. 

REPAIRS 

It  is  the  policy  at  Swissvale  to  spend  enough  annually  for  re- 
pairs to  maintain  the  equipment  at  its  original  state  of  efficiency. 
In  other  words,  to  forestall  depreciation,  except  in  the  form  of 
obsolescence.  The  maintenance  account,  therefore,  includes  items 
which  might  have  been  avoided  had  it  been  the  intention  to  put  the 
plant  out  of  commission  after  a  comparatively  short  period  of  ser- 
vice. Considering  the  original  equipment  of  vertical  gas  engines, 
this  maintenance  acount  for  the  sixth  and  seventh  year  of  service 
averaged  about  four  percent  of  the  plant  valuation — equivalent  to 
25  years'  life — by  no  means  an  abnormal  rate  of  depreciation. 

The  following  notes  indicate  the  normal  repair  work  necessary. 
The  vertical  cylinders  have  not  yet  required  reboring.  Exhaust 
valves  require  regrinding  once  in  six  months.  Igniter  points  on  the 
small  engines  are  examined  and  repaired  twice  each  month.  This 
is  due  to  replacing  platinum  by  iron  wire  points  which,  of  course, 
wear  down  at  a  much  faster  rate.  With  the  old  platinum  points, 
engines  have  run  seven  weeks  continuously  without  shutting  down 
for  replacing  igniters.  In  the  horizontal  engines  no  points  are  used, 
and  the  igniter  terminals,  lasting  several  years,  require  facing  not 
more  than  once  in  three  months.  Jackets  require  cleaning  about  once 
a  year.  Vertical  engine  bearings  are  taken  out  once  a  year ;  hori- 
zontals, as  occasion  demands.  Horizontal  piston  rod  packings  or 
piston  rings,  have  not  yet  been  removed,  having  been  in  operation 
only  eight  months.  In  general,  there  is  no  indication  that  alternat- 
ing-current parallel  operation  is  in  the  least  responsible  for  any 
greater  share  of  the  repair  items  than  in  the  operation  of  direct- 
current  generators. 
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COST    OF    rOWER 

Owing  to  the  difificulty  of  segregating  some  cost  items  from 
blanket  accoimts,  we  cannot  obtain  from  the  records  of  the  old 
Swissvale  plant  a  schedule  of  power  costs  exactly  comparable  to 
central  station  practice.  However,  a  fairly  accurate  analysis  may  be 
made  from  the  records  as  presented  in  Table  I.  This  data  corre- 
TABLE  I— COST  OF  POWER— U.  S.  &  S.  CO. 

Capacity  of  plant 900  hp.,  500  kw. 

Number    of  units 5 

Type   of  units:  Vertical,   single-acting,  spring-coupled. 
Maximum  loading  factor,  January,  February  and  March .  .44  percent. 

Gas  per  kw-hr.   (according  to  quality) 22-25  cu.  ft. 

Approximate  cost  of  plant $100  per  kw. 

Average  Cost  of  Operation  for  50  percent  Loading  Factor; 
Output,  2,190,000  kw-hr.   per  year. 

Fuel  at  15  cents  per  M.  cu.  ft $  5,150 

Water    (estimated,    10   percent  make  up) 300 

Oil    and    Waste 1,000 

Labor  (3  men  day;  2  men  night) 4  200 

Repairs  and  Maintenance   (4  percent  valuation) 2,000 

Total   Operating  Cost — 0.58  cents  per  kw-hr $12,650 

Fixed  Charges: 

Interest,  5  percent;  Taxes,  i  percent 3,000 

Insurance    (Building    Fireproof) 


$15,650 
Total  Cost  of  Power 0.71   cents  per  kw-hr. 

sponds  to  an  average  station  loading  factor  of  fifty  percent — fuel 
at  15  cents  per  thousand  cu.  ft.,  and  other  items  of  cost  prorated 
from  the  present  schedule.  A  fixed  charge  of  ten  percent,  for 
maintenance,  interest,  etc.,  has  been  included.  On  this  basis  the  old 
I  000  hp  plant  was  able  to  deliver  power  at  switchboard  for  0.58 
cent  operating,  and  0.71  cent  per  kw-hr  total.  The  figures  clearly 
define  the  question  of  commercial  cost  as  well  as  thermal  efficiency, 
and  are  verified  by  the  actual  records.*  No  records  under  compara- 
tive conditions  have  yet  been  obtained  from  the  new  horizontal 
plant  as  it  is  at  present  very  lightly  loaded  and  has  not  been  in 
operation  a  sufficient  length  of  time  to  yield  a  fair  average. 

GOVERNING 

Present   interest   in  the   Swissvale  plant  centers  largely   in   its 

*Data   on    operation    furnished   by    Mr.   J.    G.    Schreuder,   2nd   Vice- 
President  and  Consulting  Engineer. 
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ability  to  give  suitable  regulation  for  60-cycle  work.  Some  results 
in  this  line  will,  therefore,  be  of  interest.  The  problem  of  gas  en- 
gine governing  involves  several  factors :  a — simple  speed  regulation 
with  varying  load ;  b — cyclic  speed  variation  resulting  from  variable 
crank  effort;  c — governor  lag  behind  admission;  d — possibility  of 
missed  power  stroke  from  back  fire  or  igniters.  Contrasting  the 
steam  turbine,  steam  engine  and  gas  engine,  we  find  very  dissimilar 
conditions.  In  the  turbine,  the  governor  and  the  resultant  dynamic 
effort  change  simultaneously ;  i.  e.,  there  is  no  time  lag.  In  the 
steam  engine,  the  governor  acts  in  the  same  stroke  as  the  previous 
cut-off;  i.  e.,  assumes  a  position  determined  by  previous  admission — 
less  than  90  degrees  lag.  In  the  simple  four-cycle  engine,  the  gov- 
ernor lags  two  strokes  behind  the  admission,  but  with  the  tandem 
cylinder  arrangement,  this  lag  is  reduced  to  one  stroke.  Fortunate- 
ly, with  the  fly-wheel  weight  necessary  to  absorb  cyclic  variation, 
this  lag  is  comparatively  unimportant  and  may  be  observed  only  in 
the  over-travel  of  the  governor  during  extreme  load  changes,  as 
shown  later. 

In  view  of  this  unavoidable  lag,  governors  tending  to  anticipate 
speed  change  (such  as  the  isochronous  or  the  inertia  type)  are  evi- 
dently least  suited  as  introducing  needless  sensitiveness,  or  instabil- 
ity. On  the  other  hand,  the  simple  centrifugal  type  carefully  de- 
signed for  the  work  in  view,  has  proven  quite  suitable,  especially 
those  types  in  which  the  centrifugal  force  of  the  weights  is  resisted 
by  direct  spring  tension  without  intervening  levers  or  contacts  (such 
as  the  Hartung,  Jahns,  etc.). 

In  most  large  gas  engines  the  relay  system  of  governing  is  em- 
ployed. l\vo  important  elements  enter  into  this  relay  system : 
First,  the  regulator  is  entirely  relieved  of  the  work  of  moving  heavy 
valves,  particularly  necessary  when  they  are  fouled  by  tar,  dust  or 
other  foreign  matter.  Thus  the  eff'cct  of  valve  friction  is  entirely 
eliminated.  Second,  control  of  motive  fluid  is  possible  right  at  the 
point  of  entry  to  the  cylinder.  In  the  early  designs  of  multi-cylinder 
engines,  a  single  governor  valve  was  employed  to  control  all  cylin- 
ders, resulting  in  a  large  quantity  of  mixture  lying  idle  between 
valve  and  outlying  cylinders.  Before  any  further  governing  could 
be  accomplished,  this  idle  mixture  evidently  had  to  pass  through  the 
cycle,  the  time  element  involved  varying  with  the  distance  of  cylin- 
ders from  governing  valve ;  and,  most  important,  a  single  backfire 
would  vitiate  the  incoming  mixture  for  all  cylinders.  The  present 
system  of  governing  at  inlets  only,  is  evidently  the  direct  reverse, 
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embodying  the  very  important  point  that  there  is  practically  no  idle 
mixture  between  governor  valve  and  inlet ;  i.  e.,  that  the  supply  at 
each  stroke  is  exactly  equal  to  the  demand — ^thus  minimizing  the 
effect  of  backfires. 

Mixture — There  has  been  much  discussion  upon  the  merits  of 
the  constant  versus  variable  quality  system  of  gas  engine  regulation. 
The  one  governs  by  throttling  a  mixture  of  most  eff'ective  propor- 
tions ;  the  other,  by  introducing  more  or  less  excess  air  according 
to  the  load,  to  fill  the  cylinder  and  maintain  constant  compression. 
Quite  recently  a  statement  was  publicly  made,  which  questions  the 
merits  of  the  constant  quality  system  for  conditions  of  lean  gas  and 
light  loads.  Here  is  involved  the  crux  of  the  whole  problem  of 
regulation — absolute  uniformity  of  combustion  under  all  conditions. 
Evidently  parallel  operation  would  be  a  failure  if  uniform  combus- 
tion could  not  be  guaranteed. 
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FIG.   2 — TYPICAL   CONTINUOUS   INDICATOR   CARD   RECORD   FROM    3  COO      HP  BLAST 
FURNACE  GAS  ENGINE 

From  full  to  no  load  during  furnace  operations,  showing  uniformity 
of  ignition  and  combustion. 

Without  further  comment,  it  is  believed  that  the  continuous 
indicator  record  shown  in  Fig.  2  will  contribute  most  satisfactory 
evidence  on  this  point.  This  record  was  obtained  at  the  Carnegie 
Steel  Works  on  a  3  000  hp.,  four-cycle  tandem  double-acting  blow- 
ing engine.  It  covers  a  complete  cycle  of  blast  furnace  operation 
from  full  load  to  no  load.  The  original  record,  40  feet  in 
length,  comprises  396  cards  without  the  least  evidence  of  mis- 
fires, back-fires  or  incomplete  combustion,  either  at  full,  half  or 
no  load.  To  the  author's  mind,  this  record  refutes  in  the  most  con- 
vincing manner  the  criticisms  alluded  to.  Similar  results  were  ob- 
tained at  Swissvale  on  natural  gas. 

Backfires — Another  exaggerated  gas  engine  trouble  is  the  effect 
of  back-fires  on  the  uniformity  of  power  and  crank  eft"ort.  Fig.  3 
sh.ows  a  sequence  of  cards  following  a  back-fire,  which  illustrates 
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the  point  at  issue  in  a  most  fortunate  manner.  In  card  A  the  mix- 
ture fired  on  induction  stroke  from  some  unascertained  cause,  and 
the  corresponding  power  stroke  B,  was  missed.  But  on  the  suc- 
ceeding power  stroke,  a  card  above  normal  mean  effective  pressure 
was  obtained,  followed  by  one  of  maximum  mean  effective  pressure. 
Net  result — one  missed  stroke  and  a  slight  over-reaching  of  the  gov- 
ernor. This  same  -ft'cct  would  be  produced  by  a  misfire,  but  as  will 
be  shown  later,  a  single  back-fire  or  misfire  is  hardly  discernible  in 
engine  operation.  If  continued,  the  defective  cylinder  end  would, 
of  course,  have  to  be  isolated  and  load  reduced  accordingly.  But 
this  is  an  extremely  rare  occurrence  and  concerns  the  engine  de- 
signer— not  the  operator.  Conservative  engineering  dictates  a  lib- 
eral factor  of  safety  in  alternating-current  gas  engine  work  over  the 


FIG.  3 — SEQUENCE  OF  INDICATOR  CARDS  FOLLOWING  BACK-FIRE 

limits  of  angular  deviation  specified  by  the  electrical  companies  for 
safe  practice — a  factor  of  safety  sufficient  to  cover  ordinary  con- 
tingencies, such  as  mal-adjustments,  misfires  or  back-fires.  Con- 
versely, it  is  a  fortunate  fact  that  in  normal  running,  the  angular 
variation  is  relatively  low,  and  hence  all  the  better  suited  to  j^arallel 
operation. 

Tachograph  Records — These  points  are  clearly  illustrated  in 
some  tachograph  records,  I'^ig.  4,  showing  angular  variation,  taken 
by  a  prominent  British  engineer"''  from  a  double  crank  two-cylinder, 
double-acting  engine  (two  24x30  inch,  155  r.p.m.)  witu  cranks  at 
180  degrees — equivalent  in  arrangement  to  the  cross-compound 
steam  engine,  and,  in  sequence  of  power  impulses  to  the  single- 
crank,  double-acting,  tandem  gas  engine  discussed,  'ihe  subjoined 
legend  is  self-explanatory.  The  following  facts  may  be  noted : 
First — Two  power  strokes  followed  by  two  misfires  result  in  twice 
tlie  frequency  of  variation  of  one  power  followed  by  one  missed 
stroke,  both  increasing  the  degree  of  irregularity  about  four  times. 


•Mr.    11.     K.    Humphrey. 
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The  former  corresponds  to  one  cylinder  out,  the  latter  to  the  for- 
ward end  of  each  cylinder,  or  rear  end.  Second — Two  missed  igni- 
tions result  in  four  times  greater  irregularity.    These  changes  corre- 


FIG.  4 — RECORDS  OF  SPEED  VARIATION  ON  TWO  24x30  INCH,  TWO- 
CRANK,  DOUBLE-ACTING  GAS  ENGINES  OF  60O  H.P.  CAPACITY 

A — Engine  on  full  load;  normal  mill  service;  governing 
by  throttling  mixture  admitted  to  cylinder;  degree  of  irreg- 
ularity,  1/500. 

B — One  end  of  one  cylinder  cut  out  by  stopping  ignition; 
all  three  cylinders  taking  mixture  and  compressing  as  usual; 
three-quarters  load;  irregularity,  i/iio. 

C — Opposite  end  of  each  cylinder  cut  out ;  all  cylinders 
taking  mixture  and  compressing  as  usual ;  approximately  one- 
third  load,  irregularity,  i/ioo. 

D — One  cylinder  only  working ;  other  cylinders  taking  mix- 
ture and  compressing  as  usual ;  approximately  one-third  load ; 
irregularity,  i/ioo. 

E — Effect  of  missed  ignitions  on  one  end  of  one  cylinder; 
two  and  three  missed  ignitions  were  made. 

The  vertical  division  lines  denote  revolutions. 

spond  precisely  to  the  experiments  noted  below  from  the  Swissvale 
engine. 

As  a  compartive  curiosity,  Fig.  5  has  been  reproduced  from  a 
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tachograph  record  taken  on  a  tandem  steam  engine  ch-iving  a  cotton 
mill.  So  much  has  been  said  about  the  close  regulation  necessary  in 
cotton  mill  work,  that  this  record  is  of  extreme  interest.  The  in- 
strument shows  over  4.6  percent  variation  -f-  mean,  or    J.   irreeular- 

_  10         '^ 

ity,  partly  due,  of  course,  to  the  low  speed.     This,  however,  is  re- 
duced to  two  percent  +  mean,  or     ^    by  transmission  through  two 
—  20  ^ 

gear,  one  rope  and  one  belt  drive.  This  may  be  compared  directly 
with  record  A,  Fig.  4,  which  was  taken  by  the  same  observer  on  the 
same  instrument  in  the  same  mill  and  driving  the  same  machinery 
by  gas  engine  in  place  of  steam  engine.  It  is  exhibited  not  so  much 
as  representative  of  steam  drive,  but  as  illustrative  of  the  wide  dis- 
crepancy between  conjecture  and  practice.     All  of  the  above  records 


FIG.    5 — TACHOGRAPH    RECORD    ON    TANDEM    STEAM    ENGINE 
DRIVING  COTTOxV   MILL 

were  obtained  from  a  Horn  recording  tachograph  with  calibrated 
springs. 

Speed  J^ariafioii — Speed  and  deviation  records  have  recently 
been  made  at  Swissvale  from  the  three  horizontal  engines  installed, 
without  any  attempt  to  adjust  the  valve  mechanism  of  the  engine 
and  represent  actual  operation  as  experienced  during  the  last  six 
months.  Fig.  6  shows  the  apparatus  employed — a  Aloscrop  record- 
er for  speed  variation  and  a  constant  speed  magneto  generator  for 
obtaining  records  of  angular  deviation  on  the  face  of  the  fly-wheel. 
Speed  regulation  is  shown  in  Fig.  7,  each  explained  by  the  legend 
beneath.  On  regular  shop  load,  the  regulation  is  all  that  could  be 
desired.  On  instantaneous  change  (no  load  to  full  load  and  vice 
versa)  the  governor  overtravels  considerably,  which  is  a  character- 
istic of  all  governing  systems  having  an  unavoidable  lag.  The  net 
speed  variation,  however,  after  subsidence  of  the  surge,  is  normal, 
averaging  2.6  percent ;  momentary,  5.6  percent  above  or  below  mean. 

Note  from  record  C  that  the  engine  is  practically  unaffected  by 
one  or  two  missed  ignitions.  \\'ith  one  end  cut  out  it  drops  mo- 
mentarily 4.75  percent  below  mean  speed,  but  recovers  in  about  one 
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minute.  Up  to  this  point,  no  fluctuation  was  visible  at  the  switch- 
board wattmeters.  With  an  entire  cyHnder  out,  E,  Fig.  7,  some 
cycHcal  fluctuation  was  noticeable  with  an  average  momentary  speed 
change  of  6.25  percent,  final  two  percent  below  mean.  Record  Bh 
shows  the  effect  of  paralleling  at  the  instant  of  shifting  load;  first 
the  rise  in  speed  at  5  due  to  the  subdivision  of  load,  then  the  fall  4 


FIG.  6 — VIEW  SHOWING  METHOD  OF  TAKING   MEASURE- 
MENTS  OF   SPEED   VARIATION 

as  the  entire  load  was  thrown  on  the  new  engine.  No  troublesome 
surging  of  speed  takes  place  in  the  normal  operation  of  the  plant, 
and  with  ordinary  care,  the  machines  may  be  paralleled  without 
noticeable  fluctuation  at  the  meters. 

Angular  Deviation — The  fly-wheel  records  taken  by  the  instru- 
ment above  mentioned,  indicate  a  variation  of  about  trvg  electrical 
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degrees  during  the  revolution  at  a  load  corresponding  to  about  75 
percent  of  the  engine  rating.  Although  about  one-third  the  devia- 
tion permitted  by  generator  builders,  it  is  higher  than  normal,  which 
may  be  explained  by  the  fact  that  the  valve  mechanism  had  never 
been  accurately  adjusted  by  indicator.  Recent  cards  taken  simul- 
taneously, show  the  cylinders  to  be  considerably  unbalanced ;  i.  e., 
work  distributed  unevenly.     This  condition  may,  of  course,  be  en- 
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FIG.  7 — RECORDS  ON  2;iy2XS3,  HORIZONTAL  TANDEM,  DOUBLE-ACTING  GAS  ENGINE  AT 
SWISSVALE  PLANT  OF  UNION  SWITCH   &  SIGNAL  COMPANY 

A — Regular  shop  load,  group  drive,  lighting,  etc.,  280-320  kw. 

B — (a)  Load  thrown  off;  (Bb-i)  Synchronizing;  (2)  Switching  engine 
on  load;  (3)  Two  machines  building  up  in  speed;  (4)  All  load  thrown  on 
new  engine. 

C — (a)  Missed  ignition  on  one  end  by  interrupting  the  igniter  circuit  for 
one  power  charge;  (b)  Missed  ignition  on  one  end  for  two  power  charges; 
(c)   Consecutive  missed  ignitions  for  six  power  charges. 

•D — (a)    One  cylinder  end  cut  out  by  stopping  ignition;   all   ends  taking 
mixture  and  compressing  as  usual. 

E— (a)  Forward  cylinder  cut  out  by  stopping  ignition;  all  cylinders  tak- 
ing mixture  and  compressing  as  usual;  (b)  Rear  cylinder  cut  out  by  stopping 
ignition;  all  cylinders  taking  mixture  and  compressing  as  usual. 

The  distance  between  horizontal  lines  represents  five  percent  variation. 

tirely  remedied  by  proper  adjustment  of  governor  reach  rods  and 
ignition,  as  was  later  done.  In  one  engine  the  disparity  between 
the  mean  effective  pressure  of  various  cylinder  ends,  was  found  to 
be  excessive,  one  end  doing  fully  twice  the  work  of  the  other  without 
resulting  trouble  in  paralleling.  The  fact  that  these  conditions  existed 
without  prejudicial  effect  on  the  general  operation  of  the  plant,  is 
the  best  evidence  of  the  great  desirability  of  conservatism  in  design 
above  noted.     This  disparity  in  loading  of  cylinders  due  to  mal-ad- 
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jiislment  is,  of  course,  encountered  in  a  like  degree  in  steam  prac- 
tice, and  with  the  same  results — impairment  of  regulation. 

CONCLUSION 

From  the  preceding  discussion  it  will  be  apparent  that  the 
underlying  theme  of  this  paper  is  "results" — what  constitutes  mod- 
ern practice? — how  closely  have  we  attained  to  commercial  condi- 
tions of  operation?  The  following  facts  would  seem  to  have  been 
established : 

I — The  modern  gas  engine,  properly  operated,  is  quite  ecjual  to 
industrial  power  service  even  with  alternating-current  distribution. 

2 — Eight  years'  experience  points  to  a  normal  depreciation 
rate  on  the  vertical  type  with  every  indication  of  an  equally  staisfac- 
tory  future  for  the  horizontal  type  engine. 

3 — The  operation  of  either  the  horizontal  or  the  vertical  type 
presents  no  greater  difficulties  than  good  steam  practice,  and  re- 
cjuires  about  the  same  extent  and  grade  of  attendance. 

4 — x\mple  security  is  provided  in  double-acting  designs  against 
careless  operation  by  automatic  oiling  and  duplicate  igniters. 

5 — Necessary  uniformity  of  combustion  assured. 

6 — Cost  of  power  generation,  with  all  charges  included,  rela- 
tively low — well  below  steam. 

7 — Governing  suited  to  demands  of  direct-current  or  alternat- 
ing-current parallel  operation.  Speed  variation  within  present  re- 
quirements. Angular  deviation  well  below  steam  practice,  with  suf- 
ficient factor  of  safety  to  cover  ordinary  contingencies.  Success  of 
solid-coupled,  6o-cycle  plants  practically  assured  for  general  com- 
mercial service. 


APPLICATION  OF  AUTOMATIC  CONTROLLERS  TO 
DIRECT-CURRENT  MOTORS— I 

ELEVATOR    CONTROL 

D.   E.  CARPENTER 

In  the  January  issue  of  the  Journal  the  general  principles  of  auto- 
matic control  for  direct-current  motors  in  industrial  service  were  ex- 
plained, together  with  brief  descriptions  of  some  of  the  devices  em- 
ployed. It  is  the  purpose  of  this  and  succeeding  articles  to  outline  some 
of  the  more  common  applications  of  these  principles  to  specific  ser- 
vices.— Ed. 

THE  general  term  "elevator  control''  may  be  understood  to 
include  the  control  not  only  of  elevators  but  also  of  skip 
hoists,  incline  railways,  etc.  An  automatic  control  sys- 
tem for  an  electric  elevator  should  be  capable  of  starting,  acceler- 
ating, stopping  and  reversing  the  motor,  each  in  the  least  possible 
time  consistent  with  the  safety  of  the  apparatus,  and  at  the  same 
time  should  securely  guard  against  all  probable  accidents,  such 
as  over-travel  and  catching  or  sticking  of  the  car.  Magnet  switch 
controllers  of  the  type  described  in  the  preceding  article  are 
excellently  adapted  for  this  class  of  service.  In  the  arrangement 
of  such  a  controller  for  an  elevator  motor  a  group  of  interlocking 
magnet  switches  is  assembled  on  a  panel  along  with  the  auxiliary 
devices  necessary  for  the  proper  operation  and  protection  of  the 
motor,  the  elevator,  and  the  supply  circuit. 

These  controllers  are  of  two  classes,  known  from  the  method 
of  their  operation  as  automatic  and  semi-automatic.  These  two 
classes  are  also  sometimes  designated  as  the  magnetic  and  semi- 
magnetic  controllers.  AVith  an  anfmnatic  controller,  reversing, 
acceleration  in  either  direction,  and  speed  adjustments  are  di- 
rectly controlled  by  magnet  switches,  the  operation  of  these 
switches  being  started  and  stopped  by  means  of  a  reversing 
master  switch  located  at  a  point  convenient  for  the  operator.  In 
automatic  elevator  control  the  master  switch  is  located  in  the  car  and 
is  connected  with  the  magnet  switches  by  a  flexible  cable.  The 
semi-automatic  elevator  controller  is  provided  with  a  mechanical 
reversing  and  starting  switch  mounted  on  a  controller  panel  and 
operated  from  the  elevator  car  by  means  of  a  rope  running 
through  the  cage  or  connected  to  a  lever  in  the  cage. 

With  either  class  of  controllers  the  acceleration  is  prede- 
termined ;  it  depends  on  the  motor  current,    and    is    not   under   the 
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direct  control  of  the  operator.  The  acceleration  can  be  arranged 
to  be  controlled  by  voltage  drop  in  the  starting  resistance  or'by 
a  series  relay  as  previously  explained.  In  either  case  the  motor 
and  the  elevator  are  automatically  protected  from  too  rapid 
acceleration. 

Automatic  controllers  are  most  suitable  for  large  motors 
applied  to  high-speed  elevators,  for  incline  railways,  skip  hoists, 
etc.;  in  fact,  for  all  strictly  high-class  installations.  For  small 
elevators  where,  for  example,  the  motor  is  not  larger  than  20 
horse-power,  and  where  a  less  expensive 
equipment  is  desired,  the  semi-automatic 
controller  is  satisfactory. 

AUTOMATIC  CONTROLLERS 

The  automatic  elevator  controller  con- 
sists of  a  panel  on  the  front  of  which  are 
mounted  the  magnet  switches,  the  accelera- 
ting relay  (if  used),  and  a  double-pole 
single-throw  line  switch  with  enclosed 
fuses.  On  a  single-speed,  four-point  con- 
troller, nine  magnet  switches  are  used — 
four  for  reversing,  four  for  accelerating, 
and  one  for  operating  the  dynamic  brake. 
In  starting  a  compound-wound  motor  two 
of  the  four  accelerating  switches  can  be  ar- 
ranged to  cut  out  the  series  field  in  two  sec- 
tions. On  a  two-speed,  four-point  control- 
ler, one  additional  switch,  making  ten  in  all, 
AUTOMATIC  ELEVATOR  CON-  jg    provided     for    inserting    a    section    of 

TROLLER,     TWO     SPEEDS,  V  .  .  .  , 

FOUR    STARTING    POINTS,  spccd    adjustuig    rcsistaucc    m    the    motor 
ACCELERATING  RELAY  AND  fig}^    circuit.      Two-spccd    coutrollcrs    are 

LINE  SWITCH  1  -^1  1  i.  J  i  1 

used  with  shunt-wound  motors  only. 
Blow-out  coils  prevent  all  injurious  arcing.  If  the  acceleration  is 
by  drop  in  resistance,  the  accelerating  relay  is  omitted  from  the 
panel. 

The  dynamic  brake  consists  simply  of  a  section  of  resistance 
short-circuited  across  the  motor  terminals  immediately  after  the 
line  circuit  is  opened.  A  heavy  current  flows  momentarily 
through  the  armature  and  the  brake  resistance,  and  brings  the 
armature  quickly  and  easily  to  rest. 

Resistance — Each  controller  is  provided  with  ohmic  resistance 
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for  carrying  the  full  motor  current  in  starting  and  accelerating. 
Each  two-speed  controller  is  also  provided  with  a  field  regulating 
resistance  and  a  resistance  for  connecting  in  series  with  the  motor 
when  passing  from  high  to  low  speed.  The  last  named  resistance 
prevents  a  sudden  rush  of  current  and  consequent  excessive 
dynamic  braking  caused  by  cutting  out  the  field  regulating  resist- 
ance when  the  armature  is  running  at  high  speed. 

Master  SzvifcJi — A  master  switch  for  mounting  in  the  elevator 
car  is  employed  with  each  controller.  Since  this  switch  seldom 
carries  more  than  one  and  one-half  amperes  and  never  more 
than  three,  the  parts  are  light,  and  the  switch  occupies  but  little 
space  in  the  elevator  car.  The  handle  is  moved  either  way  from 
the  center  or  off  position  against  the  action  of  a  strong  centering 
spring,  so  that  it  immediately  returns  to  the  ofif  position  on  being 
released  by  the  operator.  The  switch  handle  can  be  moved  a 
considerable  distance  either  way  from  the  ofif  position  before 
closing  a  circuit,  thus  eliminating  the  danger  of  inadvertently 
reversing  the  motor  when  moving  the  handle  to  the  oflf  position. 
The  same  master  switch  is  used  with  the  single-speed  and  two- 
speed  controllers,  except  that,  if  the  controller  is  for  one  speed 
only,  the  first  and  second  contacts  each  way  from  the  ofif  position 
are  short-circuited. 

Moving  the  master  switch  to  the  first  set  of  contacts  causes 
the  automatic  switches  to  act  consecutively,  bringing  the  motor 
up  to  full  normal  speed.  With  a  two-speed  controller  in  connec- 
tion with  a  shunt  motor,  further  movement  to  the  second  con- 
tact causes  another  magnet  switch  to  cut  in  the  field  regulating 
resistance  and  give  maximum  speed.  Returning  the  handle  to 
the  center  causes  all  the  starting  and  speed  regulating  magnet 
switches  to  open  and  the  dynamic  brake  switch  to  close,  thus 
stopping  the  car  promptly,  but  without  shock.  When  the  motor 
has  come  to  rest  the  dynamic  brake  switch  opens.  The  elevator 
car  moves  up  or  down  according  to  which  way  from  the  center 
the  master  switch  handle  is  moved. 

SEMI-AUTOMATIC   CONTROLLER 

The  semi-automatic  elevator  controller  consists  essentially 
of  a  rope-operated  reversing  switch,  a  knife  blade  line  switch, 
and  two  or  more  automatic  resistance  switches.  The  magnet 
switches,  the  line  switch,  and  the  controller  terminals  are 
mounted  on  the  front  of  a  slate  panel.    The  starting  resistance 
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and  the  reversing  switch  are  mounted  on  the  back  of  the  panel. 
With  this  arrangement  the  acceleration  is  by  the  resistance  drop 
method  and  a  dynamic  brake  can  be  provided  or  omitted  as  de- 
sired. If  the  voltage  fluctuates  over  a  wide  range,  the  use  of  a 
series  accelerating  relay  is  advisable. 

ja  Reversing  Szvitch — The  contacts  of 

€^P  the    reversing    switch    are    so    arranged 

tr^^T-it-^^  that  the  motor  circuit  is  always  opened 

by  one  of  the  magnet  switches  and  not 
by  the  reversing  switch.  This  object  is 
accomplished  by  so  arranging  the  con- 
tacts on  the  reversing  switch  that,  in 
stopping,  the  operating  circuit  of  the 
magnet  switches  is  opened  first,  thus  al- 
lowing these  switches  to  drop  out  before 
the  reversing  contacts  open.  Very  little 
arcing,  therefore,  occurs  in  the  revers- 
ing switch.  Blow-out  coils  protect  the 
contacts  of  the  magnet  switch  which  opens  and  closes  the  motor 
circuit. 

The  reversing  switch  is  provided  with  a  flanged  wheel  for 
carrying  the  operating  rope.  This  switch  is  so  arranged  that 
there  is  a  wide  angle  in  the  off  position  so  as  to  minimize  the 
probability  of  inadvertently  throwing  over  to  the  reverse  posi- 
tion when  trying  to  stop.  A 
notching  device  holds  the  switch 
in  the  off  position  until  pur- 
posely moved  by  the  operator. 
The  motor  cannot  be  reversed 
without  first  cutting  the  starting 
resistance  into  the  circuit. 


MASTER    SWITCH    WITH    COVER 
REMOVED 


SAFETY   DEVICES 


REVERSING    SWITCH    WITH    COVER 
REMOVED 


In  all  elevator    installations 
certain      safety      devices      must 

be  used  to  prevent  accidents.  To  guard  against  over-travel 
of  the  car  in  either  direction,  stop  motion  or  limit  switches 
are  necessary;  and  to  keep  the  cable  from  unwinding  from 
the  hoist  drum  in  case  the  car  catches,  a  slack  cable  switch  is 
installed.  Limit  switches  can  be  installed  in  the  hatchway  or 
shaft,  so  as  to  be  tripped  by  the  car  at  the  ends  of  its  travel  or 
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HATCHWAY   LIMIT    SWITCH 


they  can  be  geared  to  the  elevator  drum  shaft.  They  are  not 
depended  on  to  cause  the  regular  stops  at  the  top  and  bottom 
floors,  but  are  brought  into  action  only  when  the  car  is  allowed 
to  move  past  these  floors.     Since  the  limit  switch  opens  only  the 

control  circuit  of  the  magnet 
switches,  it  is  never  required  to 
break  more  than  a  very  small 
current,  and  in  normal  service, 
with  an  occasional  inspection 
and  oiling  when  the  other  parts 
of  the  elevator  are  inspected, 
will  last  almost  indefinitely. 
The  same  statement  applies  also 
to  the  slack  cable  switch,  which 
is  very  seldom  called  into  ac- 
tion. The  hatchway  limit  switch,  which  is  a  single-pole,  double- 
break  snap  switch,  operates  when  the  car  passes  its  stopping  point 
by  depressing  an  arm ;  a  spring  closes  the  switch  automatically  as 
soon  as  the  pressure  is  removed  from  the  arm.  The  switch  parts 
are  enclosed  in  a  cast  iron  box  from  which  they  are  easily  removed. 
One  of  these  switches  is  installed  at  the  bottom  of  the  elevator  shaft 
and  one  at  the  top. 
If  preferred, 
these  switches 
may  be  arranged 
so  that  if  opened 
the  operator  is  put 
to  the  trouble  of 
resetting  the 
switch  before  he 
can  again  start 
the    elevator. 

The  glared 
switch  for  limit- 
ing the  car  trav- 
el is  a  master 
switch  operated  automatically  by  a  traveling  screw  which  is 
positively  driven  from  the  drum  shaft.  Near  the  end  of  the  car 
travel  in  either  direction  this  limit  switch  first  reduces  the  speed, 
if  two-speed  control  is  used,  and  then  stops  the  car,  exactly  as 
would  be  done  with  the  master  switch  in  the  car.    The  operator 
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can  then  move  the  car  only  in  the  reverse  direction.  This  geared 
limit  switch  can  be  arranged  for  any  set  of  conditions  that  re- 
quire a  piece  of  apparatus  to  travel  within  assigned  limits. 

The  use  of  two  hatchway  limit  switches  or  of  one  geared 
limit  switch  will  make  a  safe  installation  so  far  as  limiting  the 
car  travel  is  concerned,  but  for  the  best  possible  insurance  against 
accident  the  use  of  all  three  is  recommended. 

The  slack  coble  sivitch  is  an  automatically  operated  master 
switch  which  stops  the  motor  in  case  the  rope  slackens  from  any 
cause,  such  as  breakage  or  catching  of  the  car.  The  switch  is 
mounted  on  one  side  of  the  winding  drum  and  a  little  below  it, 
and  is  operated  by  means  of  two  bars  that  extend  across  the 


SLACK  CABLE  SWITCH 


drum.  The  slack  rope  presses  against  the  cross  bar  and  trips 
the  switch,  thus  opening  the  control  circuit,  releasing  the  magnet 
switches  and  stopping  the  motor  and  the  car.  The  switch  cannot 
be  reset  until  the  cable  has  been  replaced  on  the  drum;  an  inspec- 
tion of  the  drum  and  the  necssary  repairs  are  thereby  assured. 


METER  AND  RELAY  CONNECTIONS  (Cont.) 

THREE-PHASE-FOUR-WIRE   CIRCUITS 
HAROLD  W.  BROWN 

THREE-PHASE — four-wire  circuits  require  different  con- 
nections from  those  for  three-phase — three-wire  cir- 
cuits, because  the  current  returns  in  part  through  the 
neutral  instead  of  flowing  entirely  in  the  other  three  lines.  This 
affects  the  relation  of  currents  in  the  three  lines,  so  that  the 
assumptions  ordinarily  made  regarding  three-wire  circuits  are 
not  always  true.  On  this  account  the  grouping  of  meters  and 
transformers  is   different,  and  in  some   cases  more  meters  and 

Fr«i.  transformers  are  required 
than  for  three-wire  cir- 
cuits. 

GROUPING 

Fig.  I  represents  a 
group  of  meters,  connect- 
ed to  two  shunt  and  three 
series  transformers  on  a 
tlu-ee-phase — four-wire  cir- 
cuit. The  series  trans- 
formers are  delta-connect- 
ed, but  each  of  the  three 
ammeters  is  connected  in 
series  with  a  single  trans- 
FiG.  I — CROUP  OF  METERS  CONNECTED  TO  THREE-  fomicr,  tlius  mcasuring 
PHASE,  FOUR-WIRE  CIRCUIT  ^hc    currcut    on    a    single 

Without  the  use  of  voltmeter  or  ammeter    ,.  ^,  .^       .  i 

receptacles  ^"''^-       ^  '''^   wattmeter   and 

power- factor  meter  are 
connected  to  the  delta-connected  series  transformers  in  such  way 
that,  with  a  current  of  five  amperes  in  each  transformer,  a  current 
of  8.66  amperes  flows  in  each  current  circuit  of  these  meters.* 

Two  shunt  transformers,  represented  by  full  lines  in  Fig.  i, 
are  V-connectcd  to  the  neutral  line.  The  voltage  circuits  of  the 
wattmeter  are  connected,  by  means  of  these  transformers,  from 


*See  Fig.  i  (a)  and  (a'),  and  Tal)lc  I  in  the  Journal  for  December, 
1908,  Vol  v.,  pp.  725-6,  for  vector  diagram  and  diagram  of  connections  of 
delta-connected  series  transformers  and  table  of  current  ratios  and  phase 
relations. 
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two  of  the  lines  to  neutral.  The  voltage  circuit  of  the  power- 
factor  meter  is  connected  from  one  line  to  neutral.  Two  volt- 
meters are  connected  each  from  one  line  to  neutral ;  the  other 
voltmeter  is  connected  between  two  lines,  neither  of  which  is 
neutral.  If  it  is  desired  to  measure  the  e.  m.  f.  from  each  line  to 
neutral,  or  between  each  two  lines,  another  shunt  transformer 
must  be  added,  as  represented  by  dotted  lines.  The  three  volt- 
meters shown  dotted,  together  with  the  other  three  voltmeters, 
will  give  any  desired  measurement  of  voltage.  A  frequency 
meter  is  shown  on  one  of  the  shunt  transformers.  It  may  be 
connected  across  two  transformers  as  shown  by  the  dotted  lines, 

instead  of  one,  if  it  is 
desired  to  increase  its 
e.  m.  f.  The  connec- 
tions  of    the    wattmeter 


and  power-factor  meter 
shown  here  are  dis- 
cussed separately  with 
reference  to  Figs.  3  and 
6. 

Fig.  2  is  a  diagram 
of  connections  similar 
to  Fig.  I,  in  which  a 
single  voltmeter  and  am- 
meter are  connected  to 
contact  devices  to  meas- 

FIG.     2 — GROUP     OF     METERS     CONNECTED     TO     THREE- ^^j-g    |-|-,g    yarloUS    C.  Ul.   f.'s 
PHASE,  FOUR-WIRE  CIRCUIT  "        , 

With   contact  devices   for  switching  the  voU-^^f^      currents.         there 
meter  and  ammeter  to  the  various  lines.  are     three     Y-connected 

shunt  transformers,  and  the  voltmeter  may  be  connected  by 
means  of  the  two  dial  switches,  from  any  one  of  the  four  lines 
to  any  other.  If  connection  is  made  to  the  upper  point  on 
the  left  hand  dial  and  to  any  point  on  the  right  hand  dial,  the 
e.  m.  f.  indicated  is  that  from  one  of  the  lines  to  neutral.  Other- 
wise the  measurement  is  that  of  the  e.  m.  f.  between  two  lines 
neither  of  which  is  neutral.  Each  of  the  dials,  as  shown,  has 
points  for  connecting  to  three  of  the  four  lines.  Sometimes  each 
dial  has  four  points  instead  of  three,  permitting  connection  on 
either  dial  to  any  line ;  but  this  extra  point  is  not  necessary.  The 
ammeter  measures  the  current  in  any  one  of  the  lines  A,  B  or  C, 
when  the  plug  is  in  the  corresponding  receptacle.     A  delta  con- 
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nection  of  series  transformers  is  required  for  the  wattmeter,  and 
the  current  in  the  neutral  line  cannot  be  measured  in  this  case, 
but  if  the  transformers  were  Y-connected,  as  in  Fig.  8,  the  am- 
meter could  be  made  to  measure  also  the  current  in  neutral.  The 
frequency  meter  may  be  connected  between  C  and  B,  as  indicated 
by  the  full  lines,  or  between  C  and  neutral,  as  indicated  by  the 
dotted  line.  The  e.  m.  f.  on  the  frequency  meter  in  the  latter 
case  is  only  0.58  of  that  in  the  former. 

WATTMETER   AND    POWER-FACTOR    METER 

These  meters  are  not  primarily  intended  for  use  on  three- 
phase- — four-wire    circuits,     so    that    the    current    with    delta-con- 
nected series  transformers  is  1.732  times  as  large  as  the  normal 
current*  on  a  three-wire  circuit,  and  the  meter 
therefore  is  more  liable  to  heat  excessively  in 
case  of  overload  where  it  is  connected  to  a 
three-phase  —  four- wire    circuit,    if   ordinary 
transformers    are    used.       The    shunt    trans- 
formers, being  V-connected   to    neutral,    have 
an  e.  m.  f.  of  only  1/1.732  of  the  e.  m.  f.  be- 
tween non-neutral  lines,  so  that  what  is  gained 
because  of  the  larger  current  is  lost  through 
reduced  e.  m.  f.   (luiless  the  shunt  transform- 
ers are  different  from  those    used    on  similar 
FIG.     3_poL  YP  HA  SE  three-wire  circuits).       Both  the  current  and 
WATTMETER    coNNEc-  thc  c.  HI.  f.  of  the  uictcr  are  shifted  through  a 

TIONS 

phase  angle  of  30  degrees,  so  that  the  phase 
relation  between  current  and  e.  m.  f.  remains  unchanged  from  that 
of  a  three-wire  circuit. 

Wattmeter — A  polyphase  wattmeter  is  shown  connected  to  a 
three-phase — four-wire  circuit,  in  Fig.  3.  This  method  of  con- 
necting gives  a  correct  measurement  of  power  with  any  condition 
of  balanced  or  unbalanced  current.  An  inequality  of  e.  m.  f.'s 
would  introduce  a  slight  theoretical  error,  but  with  any  ordinary 
inequality  the  error  is  altogether  negligible.  The  correctness  of 
this  method  of  measurement  may  be  seen  from  the  following: 
The  current  from  transformer  A,  Fig.  3,  passes  through  the  left 
hand  current  circuit  of  the  wattmeter  and  reacts  with  the  e.  m.  f. 
between  A  and  neutral,  thus  measuring  the  power  transmitted 
over  line  A.    Similarlv,  the  current  in  transformer  C  reacts  with 


See  footnote,  oaee  i^-j. 
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the  e.  111.  f.  between  C  and  neutral,  measuring  the  power  trans- 
mitted by  line  C.  The  current  in  B  passes  in  the  negative  direc- 
tion  (as  shown  by  the  lettered  arrows)  through  both  the  right 

and  left  hand  current  circuits, 
thus  reacting  with  the  e.  m.  f.'s 
on  both  sides  of  the  meter. 
This  is  equivalent  to  reacting 
with  the  resultant  of  the  two 
e.  m.  f.'s.  If  the  e.  m.  f.'s  from 
the  three  lines  to  neutral  are 
equal,  and  the  angle  of  phase 
difference  is  120  degrees  in  each 
case,  the  e.  m.  f.  from  B  to 
neutral  is  the  same  as  the  result- 

FIG.       4 — THREE       SINGLE-PHASE       WATT-    aut  of   tllC   tWO    e.    m.    f.'s    frOlll  A 
METERS    OR   POWER-FACTOR    METERS  ^^^^    ^  ^^    nCUtral.        It   is   iu   phaSC 

The  power  or  power-factor  is  indi-       •,,    ,,  •  ,,       ,    1     ,   •     ,1 

cated  on  the  three  lines,  separately.  with  this  resultant,  but  ni  the  op- 
posite direction,  so  that  if  the 
current  in  B  reacts  with  these  two  e.  m.  f.'s  in  a  negative  direction, 
the  result  is  the  same  as  if  it  were  with  the  e.  m.  f.  from  B  to  neu- 
tral. Thus,  the  sum  of  the  power  transmitted  by  all  the  lines  is 
measured  by  the  wattmeter. 

Three  single-phase  wattmeters  may  be  connected  as  in  Fig. 
4  to  indicate  separately  the  power 
transmitted  by  the  three  lines, 
A,  B  and  C.  Both  the  shunt 
and  series  transformers  are  Y- 
connected  so  that  each  watt- 
meter receives  the  current  of  the 
series  transformer  on  one  line, 
and  the  e.  m.  f.  from  that  line 
to  neutral. 

If  the  single-phase  watt- 
meters shown  in  Fig.  4  all  have 
the  same  resistance  and  react- 
ance in  their  voltage  windings, 
their  voltage  circuits  may  be  Y- 
connected  to  two  transformers 
as  in  Fig.  5  (instead  of  three,  as  in  Fig.  4).  An  artificial  neutral  is 
produced,  and  each  voltage  circuit  connects  from  its  line  to  neu- 
tral.    An  error  is  introduced  if,  as  a  result  of  unbalancing,  th? 


FIG.  5 — SIMILAR  TO  FIG.  4,  EXCEPT 
THAT  THE  SHUNT  TRANSFORMERS 
ARE   Y-CONNECTED 

An   artificial   neutral   is   thus   ob- 
tained, using  but  two  transformers. 
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voltages  from  lines  A,  B  and  C  to  the  neutral  line  are  not  equal ; 
this  error  will  ordinarily  be  very  small,  however,  because  the  un- 
balancing of  e.  m.  f.'s  is  small  as  compared  with  the  unbalancing 
of  current,  and  will  therefore  be  neg- 
ligible. 

Pozvcr-Factor  Meter — Two  power- 
factor  meters  are  shown  in  Fig.  6,  in 
which  No.  I  is  connected  to  conform 
with  standard  diagrams,  and  wdll  give 
the  right  indication  with  one  sequence  of 
phases  in  the  primary  circuit,  but  if  the 
sequence  is  reversed  it  will  give  a  wrong 
indication.  The  test,  as  on  a  three-wire 
circuit,  is  to  disconnect  the  voltage  cir- 
cuit and  observe  the  direction  of  rota- 
tion. If  with  the  connections  of  No.  i 
the  pointer  rotates  in  the  clockwise  di- 
rection the  meter  will  indicate  correctly, 
but  if  in  the  counter-clockwise  direction, 
the  connections  must  be  changed.  The 
simplest  \vay  is  to  interchange  the  left* 
and  middle  series  connections,  and  to  in- 
terchange the  voltage  connections.  The 
power-factor  meter  will  then  be  connected  as  No.  2.  The  change  in 
phase  relations  that  takes  place  in  changing  from  No.  i  to  No.  2  is 
illustrated  in  Fig.  7.  The  currents  in  the  three  series  transformers 
are  OA,  OB  and  OC.  The  combinations  of  these  currents  flowing 
in  at  the  left,  middle  and  right  hand  current  terminals  of  the  power- 
factor  meter  are  represented  by 
L,  M  and  R,  respectfplly.  The 
e.  m.  f.  is  represented  by  V.  As 
was  shown  with  respect  to  three- 
phase — three-wire  connectionsf  the 
e.  m.  f.  is  30  degrees  ou  t  of  phase 
with  L,  and  90  degrees  out  of  phase 
with  R.  This  is  the  case  with  both 
No.  I  and  No.  2,  but  the  direction  of 
phase  difference  is  opposite  in  No.  2  to  that  in  No.  i ;  that  iss,  if 
V  lags  behind  L  in  No.   i,  it  leads  in  N02  and  vice  versa. 


FIG.  6 — POLYPHASE  POWER- 
FACTOR  METER  CONNEC- 
TIONS 

The  connections  for  met- 
er No.  I  are  the  same  as 
for  the  power-factor  meter 
in  Fig.  I.  If  the  pointer  ro- 
tates in  the  "lag"  direction 
the  meter  should  be  con- 
nected as  No.  2. 


c 

No.  2 

FIG.  7 — VECTOR  DIAGRAMS  SHOW- 
INX.  RELATIONS  OF  CURRE.N'T  AND 
E.M.F.  IN  POWER-FACTOR  METERS 
CONNECTED    AS    IN    FIG.    6 


*As  viewed  from   the   rear. 

fSee  the  Jdurnai-  for  Pecember,  1908,  Vol,  V.,  p.  730. 
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Three  single-phase  power-factor  meters  may  be  connected 
as  in  Figs.  4  and  5  to  indicate  the  power-factor  of  each  line 
separately.  The  sequence  of  phases  is  not  involved  in  these 
connections.  The  voltage  circuits  of  the  three  meters  in  Fig.  5 
must  all  have  equal  resistances  and  reactances  in  order  that  the 
common  point  shall  be  a  true  neutral  point  and  that  each  meter 
shall  indicate  the  true  power-factor. 

VOLTMETERS  AND  AMMETERS 

The  ammeter  in  Fig.  8  may  be  connected  by  means  of  the 
ammeter  receptacles  into  any  one  of  the  three  separate  leads  of 
the  Y-connected  transformers,  or  into  the  lead  to  the  common 
connection.  In  the  latter  case  the  ammeter  measures  the  current 
in  the  neutral  line;  in  the  former,  the  current  in  one  of  the  other 

lines. 

The  voltmeter,  ammeter 
and  voltage  compensator  in 
Fig.  9  are  connected  by  means 
of  dial  contacts  and  ammeter 
receptacles  to  measure  the 
current  in  any  line  (including 
neutral),  the  e.  m.  f.  between 
any  two  lines  at  a  distant 
point,  or  the  line  drop  in  any 
one  or  two  lines  between  the 
meter  transformers  and  the 
distant  point.  Each  of  the 
shunt  transformer  leads.  A,  B.  C  and  A'^,  connects  to  corre- 
sponding points  on  each  of  two  dials.  Any  one  of  these  points 
may  be  connected  to  the  middle  of  the  dial,  and  from  there  to 
one  of  the  voltmeter  terminals.  The  line  from  the  left  hand  dial 
connects  to  the  left  hand  voltmeter  terminal  through  the  voltage 
compensator,  so  that  the  voltage  indication  is  affected  by  what- 
ever current  flows  through  the  current  circuit  of  the  compensa- 
tor. Around  each  of  these  dials  are  four  ammeter  receptacles, 
each  in  series  with  a  series  transformer  on  one  of  the  lines.  The 
connections  to  the  four  left  hand  receptacles  are  so  made  that  when 
a  plug  is  inserted  therein,  the  ammeter  and  the  current  coil  of  the 
compensator  will  receive  current.  The  current  from  any  one  of  the 
four  left  hand  receptacles  may  be  deflected  through  the  ammeter, 
and  thence  through  the  compensator.     The  current  from  a  right 


FIG.  O  —  AMMETER  AND  THREE  SERIES 
TRANSFORMERS,  CONNECTED  TO  MEASURE 
THE  CURRENT  IN   ANY   LINE. 

With  this  three-phase — four-wire  con- 
nection, the  current  in  the  secondary  re- 
turn circuit  is  proportional  to  the  cur- 
rent in  the  primary  neutral  line. 
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hand  receptacle  flows  through  the  compensator  only.  Thus,  the 
ammeter  current  is  controlled  by  the  position  of  the  left  hand  plug, 
but  the  current  in  the  compensator  depends  upon  the  position  of 
both  l)Iugs. 

If  the  voltmeter  is  connected  between  two  lines — for  ex- 
ample, A  on  the  left  hand  dial  and  B  on  the  right,  and  no  plugs 
are  inserted  in  the  ammeter  receptacles,  the  voltage  between  A 
and  B  is  indicated  without  compensation;  but  if  the  plugs  are 
inserted  at  A  on  the  left,  and  B  on  the  right,  the  voltage  is  com- 


FIG.  9 — VOLTMETER,  AMMETEP  AND  VOLTAGE  COM- 
PENSATOR CONNECTED  TO  THREE-PHASE — FOUR- 
WIRE  CIRCUIT  THROUGH  RECEPTACLES  AND  DIAL 
SWITCHES 

For  measuring  currcMit  in  any  line,  e.m.f.  be- 
tween any  two  lines,  e.m.f.  compensated  for  line 
drop,  or  line  drop  independent  of  e.m.f. 

pcnsated  for  the  drop  in  ./  and  B,  and  the  ammeter  reads  the 
current  in  A. 

If  the  voltmeter  is  connected  to  A  both  on  the  right  and  the 
left  hand  dials  it  indicates  zero,  but  if  an  ammeter  plug  is  then 
inserted  at  A  on  either  the  right  or  the  left,  but  not  on  both  sides, 
the  line  drop  in  A  is  indicated  by  means  of  the  compensator. 
With  this  voltmeter  connection,  if  a  plug  is  inserted  at  A  on  the 
left  and  B  on  the  right,  the  xoltmeter  measures  the  resultant  of 
the  drop  in  lines  A  anfl  />'.  Similar  measurements  can  be  made 
in  the  same  wa}-  on  tlie  oilur  lines.  The  neulral  line  is  to  be 
treated  as  any  other  line  in  making  these  measurements. 

It  should  be  noted  thai,  with  the  proper  adjustments,   the 
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compensator  makes  the  correction  of  e.  m.  f.  for  line  drop  in  phase 
with  the  actual  drop.  This  is  true  at  any  power-factor,  with 
either  balanced  or  unbalanced  load.  Thus,  when  the  compensator 
is  brought  into  service,  the  voltmeter  indicates  the  correct  e.  m.  f. 
at  a  distant  point,  whatever  the  nature  of  the  load  on  the  line. 

GENERAL   CONCLUSIONS 

The  minimum  number  of  meters  and  meter  transformers, 
for  a  three-phase — four-wire  circuit,  is  always  as  great,  and 
sometimes  greater,  than  is  required  for  a  three-wire  circuit.  One 
single-phase  wattmeter  or  power-factor  meter  is  not  suitable  for 
the  entire  circuit,  because  a  four-wire  circuit  is  usually  unbal- 
anced, and  the  unbalancing  would  affect  the  accuracy  of  these 
instruments.  Three  series  transformers  are  required  on  four- 
wire  circuits  for  use  with  wattmeters,  power-factor  meters,  or 
ammeters,  if  measurements  are  to  be  made  on  all  the  phases, 
Three  shunt  transformers  must  be  provided  if  it  is  required  to 
measure  the  e.  m.  f.  from  each  line  to  neutral  and  also  between 
any  two  non-neutral  (main)  lines.  Three  shunt  transformers 
are  required  (whether  the  e.  m.  f.'s  to  neutral  are  to  be  measured 
or  not)  if  a  wattmeter  is  also  to  be  used  in  addition  to  the  volt- 
meters measuring  the  e.  m.  f.'s  between  all  the  non-neutral  lines. 
If  the  e.  m.  f.'s  from  only  one  or  two  lines  to  neutral  and  the 
e.  m.  f.  between  only  one  pair  of  main  lines  is  required,  only  two 
shunt  transformers  are  necessary  for  both  voltmeter  and  watt- 
meter. 

A  grounded  neutral  system  nuist  be  treated  as  a  four-wire 
circuit,  because,  if  any  current  returns  through  the  ground,  the 
currents  in  the  other  lines  would  be  the  same  as  if  it  were  re- 
turning through  a  neutral  line.  Sometimes  a  system  is  grounded 
or  has  a  neutral  line  in  one  part  of  the  circuit,  but  has  no  connec- 
tion  to  ground  or  neutral  in  another  part.  At  all  points  between 
the  connections  to  ground  or  neutral,  the  system  must  be  con- 
sidered as  a  four-wire  circuit,  but  at  other  points  connections 
may  be  made  for  either  a  three-wire  or  a  four-wire  circuit.  A 
common  arrangement  of  this  kind  is  to  have  one  side  of  the 
power  transformers  delta-connected,  and  the  other  side  Y-con- 
nected.  Three  lines  are  brought  out  from  the  delta-connection, 
and  four  from  the  Y-connection.  In  Fig.  lo  the  middle  portion 
is  a  four-wire  circuit  having  Y-connected  power  transformers 
with  a  neutral  line  brought  out  from  the  common  transformer 
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connection.  This  part  must  be  treated  as  a  four-wire  circuit. 
The  left  hand  part  is  delta-connected,  and  the  right  hand  part 
has  no  connection  to  neutral.  Both  the  left  and  right  hand  parts 
may  therefore  be  considered  as  three-wire  circuits. 

The  method  of  connecting  two  wattmeters  to  have  equal 
readings  on  a  balanced  three-phase  circuit,  is  not  strictly  accurate 
on  an  unbalanced  four-wire  circuit,  when  there  is  any  current 
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FIG.       10 — CONNECTIONS      REPRESENTING       PARTLY 
THREE-WIRE  AND  PARTLY   FOUR-WIRE  CIRCUIT 

A  represents  any  single-phase  or  three-phase 
apparatus  connected  to  neutral,  while  the  ap- 
paratus at  B  has  no  neutral  connection. 

flowing  in  the  neutral  line  ;*  but  this  error  is  not  likely  to  be 
large. 

Protective  relays  are  usually  made  to  protect  the  lines 
whether  a  ground  occurs  or  not,  so  that  ordinarily  the  connec- 
tions for  a  grounded  neutral  three-phase  system  are  the  same  as 
for  one  that  is  not  grounded. 


*This  method  of  connection  was  described  in  the  Journal  for  Janu- 
ary,  1909,  Vol.  VI.,  pp.  48-49. 


EXPERIENCE  ON  THE  ROAD 

OIL  ON  THE  COMMUTATOR 
LEONARD  WORK 

A  DIRECT-CURRENT  generator  had  been  operating  satisfac- 
torily on  light  load.  Upon  increasing  the  load  to  the  normal 
rated  capacity,  moderate  sparking  at  the  brushes  began.  The 
commutator  was  trued  up  and  the  brushes  readjusted,  whereupon 
the  sparking  ceased,  but  only  to  reappear  after  a  few  days.  This 
time  there  was  considerable  sparking  not  only  at  the  brushes,  but 
also,  at  brief  intervals,  at  various  spots  between  some  of  the  bars 
of  the  commutator.  At  these  points  the  insulation  was  rapidly 
being  destroyed  and  threatening  ultimate  serious  damage  to  the 
machine. 

Careful  inspection  revealed  nothing  except  a  thin  greasy  film 
on  the  commutator  and  a  similar  condition  of  the  contact  surfaces 
of  the  brushes.  This  was  easily  removed,  but  in  a  few  hours  it  had 
reappeared,  and  with  it,  renewed  sparking.  The  cause  of  the  spark- 
ing was  now  apparent  but  the  source  of  the  troublesome  film  was 
still  a  mystery.  Positively  no  oil  was  thrown  upon  the  commutator 
from  either  the  engine  or  bearings.  The  operator  insisted  that  he 
had  not  used  any  oil  on  the  affected  parts  for  some  months. 

Moreover,  minute  examination  of  the  brushes  disclosed  no  trace 
of  oil.  A  suggestion  that  they  might  contain  this  substance  from 
former  applications  was  thought  absurd.  Nevertheless,  it  was  de- 
cided to  make  sure  on  this  point.  The  brushes  were  removed  and 
heated  in  the  flame  of  a  gas  stove.  In  a  few  minutes  there  was  no 
doubt  as  to  the  source  of  the  commutator  troubles.  The  amount  of 
oil  or  grease  that  began  to  fry  out  of  those  innocent  looking  carbon 
brushes  was  astonishing.  The  frying  process  was  continued  until 
the  brushes  stopped  smoking.  They  were  then  allowed  to  cool  and 
were  readjusted  in  the  holders. 

The  damaged  spots  between  the  bars  were  cleaned  out  and 
filled  up  and  the  generator  was  started  and  given  its  full  load. 
Soon  the  commutator  took  on  a  clean  dark  glaze  and  has  since  run 
absolutely  sparkless  and  without  further  trouble  from  this  source. 
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205 — Copper  Loss  in  Converters — 
How  is  the  copper  loss  in  a 
rotary  converter  armature  cal- 
culated, taking  into  account 
the  equivalent  currents  in  the 
armature  winding?  Should  it 
l)e  calculated  from  the  resist- 
ance of  the  alternating-current 
or  the  direct-current  side  of 
the  machine?  j.  w.  R. 

This  is  explained  in  an  article  on 
"Rotary  Converters"  by  Mr.  R.  E. 
Workman  in  the  series  on  "Factory 
Testing  of  Electrical  Machinery," 
Vol.  II.,  March,  1905,  p.  181.  The 
copper  loss  for  a  three-phase  rotary 
converter  at  one  hundred  percent 
power-factor  is  56  percent  of  the 
copper  loss  of  the  machine  operating 
as  a  direct-current  generator ;  that 
of  a  two-phase  converter,  39  percent, 
that  of  a  six-phase  converter  26 
percent.  See  also  No.  57  in  the  May 
issue,  and  Na.  156  in  the  October  is- 
sue. F.  D.  N. 

206 — Transmission  Line  Calcula- 
tions— Please  give  a  formula 
for  calculating  the  line  voltage 
ZT  of  a  transmission  system 
when  the  voltage  e,  at  the  re- 
ceiving end  is  given ;  the  im- 
pedance drop  c  over  the  line ; 
the  resultant  power-factor  of 
the  line  and  load,  or  its  cor- 
responding angle,  and  the 
power-factor  of  the  line  alone, 
or  its  corresponding  angle.  In 
computing  the  impedance  of  a 
transmission  line,  the  capacity 
1^2  ,~\  fC  seems  to  be  so  large, 
in  usual  cases,  as  to  render  the 
resistance  and  inductance  al- 
most negligible,  the  factor  C 
in  the  expression  for  capacity 
being  of  the  order  10-*  farad. 
I  cannot  reconcile  this  with 
statements  I  have  read  to  the 
effect  that,  in  computing  trans- 


mission line  regulation,  the 
line  capacity  is  often  unim- 
portant and  negligible.  I  would 
be  pleased  to  learn  where  I  am 
in  error.  a.  h.  f. 

To  calculate  the  value  of  E,  the 
values  of  c.  c  and  the  power-factor 
of  both  load  and  line  must  be  known. 
Tliese  values  of  power-factor  can  be 
calculated  if  the  effective  resistance, 
r,  and  the  reactance,  x,  of  line  and 
load  are  giv^en,  from  the  formula, 
P-F=r^-\/r^+x-.  The  reactance,  x 
is  made  up  of  inductance  and  capac- 
ity. Assuming  the  power-factors  p 
and  pi  for  the  load  and  line  respect- 
ively, the  reactive  factors  are  q 
(which  equals  -y/i-p'),  and  qi  (which 
equals  \/ 1-]}\) .  Then  E  is  the  vec- 
tor sum  of  the  power  and  reactive 
components  of  c  and  c  respectively. 
Power  component  =  ep  +  cpi. 
Reactive  component  =:  eg  +  cqi. 
'E^=\/  (ep  +  cpiY+ieq+cqi)-. 
The  power-factor  of  the  whole 
system  is,  then,  (ep+cpi)-^E.  Re- 
garding the  factor  1-^2  '  fC,  it  is 
probable  that,  in  using  this  in  the 
formula,  you  have  assumed  that  the 
capacity  is  in  series  with  the  resist- 
ance and  inductance.  As  a  matter  of 
fact,  as  the  capacity  is  distributed 
over  the  line,  it  is  parth'  in  series 
and  partly  in  parallel.  Calculations 
for  the  average  transmission  line  do 
not  require  such  a  higli  degree  of  ac- 
curacy and  the  capacity  may  be  as- 
sumed as  concentrated  at  intervals 
along  the  line  instead  of  being  uni- 
formly distributed.  In  many  cases 
the  capacity  has  so  little  effect  that 
it  is  negligible.  a.  w.  c. 

207 — Re-Connecting  Induction  Mo- 
tor— If  a  three-phase,  six-pole 
induction  motor  connected  in 
two-circuit  delta  were  con- 
nected in   four-circuit  Y  would 
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there  be  any  difference  in  the 
operation  of  the  motor?  If 
so,  please  give  the  reason. 

H.  p.  w. 
If  a  three-phase  induction  motor 
is  to  be  re-connected  for  any  other 
voltage  than  that  for  which  it  was 
designed  and  the  same  performances 
are  desired,  the  ampere-turns  per 
phase  should  be  kept  the  same,  i.  e., 
the  number  of  turns  per  phase  should 
be  changed  in  the  same  ratio  as  the 
voltage  per  phase.  Therefore,  if  the 
motor  was  originally  connected  in 
four-circuit  star  and  re-connected  in 
two-circuit  delta,  the  turns  per  phase 
are  doubled;  the  voltage,  however, 
is  increased  only  -\/3  times  the 
phase  voltage  of  the  star  connection, 
i.  e.,  if  assumed  that  the  line  voltage 
remains  the  same.  Therefore,  it  is 
evident  that  the  maximum  torque  of 
the  motors  will  be  23  percent  less, 
and  the  copper  loss  in  the  primary 
as  well  as  in  the  secondary  will  be 
increased  33  percent.  Hence,  if  the 
same  performance  is  required,  the 
voltage  should  be  raised  15  percent. 
On  the  other  hand,  it  should  not  be 
overlooked  that  with  ordinary  wind- 
ings, a  three-phase,  six-pole  motor 
cannot  be  connected  in  four  parallel 
circuits.  H.  c.  s. 

208 — In  Transmission  Line  Cal- 
culations is  the  line  capacity 
assumed  to  be  in  series  with 
the  line  inductance  or  in  par- 
allel? (b)  Is  the  capacity  of 
a  piece  of  apparatus,  such  as  a 
synchronous  motor,  in  series 
or  in  parallel  with  its  induct- 
ance? (c)  What  relation  does 
the  charging  current  of  the 
line  hold  to  the  total  current? 
Is  it  part  of  the  wattless  com- 
ponent, viz.,  I  sin  0  ?  Please 
show  the  relations  by  a  vector 
diagram,  (d)  If  a  transmis- 
sion system  consists  of  a  bank 
of  transformers  (step-up),  a 
transmission  line,  a  bank  of 
step-down  transformers  and 
a  synchronous  motor,  how 
should  the  total  impedance  be 
calculated  ?  Would  the  sepa- 
rate impedances  be  calculated 
separately  and  added  in  series 
or  in  parallel?  h.  g.  h. 

(a)    The  line  electrostatic  capacity 
as  measured  is  generally  assumed  to 


be  in  series  with  one-half  of  the  line. 
This  is  a  very  approximate  assump- 
tion ;  a  more  exact  assumption  would 
be  that  the  total  capacity  is  distribu- 
ted throughout  the  length  of  the 
transmission  line ;  it  would  thus  be 
partly  in  parallel  and  partly  in  series. 
This  factor  is  sometimes  so  small 
that  it  is  entirely  negligible ;  where 
it  is  an  appreciable  factor  the  method 
given  above  is  sufficiently  accurate, 
(b)  The  capacity  of  a  synchronous 
motor  is  in  parallel  with  its  induct- 
ance, (c)  Charging  current  is  at 
right  angles  to  the  e.m.f.,  and  if  the 
load  is  non-inductive,  is  at  right  an- 
gles to  the  main  current.  If  the 
load  is  inductive  the  charging  cur- 
rent is  not  necessarily  at  right  an- 
gles to  the  total  current.  The  rela- 
tions of  the  e.m.f.,  main  current  and 
charging  current  are  shown  in  Fig. 
208  (a)  for  a  condition  of  inductive 
load,  /'  representing  the  charging 
current,  E  representing  e.m.f.  and  / 
representing   the    total   current,    (d) 


fig.  208  (a) 

To  obtain  the  total  impedance  of  the 
circuit,  the  impedances  of  the  re- 
spective parts  of  the  circuit  should 
be  calculated  separately  and  added 
in  series  as  the  parts  are  connected. 
The  impedance  of  the  secondary  of 
the  transformer  is  of  course  express- 
ed in  terms  of  the  primary  by  multi- 
plying or  dividing  the  calculated 
secondary  impedance  by  the  ratio  of 
transformation,  according  to  whether 
the  transformer  is  a  lowering  or 
raising  transformer.  a.  w.  c. 

209 — Oscillograph  in  Shoe  Test- 
ing— Could  an  oscillograph 
such  as  described  in  the  article 
on  "The  Oscillograph  on  the 
Test  Floor"  in  the  Journal 
for  July,  1908,  be  constructed 
witjiout  a  great  deal  of  diffi- 
culty? Having  read  this  arti- 
cle, it  has  seemed  that  such  an 
outfit  would  be  of  great  value 
to  us  in  connection  with  our 
power  house  and  transmission 
line    work.      The    construction 
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of  the  moving  mirrors  has  ap- 
peared to  be  a  very  formida- 
ble job  for  one  not  accustom- 
ed to  such  work.  a.  d.  m. 
The  instrument  described  in  the 
above  article  is  the  Dudell  Oscillo- 
graph and  is  made  by  the  Cambridge 
Scientific  Instrument  Co.,  Cambridge, 
England,  there  being  an  agency  in 
Philadelphia  which  handles  their 
products.  Through  this  source  it  is 
possible  to  obtain  the  oscillograph 
mirrors,  at  about  $i.oo  apiece,  and 
also  the  delicate  flat  phosphor-bronze 
suspension  wire  which  is  required  in 
the  construction  of  the  movable  ele- 
ment. It  is  necessary  to  operate  the 
oscillograph  in  a  transparent  damp- 
ing oil,  for  which  purpose  an  oil- 
tight  vessel  is  required.  A  steady- 
burning  arc  lamp  with  hand  feed, 
giving  an  intense  light,  must  also  be 
provided.  Electro-magnets  excited 
from  a  battery  or  other  source  of  di- 
rect-current may  be  used  instead  of 
the  permanent  magnets.  An  arrange- 
ment of  lenses  and  an  adjustable  ap- 
erture are  required  to  control  the 
beam  of  light  from  the  arc  lamp 
which  is  thrown  on  the  mirrors  of 
the  respective  elements  of  the  oscil- 
lograph and  reflected  by  them.  The 
oscillograph  has  to  be  mounted  in- 
side a  "dark  box."  When  the  oscil- 
lograph is  used  on  high-voltage  cir- 
cuits a  non-inductive  resistance  is 
usually  required,  to  cut  down  the 
current  through  the  oscillograph  ele- 
ment to  a  value  of  approximately 
o.i  ampere;  such  a  resistance  is  dif- 
ficult to  make.  An  oscillograph  hav- 
ing two  or  more  elements  requires  a 
means  of  adjusting  the  positions  of 
the  mirrors  for  simultaneous  read- 
ings. Ver\'  accurate  work  is  required 
in  constructing  the  movable  elements 
and  these  adjustments,  hence  it 
would  not  be  practicable  for  any  but 
an  expert  instrument  maker  to  at- 
tempt to  construct  an  oscillograph 
having  more  than  one  element.  It 
would  be  difficult  to  obtain  an  instru- 
ment having  a  degree  of  sensitive- 
ness greater  than  one-fiftieth  second. 
Such  a  single-element  instrument 
would,  nevertheless,  be  very  service- 
able in  power  house  work.        h.  h.  g. 

210 — Two-Phase  vs.  Three-Phase 
— What  are  the  relative  ad- 
vantages   of    two    and    three- 


phase  systems?  Will  the  tend- 
ency toward  three-phase 
standardization  eventually 
make  two-phase  apparatus, 
especially  motors,  obsolete?  If 
so,  would  you  say  that  it 
would  be  advisable  to  begin 
now  to  buy  three-phase  mo- 
tors and  generators  for  any 
considerable  immediate  exten- 
sions, such,  for  example,  as 
increasing  a  mill  installation 
of  thirty  50-hp.  motors  to 
fifty  50-hp.  motors ;  this  in- 
crease in  the  number  of  mo- 
tors to  be  accompanied  by  a 
corresponding  increase  in  gen- 
erator capacity.  The  cost  of 
copper  wire  required  to  finish 
wiring  the  entire  plant  would 
not  exceed  $7  000,00,  so  that 
any  percentage  of  saving  in 
copper  would  be  figured  on 
this/  basis.  w.  p.  f. 

Two-phase  systems  are  comm.only 
employed  where  it  is  found  more 
convenient  to  balance,  for  example, 
a  simple  lighting  load  on  two  cir- 
cuits rather  than  three.  In  the  use 
of  three-phase  circuits  there  is,  of 
course,  a  considerable  saving  in  cop- 
per and  herein  lies  one  of  its  chief 
advantages.  In  other  words,  each 
system  has  its  own  advantages  for 
various  applications.  Insofar  as  the 
motors  themselves  are  concerned 
there  is  no  appreciable  advantage  in- 
sofar as  design  or  operation  are 
concerned  in  one  over  the  other.  Re- 
garding the  extension  of  the  system 
in  question,  it  would  not  seem  prac- 
ticable to  undergo  the  expense  of 
equipping  for  two-phase,  four-wire 
distribution  where  a  three-phase  sys- 
tem would  be  entirely  satisfactory 
and  would,  in  addition,  give  a  cor- 
responding saving  in  expense  for 
copper.  P.  M.  L. 

211 — Repairing  Short-Circuit  on 
Generator — In  a  large  six-pole 
generator  the  commutator  has 
178  bars,  the  armature  is 
series-wound,  and  between  bars 
No.  178  and  No.  i,  there  is  a 
short  circuit  and  in  order  to 
make  a  cheap  repair  I  have 
been  asked  to  cut  out  the  coils 
between  these  bars.  This  I 
propose  to  do  in  the  following 
manner :    To   connect   the   top 
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lead  of  the  coil  in  bar  No.  i 
to  bar  No.  2,  and  to  connect 
the  bottom  lead  in  bar  No.  i 
and  bar  No.  178  together.  If 
you  know  of  any  better  way 
than  this  without  re-insulating 
between  these  bars,  please  ex- 
plain the  same  to  me;  also, 
please  explain  the  objection  to 
the  plan  proposed  above. 

H.  p.  w. 
One  coil  may  be  eliminated  as  fol- 
lows :  Disconnect  the  lower  lead  in 
bar  No.  i  or  the  top  lead  in  bar  No. 
178;  tape  up  the  bare  end  of  the  lead 
and  secure  it  so  that  it  will  not  give 
trouble.  Bars  i  and  2  should  be 
either  connected  or  soldered  together. 
A  schemetic  diagram  of  the  series- 
wound  armature  will  make  it  ap- 
parent that  this  method  of  connec- 
tion simply  eliminats  one  coil  by 
open-circuiting  it  at  one  of  its  ter- 
minals. The  commutator  bar  is  elec- 
trically connected  to  the  adjacent  bar 
because  a  dead  bar  would  very  prob- 
ably cause  sparking  due  to  the  gap 
introduced  into  the  commutator.  If 
one  terminal  of  the  coil  to  be  elimi- 
nated were  not  disconnected  from 
the  commutator  this  coil  would  be 
short-circuited  by  the  short-circuit 
between  the  two  commutator  bars 
and  the  current  in  this  coil  would 
be  liable  to  cause  excessive  local 
heating.  c.  F.  L. 

212 — Single-Phase  Loads  on 
Three-Phase  Alternators — 
When  a  single-phase  rail- 
way system  is  supplied  with 
power  by  a  three-phase  gener- 
ator, one  phase  being  ground- 
ed and  the  other  two  phases 
being  sent  out  on  the  trolley 
in  different  directions,  what  is 
the  division  of  load  between 
the  phases  of  the  generator, 
assuming  the  two  phases  to  be 
loaded  equally,  with  a  star- 
connected  generator  and  also 
with  a  delta-connected  gener- 
ator? What  is  the  effect  of 
unbalancing  of  the  load  on  the 
two  phases?  p.  c.  d. 

We  have  no  knowledge  of  such  an 
arrangement  of  circuits  as  you  sug-. 
gest  ever  having  been  used  in  prac- 
tice. The  ordinary  method  is  to  op- 
erate the  single-phase  railway  circuit 
through  one  phase  of  the  generator 
in    case    a    three-phase    machine    is 


used.  This  does  not  prevent  the  use 
of  a  small  motor  and  lighting  load 
on  the  generator.  In  railway  oper- 
ation a  Tirrill  regulator  is  very 
commonly  used  to  maintain  constant 
voltag(?  on  that  phase  of  the  gener- 
ator supplying  single-phase  power  to 
the  railway  circuit.  The  arrange- 
ment of  the  iron  in  the  armature  and 
fields,  the  type  of  generator  employ- 
ed for  this  service  and  the  arrange- 
ment of  armature  coils  is  so  design- 
ed that  unbalanced  loads  do  not  have 
a  serious  effect  on  the  operation  of 
the  machine.  f.  e.  w. 

213 — Power-Factor — Please  explain 
why  an  unloaded  transformer 
has  a  low  power-factor,  and 
how  the  power-factor  is  im- 
proved when  the  transformer 
is  loaded.  f.  h.  c. 

In  an  unloaded  transformer  the 
total  amount  of  power  drawn  from 
the  line  is  that  required  to  magnet- 
ize the  iron,  plus  a  small  copper  loss. 
The  magnetizing  current  is  nearly 
90  degrees  out  of  phase  with  the 
e.m.f.  When  the  transformer  is 
loaded  the  magnetizing  component  is 
then  only  a  small  percent  of  the  to- 
tal power.  The  real  or  power  com- 
ponent of  the  current  is  in  phase 
witli  the  e.m.f.  and  the  total  current 
would  be  in  phase  were  it  not  for 
the  effect  of  the  "wattless"  or  90- 
degree  component.  a.  d.  f. 

214 — Torque — How  does  the  rotat- 
ing magnetic  field  in  the 
stator  of  an  induction  motor 
pull  the  short-circuited  sec- 
ondary of  the  motor  around 
and  produce  rotation?  Ex- 
plain for  two  and  three-phase. 
What  is  the  action  causing  the 
disc  to  turn  in  an  alternating- 
current  ammeter?  In  the  old 
types  of  overload  relays  hav- 
ing aluminum  vanes,  what  is 
the  action  that  pulls  the  vanes 
into  the  magnetic  circuit? 

f.  h.  c. 
TIic  torque  in  an  induction  motor 
is  produced  bj-  magnetic  attraction 
between  the  primary  and  secondary 
fields.  The  rotating  primary  mag- 
netic field  is  the  resultant  of  the  al- 
ternating fields  set  up  by  the  cur- 
rents in  the  respective  phases  of  the 
primary  circuit,  whether  two-phase 
or   three-phase.  The   secondary   mag- 
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netic  field  is  the  resultant  of  cur- 
rents induced  in  the  secondary  wind- 
ing by  the  primary  currents  through 
magnetic  induction  (commonly  term- 
ed "transformer  action").  In  the 
single-phase  motor  the  resultant  ro- 
tating field  for  starting  is  usually 
obtained  by  means  of  an  auxiliary 
winding  which  is  automatically  cut 
out  after  the  motor  reaches  full 
speed.  The  single-phase  motor  is 
similar  to  the  two-phase  motor  in 
its  principle  of  operation  except  that 
the  second  phase  (supplying  the  al- 
ternating field  which  interacts  with 
the  primary  alternating  field  pro- 
duced by  the  single-phase  current  in 
the  primary  circuit,  to  produce  the 
rotating  field)  is  induced  through 
transformer  action  between  the  pri- 
mary and  secondary  magnetic  cir- 
cuits. (This  is  explained  in  Nos.  8 
and  i8o  in  the  January  and  Decem- 
ber, 1908,  issues  respectively.)  In 
meters  and  relays  using  magnetic 
vanes  for  the  moving  elements,  the 
torque  is  produced  in  a  similar  man- 
ner through  the  magnetic  attraction 
between  the  current  in  the  coils  and 
induced  eddy  currents  in  the  vanes. 

215 — Relation  Between  Iron  Loss 
AND     Frequency — Please     ex- 
plain    the     statement :       "The 
higher   the    frequency   the  less 
the     iron     loss,"     i.     c,     why 
should  the  iron  losses  in  a  60- 
cycle      transformer       decrease 
when  used  on   a   133-cycle  cir- 
cuit? G.  s. 
The  induction   or  magnetic  density 
of    the    magnetic    circuit    varies    in- 
versely as  the   frequency.     The  iron 
loss   of   the   transformer   is   the   sum 
of  the  losses  due  to  eddy  currents  in 
the    laminations    and   the   losses   due 
to     hysteresis.       The     eddy     current 
losses  vary  directly  as  the  square  of 
the  frequency  and  also  as  the  square 
of  the  magnetic  density.    Therefore, 
as   the   induction  is  lowered  in  pro- 
portion to  the  increase  in  frequency, 
these  two  factors  cancel,  each  other 
and  the  eddy  currents  losses  remains 
the  same.     The  hysteresis  loss,  how- 
ever,  has   been   proved,  both  by  test 
and  the  eddy  current  losses  remain 
as  the  frequency,  and  approximately 
as    the    1.6    power    of    the    magnetic 
density.     Therefore,  as  the  magnetic 
density    (induction)    varies   inversely 
as  the   frequency,   the  hysteresis  loss 


varies  as  the  0.6  power  of  the  fre- 
quency. Thus,  in  an  ordinary  60- 
cycle  transformer  operating  at  133 
cycles,  tiie  iron  loss  would  be  ap- 
proximately 75  percent  of  that  at 
no-cycles.  a.  d.  f. 

216 — Referring  to  No.  100,  in  the 
July,  1908,  issue  in  which  is 
shown  a  lap-wound  armature 
with  87  commutator  segments, 
does  not  this  winding  prac- 
tically necessitate  the  use  of 
cross-connections  and,  accord- 
ingly, the  method  indicated  in 
which  odd  bars  are  used? 

A.  w.  R. 
It  is  not  absolutely  necessary  to 
use  cross-connections  on  a  lap- 
wound  armature ;  in  fact,  cross-con- 
nections are  of  no  use  where  the 
field  strength  per  pole  is  uniform, 
where  the  poles  and  brushes  are  ac- 
curately spaced  (there  being  as 
many  brushes  or  groups  of  brushes 
as  there  are  poles)  and  where  the 
armature  is  concentric  with  the  bore 
of  the  poles.  However,  cross-con- 
nections could  be  applied  to  the 
armature  in  question  without  involv- 
ing idle  coils  or  bars,  since  it  is  not 
necessary  to  cross-connect  for  every 
bar.  Eleven  cross-connections  would 
be  sufficient  and  could  be  worked  in 
without  difficulty,  the  connecting  be- 
ing done  as  if  there  were  88  bars.  It 
will  be  noted  that  each  bar  is  dia- 
metrically opposite  a  segment  of  in- 
sulation so  that  each  cross-connec- 
tion will  be  one-half  bar  out  of  the 
true  position.  This,  however,  w'ould 
not  prove  unsatisfactory  on  an  87- 
bar  commutator.  f.  a.  r. 

217 — Auto-Transformers    vs.    Reg- 
ular   Transformers  —  What 
are  the  advantages  and  disad- 
vantages  of   three-phase   auto- 
transformers,    Y-connected,    in 
comparison     with     a     regular 
two-coil,       two-to-one       trans- 
former,  in   transforming   from 
10  090  to  20000  volts?     e.  h.  b. 
The  main  advantage  is  that,  for  a 
given    rated    capacity    of    apparatus, 
twice    as    much   total    power   can    be 
handled     with     an     auto-transformer 
outfit  as  with  a  regular  transformer. 
In  general,  the  main  disadvantage  in 
the  use  of  auto-transformers  to  ob- 
tain   low-tension    power    from    high- 
tension    circuits    is    that    there    is    a 
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greater  liability  to  accident,  due  to 
the  fact  that  the  higher  voltage  is 
not  entirely  eliminated  from  the 
low-tension  side  of  the  circuit  as  is 
the  case  with  regular  transformers 
having  separate  primary  and  sec- 
ondary windings.  For  explanation 
of  saving  in  capacity  see  No.  6  in 
the  January,  1908,  issue,  also  No.  98, 
July,  1908,  and  No.  198,  November, 
1908.  E.  c.  s. 

218 — Non-Magnetic  Watches — Is 
it  necessary,  in  carrying  a 
watch  around  electrical  ma- 
chinery, that  it  should  be  non- 
magnetic in  order  not  to  be 
affected  by  the  stray  fields? 
A  leading  local  jeweler  claims 
that  it  is  not  especially  neces- 
sary to  use  a  non-magnetic 
watch  around  alternating-cur- 
rent machines.  Will  you 
please  give  the  facts  regarding 
this  matter  and  also  state  the 
best  make  of  non-magnetic 
watch?  In  case  a  watch  has 
been  so  affected,  how  may  it 
best  be  demagnetized?         d.  H. 

Trouble  caused  by  stray  magnetic 
fields  from  electrical  machines  and 
from  heavy  currents  flowing  in  bus- 
bars and  conductors  is  primarily  the 
result  of  the  effect  of  the  fields  in 
magnetizing  the  steel  hair  spring  of 
the  watch.  An  attempt  has  been 
made  to  construct  an  accurate  and 
satisfactory  watch  with  a  hair  spring 
made  of  some  para-magnetic  ma- 
terial. It  is  quite  generally  con- 
cededed,  however,  that  all  attempts 
thus  far  have  been  a  practical  fail- 
ure as  steel  appears  to  be  the  only 
reliable  material  for  hair  springs.  It 
has  been  found  that  an  annealed 
sheet  iron  case  will  protect  the 
watch  to  some  extent  but  will  not 
make  it  proof  against  the  effects  of 
strong  fields  such  as  are  present  in 
the  immediate  vicinity  of  bus-bars, 
etc.,  carrying  heavy  current  and  the 
leakage  fields  around  both  alternat- 
ing-current and  direct-current  ma- 
chines. As  the  fields  of  both'  types 
of  machines  are  excited  by  direct- 
current  there  is  no  less  danger  in 
this  respect  from  the  effect  of  one 
than  of  the  other.  Alternating-cur- 
rent bus-bars,  of  course,  would  not 
have  an  injurious  effect  on  a  watch. 
In  alternators  of  the  revolving  field 
type,   cases    have   been   noted    where 


the  leakage   field  at  the  end  of  the 
shaft   was   sufficient  to   seriously  af- 
fect a  watch.     A  person  entering  a 
power  house  merely  to  pay  a  casual 
visit  and  not  getting  into  close  prox- 
imity    with     any     of     the     machines 
would,    of    course,    not    be    liable   to 
have   his   watch   affected,  but   on.  the 
other  hand,  power   house  attendants 
are  liable  to  meet  with  trouble  from 
this  source  and  ii\  this  case  an  an- 
nealed iron  case  such  as  noted  above 
is   a  valuable,  although  not  absolute, 
protection.     To  demagnetize  a  watch 
so     affected,     mount     it     in     a     re- 
volvable     frame     in     front     of     one 
pole    of    a    powerful    electro-magnet 
arranged    to   be   excited   with  direct- 
current.     Revolve  the  watch  at  high 
speed  and  then  turn  on  the  current 
gradually.     After  ten  or  fifteen  sec- 
onds  turn   the   current   off   gradually 
and  take  the  watch  out  of  the  frame. 
If     alternating-current     is     available 
the  watch  need  not  be  revolved  but 
may    be    held    sationary   in    front    of 
the  magnet  pole  and  then  slowly  re- 
moved.     In    this    case    -the    magnet 
should  have  a  laminated  core.  j.  c.  f. 
219 — Metering      Conventions  —  Do 
the   directions  given   regarding 
wattmeters,    in    the    article    on 
"Meter     and     Relay     Connec- 
tions"    in     the     Journal     for 
May,   1908,  Vol.  V.,  p.  262,  re- 
fer to  the  binding  posts  or  the 
windings    of    the    coils,    i.    e., 
would    one   have   to   trace   the 
direction  of  coil  winding,  or  is 
it   standard   practice   to   so   ar- 
range    tlie     terminals    of    the 
coils    that   the   position   of   the 
binding    posts    is    a    sufficient 
guide?  c.  G.  B. 

The  arrangement  of  binding  posts 
is  different  with  different  kinds  of 
wattmeters,  but  in  general  the  rela- 
tions of  external  connections  in  cor- 
responding current  and  voltage  cir- 
cuits are  those  given  in  the  article 
referred  to.  Some  makes  of  meters 
have  the  voltage  binding  posts  at  the 
bottom,  and  current  at  the  top,  and 
others  have  the  current  binding  posts 
on  the  side,  adjacent  to  the  voltage 
binding  posts.  An  inspection  of  the 
meter,  however,  usually  shows  the 
right  relationship.  As  noted  in  the 
introduction,  the  diagrams  given  in 
the  series  of  particles  referred  to 
are  made  to  conform  with  Westing- 
house  switchboard  meters.       h.  w.  b. 
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The   sixteen    candle-power   incandescent   lamp    has 

played  a   unique  part  in  the   development  of  the 

Notes  electrical  industry.    It  has  been  a  useful  light  giver, 

®"  sometimes  the  equivalent  of  sixteen  tallow  dips,  and 

Illumination    sometimes  less.    It  has  also  been  a  convenient  unit 

which  has  solved   in  a  simple   way  many  modern 

problems  of  electrical  rating  and  of  illuminating  engineering.     For 

example,  the  rating  of  an  alternator  now  involves  k.  v.  a.  and  kw, 

power-factor,  regulation,  temperature  and  other  things,  whereas,  in 

the  early  days  a  machine  had  a  capacity  of  "650  lights"  or  "1300 

lights,"  without  further  complication.     In  fact,  an  old  dynamo  was 

offered  at  a  sacrifice  sale  in  North  Carolina  a  few  months  ago  as  a 

"300  liter."     The  problem  in  illumination  was  simply  to  find  the 

number  of  lamps   (which  was  usually  fixed  by  the  number  of  gas 

jets  to  be  replaced)   without  consideration  of  such  new  factors  as 

candle-feet,  distribution  curves,  intensifying  reflectors,  color  values 

or  even  illuminating  engineers. 

Most  of  us  understand  pretty  well  why  the  16  c-p.  unit  is  no 
longer  adequate  for  designating  dynamos,  transformers,  meters  and 
wire  tables,  but  we  do  not  see  so  clearly  why  it  has  had  to  give 
place  to  so  many  new  factors.  The  advent  of  new  lamps  is  mainly 
responsible  for  destroying  the  domination  of  the  16  c-p.  unit.  The 
term  "16  c-p."  no  longer  stands  for  56  watts,  more  or  less;  in  fact, 
instead  of  rating  dynamos  by  their  lamp  capacity,  we  now  even  rate 
tungsten  lamps  in  watts.  The  number  "16"  has  lost  its  importance, 
a5  Nernst,  Cooper  Hewitt,  Moore  and,  with  few  exceptions,  tung- 
sten lamps  are  not  made  in  16  c-p.  units.  Then  again,  even  "c-p" 
has  lost  its  simplicity  because  the  Nernst  lamp  gives  hemispherical 
rather  than  spherical  illumination. 

But,  aside  from  all  these  physical  elements,  the  large  factor, 
and  the  one  which  makes  this  branch  of  electrical  engineering  dif- 
ferent from  others  is  that  illuminalii»n  is  primarily  physiological. 
The  new  sources  of  light,  of  greatly  increased  illuminating  power,  of 
increased  intrinsic  brilliancy,  of  different  shapes  and  of  different 
color  values  have  a  dift'erent  effect,  not  only  on  the  wattmeter,  but 
also  on  the  eye.     The  passing  of  the  16  c-p.  carbon  filament  lamp 
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from  its  controlling  position  has  brought  the  physiological  phase  of 
illumination  to  the  front.  The  basic  principles  underlying  the 
new  science  and  art  of  illumination  from  its  standpoint  of  the  eye  as 
well  as  that  of  the  wattmeter  are  well  laid  down  in  the  article  on 
'"The  Problem  of  Efficiency  in  Illumination"  by  ]Mr.  Arthur  J. 
Sweet,  in  this  issue  of  the  Journal.  The  new  lamps,  the  result  of 
new  scientific  knowledge,  require  scientific  principles  in  their  use. 
It  is  these  principles  which  Mr.  Sweet  presents  in  a  simple  and 
comprehensive  way. 

An  important  invention  sometimes  suffers  because  the  condi- 
tions or  methods  of  its  application  are  unsuited  or  inadequate.  ]\Ir. 
Sweet  sliows  how  the  higher  candle-power  units  and  the  higher 
intrinsic  intensity  of  the  tungsten  lamp  have  enforced  new  principles 
in  applying  the  lamps. 

These  lamps  have  introduced  another  disturbance  by  radical 
departure  from  the  old  i6  c-p.  carbon  lamp  standard  to  which 
everything  had  become  comfortably  adjusted.  Commercial  condi- 
tions have  a  difficult  time  in  adjusting  themselves  to  engineering 
progress;  sometimes  the  introduction  of  useful  inventions  is  re- 
tarded by  commercial  considerations  and  sometimes  the  advent  of 
inventions  brings  on  a  financial  crisis  or  a  panic.  In  the  case  of  the 
tungsten  lamp  the  conditions  are  peculiar.  The  commodity  is  light. 
The  public  wants  plenty  of  light  of  good  quality  and  uniform  in- 
tensity. A  central  station  can  furnish  more  light  and  better  light 
cheaper  by  tungsten  than  by  carbon  lamps,  but  often  concludes  that 
it  would  not  be  advantageous  to  introduce  efficient  lamps.  Why? 
Not  because  the  company  cannot  furnish  a  better  product  (light) 
at  a  less  cost,  but  because  of  a  probably  reduced  income,  for  it  fur- 
nishes light  while  it  charges  for  kilowatt-hours.  If  it  had  so  hap- 
pened that  a  candle-power-hour  meter  instead  of  a  kilowatt-hour 
meter  were  in  common  use,  it  would  be  possible  to  reduce  rates  so 
that  a  consumer  could  enjoy  more  light  for  less  money  and  the 
central  station  could  supply  that  light  at  less  cost  and  larger  profit 
than  at  present.  The  prevalent  custom  of  making  a  uniform  rate 
per  kilowatt-hour  is  unsatisfactory.  The  charge  is  the  same  when 
the  station  load  is  small  as  it  is  at  the  time  of  peak  load,  and  the 
rate  is  the  same  for  the  large  user  as  for  the  small  one.  Commercial 
methods  of  charging  for  power  are  hard  to  adjust  equably,  even 
when  kilowatts  are  wanted  and  are  sold  :  they  are  still  harder  to 
adjust  fairly  when  light  is  wanted  but  kilowatts  are  measured  and 
paid  for. 

The  tungsten  lamp  has  been  made  principally  in  sizes  of  40, 
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60  and  100  watts  (or,  in  the  old-time  nomenclature,  32,  48  and  80 
c-p.,  equivalent  to  two,  three  and  five  of  the  old  16  c-p.  units). 
These  are  intermediate  between  the  old  incandescent  lamp  and  the 
arc  lamp.  Hence,  neither  of  the  fields  occupied  by  the  common 
ilkmiinants  of  a  few  years  ago  have  been  invaded  by  the  new  lamp. 
It  lias  entered  into  an  intermediate  field,  but  it  may  not  limit  itself 
to  that  field. 

The  number  of  carbon  lamps  made  annually  in  this  country 
is  nearly  equal  to  the  number  of  inhabitants.  Assuming  that  the 
life  equals  the  ordinary  guarantees,  there  are  one  or  two  lamp  hours 
per  day  per  inhabitant.  Hence  the  significance  of  a  new  illuminant 
which  may,  even  in  a  small  degree,  excnd  the  use  and  modify  the 
physical,  physiological  and  commercial  characteristics  of  the  incan- 
descent lamp.  Chas.  F.  Scott 


The  officials  of  the  Harriman  Lines  have  introduced 

Administra=    an  innovation  in  the  organization  of  the  Nebraska 

tive  Division  of  the  Union  Pacific  Railroad  that  will  be 

Positions       of  interest  to  engineers  concerned  in  transportation. 

for  Engineers  The  titles  of  Superintendent  of  Terminals,  Master 

Mechanic,  Division  Engineer,  Trainmaster,  Travel- 
ing Engineer  and  Assistant  Division  Engineer  have  been  abolished. 
The  individuals  to  whom  these  titles  formerly  applied  are  now 
designated  as  Assistant  Superintendents.  They  retain  their  former 
responsibilities  and  in  addition  arc  subject  to  administrative  duties 
as  well.  The  change  is  functional.  Its  object  is  to  make  the  oper- 
ating department  of  the  railway  self-perpetuating,  which  it  is  not 
on  most  American  railways.  The  Harriman  management  regards 
the  fact  that,  on  all  but  few  roads,  advancement  to  the  highest  places 
is  closed  to  the  mechanical  and  civil  engineer  and  open  only  to  the 
transportation  officers  has  something  to  do  with  the  failure  of  the 
organization  to  become  self-perpetuating.  It  believes  that  by  broad- 
ening the  experience  of  the  officers  in  the  three  departments — trans- 
portation, motive  power  and  permanent  way,  the  compau}-  will  have 
available  a  much  larger  number  of  competent  men  to  select  from 
when  promotions  are  to  be  made.  The  whole  matter  is  discussed  in 
the  Railroad  Age  Gazette  of  January  22(1.  The  article  in  question, 
slightly  aljridged,  appears  in  the  present  issue  of  the  JoruxAL.  In 
the  discussion  the  "Gazette"  states  that  the  I  larriman  superin- 
tendents spend  at  least  fifteen  days  of  each  month  on  the  road.  It 
also  points  out  the  danger  of  the  operator,  who  remains  long  at  the 
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desk,  developing  academic  administrative  habits.  No  great  stretch 
of  the  imagination  is  necessary  to  see  how  these  two  observations 
can  be  profitably  applied  to  the  electrical  engineer. 

H.   L.   KiRKER 


The  construction  of  the  great  steel  plant  at  Gary, 

The  Indiana,  has  attracted  marked  attention  not  only  on 

Gary  account  of  its  unprecedented  size,  but  also  on  ac- 

Steel  Works    count  of  the  various  economies   which  are  being 

introduced.  Owing  to  its  location  the  plant  could 
be  laid  out  as  a  whole  without  restrictions  as  to  space  or  arrange- 
ment, thus  making  it  possible  to  incorporate  all  of  the  best  and  most 
approved  methods  which  have  been  found,  in  the  experience  of  other 
mills,  to  be  profitable  and  reliable.  The  builders  have  had  available 
almost  unlimited  means  and  the  accumulated  experience  of  many 
years  in  numerous  mills  on  which  to  base  their  plans  for  the  erection 
of  this  immense  plant.  The  site  chosen  is  a  strategical  one.  The 
location  is  central ;  it  is  a  straight  line  down  Lake  Michigan  to  the 
harbor  of  Gary;  railroad  connections  with  all  the  roads  centering 
at  Chicago,  the  greatest  railroad  center  in  America,  make  the  loca- 
tion desirable  from  the  traffic  standpoint.  Gary  is  located  about 
twenty-three  miles  southeast  of  Chicago  on  the  southern  shore  of 
Lake  Michigan  and  on  the  main  lines  of  several  of  the  great  rail- 
roads. The  site  comprises  some  9  000  acres  with  a  lake  frontage  of 
nearly  two  miles.  The  present  plant,  however,  occupies  only  800 
acres  as  compactness  is  a  desirable  feature  in  steel  plants.  After 
securing  such  a  suitable  location,  the  work  of  building  a  great  steel 
plant,  a  fine  harbor  and  a  model  industrial  town  was  begun.  The 
site  was  literally  made  over  to  order.  The  Calumet  River  was  re- 
moved to  a  more  convenient  and  straighter  channel,  the  lines  of  four 
railroads  which  crossed  the  property  were  removed  or  elevated ;  a 
harbor  was  made,  with  a  250  foot  channel  and  a  750  foot  turning 
basin,  and  in  order  to  secure  additional  room  and  deep  water,  the 
shore  line  was  pushed  out  into  Lake  Michigan  hundreds  of  feet.  It 
is  said  that  some  $42  000  000  have  already  been  expended  on  this 
plant  and  that  some  $33  000  000  more  will  be  required  to  complete 
the  work  now  under  way.  These  immense  sums  are  not  being  ex- 
pended on  any  experiments.  Only  those  methods,  which  have  been 
thoroughly  tested  and  found  satisfactory  in  other  plants,  are  being 
used.  Although  this  is  to  be  the  largest  steel  works  in  the  world, 
the  blast  furnaces  used  at  Gary  are  not  of  the  largest  size,  their 
capacity  being  450  tons,  while  there  are  a  number  of  furnaces  in 
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existence  of  600  tons  capacity,  but  the  size  chosen  has  proved  more 
manageable  and  profitable.  The  same  may  be  said  of  the  open 
hearth  furnaces;  in  fact,  the  builders  of  this  great  plant  seemed  to 
care  nothing  for  largeness  for  mere  largeness'  sake, — efficiency,  sav- 
ing, is  the  great  object. 

Transportation  plays  a  very  important  part  in  a  large  steel 
works.  One  of  the  great  advantages  of  being  able  to  build  from  the 
ground  up  is  the  fact  that  the  railroad  tracks  could  be  laid  out  to 
secure  the  best  and  quickest  methods  of  transportation.  A  glance  at 
the  layout  of  the  plant  reveals  an  unusual  arrangement  of  the  fur- 
naces and  buildings.  They  are  not  laid  out  at  right  angles  or  parallel 
to  each  other  but  at  the  angles  which  will  allow  the  quickest  and 
safest  switching.  The  furnaces  are  placed  at  an  angle  of  twenty- 
two  degrees  with  the  main  tracks,  with  long  curves  leading  from  the 
tracks  to  the  furnaces.  On  these  tracks  trains  of  forty  ton  ladle 
cars  can  run  quickly  and  safely.  The  open  hearth  furnaces  are  ar- 
ranged in  a  similar  manner,  so  that  there  will  be  little  chance  of 
blockades  or  delays. 

Even  the  slag  is  not  a  waste  product  to  be  used  in  filling  waste 
places  but  it  is  to  be  shipped  to  a  great  Portland  cement  factory  a 
short  distance  away. 

While  the  methods  used  in  this  plant  have  been  fully  tried  out 
at  other  steel  mills,  this  is  the  first  one  in  which  such  absolute  de- 
pendence has  been  placed  on  blast  furnace  gas.  The  great  object  of 
steel  men  has  been  to  make  "lean"  gas,  but  even  with  the  most  im- 
proved furnace  construction  there  is  a  vast  amount  of  power  avail- 
able, which  is  here  made  use  of  for  the  first  time  in  a  large  way. 
From  the  steel  man's  point  of  view,  there  are  a  great  number  of 
interesting  features  in  this  plant,  but  the  feature  which  will  doubt- 
less interest  the  greatest  number  of  our  readers  is  the  production  of 
power  by  the  use  of  blast  furnace  gas.  This  is  usually  a  poisonous 
by-product.  At  Gary  it  is  used  for  heating  the  air  blast  in  the  im- 
mense stoves ;  under  boilers  to  make  steam  for  use  at  the  blast 
furnaces,  in  pumps  and  other  auxiliaries  and  for  reserve  power ;  in 
gas  engines  direct-connected  to  air  cylinders  for  furnishing  air 
blast  to  the  furnaces,  and  in  gas  engines  direct-connected  to  gener- 
ators to  furnish  electrical  power  which  is  used  for  a  great  variety 
of  purposes  throughout  the  plant.  The  details  of  the  method  of 
developing  power  from  this  gas  are  given  in  an  article  on  the  "Gas- 
Driven  Blowing  Plant  of  the  Indiana  Steel  Company"  in  this  issue 
of  the  Journal. 


GAS-DRIVEN  BLOWING   PLANT  OF  THE  INDIANA 
STEEL  COMPANY 

MECHANICAL  AND  OPERATIVE  FEATURES  OF  BLOWING  HOUSE  NO.  3, 
AT  GARY,   INDIANA 

THE  practically  exclusive  adoption  of  gas  engines  at  Gary 
for  blowing  the  furnaces,  as  well  as  for  electric  service 
throughout  the  mill,  represents  the  first  decisive  step 
in  American  steel  manufacture  toward  full  recognition  of  the 
development  in  gas  engines  which  has  been  going  on  for  the  lasi 
ten  years.  Outside  of  German  practice,  which  has  been  so  con- 
spicuously successful,  the  only  forerunners  of  this  great  under- 
taking in  America  are  the  gas  power  plant  of  the  Lackawanna 
Steel  Company  at  Bufifalo,  and  those  of  the  United  States  Steel 
Corporation  in  the  vicinity  of  Pittsburg  and  of  Chicago.  It  is 
not  to  be  expected  that  so  important  a  property  as  the  Gary 
works  would  permit  of  the  least  uncertainty  in  the  matter  ot 
gas  power  application,  and  it  is,  therefore,  to  be  assumed  that 
the  experience  of  the  United  States  Steel  Corporation  has  been 
successful. 

The  No.  3  blowing  house,  which  is  the  first  one  to  he  placed 
in  commission  at  Gary,  is  located  at  the  extreme  northern  end 
of  the  power  property  next  to  the  lake  front.  The  building  is 
shown  in  Fig.  i  and  also  all  of  that  part  of  the  furnaces  and 
contiguous  buildings  which  have  been  put  into  operation.  Re- 
ferring to  the  general  plan  of  the  northern  group  of  furnaces.  Fig. 
2,  the  relative  location  of  furnaces,  dust  catchers,  preliminary 
washers,  tower  washers,  boiler  house,  Theisen  scrubber  house, 
holder  and  blowing  house,  may  be  seen  in  detail.  This  first 
group  of  furnaces,  Nos.  9  to  12.  served  by  No.  3  blowing 
house,  will  also  be  duplicated  for  the  second,  first  and  fourth 
groups  now  under  erection  or  contemplated,  Nos.  5  to  8  served 
by  No.  2  blowing  house  and  Nos.  i  to  4  by  No.  i  blowing  house, 
these  being  provided  for  at  the  southern  end  of  the  property. 
These  groups  will  be  connected  only  by  means  of  a  five- 
foot  gas  main  extending  between  the  various  blower  houses  and 
operating  somewhat  as  an  emergency  tie  line.  Practically  all 
operating  functions  of  these  groups  are,  therefore,  self-containea, 
with  the  exception  of  the  lOw  service  water  supply  and  the  air 
compressing  plant  by  means  of  which  the  gas  engines  are  startea, 
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these  being  located  at  a  central  point  in  the  electric  power  sta- 
tion. 

The  general  arrangement  of  one  of  the  eight  gas  blowing 
nnits  is  shown  in  plan  and  elevation  in  Fig.  3,  together  with  air 
blast,  water,  gas,  air,  exhaust  and  compressed  air  mains.  The 
building  is  about  600  feet  in  length  and  104  feet  in  width.  All 
the  units  are  spaced  on  46-feet  centers,  including  the  steam  blow- 
ers, a  standard  dimension  carried  out  in  the  other  gas  power 
houses  also.  It  is  to  be  expected  that  in  so  large  an  undertaking 
some  steam  reserve  would  be  installed,  wdiich  is  the  case  and, 
in  fact,  steam  is  a  necessity  for  starting  the  furnaces.  For  each 
group  of  furnaces  there  is  a  plant  of  16  water  tube  boilers  which 
supplies  steam  to  a  pair  of  steam  blowing  engines ;  a  pair  of  2  000 
kw  steam  turbines  in  the  electric  house;  a  steam  turbine  dri\en 


FU;.    I C.EXERAL  VIEW    AT    NORTH    END    OF    GARY    STEEL    W(IRK> 

Showing  part  of  Xos.  11  and  12  furnaces  at  left  and  No.  3  blowing  house 

at  right. 

])ump  in  the  pumi)  house:  hre  ])umi)s.  hydraulic  ])umps  and  steam 
for  miscellaneous  purposes  around  the  plant,  such  as  steam  coils, 
oil  settling  tanks ;  for  preventing  the  holder,  preliminary  washers 
and  gas  valves  in  the  various  distril)uting  lines,  from  freezing 
during  cold  weather.  This  boiler  house  is  fitted  for  burning 
blast  furnace  gas.  Thus  it  will  be  seen  that  the  steam  power 
which  is  necessary  to  start  a  group  of  furnaces,  also  provides 
reserve  power  at  essential  points  to  give  the  necessary 
security  of  operation.  This  same  steam  reserve  will  be  provided 
in  each  of  the  blowing  houses  to  be  built,  as  well  as  the  electric 
houses,  so  that  nothing  short  of  a  general  disablement  will 
result  in  the  ever-dreaded  stoppage  f)f  blast  at  the  furnace 
tuveres. 
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DISTRIBUTION   OF   CAPACITY 

The  blowing  house  contains  eight  gas  engine  blowing  units 
aggregating  in  capacity,  265  000  cu.  ft.  of  free  air  per  minute, 
and  in  addition,  two  steam  units  of  45  000  cu.  ft.  capacity.  The 
layout  contemplates  that  for  each  pair  of  furnaces,  three  gas 
units  will  be  required  with  a  spare,  the  steam  unit  being  held 
entirely  in  reserve.  These  450-ton  furnaces  each  require  44  000 
cu.  ft.  of  blast  per  minute.  As  each  blowing  unit  supplies  33  000 
cu.  ft.  of  free  air  per  minute,  the  proportion  of  capacity  will  be 
evident.  A  gas  cleaning  plant  capable  of  handling  nearly  176- 
000  cu.  ft.  per  minute  is  required.  Here  it  is  to  be  noted  that  the 
gas  for  the  hot  blast  and  steam  boiler  plant  is  only  partially 
cleaned  in  the  dust  catchers  and  preliminary  washers  which  re- 
move the  greater  part  of  the  heavier  foreign  matter. 


FIG.   2 — OUTLINE   PLAN   OF   GROUP  OF   FURNACES 

Showing  arrangement   of   furnaces   Nos.  9,   10,    11   and    12,   stoves,  washing 
plant,  blowing  houses,  etc. 

It  is  estimated  that  about  30  percent  of  the  blast  furnace 

gas  produced  will  be  required  in  the  stoves,  leaving  70  percent 

available   for  outside   purposes,   or   deducting  ten   per   cent   for 

boilers  and  loss  in  washing,  somewhat  over  60  percent  for  gas 

power.      Consequently,    the    secondary    cleaning    plant    of    tower 

and  Theisen  washers  has  to  take  care  of  only  a  part  of  the  gas 

produced.     The  purified  gas,  which  will  approximate  90  B.l.u. 

after  the  furnace  burdens  have  assumed  their  normal  condition, 

will  develop  66000  indicated  hp  in  gas  engines  working  at  or  near 

normal  load. 

AIR   BLAST    OPERATION 

The  normal  blast  pressure  for  which  this  plant  was  designed 
is  18  lbs  per  square  inch.     Occasional  increase  in  pressure  to  25 
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or  30  lbs.  maximum  is  provided  in  case  the  furnace  burdens  show 
a  tendency  to  mass.  At  eight  pounds  pressure,  the  work  required 
to  compress  33  000  cu.  ft.  of  free  air  per  minute  is  2  000  indicated 
horsepower.  Assuming  a  ratio  of  80  percent  between  the  indi- 
cator cards  obtained  from  the  air  and  gas  cyHnders,  this  wouid 
be  equivalent  to  2  500  indicated  hp  in  the  gas  engines.  At  the 
maximum  rate  of  work,  28  000  cu,  ft,  of  free  air  per  minute  com- 
pressed to  30  lbs.  pressure,  would  correspondingly  require  about 
2  500  air  hp,  or  3  000  indicated  hp  in  the  engine  cylinders.  In 
fact,  one  of  these  units  was  tested  at  air  delivery  pressures  as 
high  as  39  lbs.  for  some  hours.  A  normal  day's  run  shows  an 
average  of  about  18  lbs.  blast  pressure  with  an  occasional  m- 
crease  to  25  lbs.  for  a  period  of  about  one-half  hour,  and  also 
and  hourly  drop  to  about  5  lbs.,  occasioned  by  changing  over 
the  stoves  or  by  casting. 

The  blast  mains  will  be  in  duplicate,  each  separately  con- 
nected  to  the  two  air  tubs  and  controlled  by  individual  valves. 
This  duplication  is  necessary  as  one  furnace  may  require  full 
blast  pressure  while  the  other  is  casting  on  reduced  pressure. 
To  facilitate  these  operations,  a  12-inch  snorter  pipe  is  employed 
to  relieve  the  pressure  on  signal  from  the  furnaces.  Thus  one 
air  tub  of  a  unit  may  be  discharging  at  full  pressure  on  the  upper 
blast  main  while  the  other  is  doing  comparatively  little  ivork 
at  reduced  pressure  on  the  lower  main.  All  the  other  valve 
operations  are  controlled  at  the  furnaces.  "W^ith  a  pair  of  furn- 
aces working  at  full  blast  and  three  blowing  units  supplying  them 
there  would  be  a  total  period  of  from  a  quarter  to  a  half  hour 
once  in  five  hours  wdien  reduced  pressure  is  necessary,  which 
totals  about  two  and  one-half  hours  a  day,  or  only  10  percent 
of  the  time.  This  duplication  of  control  valves  is  evidently  nec- 
essary to  "straddle"  the  load,  and  a  twin  engine  works  out  very 
satisfactorily  in  this  respect.  Small  variations  in  pressure  of 
one  or  two  pounds  may  be  obtained  by  an  unloading  valve, 
which  simply  bypasses  one  of  the  air  valves  on  the  discharge  of 
the  compressor,  thus  reducing  its  capacity  proportionately. 

THE   BLOWING  UNIT 

The  general  arangement  of  one  of  the  blowing  units  is  shown 
in  Figs.  3  to  7.  Fig.  3  shows  an  outline  plan  and  elevation  of 
a  unit  together  with  the  arrangement  of  air  blast,  water,  gas, 
air,  exhaust  and  compresed  air  mains.     A  general  view  of  the 
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interior  of  the  blowing  house  is  given  in  Fig.  4.  (jcneral  views 
of  the  Ijlowing  engines  from  the  blowing  end  and  from  the  power 
end  are  given  in  Figs.  5  and  6.  The  units  are  set  down  to  the 
floor  level  with  openings  17  feet  wide  between  piers  to  provide 
access  to  the  exhaust  valves.  This  gives  a  depressed  floor  l^c- 
tween  the  two  sides,  five  feet  below  the  main  floor,  wdth  galleries 
running  along  the  cylinders  at  the  floor  level,  as  shown  in  Fig.  7. 
There  is  ample  space  for  working  at  the  lower  parts  of  the  engine 
and  handling  them  by  the  traveling  crane.  This  avoids  entirely 
the  bad  feature  of  an  exhaust  valve  pit,  which  was  encountered 
in  early  attempts  to  locate  the  engine  at  the  floor  level.  Under- 
neath this  depressed  floor  which  is  of  steel  plate,  are  the  exhaust 
lines. 

The  engine  is  of  the  four-stroke  cycle,  double  acting  type. 
The  characteristic  features  of  the  engines  are :  simplicity,  access- 
ability  of  parts  and  reliability  of  working,  three  factors  which 
must  be  given  the  greatest  consideration  in  view^  of  the  character 
of  attendance  generally  obtainable  in  this  country.  Both 
inlet  and  exhaust  valves  are  driven  from  a  single  eccentric.  Fig. 
8,  instead  of  individual  eccentrics  or  cams,  as  is  commonly  the 
case,  which  simplifies  both  the  valve  gear  and  \alve  setting.  The 
rolling  cam  motion  employed  for  lifting  the  valves,  relieves 
these  eccentrics  of  the  greater  part  of  the  work.  When  it  is 
considered  that  the  pressure  required  to  lift  one  of  these  exhaust 
valves  at  the  moment  of  release,  may  be  as  high  as  2.5  tons,  the 
advantage  of  this  gear  is  apparent.  It  also  permits  a  valve  set- 
ting in  Avhich  exhaust  and  inlet  ])eriods  overlap,  which  makes 
possible  a  more  perfect  cylinder  filling  than  would  otherwise  be 
possible  and  also  a  certain  amount  of  scavenging  due  to  the 
inertia  of  the  incoming  and  outgoing^  columns  of  gases. 

Cooling  System — Fully  one-third  of  the  cylinder  jacket  is 
removable  so  that  easy  access  can  be  had  to  the  remotest  jacket 
spaces.  The  desirability  of  this  feature  is  apparent  from  pre- 
vious experiences  with  clogging  of  cylinder  jackets  with  muddy 
cooling  water,  and  in  fact,  in  this  very  plant,  the  operation  was 
greatly  intcrferred  with  in  the  early  days  by  a  sudden  inunda- 
tion of  minnows  which  had  entered  through  a  defective  intake 
screen  and  clogged  every  constricted  passage  in  the  cooling 
circuits.  For  this  same  reason,  a  mud  ring  is  provided  at  the 
bottom  of  each  cylinder  exhaust  jacket,  which  may  be  quickly 
slipped  ofif  without  disturbing  the  exhaust  valve  cage,  thus  open- 


140 


THE  ELECTRIC  JOURNAL 


ing  the  entire  jacket  space  for  cleaning  with  a  hose.  Cooling 
water  is  provided  at  a  pressure  of  about  35  lbs.  from  a  i6-inc!i 
main  running  the  length  of  the  building.  A  single  valve  controls 
each  side  of  the  engine  and  valves  in  each  water  circuit  are  pro- 
vided so  that  the  rate  of  flow  once  set,  need  not  be  changed. 
These  separate  circuits  serve  all  the  important  parts,  each  havmg 
a  visible  overflow  so  that  the  quantity  and  temperature  of  the 
jacket  water  can  be  determined  at  any  time.  The  cylinder 
jacket  water  enters  first  through  the  exhaust  cover  chambers, 
escaping  into  the  cylinder  at  the  bottom  just  under  the  exhaust 
port,  ascending  around  the  cylinder  jacket  to  the  top  where  it 
overflows,  thus  always  keeping  the  jacket  full.    To  further  econ- 


FIG.  4 — GENERAL  INTERIOR  VIEW  OF  NO.  3  BLOWING   HOUSE  FROM   SOUTH   END 

omize  water,  the  pistons  and  heads  are  in  series  on  the  counter- 
current  principle.  After  passing  through  the  front  and  rear 
heads  of  the  forward  cylinder  in  series,  the  warm  water  enters 
the  piston  rod  at  the  middle  crosshead,  thence  through  the  piston 
and  out  at  the  front  end.  In  all  cases  water  enters  at  the  bottom 
and  overflows  at  the  top  of  the  chamber  to  be  cooled.  Telescopic 
supply  pipes  are  used  instead  of  knuckle  joints  which  are  diffi- 
cult to  keep  tight  in  case  of  water  carrying  silt  or  other  foreign 
matter. 

Exhaust — The  individual  exhausts  for  each  cylinder  enter 
a  30-inch  exhaust  manifold  (one  for  each  side),  which  communi- 
cates with  an  8  by  lo  ft.  brick  tunnel  running  the  full  length  of 
the  building  and  discharging  into  a  6  by  loo  ft.  stack  at  either 
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end.  All  water  from  the  engines  drains  into  the  exhaust  tunnel, 
and  its  presence  serves  not  only  to  cool  the  exhaust  gases,  but 
also  to  reduce  their  volume  and  consequently  the  back  pressure 
on  the  engine.  The  resulting  vapor  incidentally  forms  an  efifec- 
tive  muffler.  Deflecting  nozzles  are  provided  at  each  entrance 
to  the  manifold,  which  gives  the  exhaust  gases  a  definite  direc- 
tion and  thereby  reduces  the  resistance  of  exit. 

Some  provision  is  necessary  for  sealing  each  of  these  mani- 
folds, while  men  are  working  on  the  engines.  This  occurs  in 
the  form  of  a  dip  which  may  be  filled  with  water  and  thus  operate 
as  a  gas-tight  valve. 

GAS   SUPPLY 

Along  the  west  wall  of  the  building  extends  a  7.5  foot  steel 
gas  main  resting  on  structural  wall  brackets  and  communicatmg 
to  each  blowing  unit  through  a  24-inch  supply  pipe  with  gate 
valve  and  pressure  regulating  butterfly  valve.  The  latter  is  re- 
quired to  reduce  the  pressure  of  the  gas  delivered  to  the  engine 
to  atmospheric  pressure  so  that  air  and  gas  may  be  drawn  into 
the  engine  always  at  the  same  pressure,  and  hence  have  the  same 
proportion,  as  determined  by  the  respective  inlet  valve  settings. 
This  butterfly  valve  operates,  automatically  from  a  small  gaso- 
meter which  communicates  with  the  engine  side  of  the  butterfly 
valve. 

AIR   INTAKE 

An  especially  neat  feature  is  the  method  of  conveying  air 
to  the  engines.  For  this  purpose,  a  duct  or  "riser,"  Fig.  9,  is 
built  into  the  engine  room  wall  opposite  each  line  of  cylinders. 
Open  louvres  at  the  top  give  free  access  to  outside  air.  These 
are  protected  by  wire  screens.  This  arrangement  permits  the 
use  of  a  swinging  door  which  is  normally  closed,  but  will  readily 
open  if  there  is  an  unusual  pressure  in  pipe  leading  to  the  engine. 

GOVERNING 

Speed  control  is  accomplished  by  means  of  a  relay-type  oil 
pressure  governor.  The  essential  feature  of  this  system  is  that 
the  actual  work  of  moving  the  large  valves  is  accomplished  by  an 
oil  pressure  cylinder  working  under  a  pressure  of  50  to  60 
lbs.  from  a  plunger  pump  driven  from  the  engine  lay  shaft.  Thus 
the  centrifugal  regulator  is  relieved  of  all  work  except  the  oper- 
ation of  a  small  pilot  valve.  This  oil  pressure  can  always  be 
noted  at  the  engine  gauge  board  and  should  the  pump  fail,  a 
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small  gravity  accumulator  serves  to  maintain  pressure  until 
reserve  valves  can  be  opened.  In  power  gas  work,  where  a  large 
amoimt  of  dust  and  dirt  is  liable  to  be  encountered,  some  form 
of  relay  system  is  imperative,  otherwise  the  regulation  would  be 
largely  dependent  upon  the  condition  and  cleanliness  of  the 
mixing  valve  surfaces,  which  would  be  practically  out  of  the 
question  in  all  important  installations.  In  addition  to  the  main 
governor,  a  centrifugal  safety  stop  device  is  provided  at  the  rim 
of  the  fly-wheel,  which  trips  the  main  igniter  switch  at  a  prede- 
termined overspeed  and  shuts  down  the  engine.  Should  the 
governor  for  any  reason  fail  completely  in  its  functions,  the 
engine  may  be  kept  in  service  with  mixing  valves  wide  open  and 


FIG.    S — GENERAL    VIEW    OF    UNITS    FROM    BLOWING    END 

regulated  by  a  man  at  the  main  throttle.  Any  tendency  to  racing 
could  then  be  corrected  by  holding  down  the  gas  regulator  which 
is  close  to  the  main  throttle. 

COMPRESSED  AIR  SYSTEM 

The  compressed  air  for  No.  3  and  No.  2  blowing  houses,  as 
well  as  the  electric  house,  is  supplied  from  a  plant  of  compress- 
ors in  the  last-mentioned  building.  These  are  14  by  18  by  12, 
two-stage  machines  geared  to  50  hp  motors  and  each  provided 
with  automatic  valves  unloading  at  200  lbs.  pressure.  General 
practice  is  to  provide  a  number  of  steel  storage  tanks  for  com- 
pressed air,  holding  the  majority  of  these  in  reserve  in  case  of 
break  down  of  the  compressing  plant,  but  owing  to  the  great 
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length  of  the  buikHngs  at  Gary,  the  somewhat  unique  system 
of  a  single  30-inch  lap-welded  pipe  main  has  been  employed, 
extending  the  entire  length  of  the  building  at  the  rear  beneath" 
the  operating  floor.  Upon  this  main  the  entire  plant  is  depend- 
ent, but  it  is  designed  with  sufficient  strength  to  avoid  a  possi- 
l)ility  of  trouble. 

IGNITION  CURRENT 

So  important  a  function  as  ignition  again  calls  for  reserve. 
At  the  engine  three  igniters  are  provided  for  each  combusitv)n 
chaml)er,  located  at  points  in  the  cylinder  corresponding  to  the 
vertices  of  an  ecpiilateral  triangle.  This  accomplishes  a  two- 
fold purpose ;  first,  it  provides  practically  certain  ignition  in  case 
of  failure  of  one  igniter,  and  second,  insures  more  rapid  combus- 
tion and  consequently  higher  effiicency.  All  of  these  igniters 
are  separately  fused,  so  that  a  short-circuit  of  one  will  not  render 
the  others  inoperative.  Both  poles  are  insulated  from  the  cylin- 
der body  so  that  a  double  ground  is  necessary  to  completely 
short-circuit  an  igniter.  The  make  and  break  system  is  used 
exclusively  on  these  engines.  Experiments  with  the  jump  spark 
and  other  high  tension  S3'Stems,  have  all  given  uncertain  results 
with  the  high  compression  used  with  blast  furnace  gas.  With 
the  magnetic  igniter  used,  anv  number  of  duplicate  igniters  may 
be  used  in  any  position  desired  by  running  an  insulated  iron  pipe 
conduit  to  the  desired  point,  all  these  circuits  converging  in  a 
rotary  contactor  or  timer  driven  from  the  engine  lay  shaft. 
Tliis  is  protected  by  an  iron  casing  and  runs  in  oil.  By  rotating 
the  casing  through  a  few  degrees,  as  indicated  by  a  graduated 
scale,  the  ignition  may  be  advanced  or  retarded  at  will  while 
the  engine  is  in  operation  so  as  to  ()l)tain  tlie  best  coml)ustion 
with  a  given  gas. 

Ordinarily,  the  igniters  receive  current  at  al)OUt  no  volt? 
from  a  small  motor-generator  set  sui)plyihg  each  of  the  engine 
panel  boards.  The  motor-generator,  in  turn,  is  driven  from  the 
alternating-current  bus-bars  of  the  electric  power  station.  It  is. 
of  course,  unavoidable  that  this  distant  source  of  supply  will 
sometimes  be  cut  off  by  accident.  In  anticipation  of  this  event, 
recourse  has  been  had  to  the  storage  battery  house  near  by,  and 
automatic  apparatus  is  being  constructed  which  will  instantly 
throw  the  engine  ignition  circuit  over  to  the  storage  batteries 
in  case  of  trouble.     7\nd  as  the  north  and  south  sections  of  the 
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blowing  house  will  be  separated  in  this  respect,  the  possibility 
of  a  complete  shut  down  is  exceedingly  remote. 

LUBRICATION 

Both  cylinder  and  engine  oil  is  handled  by  automatic  means, 
grease  cups  being  used  only  on  small  moving  parts  such  as  links, 
valve  gear,  etc.  In  the  design  of  the  oiling  system,  provision  has 
been  made  for  the  strictest  economy  in  oil  consumption.  The 
continuous  return  system  is  used  with  settling  tanks,  filters  and 
pumps  in  series.  The  system  for  No.  3  blowing  house  com- 
prises, first,  a  2  500  gallon  storage  tank  resting  upon  the  lower 
chords  of  the  roof  trusses.  From  this  point,  oil  is  distributed 
to  some  thirty  diiTerent  parts  on  each  blowing  unit  at  a  positive 


FIG.    6 — GENERAL   VIEW    OF    UNITS    FROM    POWER    END 

Static  head  of  about  25  feet.  A  single  valve  controls  each  side 
of  the  unit,  but  the  various  circuits  are  served  by  four  groups 
of  sight-feed  manifolds.  These  once  adjusted  for  the  proper 
rate  of  flow  need  not  be  changed,  so  that  the  work  required  to 
maintain  proper  lubrication  is  very  small.  All  of  the  oil  is  re- 
turned to  a  common  header  leading  to  the  basement  filter  plant. 
Cylinder  lubrication  is  also  taken  care  of  by  automatic  forced 
feed  pumps  driven  from  the  engine  lay  shaft  with  the  special  fea- 
ture that  the  eight  individual  circuits  leading  to  various  parts  of 
each  cylinder  (including  rod  packings  and  exhaust  valve  stems), 
are  accurately  timed,  so  that  oil  reaches  the  cylinder  just  before 


GAS-DRIVEN  BLOWING  PLANT  145 

the  end  of  the  exhaust  stroke.  This  allows  two  complete  strokes 
of  the  piston  before  combustion  takes  place,  during  which  the 
oil  is  spread  over  the  surface  of  the  cylinder.  These  cylinder 
oil  circuits  run  about  12  drops  per  minute  on  the  large  engines 
at  full  speed.  All  of  these  lubricators  are  in  conspicuous  posi- 
tions and  it  requires  but  a  glance  to  observe  whether  both  cylin- 
der and  engine  oil  are  running  freely.  Should  any  stoppage 
occur,  the  oil  would  immediately  back  up  in  the  feed  and  thus 
indicate  the  location  of  the  trouble. 

It  is  contemplated  in  the  completed  plant  that  all  of  these 
cylinder  oil  lubricators  (32  in  number)  shall  be  served  from  a 
central  point  having  a  small  meter  in  each  feeder  line  to  deter- 
the  rate  of  oil  consumption. 

STARTING 

The  operation  of  starting  one  of  these  large  units  is  com- 
paratively simple.  It  is  first  necessary  to  unload  the  air  tubs  by 
means  of  the  snorter  valves.  With  the  ignition  current  on  and 
gas  supply  valves  open,  the  compressed  air  valves  are  opened, 
thus  supplying  the  various  combustion  chambers  in  proper  suc- 
cession. In  two  revolutions,  the  engine  usually  catches  ignition 
and  comes  up  to  speed,  automatically  cutting  off  the  compressed 
air  by  means  of  check  valves  at  the  cylinder  which  close  as  soon 
as  the  pressure  of  combustion  exceeds  that  of  the  supply.  In  the 
meantime,  the  main  valves  for  water  and  engine  oil  have  been 
opened  and  the  compressed  air  is  shut  ofif  at  the  main,  while 
the  main  gas  throttle  is  opened  cautiously  to  prevent  over- 
speeding.  In  normal  starting,  the  pressure  in  the  compressed 
air  main  is  reduced  only  seven  pounds  per  engine,  which  evi- 
dently gives  a  very  large  margin  of  capacity  for  starting  the 
entire  plant,  even  if  this  were  done  in  quick  succession,  as  would 
seldom  be  the  case.  The  most  effective  results  are  obtained  by 
throwing  both  air  valves  wide  open  rather  than  to  attempt  start- 
ing on  one  side  and  with  pressure  throttled,  as  less  air  is  used  in 
a  quick  start.  A  typical  start  on  No.  2  unit,  was  timed  as  fol- 
lows; air  valves  opened ;  right  valve  off  in  five  seconds;  left  valve 
closed  in  15  seconds;  all  cylinders  firing;  engine  up  to  speed,  40 
seconds. 

The  high  compression  carried  in  these  engines,  200  lbs.  per 
sq.  in.,  prevents  their  stopping  on  dead  center,  and  in  any  event 
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they  would  start  in   any  position   as  the   cranks   are   set   at  90 
degrees  angularity. 

AIR   BLOWING  TUBS 

The  construction  of  the  blowing  cylinders  embodies  the 
essential  idea  of  the  Slick  air  tub,  which  is  also  in  use  at  Bessemer, 
Homestead  and  elsewhere.  Circumferential  openings  serve  as 
inlet  ports,  while  the  piston  is  receding.  Owing  to  the  large 
exposed  surfaces,  these  blowing  cylinders  run  very  cool,  and  only 
when  operating  at  maximum  pressure  for  a  considerable  time 
does  the  temperature  increase  perceptibly. 


FIC.    7 — VIEW    BETWEEN    CYLINDERS    OF    A    BLOWING    UNIT 
WATER   SERVICE 

The  pump  house  to  the  south  of  the  upper  group  of  furnaces 
serves  the  entire  works  at  about  125  feet  head  and  contains  five 
25000000  gallon  turJMne  type  motor-driven  pumps,  and  a  sixth 
unit  of  equal  capacity  driven  by  a  steam  turbine.  This  latter 
unit  is  complete  with  surface  condenser,  and  is  intended  as  a 
reserve,  taking  steam  from  the  north  boiler  house.  This  pump 
house  serves  the  gas  engines,  furnaces,  washing  plant  and  all 
other  operations  except  the  hydraulic-operated  tables  in  the  mills. 
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It  is  supplemented,  by  a  group  of  pumps  located  at  the  south  end 
of  No.  3  blower  house,  which  contains  also  the  boiler  feed  pump 
and  underwriters  fire  pumps,  all  steam-driven,  the  exhaust  being 
utilized  for  heating  the  feed  for  No.  3  boiler  house. 

GAS    n.EANING 

It  mav  Ije  noted  that  this  plant  differs  from  those  in  the  Pitts- 
burg district  in  that  the  closed  top  type  of  furnace  is  employed  ; 
i.  c.,  with  no  explosion  door.     All  of  the  large  piping  is  designed 

to  withstand  a  maximum 
pressure  of  at  least  35 
lbs.  Relief  vents  are, 
however,  provided  at 
several  points  in  the 
open  water  seals  of  the 
primary,  secondary  and 
Theisen  washers,  so 
that  an  explosion  in  the 
furnace,  which  did  not 
choke  itself  out  in 
passing  through  the  tor- 
tuous passages  of  hot 
blast  stoves  and  piping, 
would  relieve  itself  at 
one  of  the  above-men- 
tioned vents. 

The  dust  catchers 
are  of  standard  con- 
struction, but  the  pri- 
mary washers  are  an 
improved  type  of  AIul- 
lin  \va>her,  consisting  of  a  central  conical  distributor  sus- 
pended about  an  inch  above  the  surface  of  the  water  which 
is  maintained  at  a  constant  level  by  an  overflow.  The  edges 
of  this  cone  are  deeply  fluted,  resembling  in  plan  the  form 
of  a  star-fish,  .so  that  the  maximum  of  periphery  is  presented 
to  the  gas  which  is  thus  forced  to  spread  out  in  a  thin 
sheet  over  the  surface  of  the  water.  Here  the  greater 
part  of  the  suspended  dust  is  deposited  and  drawn  off  be- 
low. In  the  tower  static  washers  the  gas  is  forced  to  as- 
cend through  a  lattice  work  continuously  wetted  with  Korting 
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sprays.  It  is  also  passed  through  several  sheets  of  falling  water 
obtained  by  conical  baffles  arranged  in  series  at  the  base  of  the 
washer.  In  the  Theisen  house  final  cleaning  is  accomplished, 
and  the  gas  delivered  to  the  mains  with  only  0.02  grains  of 
foreign  matter  per  cu.  ft.  This  is  ample  for  gas  engine  work, 
and  in  the  Pittsburg  district  exceeds  at  times  the  purity  of  the 
air  at  the  engine  intakes.  A  similar  clean- 
ing plant  at  the  Bessemer  works,  has 
shown  gas  as  clean  as  0.002  grains  at 
times,  averaging  about  0.02,  while  the  ef- 
fect of  a  slip  in  the  furnace  is  to  increase 
this  considerable. 

All  of  the  overflows,  from  the  water 
seals  of  primary  tower  and  Theisen 
washers,  are  returned  to  settling  basins  20 
by  40  by  12  ft.  deep,  arranged  so  that  the 
heavier  material  will  have  an  opportunity 
to  settle  out,  and  may  be  reclaimed,  thus 
avoiding  clogging  up  the  sewers  with  this 
material.  A  central  division  wall  provides 
two  compartments,  one  of  which  may  be  in 
use  while  the  other  is  being  cleaned. 


POWER    ORGANIZATION 

Much  of  the  ultimate  success  of  the 
Gary  undertaking  depends  directly  upon 
the  efificiency  of  the  operating  force.  Many 
of  the  more  perfunctory  operations  have 
been  taken  out  of  the  hands  of  the  opera- 
tors by  the  use  of  automatic  appliances, 
yet  a  high  order  of  intelligence  is  required 
in  the  few  men  entrusted  with  the  opera- 
tion. These  men  must  use  head  more  than 
hand.  It  may  be  supposed  that  so  large  a 
plant  would  require  an  army  of  men  to  operate  it,  but  such  is  not 
the  case.  In  normal  operation.  No.  3  blowing  house  will  be  in 
charge  of  a  chief  engineer  for  each  operating  watch.  Each  engine 
crew  will  consist  of  but  three  men,  an  engineman  and  two  oilers. 
These  oilers  will  handle  the  blast  valves  during  the  furnace  opera- 
tion and  the  water,  gas,  oil  and  air  valves  when  starting  up,  with 
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the  engine  driver  in  direct  charge  of  the  throttle.  This  makes  a 
power  house  crew  of  about  20  men  for  handhng  25  000  hp  in  gas 
engines.  Considering  that  much  of  the  actual  work  occurs  in 
operating  the  valves  of  the  blowers,  it  will  be  seen  that  the  amount 
of  labor  required  for  these  engines  is  exceedingly  small,  and,  in 
the  case  of  the  electric  units,  even  this  might  be  reduced. 

TABLE  I— DATA  ON  NO.  3  BLOWING  HOUSE 

Size  of  building 104  x  598  ft. 

Foundation — 3    ft.    concrete   monolith   on   sand. 

Height   building   to   crane    rail 28  ft. 

Depth   basement    12  ft. 

Bays    (26) space  23   ft. 

Engine  centers   spaced 26  ft. 

Cylinders,  centerline  to  centerlinc 23  ft. 

Length  blowing  unit  over  all 87  ft. 

Diameter  of  fly  wheel 24  ft. 

Size    cylinders,    Diam gas   42   in.,   air   68  in. 

"              "          Stroke 54  in. 

Alain    bearings     54  in.   x  30   in.   diam. 

Crank  pins    16   in.   x   17   in.   diam. 

Piping — Air  and  gas  at  inlet 16  inches. 

"     —   "         leaders 22  inches. 

"      — Exhaust   at    engine 20  inches. 

"      — ^Gas   supply   leader 7H   ft. 

"      — Exhaust    headers    30  inches. 

"      — Blast    main    42  inches. 

"      —     "       risers 28  inches. 

"      — Water  main    16  inches. 

"      — Compressed  air   main 30  inches. 

Piston  rod   12%   in-  x  20^    ft. 

Bore   piston   rod 5/4   i^^- 

Depth  of  water  jacket 4-5  in. 

Ratio  crank  to  connecting  rod 5/^  to  i. 

Piston  speed — Blowers,  675;  electric  750  ft.  per  niin. 

Compression,  per  sq.  in.  maximum 200  lbs. 

Rating  of  unit,  free  air  per  minute 33  00°  cu.  ft. 

"        "      "      maximum   speed    75  r.p.m. 

delivery   pressure    18  lbs.  per  sq.  in. 

Maximum  rating  (28 000  cu.  ft.) 30  lbs.  per  sq.  in. 

T-     ■                 -i     /     i.  J        1            \  3  400  to  3  750  in- 

Engme  capacity   (rated  and  max.) ^    dicated  hp. 

No.  3  blowing  house  was  started  the  first  week  of  January, 
1909,  and  during  the  month,  four  gas  units  were  put  into  com- 
mission, sufficient  for  the  first  pair  of  furnaces.  The  remainder 
are  completely  erected  and  will  go  into  service  as  soon  as  furn- 
aces Nos.  9  and  10  are  blown  in. 


A  NEW  PLAN  OF  OPERATING  ORGANIZATION  ON 
THE  HARRIMAN  LINES 

AN  interesting  and  important  experiment  with  a  new  form 
of  maintenance  and  operating  organization  was  begun 
on  the  Nebraska  Division  of  the  Union  Pacific  on  Jan- 
uary 14.  On  that  date  an  order  was  issued  substantially  as 
follows : 

Each  of  the  nine  assistant  superintendents  (mentioned  in  the  order) 
continues  charged  with  the  responsibilities  heretofore  devolving  upon  him, 
and  in  addition  assumes  such  other  duties  as  may  from  time  to  time  be  as- 
signed. Such  of  the  above  as  are  located  in  the  same  building  have  one  con- 
solidated office  file  in  common  with  the  superintendent. 

All  communications  on  the  company's  business,  originating  on  this  divis- 
ion, intended  for  the  superintendent,  or  for  any  assistant  superintendent, 
should  be  addressed  simply  "Assistant  Superintendent,"  no  name  being  used 
unless  the  communication  is  intended  to  be  personal  rather  than  official,  in 
which  case  it  will  be  held  unopened  for  the  person  addressed.  It  is  intended 
that  an  assistant  superintendent  shall  always  be  on  duty  in  charge  of  the  di- 
vision headquarters  offices  during  office  hours.  No  officer  should  sign  the 
name  or  iniiials  of  another. 

Train  orders  will  be  given  over  the  initials  of  the  Chief  Despatcher. 

The  modification  of  pre-existing  organization  and  methods  herein  ordered 
have  been  carefully  worked  out  to  expedite  the  company's  business  by  the  re- 
duction and  simplification  of  correspondence  and  records.  It  is  expected  and 
believed  that  officers  and  employes  will  insure  a  successful  outcome  by  lend- 
ing their  usual  intelligent  co-operation  and  hearty  support. 

The  change  is  not  merely  titular,  but,  as  the  circular  shows, 
is  functional ;  it  involves  a  modification  and  broadening  of  the 
duties  of  all  afifected.  If  the  experiment  works  well  it  may  be 
the  forerunner  of  an  important  reorganization  of  the  entire  main- 
tenance and  operation  department  of  the  Harriman  system. 

The  purpose  of  this  change,  and  of  others  more  extensive 
that  are  contemplated,  is  both  to  strengthen  the  existing  oper- 
ating and  maintenance  department,  and  to  make  it  a  better  school 
for  developing  capable,  resomxeful,  all-around  operating  officers. 
The  operating  department  has  three  sul)-divisions,  the  transpor- 
tation, the  engineering,  or  roadway,  and  the  mechanical.  The 
hardest  problem  railway  managers  have  is  to  get  a  simple  and 
satisfactory  correlation  between  these  sub-divisions,  and  men 
competent  to  preside  over  all  of  them  in  the  offices  of  superin- 
tendent, general  superintendent,  general  manager  and  operating 
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vice  president.  The  management  have  given  hard  study  to  the 
subject,  and  are  of  the  hope  that  the  plan  referred  to  will  be 
found  to  be  a  solution  of  this  vital  pro]:»lem. 

In  the  way  of  strengthening  the  present  organization,"  it 
will  be  noted  that  one  of  the  effects  of  the  change  will 
be  to  destroy  wdiat  has  been  facetiously  but  aptly  termed, 
"government  l)y  chief  clerks."  Ordinarily  when  the  superin- 
tendent of  a  division — or,  for  that  matter,  the  general  superin- 
tendent or  a  higher  officer — is  away  from  his  office,  his  chief 
clerk  writes  letters  and  orders  to  which  he  signs  his  superior's 
name.  As  superintendents  on  the  Ilarriman  Lines  are  required 
to  be  on  the  road  at  least  15  days  in  every  month,  their  chief 
clerks  are  practically  acting  superintendents  one-half  of  the  time. 
Now,  the  chief  clerk  usually  is  a  very  faithfid,  experienced  and 
competent  employee,  but  he  seldom  has  the  equipment  to  per- 
form the  duties  of  superintendent.  lender  the  plan  being  experi- 
mented with  the  w'ork  of  the  chief  clerk  will  be  confined  to  the 
supervision  of  the  office  force  and  the  handling  of  statistics. 
The  senior  assistant  superintendent  will  ha\e  no  expense  ac- 
count ;  he  will  be  in  charge  at  headquarters  throughout  every 
working  day.  All  communications  on  the  company's  business 
originating  on  the  division  and  addressed  to  hea(l(|uarters  will 
be  received  and  answered  by  him.  In  the  absence  of  the  super- 
intendent, he  instead  of  the  chief  clerk,  will  be  acting  super- 
intendent. 

There  is  always  danger  that  a  railway  operative  who  is  kept 
long  at  a  desk  will  develo])  tlie  academic  tendencies  of  office 
government,  h'or  this  reason,  the  senior  assistant  suj)erinten(l- 
ent,  after  being  kept  at  head(|uarlers  four  or  six  months,  will  be 
assigned  to  other  duties  for  which  he  is  fitted,  and  some  other 
assistant  superintendent  will  lake  charge  at  headquarters  and 
while  there  will  be  senior  assistant.  Thus  each  of  the  assistant 
superintendents,  who  formerly  hatl  the  various  titles  of  division 
engineer,  master  mechanic,  tranmaster,  etc.,  may  perhaps  serve 
in  rotation  at  headquarters,  and  get  experience  in  supervismg 
the  operation  of  the  entire  division.  Each  will  know  all  about 
either  the  transportation,  or  the  mechanical  or  llie  engineering  de- 
partments of  the  division,  according  to  his  special  training,  and 
something  aljout  each  of  the  other  departments. 

Kach  assistant  superintendent  has  an  office  at  headcjuarlers, 
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but  is  forbidden  to  keep  a  separate  office  file.  He  is  permitted 
to  write  only  a  few  letters  to  subordinates  in  his  particular 
branch  of  the  work,  for  which  he  still  retains  full  responsibility. 
He  may  not  write  letters  to  his  fellow  heads  of  departments 
next  door;  all  letters  for  them  must  be  addressed  to  the  senior 
assistant  superintendent.  He  may  not  write  letters  to  superior 
authority  direct,  but  must  submit  them  for  the  signature  ot 
the  superintendent.  Duplication  of  letters  and  instruc- 
tions is  prevented  by  the  major  portion  being  dictated  by  the 
senior  assistant  at  headquarters.  It  is  believed  that  by  this 
system  the  number  of  letters  written  will  be  reduced  40  to  50 
percent;  and  that,  relieved  from  the  care  of  a  bureau  of  papers, 
and  from  handling  a  great  deal  of  correspondence,  each  officer 
will  be  able  to  spend  much  more  time  on  the  road  or  in  the 
shops,  and  in  thinking  about  and  intelligently  planning  his  work. 

While  the  officials  of  this  division  of  the  Union  Pacific  were 
the  first  to  ask  for  an  opportunity  to  try  the  new  scheme,  it  is  ex- 
pected that  it  will  be  tried  on  other  parts  of  the  Harriman  Lines  as 
fast  as  details  can  be  worked  out  to  meet  local  condition. 

It  is  expected  that  discipline  will  be  improved  by  the  fact 
that  each  officer,  like  the  officer  of  a  vessel,  has  the  authority 
indicated  by  his  title.  Each  assistant  superintendent,  regard- 
less of  his  special  work,  will  have  authority  over  every  officer  or 
employee  of  lower  rank,  whether  locomotive  engineer,  conductor 
or  mechanic.  The  former  master  mechanic,  now  assistant  super- 
intendent, can  tell  the  young  brakeman  that  the  safety  of  the 
public  will  be  increased  by  prompter  flagging  next  time  without 
being  liable  to  an  impudent  reply.  The  late  division  engineer 
can  help  do  missionary  work  in  the  direction  of  careful  stoking. 
The  former  traveling  engineer  can  advise  the  conductor  as  well 
as  the  engineman  how  better  to  get  trains  over  the  road.  Each 
assistant  superintendent,  because  of  his  having  general  jurisdic- 
tion over  all  departments,  will  naturally  begin  to  note  and  sug- 
gest defective  appliances  and  methods  and  possible  improvements 
outside  as  well  as  inside  his  special  line.  If  a  blockade  or  an 
accident  occurs  the  superintendent  can  scatter  his  assistants  to 
the  crucial  points.  On  arrival  each  has  authority  over  all  avail- 
able forces  instead  of  over  only  a  part.  Back  at  the  headquar- 
ters is  the  senior  assistant  controlling  all  the  interlocking  levers 
of  administration.  The  new  system  of  organization  is  based 
on   the   conception   of   all-around    administrative    usefulness    to 
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supplement  the  necessary  specialization  of  the  individual  officer 
in  his  particular  branch. 

It  is  expected  that  the  same  principle  of  organization  will  be 
applied  to  other  operating  units,  both  above  and  below  the 
division.  Already  it  is  being  arranged  on  some  small  terminals 
to  have  the  roundhouse  foreman  become  also  yardmaster. 
Where  the  volume  of  business  is  too  heavy  for  such  a  dual  posi- 
tion the  one  officer  may  be  appointed  the  assistant  of  another. 
It  is  desired  to  bury  the  old  post-mortem  question  of  whether 
the  train  or  the  engine  was  ready  first.  An  extension  upward  of 
the  same  principle  of  organization  would  make  the  general 
superintendent,  the  general  superintendent  of  motive  power  and 
the  chief  engineer,  all  assistant  general  managers,  with  general 
and  special  authority  and  duties  similar  to  those  of  the  assistant 
superintendents  of  a  division. 

The  foregoing  indicates  some  of  the  ways  in  which  it  is 
expected  the  new  scheme  of  organization  will  tend  immediately 
to  strengthen  the  maintenance  and  operating  department.  But 
it  is  being  tried  more  for  ultimate  than  for  immediate  results. 
Its  keynote  is,  "Education."  The  best  criterion  of  the  perfection 
of  any  organization  is  whether  it  is  self-perpetuating.  It  was 
said  of  Napoleon's  army  that  every  private  carried  a  marshal's 
baton  in  his  knapsack.  This  was  one  way  of  saying  that  no 
rule,  precedent  or  custom  barred  an  able  fighter,  no  matter  what 
his  rank  or  training,  from  aspiring  to  the  highest  commands. 
The  result  was  that  ever}'  man  was  stimulated  to  attain  the 
highest  efficiency,  and  that  when  an  officer  fell  there  was  always 
present  someone  fitted  to  take  his  place.  Now,  something  like 
this,  it  is  conceived,  should  be  true  of  railway  operating  and 
maintenance  organization.  The  railway  operating  depart- 
ment is  a  great  army ;  at  high-water  mark  in  1907  there  were 
1 18  000  men  on  the  payrolls  of  the  Ilarriman  Lines.  An  army  is 
divided  into  cavalry,  infantry  and  artillery;  it  has  staff  as  well 
as  line  officers.  Similarly,  a  railway  operating  department  has 
its  transportation,  mechanical  and  engineering  sub-divisions. 
That  most  of  the  fighting  of  an  army  is  done  by  infantry,  does 
not  prevent  an  artillen.^  or  engineer  officer  from  rising  to  the 
rank  of  marshal  or  lieutenant  general.  It  is  well-known  that 
few  American  railway  ojierating  departments  are  self-perpetu- 
ating. When  the  office  of  general  sui)erintendent,  or  general 
manager  or  vice  president  becomes  vacant  the  management  is 
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apt  to  go  to  some  other  road  for  a  man  of  enough  ability  and 
breadth  of  experience  to  fill  it.  It  is  well-known  also  that  on 
all  but  a  few  roads  only  transportation  officers  can  hopefully 
aspire  to  the  highest  places.  Except  on  the  Pennsylvania,  the 
civil  engineer  seldom  gets  higher  than  chief  engineer ;  the 
mechanical  man  seldom  gets  higher  than  superintendent  of 
motive  power.  Numerous  railway  presidents  have  risen  through 
the  transportation  department  from  telegraph  operators,  and  a 
legion  of  vice-presidents  have  come  up  the  same  way.  The  num- 
ber of  civil  engineers  who  have  risen  to  the  top  is  relatively  small 
and  the  number  of  mechanical  employees  still  smaller.  Scattered 
far  apart,  indeed,  are  the  former  locomotive  enginemen,  whose 
native  ability  and  indomitable  energy  have  enabled  them  to  climb 
to  the  top. 

It  is  believed  that  with  o\er  looooo  men  in  their  employ, 
the  Harriman  Lines,  wth  the  right  kind  of  organization,  should 
be  able  to  train  and  develop  plenty  of  men  as  able  and  as  broad 
in  experience  as  can  be  found  elsewdiere,  and  v^dlo  will  have  the 
additional  advantage  of  close  familiarity  with  the  methods, 
equipment,  etc.,  of  these  lines.  In  order  to  de\'elop  plenty  of 
men  from  whom  to  select  officers  to  preside  over  the  various 
grades  and  sub-divisions  of  the  operating  department,  something 
should  be  done  to  open  wider  the  door  of  opportunity  to  the 
engineering  and  mechanical  officers,  and  to  broaden  their  training 
and  experience,  as  well  as  those  of  the  transportation  officers. 

Under  present  conditions  on  most  roads  it  is  natural  that 
only  transportation  men  should  rise  to  superintendents,  general 
managers  and  vice  presidents.  The  primary  work  of  the  rail- 
way is  to  furnish  transportation ;  keeping  motive  power  and 
roadway  in  good  condition  is  auxiliary  to  this.  The  main  work 
of  the  superintendent,  therefore,  is  to  get  trains  over  the  road. 
When  he  looks  about  for  an  assistant  superintendent  he  may 
find  no  one  who  has  had  experience  in  this  work,  but  the  train- 
master, usually  a  former  despatcher ;  so  the  trainmaster  becomes 
assistant  superintendent.  Just  as  naturally,  when  the  office  of 
superintendent  becomes  vacant  the  assistant  superintendent  gets 
it ;  and  so  it  usually  goes  clear  up  the  line.  r)Ut  suppose  the 
superintendent  had  on  his  staff  a  man  of  much  natural  ability 
who  was  a  mechanical  or  engineering  expert  and  who  also  had 
had  some  experience  and  had  developed  skill  in  getting  trains 
over  the  road  ;  in  such  a  case,  when  the  superintendent  was  pro- 
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moted  he  would  be  apt  to  recommend  the  former  master 
mechanic  or  division  en,<jineer  as  his  successor. 

The  main  ol)ject.  then,  of  making'  assistant  superintendents 
of  the  former  division  engineers,  master  mechanics,  travehng 
engineers,  etc.,  is  to  give  to  each  of  them  broader  training  and 
opportunity  so  tliat  not  merely  the  transportation  man,  but  the 
man,  whatever  his  special  work,  who  has  shown  the  most  ability, 
can  be  advanced.  Similarly,  the  object  of  making  assistant  gen- 
eral managers  of  general  superintendents,  superintendents  of 
motive  power  and  chief  engineers  would  be  to  give  them  all  a 
broad  training  and  experience  so  that  the  management  would 
not  be  forced  either  to  promote  a  transportation  specialist  to 
general  manager  or  go  to  another  road  for  a  man  to  fill  thai 
office,  but  could  choose  for  it  the  assistant  general  manager  wdio, 
regardless  of  his  special  line  of  work,  had  shown  the  greatest 
capacity  for  supervising  the  work  of  all  the  departments.  The 
change,  it  is  believed,  would  make  officers  more  capable,  both 
by  broadening  the  experience  of  all  and  by  stimulating  the 
energies  of  many  through  greater  opportunity,  and  would  give 
the  management  about  three  times  as  many  capable  men  to  select 
from  in  filling  the  more  important  offices. 

The  scheme,  avowedly,  is  in  a  tentative  stage.  That  the 
ordinary  operating  and  maintenance  organization  has  imperfec- 
tions is  recognized  by  all  thoughtful  railway  operatives.  Many 
may  doubt  if  the  experimental,  quasi  military  method  being  tried 
on  the  Harriman  Lines  will  prove  the  cure  for  those  imperfec- 
tions. But  all,  at  least,  will  be  glad  a  new  scheme  is  being  tried 
by  such  capable  hands  and  will  study  the  results  with  the 
greatest  interest.     (Condensed  from  the  Railroad  Age  Gazette.) 


THE  PROBLEM  OF  EFFICIENCY  IN  ILLUMINATION 

ARTHUR  J.  SWEET 

IN  most  fields  in  which  the  engineering  sciences  are  appHed  the 
question  of  efificiency  is  one  which  must  receive  the  serious  con- 
sideration of  both  the  designing  engineer  and  the  man  who  pays 
the  bills.  In  few  of  the  applied  sciences,  however,  is  efficiency  of 
such  such  supreme  importance  as  in  illumination.  In  the  applica- 
tion, for  instance,  of  the  electric  motor  the  primary  consideration  is 
usually  reliability,  while  efficiency,  though  important,  is  none  the  less 
a  secondary  consideration.  In  the  air  brake  or  signal  systems,  relia- 
bility of  service  is  vastly  more  important  than  efficient  power  con- 
sumption. In  illumination,  however,  efficiency  of  operation  is  a 
consideration  so  paramount  that  it  may  rightly  be  called  tJic  problem 
of  illumination. 

There  are  possibly  two  questions  which  may  be  raised  by  those 
who  hesitate  to  accept  the  statement  that  the  problem  of  illumination 
is  essentially  a  problem  of  efficiency.  One  party  may  say,  "We 
agree  that  the  issue  is  one  of  satisfactory  illumination  at  low  cost. 
But  is  efficiency  of  operation  the  all-important  factor  of  the  cost? 
Is  not  the  useful  life  of  the  illuminating  apparatus  of  equal  or  great- 
er importance?"  The  question  here  raised  can  easily  be  settled  be- 
yond dispute  and  once  for  all.  Those  who  are  most  apt  to  lay  great 
importance  on  the  question  of  useful  life  are  those  who  use  the  in- 
candescent lamp.  In  Fig.  i  is  shown  the  relation  which  the  renewal 
cost  of  the  lamp  bears  to  the  power  consumption  cost  at  different 
costs  of  power  per  kilowatt-hour.  The  curves  apply  to  the  i6  c-p, 
3.1  watts  per  candle,  no  volt  carbon  filament  lamp.  Curve  A  rep- 
resents the  renewal  cost  expressed  as  a  percentage  of  the  total  cost 
of  operation,  including  renewal.  Curve  B  represents  power  con- 
sumption cost,  likewise  expressed  as  a  percentage  of  the  total  cost. 
These  curves  show  that,  within  the  range  of  cost  at  which  electrical 
energy  is  commonly  available  to  the  user  of  light — 8  to  15  cents 
per  kw-hr. — the  renewal  cost  is  almost  negligible  as  compared  to  the 
cost  of  power.  If  a  less  efficient  lamp  had  been  taken  as  an  ex- 
ample, the  life  of  the  lamp  would  have  appeared  as  a  still  less  im- 
portant factor. 

In  the  case  of  gas  in  open  burners,  and  spirit  or  oil  illuminants, 
the  life  of  the  illuminating  apparatus  is  a  very  trivial  factor  in  the 
total  cost  of  operation.     In  the  case  of  the  gas  mantle,  the  Nernst 
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lamp,  the  mercury  vapor  lamp,  or  any  of  the  various  forms  of  arc 
lamps  which  arc  in  commercial  use,  the  renewal  cost  bears  to  the 
power  consumption  cost  a  relation  similar  to  that  which  has  already 
been  found  true  for  the  incandescent  lamp  in  that  the  useful  life  of 
the  apparatus  is  of  minor  importance,  as  compared  with  efficiency. 
Others  may  assert  that  the  artistic  quality  is  frequently  of  more 
importance  than  efficiency.  If  artistic  merit  and  efficiency  were  an- 
tagonistic or  even  independent  principles,  these  critics  would  be 
right ;  but  in  illumination,  as  in  many  another  applied  science,  art 
and  efficiency  go  hand  in  hand.  Not  all  so-called  artistic  installa- 
tions are  efficient ;  but  the  truly  efficient  installation  is  almost  invari- 
ably artistic.  For  ex- 
ample: a  false  sense  of 
the  artistic  decrees  that 
incandescent  lamps 
should  not  be  suspended 
vertically  from  the 
chandelier,  but  at  an 
angle  to  the  vertical. 
The  same  artistic  sense 
has  surrounded  lamps 
with  a  reflecting  glass 
shade.  \\'ith  such  an  in- 
stallation, the  light  is 
thrown  directly  in  the 
face  of  anyone  facing 
the  chandelier.  The  re- 
sult is  not  merely  un- 
pleasant, but  inartistic  in  the  highest  degree.  Had  the  problem  of  ef- 
ficiency first  been  studied,  it  would  have  been  found  that  tlie  most 
efficient  position,  the  vertical,  is  also  the  most  artistic  in  the  illumi- 
nation results  obtained. 

The  general  laws  upon  which  efficiency  of  illumination  depend 
are  the  fundamental  laws  of  the  science  of  illuminating  engineer- 
ing. Our  natural  and  only  logical  procedure,  therefore,  is  to  an- 
alyze the  various  factors  which  determine  efficiency  of  illumina- 
tion and  to  recognize  and  classify  the  laws  according  to  which  these 
factors  act.  At  the  outset,  it  is  necessary  to  have  a  clear  conception 
of  what  is  meant  by  efficiency  in  illuminating  engineering.  In  the 
older  engineering  sciences,  efficiency  is  the  useful  energy  out-put 
divided  by  the  energy  in-put,  expressed  as  a  percentage ;  and  in  most 
engineering  work  the  end  sought  is  the  transformation  of  one  pure- 
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ly  physical  form  of  energy — mechanical,  electrical,  chemical — into 
another  purely  physical  form.  In  illumination,  however,  the  end 
sought  is  a  physiological  process,  sight.  The  difficulty  of  measur- 
ing efficiency  of  illumination  at  once  becomes  apparent.  Watts  and 
horse-power  can  be  reduced  to  a  common  unit,  but  what  common 
unit  can  be  found  between  watts  and  the  sensation  called  clear 
vision?  Does  clear  vision,  under  different  illumination  conditions 
represent  always  the  same  amount  of  energy  expended  in  the  physi- 
ological process?  Can,  indeed,  any  satisfactory  unit  of  "clearness 
of  vision"  be  found,  whether  energy  unit  or  otherwise?  The  illum- 
inating engineer  has  as  yet  no  unit  of  efficiency.  None  the  less,  the 
term  efficiency  can  be  used  and  the  distinctions  of  higher  and  lower 
efficiency  can  be  drawn.  In  illumination  there  is,  for  any  given  in- 
stallation, a  fairly  definite  condition  known  as  "good  illumination". 
For  any  given  plane  of  reference,  or  for  any  combination  of  such 
planes,  the  relation  of  efficiencies  of  two  different  schemes  of  illumi- 
nation will  be  the  inverse  relation  of  the  energy  in-put  required  to 
produce  "good  illumination"  in  each  case. 

"Good  illumination"  is  indeed  a  rough  and  inexact  measure  for 
a  science  seeking  to  be  exact.  However  ill  we  like  it,  we  will  be 
the  better  engineers  for  clearly  recognizing  that  it  is  at  present  the 
only  measure  we  have  of  useful,  energy  out-put,  of  the  energy 
which  is  active  in  stimulating  the  optic  nerve  and  producing  visual 
perception. 

This,  then,  is  the  situation  in  which  the  illuminating  engineer 
finds  himself.  His  problem  is  fundamentally  a  problem  of  effi- 
ciency, the  problem  of  using  energy  so  as  to  accomplish  the  greatest 
amount  of  useful  work  measured  in  terms  of  visual  perception.  He 
has  as  yet  no  unit  of  efficiency  and  hence  cannot  measure  efficiencies 
in  absolute  terms.  He  can,  however,  compare  the  relative  efficien- 
cies in  inverse  terms  of  energy  in-put  required  to  produce  certain 
condition  of  visual  perception  popularly  termed  "good  illumination". 
He  can,  moreover,  determine  the  laws  on  which  efficiency  depends 
and  apply  those  laws  so  as  to  produce  highly  satisfactory  practical 
results,  even  though  he  cannot  express  in  absolute  terms  the  results 
attained. 

When  the  term  "efficiency  of  illumination"  is  considered  close- 
ly, it  is  seen  that  in  this  term  is  included  the  combined  effect  of 
three  different  kinds  of  efficiencies.  First,  there  is  the  efficiency  of 
visual  perception,  this  being  the  efficiency  with  which  the  eye  re- 
ceives light  energy  and  transforms  it  into  visual  perception.  Sec- 
ond, there  is  the  efficiency  of  light  distribution,  by  which  is  meant 
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the  relation  between  total  light  energy  generated  and  light  energy 
useful  in  producing  desired  conditions  for  visual  perception.  Third, 
there  is  the  efficiency  of  the  light  source,  by  which  is  meant  the 
efficiency  with  which  chemical  or  electrical  energy  is  tran formed  in- 
to light  energy.  None  of  these  factors  is  trivial,  each  is  of  import- 
ance in  determining  the  resultant  efficiency  of  illumination.  It  has 
been  the  error  of  the  past  to  lay  all  the  emphasis  on  the  efficiency 
of  the  light  source. 

To  <;)btain  efficient  illumination  we  must  have  efficiency  of  vis- 
ual perception,  of  light  distribution,  of  light  source, — all  three. 
What,  then,  are  the  conditions  upon  which  each  of  these  three  kinds 
of  efficiencies  depends? 

EFFICIENCY   OF  VISUAL   rERCEPTION 

Efficiency  of  visual  perception  depends  upon  three  conditions. 
These  are,  (a)  the  intrinsic  brilliancy  of  the  light  source  and  of  the 
surrounding  light-reflecting  objects;  (b)  the  color  of  the  light,  and 
(c)  the  intensity  and  steadiness  of  the  light.  Each  of  these  condi- 
tions will  l>e  brieily  considered  in  turn. 

Intrinsic  Brilliaiicy  of  Light  Source — The  eye  adjusts  itself  to 
various  degrees  of  light  intensity  by  the  automatic  expansion  or 
contraction  of  the  pupil  or  opening  in  the  iris  diaphram  through 
which  light  is  admitted  to  the  eye.  Now  the  light  which  is  active 
in  causing  a  greater  or  less  contraction  of  the  pupil  is  not  merely 
the  light  v\'hich  comes  from  the  center  of  the  field  of  vision,  l)ut  the 
liglit  which  comes  from  the  entire  field  of  vision.  The  light  which 
is  active  in  causing  visual  perception,  however,  comes  under  normal 
conditions  entirel}'  from  the  central  portion  of  the  field  of  vision. 
The  same  amount  of  light,  therefore,  falling  upon  and  reflected 
from  the  given  visualized  object  may  produce  very  dififerent  degrees 
of  illumination  due  to  changes  in  the  size  of  the  pui)il.  such  changes 
resulting  from  dift'erences  in  the  intrinsic  brillianc}'  of  the  outlying 
portions  of  the  field  of  vision. 

For  example: — A  person  sits  reading,  sav,  in  a  room  witli 
dark-colored  walls,  the  only  source  of  light  being  above  and  behind 
the  reader,  entirely  outside  of  his  field  of  vision.  Photometric 
measurements  of  light  intensity  on  the  ])rinted  page  give  results  of 
two  foot-candles.  The  reader  calls  it  good  illumination.  Now  we 
will  introduce  a  second  light  source,  say,  a  brilliantly  incandescent 
\\'elsbach  mantle  or  a  tungsten  lam]),  into  the  reader's  field  of  vision, 
screening  the  printed  page  so  that  it  gets  no  light  from  the  new  light 
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source.  Gradually  we  will  bring  the  new  light  source  nearer  to  the 
center  of  the  reader's  field  of  vision.  Gradually  the  pupils  of  his 
eyes  contract,  admitting  to  the  retinas  less  and  less  light  from  the 
printed  page.  When  the  new  light  source,  still  screened  from  the 
printed  page  has  been  brought  near  the  center  of  the  reader's  field 
of  vision,  photometric  measurements  are  again  made  and  the  results 
again  found  to  be  two  foot-candles.  "I  know  nothing  about  your 
foot-candles",  is  the  reader's  impatient  reply,  "but  I  call  it  mighty 
poor  illumination". 

Brightly  lighted,  white  or  very  light  colored  walls  may  have  an 
efifect  in  contracting  the  pupil  similar  to  a  bright  light  source  in  the 
field  of  vision.  The  serious  decrease  in  efficiency  which  results 
from  brilliant  light  sources  or  brilliantly  lighted  white  walls  is  given 
recognition  in  the  following  concrete  rules  of  practice: — 

Whenever  a  brilliant  light  source  is  placed  so  that  it  may  come 
within  the  field  of  vision,  reduce  to  a  low  value  the  intrinsic  bril- 
liancy of  the  light  source  by  a  diffusing  sphere,  bowl,  stalactite  or 
bell-shaped  shade.  Never  use  a  bare  incandescent  lamp,  nor  a 
Welsbach  mantle  with  no  other  shade  than  the  clear  glass  chimney 
or  mica  chimney. 

Do  not  illuminate  light-colored  walls  or  ceilings  too  brilliantly. 
This  last  rule  and  the  physiological  conditions  which  justify  it  are 
ignored  by  those  who  recommend  installations  of  what  is  usually 
called  cove-lighting. 

Color  of  Light  Used — With  the  same  light  intensity  as  meas- 
ured in  foot-candles,  lights  of  different  color  give  appreciably  differ- 
ent illumination  values.  Where  objects  of  a  great  variety  of  color 
are  to  be  viewed,  the  best  light  has  the  quality  of  summer  day-light, 
i.  e.,  light  containing  all  wave  lengths,  but  having  a  slight  preponder- 
ance of  the  green  rays.  For  illumination  of  black  and  white  effects, 
as  draughting-room  illumination,  it  is  an  open  question  whether 
modified  white  light,  such  as  that  just  described,  or  green  light,  as 
of  the  mercury  vapor  lamp,  is  best  suitable. 

Intensity  and  Steadiness  of  the  Light — It  is  a  common  fallacy 
to  assume  that  the  more  the  light  the  better  the  illumination.  As  a 
matter  of  fact,  for  any  given  light  intensity  in  the  outer  portions  of 
the  field  of  vision  there  is  a  corresponding  definite  intensity  of  light 
for  the  central  portions  of  the  field  of  vision  which  will  give  best 
conditions  for  visual  perception.  Greater  intensities  than  this  will 
produce  gradual  or  rapid  fatigue  of  the  eye,  resulting  in  less  clear 
vision.  A  flickering,  unsteady  light  also  produces  rapid  fatigue  of 
the  eye  functions.     For  this  reason  the  old-style  open  gas  burner, 
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when   used,   should    ahvays   be   protected    from   air   currents    by   a 
chimney. 

Increased  efficiency  of  visual  perception  may  be  obtained  by 
detailed  application  of  the  following  general  rules: — Reduce  to  a 
low  value  the  intrinsic  brilliancy  of  all  light  sources  exposed  to  the 
eye,  avoid  intensity  of  light  on  light-colored  walls  or  ceilings.  Use 
light  of  correct  color  value;  avoid  unsteady  light,  and  avoid  exces- 
sive intensity  of  light  on  surfaces  which  are  constantly  or  frequent- 
ly objects  of  visual  perception. 

EFFICIENCY  OF  LIGHT  DISTRIBUTION 

Efficiency  of  light  distribution  depends  upon  two  important 
factors: — (a)  the  distribution  of  light  which  emanates  from  the  il- 
luminating unit  and  (b)  the  size  of  the  unit  and  the  location  of  cen- 
ters of  light  distribution.  Excluding  mirrors  and  surfaces  especial- 
ly prepared  for  reflecting  purposes,  when  light  falls  upon  any  of  the 
surfaces  with  which  we  are  commonly  surrounded,  a  very  consider- 
able percentage  of  it  is  absorbed,  while  the  rest  is  reflected.  To 
give  average  figures,  the  percentage  of  light  which  is  reflected  from 
differently  colored  papers  is  as  follows : — 

Table  I. 

•  White    paper 80  percent 

Orange    paper 50  percent 

Yellow   paper 40  percent 

Light  pink  paper 35  percent 

Light    blue   paper 25  percent 

Emerald   green   paper i8  percent 

Dark   brown    paper 10  percent 

From  the  table  it  is  obvious,  that,  if  light  is  to  be  used  efficient- 
ly, it  must  not  undergo  many  reflections,  losing  in  each  as  it  does 
under  average  conditions  say  70  percent  in  intensity.  Ideal  efficien- 
cy of  distribution  is  obtained  only  when  all  the  rays  emitted  by  the 
illuminating  unit  proceed  directly  and  in  proper  proportion  to  the 
various  surfaces  to  be  illuminated,  whence  they  are  reflected  into  the 
receiving  eye.  Suppose  an  illuminating  unit  emits  in  one  direction 
more  rays  than  required  to  give  the  proper  illumination  of  surfaces 
A,  B,  and  C  on  which  they  fall.  A  large  number  of  these  additional 
and  unnecessary  rays  will  be  absorbed  and  such  of  these  rays  as  are 
not  absorbed  will  be  diffusely  reflected.  Now  these  diffusely  re- 
flected rays  will  decrease  rather  than  increase  the  effectiveness  of 
illumination  of  the  surfaces,  A,  B,  and  C,  for  without  them  the  de- 
gree of  illumination  would  be  correct.  Most  of  these  diffusely  re- 
flected rays,  however,  will  not  enter  the  eye,  but  will  fall  on  the 
other  surfaces,  D,  E,  F.     Here   there   will   be   another   absorption. 
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The  few  rays  that  remain  may,  it  is  true,  be  useful  in  the  ilkimina- 
tion  of  the  surfaces,  D,  E,  F,  but  at  a  great  sacrifice  of  efficiency. 

The  facts  here  given  are  so  well  known  that  detailed  discussion 
of  them  seems  trite.  Nevertheless,  they  are  largely  ignored.  There 
are  few  present  installations  in  which  the  power  consumption  re- 
quired could  not  be  halved,  or  the  efficiency  of  illumination  doubled 
by  utilization  of  the  light  now  needlessly  wasted  through  absorption. 
Here,  then,  is  a  factor  just  as  important  for  efficiency  of  illumina- 
tion and  just  as  deserving  of  attention  as  the  recent  developments 
in  high-efficiency  incandescent  lamps. 

None  of  the  light  sources  of  themselves  give  such  light  dis- 
tribution that  all  the  rays  emitted  by  the  illuminating  unit  proceed 
directly  and  in  proper  proportion  to  the  various  surfaces  to  be  il- 
luminated. The  Nernst  lamp  and  the  inverted  gas  mantle  give  bet- 
ter distribution  than  any  of  the  other  largely  used  light  sources,  but 
even  the  distribution  of  these  is  unsuitable  when  high  efficiency  of 
illumination  is  sought. 

Uses  of  Shades  and  Globes — Fortunately  the  distribution  of  the 
bare  light  source  can  be  greatly  modified  and  highly  efficient  dis- 
tribution obtained  by  the  use  of  reflecting  or  refracting  shades  or 
globes.  Of  these,  prismatic  glassware  is  much  superior  to  all 
others  as  best  accomplishing  the  desired  results ;  indeed,  where 
strong  concentration  is  wanted  in  one  direction,  and  at  the  same 
time  a  small  amount  of  light  in  all  other  directions — a  frequently 
desired  form  of  distribution — prismatic  glassware  is  the  only  means 
at  present  known  which  will  accomplish  this  result.  For  broad 
downward  distribution  of  light,  satisfactory  results  can  be  obtained 
by  the  use  of  suitably  shaped  opal  or  green-enameled  glassware. 
The  etched  glass  shades  so  frequently  used  are  inefficient,  and  un- 
suited  for  properly  modifying  the  distribution.  Where  large  areas 
are  to  be  illuminated  from  a  few  light  sources,  excellent  distribu- 
tion can  be  obtained  by  the  use  of  sand-blasted  or  opal  globes  with 
flat  conical  reflectors  of  green  enameled  or  opal  glass  mounted  im- 
mediately above  the  lights. 

The  application  of  suitable  glassware  to  give  proper  distribu- 
tion results  in  a  problem,  the  solution  of  which  should  not  be  at- 
tempted by  engineer  or  layman  unless  he  is  especially  trained  and 
fully  qualified  as  an  illuminating  engineer.  No  educated  man,  much 
less  a  scientifically  trained  man,  would  think  of  going  to  an  opti- 
cian's store  and  selecting  a  pair  of  eyeglasses  because  the  curvature 
of  the  lens  looks  suitable,  or  because  the  mounting  was  artistic. 
Yet  no   less   ridiculous   procedures   are   of   common  occurrence   in 
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connection  with  illuminating  problems.  The  writer  has  known 
trained  engineers,  in  some  cases  men  of  unusual  ability,  to  install 
prismatic  glassware  without  even  knowing  the  distribution  effects 
given  by  the  particular  type  in  question.  Perhaps  sharp  downward 
concentration  was  desired ;  yet  the  reflectors  were  installed  in  utter 
ignorance  of  whether  they  threw  maximum  light  downward,  or 
maximum  light  laterally  with  minimum  light  downward.  And 
when  poor  illumination  results  were  obtained,  as  was  to  be  expected, 
the  conclusion  was  drawn  that  prismatic  glassware  was  a  greatly 
overrated  product.  The  problem  of  obtaining  efificient  distribution 
of  light  is  one  requiring  for  its  solution  .specialized  knowledge  of 
the  physics  of  light  and  of  the  materials  of  illumination,  and  a 
broad  experience  with  illumination  installations. 

The  foregoing  may  be  summarized  and  emphasized  as  follows : 

I — A  correct  distribution  of  light  about  the  illuminating  unit  is 
an  indispensable  condition  to  efificient  illumination  and  low  cost  of 
operation. 

2 — Xo  light  source  now  on  the  market  gives  ot  itself  correct 
distribution.  Hence,  suitable  glassware  to  modify  and  correct  the 
distribution  should  invariably  be  used. 

3 — The  problem  of  correct  distribution  and  proper  means  of 
obtaining  it  is  a  highly  technical  problem  to  be  solved  only  by  a  com- 
petent illuminating  engineer. 

The  size  of  the  illuminating  unit  and  the  location  of  centers  of 
light  distribution  is  a  second  important  factor  in  efficiency  of  dis- 
tribution. Each  installation  is  so  much  a  particular  problem  that  it 
is  difficult  to  lay  down  any  universal  laws  expressing  the  relation  of 
these  factors  to  efficiency  of  di.stribution.  The  following  rules, 
however,  will  be  found  to  have  a  general  application.  The  center 
of  light  distribution  should  be  located  over  each  point  of  which 
relatively  high  intensity  of  light  is  desired.  The  need  of  additional 
centers  and  the  location  of  such  varies  with  the  particular  problem. 
Avoid  too  many  centers  of  distribution.  ]\Iore  artistic  results  and 
better  efficiency  are  obtained  when  the  light  comes  from  clearly 
marked  sources.  The  application  of  this  rule  will,  however,  some- 
times require  a  large  number  of  centers  of  distribution ;  for  in- 
stance, in  draughting-room  illumination. 

Several  smaller  illuminating  units  adjacently  located  at  the 
same  center  of  distribution  give  more  efficient  eft'ects  than  a  single 
larger  unit.  The  most  suitable  number  of  units  for  one  center  of 
distribution  is  usually  three,  four  or  five.  Do  not  locate  an  illuminat- 
ing unit  on  a  wall  bracket  or  closely  adjacent  to  a  wall.     If  wall 
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brackets  are  insisted  upon  on  account  of  their  supposed  artistic  ef- 
fect, a  small  light  source  surrounded  by  a  relatively  large  diffusing 
globe  should  be  used.  By  this  arrangement  the  so-called  artistic 
effect  is  attained  without  introducing  any  objectionable  factors  into 
the  illumination.  The  actual  illumination  will,  of  course,  be  ob- 
tained by  means  independent  of  the  wall  brackets. 

In  applying  the  above  rule  to  residence  lightning,  and  observ- 
ing the  principles  already  stated,  that  too  much  light  is  just  as  much 
to  be  avoided  as  too  little  light,  it  will  be  found  that  small  light 
sources  are  required.  In  residence  lighting,  cases  are  very  unusual 
where  light  sources  of  mean  spherical  candle-power  greater  than  20 
candle-power  can  be  used  without  considerable  sacrifice  in  efficiency. 
A  light  source  of  mean  spherical  candle-power  of  from  eight  to  ten 
has  the  largest  application  in  residence  lighting.  It  is  in  this  feature 
that  the  incandescent  lamp  has  its  greatest  advantage  over  other 
illuminants ; — it  is  readily  obtainable  in  whatever  size  it  is  most  ef- 
ficient for  the  particular  installation. 

EFFICIENCY  OF  LIGHT  SOURCE 

The  efficiency  of  the  light  source  is  the  third  kind  of  efficiency 
with  which  the  illuminating  engineer  has  to  deal.  Efficiency  of  light 
source  depends  primarily  upon  a  single  factor, — namely,  the  tem- 
perature to  which  the  incandescent,  light-giving  body  is  raised.  A 
clear  idea  of  the  relation  of  the  temperature  of  the  incandescent 
body  to  efficiency  of  light  generation  may  be  obtained  by  reference 
to  Fig.  2.*  The  curves  show  graphically  the  various  steps  in  the 
phenomenon  of  light  generation.  When  sufficient  heat  is  imparted 
to  a  body  to  raise  it  to  a  low  temperature,  say  100  degrees  C,  the 
body  radiates  energy  in  the  form  of  long  period  ether  waves. 
These  waves  are  capable  of  stimulating  certain  nerves  of  the  skin, 
and  from  this  we  have  come  to  call  them  heat  waves.  These  waves, 
it  should  be  noted,  have  not  the  power  to  stimulate  the  optic  nerve. 
If  now,  the  temperature  of  the  body  be  raised  to  600  degrees  C,  a 
larger  amount  of  energy  is  radiated,  and  the  radiations  are  over  a 
broader  range  of  wave-lengths.  Some  of  the  shorter  of  the  waves 
now  generated  are  capable  of  stimulating  the  optic  nerve.  These 
waves  are  called  light.  On  raising  the  body  to  a  higher  temperature, 
a  still  larger  amount  of  energy  is  radiated  over  a  still  broader  range 
of  wave-lengths.  The  shorter  of  the  waves  now  produced  are  in- 
capable of  stimulating  either  optic  nerve  or  nerves  of  the  skin ;  but 


*These  curves  are  from  an  article  by  Mr.  E.  P.  Lewis  in  the  California 
Tournal  of  Technology  of  April,     1907. 
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FIG.  2 — CURVES  SHOWING  PROPORTIONATE  RADI- 
ATION OF  VARIOUS  WAVE  LENGTHS  AT  INDI- 
CATED TEMPERATURES  OF  INCANDESCENT  SOLID 


these  very  short  waves  are  especially  active  in  producing  chemical 
changes  and  hence  they  are  sometimes  called  chemical  waves.     As 

the  temperature  rises  the 
total  amount  of  radiat- 
ing energy  increases,  the 
increase  being  chiefly  in 
the  shorter  wave- 
lengths; hence  the  pro- 
portion of  light  waves 
to  total  wave  energy  or 
efficiency  increases  as 
the  t  e  m  p  e  r  a  t  u  re  in- 
creases. The  curves  ap- 
ply equally  to  any  in- 
candescent solid  whatever  its  chemical  constitution.  They  there- 
fore apply  to  all  light  sources  in  practical  commercial  use  except 
the  mercury  vapor  and  other  vapor  lamps. 

Every  body  or  material  has,  however,  its  own  fairly  well- 
marked  limiting  temperature  beyond  which,  if  it  is  raised,  the  struc- 
ture of  the  body  rapidly  de- 
teriorates. Carbon,  for  in- 
stance, when  heated  in  vacu- 
um, throws  off  minute  car- 
bon particles  very  rapidly  at 
temperatures  above  i  800  de- 
grees C.  This,  therefore,  is 
the  temperature  which  limits 
the  efficiency  of  the  carbon 
filament  incandescent  lamp. 
Fortunately,  in  the  case  of 
both  gas  and  incandescent 
lamp  light  sources,  materials 
have  been  found  which  will 
withstand  high  temperatures 
without  rapid  deterioration. 
The  gas  mantle  is  too  well 
known  to  need  comment, 
a    tremendous    advance     in 


FIG.  3 — CURVES  SHOWING  RELATIVE  CANDLE- 
POWER  DISTRIBUTION  OF  TUNGSTEN  AND  OF 
CARBON  FILAMENT  LAMPS  AT  EQUAL 
WATTAGE 


but  at  its  introduction  it  marked 
efficiency  of  light  sources.  Now  a 
still  greater  advance  has  been  made  by  the  development  of  methods 
of  preparation  of  various  metals,  of  which  tungsten  stands  first,  for 
use  as  the  filament  of  the  incandescent  lamp.     Tungsten  may  be 
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raised  in  vacuum  to  a  temperature  of  at  least  2  300  degrees  C.  with- 
out the  occurrence  of  rapid  deterioration.  This  increase  in  tem- 
perature from  I  800  to  2  300  degrees  C.  represents  an  increase  in 
efficiency  of  250  percent. 

The  relative  light  distribution  of  carbon  filament  and  tungsten 
filament  lamps  when  burning  at  equal  wattage,  is  shown  in  Fig.  3. 
The  carbon  filament  lamp  is  burning  at  3.1  watts  per  mean  horizon- 
tal candle,  the  tungsten  filament  lamp  at  1.25  watts  per  mean  hori- 
zontal candle. 

TABLE    II— ALL   VALUES  INVOLVING   CANDLE-POWER  ARE 
EXPRESSED   IN  TERMS  OF  MEAN  SPHERICAL  CANDLES 


KIND  OF  LAMP 


Common  56  watt  carljon  filament  in- 
candescent lamp  rated  at  3.5  watts 
per  candle,  16  horizontal  c-p 


Common  50  watt  carbon  filament  in- 
candescent lamp  rated  at  3.1  watts 
per  candle,  16  horizontal  c-p 


Mean 
Spherical 
Candle- 
Power 


3-glower  2(54  watt  Nernst  lamp. 


High-efficiency  Gem  125  watt  graphit-i 
ized  carbon  filament  lamp  of  50 
horizontal  c-p  


44  watt  tantalum  lamp,  22  rated  hori- 
zontal c-p 

Direct-cnrrent  5.1  ampere  enclosed  arc 
on  110  volt  circuit,  0.5  inch  carbons.. 

Alternating-current  enclosed  5.7  amp. 
arc  taking  3SS  watts  on  110  volt  cir- 
cuit, 0.5   inch   carbons 

Tungsten  60  watt,  1.25  watts  per 
caudle,  110  v.  lamp 


Luminous  8  amp.   arc,  440  watts,  2  in 
series  on  110  volt  circuit 


13.2 

13.2 

Sl.O 

40.7 
16.0 
213. 

152. 

i7  37.0 

1020. 


Watts 

PER 

Candle 


Amount 
OF  Light 

PER  KW-HR. 


4.24 

236c-p.hrs 

3.78 

264    "     " 

3.26 

307    "     " 

3.07 

326   "     " 

2.75 

364    "     " 

2.63 

380   "     " 

2.55 

392    "     " 

1.62 

641    "     " 

0.431 

2320    "     " 

Table  II  shows  the  efiiciency  of  the  tungsten  lamp  as  com- 
pared with  other  electric  illuminants.*  \'alues  for  the  tungsten 
lamps  were  obtained  from  tests  and  are  accurate  for  the  type  of 
lamp  tested  to  within  -|-  or  - — -3  percjut. 

*This  tabic,  with  the  exception  of  the  value  for  tungsten  lamps,  is  taken 
from  Cravath  and  Lansingh's  "Art  of  Illumination." 


APPLICATION  OF  AUTOMATIC  CONTROLLERS  TO 
DIRECT-CURRENT  MOTORS— II 

CONTROL  OF  PUMP  MOTORS 
D.  E.  CARPENTER 

IN  general,  the  control  of  motors  driving  pumps,  air  compressors, 
etc.,  offers  a  very  inviting  field  for  the  application  of  auto- 
matic devices.  With  few  exceptions,  pumps  are  employed  to 
maintain  regularly  varying  conditions  between  fixed  limits,  whether 
handling  liquids  or  gases;  usually  the  level  or  the  head  of  a  liquid, 
or  the  pressure  in  a  closed  tank  system  is  to  be  maintained.  Under 
such  conditions  it  is  seldom  feasible  to  operate  the  pump  continu- 
ously, especially  if  the  pumping  requirements  vary.  The  preferable 
method  is  to  provide  the  system  with  enough  storage  capacity  to 
permit  the  operation  of  the  pump  intermittently.  This  periodical 
starting  and  stopping  requires  either  the  presence  of  an  attendant  or 
an  automatic  controlling  device. 

Electric  motors  are  adopted  to  automatic  control  better  than 
any  other  form  of  power.  A  well  built  motor,  with  reasonable  care, 
is  always  ready  for  operation,  will  start  promptly,  requires  no  warm- 
ing up,  and  the  process  of  starting  is  so  unvarying  that  it  can  be 
made  entirely  automatic.  \'arious  automatic  starters  have  been  de- 
veloped for  pump  motors,  nearly  all  of  them  having  features  of 
merit.  IMagnet  switch  starters*  are  much  used  for  this  class  of 
service  when  the  pumps  are  driven  by  direct-current  motors.  The 
general  appearance  of  a  three-point  magnet  switch  starter  may  be 
seen  by  referring  to  Fig.  i.  The  control  can  be  made  wholly  auto- 
matic or  semi-automatic,  the  chief  difference  between  the  two  meth- 
ods being  in  the  operation  of  the  master  switch  which  governs  the 
action  of  the  controller.  The  master  switch  for  an  automatic  con- 
troller is  operated  by  the  varying  level  of  a  liquid  or  changing 
pressure  of  a  gas;  that  for  a  semi-automatic  controller  is  operated 
manually.  Either  type  of  starter  can  be  operated  from  a  distance; 
i.  e.,  the  master  switch  need  not  be  near  the  controller.  The  starter 
consists  of  a  group  of  automatic  magnet  switches  on  a  suitable  panel, 
with  a  starting  resistance,  and  with  or  without  auxiliaries  such  as  an 
accelerating  relay,  circuit  breaker  relay,  line  switch  with  fuse,  etc., 
according  to  the  re(|uirements  and  conditions  of  operation. 


*Tlic  general  features  of  these  switches  were  described  in  the  Journal 
for  January,  1909. 
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The  automatic  master  switch  is  the  same  whether  operated  by  a 
float  or  a  pressure  regulator,  namely  a  single-pole,  double-break 
switch  opening  and  closing  with  a  quick-snap  action.  In  normal 
service  this  switch  carries  from  one  and  one-half  to  three  amperes 
and  only  two  small  wires  are  needed  to  connect  it  with  the  starter. 
The  latter  can  be  placed  near  the  motor  and  pump,  its  proper  loca- 
tion, while  the  former  can  be  at  the  tank  or,  in  the  case  of  the 
pressure  type  switch,  at  any  other  convenient  location. 

The  Float  Type  Master  Szvitch  is  attached  to  the  inside  of  the 
tank  near  the  top  or  to  some  other  suitable  support  above  the  high- 
est level  of  the  liquid  as  shown  in  Fig.  2.     A  float  plays  between 


FIG.  I — THREE-POINT  SEMI-AUTOMATIC  PUMP  STARTER 
WITH  LINE  SWITCH,  ENCLOSED  FUSES  AND  ACCELERATING 
RELAY 

metal  collars  on  a  vertical  rod  which  operates  the  switch  through  a 
system  of  levers.  An  adjustable  counterbalance  spring  compen- 
sates for  the  weights  of  the  different  lengths  of  rod  used,  and  the 
positions  of  the  collars  on  the  rod  can  be  adjusted  for  different 
level  limits.  The  usual  length  of  rod  is  for  a  maximum  variation  of 
six  feet  in  the  water  level.  When  the  float  rests  on  the  lower  collar 
the  switch  closes,  and  when  the  rising  liquid  raises  the  float  up 
against  the  upper  collar  the  switch  opens.  The  entire  mechanism 
can  be  mounted  inside  the  tank,  only  the  two  small  connecting  wires 
passing  through  the  tank  walls  or  cover. 

The  Pressure  Type  Master  Switch  can  be  mounted  at  any  con- 
venient point  where  it  can  be  connected  by  piping  to  the  pressure 
tank.    With  this  switch  is  usually  supplied  a  pressure  regulator  and 
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a  compensating  air  chamber  that  assists  in  giving  very  close  regula- 
tion of  pressure.  The  pressure  regulator,  as  shown  in  Fig.  3,  con- 
sists of  a  vertical  cylinder  containing  a  movable  piston  below  which 
is  the  connection  with  the  pressure  tank  and  the  compensating 
chamber.    A  rod  connects  the  piston  to  a  weighted  lever,  and  a  link 

connects  the  lever  to  the  switch 
mechanism.  The  position  of  the 
weight  on  the  lever  is  adjustable  for 
ditTerent  pressures  up  to  100  lbs.  per 
square  inch,  and  at  pressures  between 
40  and  100  lbs.  per  square  inch  will 
operate  at  a  variation  of  not  over 
seven  and  one-half  lbs.  either  way 
from  the  point  of  adjustment.  As 
the  pressure  in  the  tank  falls,  the 
weight  forces  the  lever  downward 
until  the  switch  closes ;  the  rising 
pressure  in  the  tank  causes  the  piston 
to  rise  and  force  the  lever  upward 
until  the  switch  snaps  open. 

FIG.        2 — FLOAT        TYPE        MASTER 

SWITCH  WITH  TANK  FLOAT  Fig    4    sliows    the    conncctious, 

viewed  from  the  rear,  of  a  three-point  automatic  magnet  switch 
pump  starter  with  a  line  switch  and  a  float  type  master  switch. 
When  the  water  level 
falls  to  the  lower  limit, 
the  master  switch  closes  ; 
switch  coil  M  receives 
current  through  the 
master  switch  and  con- 
tacts 3-0-4,  contacts  / 
close,  coil  il/o  receives 
current  through  contacts 
p-b-8,  contacts  //  close, 
coil  il/3  receives  current 
through  contacts  y-c-6, 
and  contacts  ///  close,  the  acceleration  being  by  voltage  drop  in  the 
starting  resistance.  The  last  magnet  switch  to  close  raises  contact  a 
from  contacts  5-7  and  causes  it  to  bridge  contacts  t-2.  Opening  the 
circuit  at  3-4  cuts  oft'  the  current  from  coils  Af  ^  and  i\L,  and  contacts 
/  and  //  drop  open.  Bridging  contacts  t-2  causes  coil  il/3  to  receive 
current  through  a  protecting  resistance   r.      This  protecting   resist- 


FIG.     3 — PRESSURF.     TYPE     MASTER     SWITCH     WITH 
PRESSURE    REGULATOR 
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ance  minimizes  the  current  consumption  in  coil  M.,  and  the  coil  re- 
mains cool  while  in  continuous  operation. 

When  the  water  level  reaches  the  upper  limit  the  master  switch 
opens  and  is  immediately  followed  by  the  opening  of  contacts  ///, 
completely  disconnecting  the  motor  from  the  line.  With  this  ar- 
rangement contacts  ///  are  the  only  ones  needing  blow-out  coils. 

The  connections  of  a  starter  with  a  pressure  regulator  are 
identical  with  those  shown  in  Fig.  4,  except  that  the  operations  of 

the    master    switch  depend 


on  a  pressure  regulator 
properly  connected  by 
pipes  to  the  pressure  tank, 
instead  of  being  controlled 
by  a  float.  In  order  to  ob- 
tain a  steady  pressure  the 
regulator  should  be  con- 
nected directly  to  the  tank 
rather  than  to  the  dis- 
charge pipe  from  the  pump 
or  from  the  tank.  With 
either  of  the  latter  con- 
nections the  regulator  is 
liable  to  be  affected  by  pul- 
sations or  variations  in 
the  pressure. 

The  connections  and 
operation  with  a  dift'erent 
number  of  magnet  switches 
as  well  as  the  use  of  an 
accelerating  relay,  will  be 
readily  understood  from 
the  preceding  description. 
It  will  also  be  evident  that 
the  master  switch  can  be  operated  manually  if  preferred.  In  this 
case  any  good  snap  switch  can  be  used  and  its  location  can  be  made 
convenient  for  the  operator,  without  special  regard  to  the  location 
of  the  starter. 

Fig.  5  shows  a  diagram  of  connections  for  a  three-point 
starter  with  a  series  accelerating  relay  and  a  fused  line 
switch.  In  this  case,  closing  the  line  switch  connects  both 
the  sluuit  field  and  the  armature  across  the  circuit ;  the  shunt 
field    directly    and    the    armature    in    series    with    the    starting    re- 


FIG.  4 — CONNFXTION  DIAGRAM  FOR  THREE- 
POINT  AUTOMATIC  PUMP  STARTER  WITH 
FLOAT    TYPE    SWITCH    AND    FLOAT 
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sistance  7?^  R..  and  the  accelerating  relay  R.  When  the  motor 
starts  the  starting  current  is  sufficient  to  energize  the  relay 
magnet  and  lift  contact  a  from  contacts  1-2.  As  the  motor 
accelerates,  the  starting  current  decreases  until  contact  a  drops 
and  bridges  contacts  i-j.  Current  then  ilows  from  the  posi- 
tive side  of  the  line  through  the  magnet  switch  coil  .1/,.  con- 
tacts x^-6.  I I-C-I2,  i-a-2,  to  the  negative  line  at  n,  resulting  in  the 
closing  of  contacts  I,  thereby  short-circuiting  the  section  R^  R^  of 
the  starting  resistance  and  causing  enough  increase  in  the  starting 
current  to  open  again  the  relay  contacts  i-a-2.  When  the  first 
magnet  switch  operates,  however,  contact  c  bridges  contacts  9  and 

10  so  that  the 
circuit  through 
coil  il/^  is  left 
intact.  At  the 
same  time  con- 
tact (/  rises  and 
bridges  contacts 
7  and  8  so  that 
as  soon  as  the 
relay  contacts 
I-a-2  close  again, 
the  magnet  coil 
71/0  is  energized, 
the  path  of  the 
current  being 
through  the  coil, 
the  contacts  j'-d- 
8  and  i-a-2,  and  thence  to  the  negative  line  at ;;.  Contacts  II  close  and 
short-circuit  both  the  last  section  of  resistance  R.  R.,  and  the  relay 
coil.  The  second  magnet  switch,  in  closing  contacts  //,  also  raises 
contact  b  from  5-d  and  causes  it  to  bridge  contacts  5-^.  The  open- 
ing of  the  contact  at  5-d  cuts  oft"  the  current  from  the  magnet  coil 
ilf  1  and  contacts  I  open :  bridging  the  contacts  ?-  /  connects  a  pro- 
tecting resistance  r  in  series  with  coil  AL  so  that  the  energy  used  in 
this  coil,  the  only  one  used  for  continuous  operation,  is  reduced  to 
a  minimum.  Contacts  II  may  or  may  not  be  provided  with  blow- 
out coils  according  to  the  conditions  of  service.  Contacts  /  are 
never  required  to  open  a  circuit  carrying  current,  and  therefore  do 
not  need  blow-out  coils. 


-CONXECTION    DIAGRAM    FOR    THREE-POINT    SEMI-AUTO- 
MATIC   PUMP    STARTER 


METER  AND  RELAY  CONNECTIONS— (Cont.) 

SIX-PHASE  CIRCUITS 
HAROLD  W.  BROWN 

SIX-PHASE  circuits  are  similar  in  their  connections  to 
three-phase,  and  where  a  machine  is  to  use  six-phase 
power,  it  is  common  practice  to  transmit  it  as  three-phase. 
It  is  therefore  possible  to  connect  the  meter  transformers  to 
the  high-tension,  three-phase  lines,  and  make  three-phase  meas- 
urements by  methods  already  described;  but  it  is  usually  pre- 
ferable to  connect  to  the  low-tension  six-phase  circuit.  The  fol- 
lowing diagrams  apply  to  these  six-phase  measurements. 

Six-phase  connections  of  the  main  lines  may  be  made  be- 
tween the  power  transformers  and  the  machine  in  either  o^  two 
ways,  known  as  the  double-delta  and  the  diametrical  connection.* 
In  the  case  of  the  double-delta  connection  each  of  the  power 
transformers  has  two  secondary  windings ;  and,  as  the  name  im- 
plies, there  are  two  distinct  delta  connections  of  these  secondary 
circuits.  Each  delta  is  made  up  of  one  of  the  two  secondary 
coils  of  each  transformer.  There  is  no  connection  between  the 
two  deltas  outside  of  the  machine  to  which  the  secondaries  are 
connected.  With  the  diametrical  connection  the  two  secondary 
leads  of  each  transformer  are  connected  to  diametrically  opposite 
points  in  the  winding  of  the  machine,  with  no  connections  be- 
tween the  secondaries  of  the  three  transformers. 

DOUBLE-DELTA   CONNECTION 

Group  Including  Polyphase  Meters — A  group  of  meters  is  shown 
in  Fig.  I,  connected  to  a  six-phase — double-delta-connected  cir- 
cuit. Three  lines.  A,  B,  C,  are  connected  to  one  delta,  and  the 
remaining  three,  A' ,  B' ,  C,  to  the  other  delta.  The  connections 
between  the  transformers  on  A,  B,  C  and  the  meters  are  identical 
with  the  connections  on  a  three-phase — three-wire  circuit.  The 
connections  to  the  series  transformers  on  A',  B',  C,  are  the  same 
as  on  A,  B,  C,  reversed;  i.  e.,  connections  to  the  upper  end 
of  the  transformers  on  A',  B'  and  C  correspond  to  the 
connections  to  the  lower  end  of  those  cw  A,  B  and  C,  and  vice 
versa.       The  leads  from  the  transformers  on  A,  B,  C,  are  con- 

*For  phase  relations  of  double-delta  and  diametrically-connected  circuits, 
see  article  on  "Vector  Diagrams,"  in  the  Journal  for  June,  1908,  p.  347. 
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nected  to  corresponding  leads  from  those  on  A',  B',  C,  so  that  the 
secondaries  of  transformers  on  A  and  A'  are  in  parallel,  and  simi- 
larly, the  secondaries  of  those  on  B  and  B',  and  those  on  C  and  C, 
respectively,  are  in  parallel.  Shunt  transformers  are  not  required 
on  A',  B' ,  C,  to  correspond  with  those  on  A.  B,  C,  because  it  is 
assumed  that  A',  B',  C,  are  respectively  equal,  and  exactly  op- 
posite in  phase,  to  A,  B,  C.  The  reversal  of  series  transformer 
connections  mentioned  above  is  made  on  account  of  this  opposi- 
tion of  phases.  All  connections  for  A',  B'  and  C  are  dotted,  to 
distinguish  them  from  those  for  A,  B  and  C. 


^^A^wv^^AJ-A^^^^^A^^J-^^^^^^^^M 


FIG.  I — POLYPHASE  WATTMETER,  THREE-PHASE  POWER-FACTOR 
METER,  AND  VOLTMETER  ON  A  SIX-PHASE — DOUBLE-DELTA 
CIRCUIT 

Ammeters  may  be  inserted  at  M  or  A^.  If  the  power- 
factor  meter  is  omitted,  D,  E  and  F  should  be  connected 
together.  If  the  wattmeter  is  omitted,  K  should  be  con- 
nected to  K'  and  L  to  L'.  All  of  these  diagrams  show  rear 
view  connections  to  the  meters  and  relays. 

Six  ammeters  or  ammeter  receptacles  may  be  inserted  at 
the  points  M  to  measure  the  current  on  each  line,  or  three  may  be 
inserted  at  A'',  each  to  measure  the  sum  of  the  currents  on  two 
corresponding  lines.  If  the  power-factor  meter  is  omitted,  all 
the  lines,  D,  E,  F,  should  be  connected  together.  If  the  watt- 
meter is  omitted,  K'  should  be  connected  to  K,  and  L'  to  L.  If 
the  pointer  of  the  power-factor  meter  rotates  in  the  counter- 
clockwise direction*  when  only  the  series  connections  are  made. 


*This  is  discussed  more  fully  with  reference  to  Fig.  5,  in  the  article  on 
"Three-Phase— Three-Wire  Circuits"  in  the  Journal  for  December,  1908, 
Vol.  v.,  pp.  729-730. 
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the  series  connections  D  and  E  should  be  interchanged;  also,  the 
shunt  connections,  G  and  H  should  be  interchanged. 

Single-Phase  Meters  —  Balanced  Cireuit  —  If  a  six-phase — 
double-delta-connected  circuit  is  balanced,  single-phase  meters 
maybe  used  as  in  Fig.  2.  These  meters  are  connected  to  only 
one  delta;  and  the  arrangement  is  identical  with  that  for  connect- 
ing single-phase  meters  to  a  three-phase — three-wire  circuit.  The 
ammeter  measures  the  current  in  one  line,  and  the  wattmeter, 
the  power  transmitted  by  one  delta  circuit.  The  total  power  is 
therefore  twice  that  indicated  by  the  wattmeter.  The  power- 
factor  meter  indicates  the  power-factor  of  one  delta,  and  there- 
fore of  the  entire  system,  inasmuch  as  the  load  is  balanced.     The 

voltmeter  in  both  Figs. 
I  and  2  measures  the 
e.m.f.  between  two 
lines  of  the  same  delta. 
The  ratio  of  this  e.m.f. 
to  the  e.m.f.'s  between 
the  three-phase  lines 
is  the  same  as  the 
ratio  of  transformation 
of  the  power  trans- 
formers. The  e.m.f.  be- 
tween these  lines  of 
SIX-PHASE—  the  six-phase  circuit  is 
about  0.61  (=0.866  X 
0.707)  of  the  direct- 
current  e.m.f.  of  the 
rotary  converter. 
Single-Phase  Meters — Unbalanced  Circnit — If  the  circuit  is  lia- 
ble to  be  unbalanced,  a  single-phase  wattmeter  or  power-factor  meter 
may  be  connected  as  in  Fig.  3  to  measure  the  power  or  power- 
factor  of  one  line  at  a  time,  using  voltmeter  and  ammeter  recep- 
tacles. There  are  three  positions  for  the  voltmeter  plug,  and  six 
for  the  ammeten  plug,  /.  e.,  three  for  each  delta.  The  ammeter 
receptacles  at  the  top  are  for  the  A,  B,  C  delta  and  those  at  the  bot- 
tom for  the  A',  B',  C  delta.  \\'hen  the  voltmeter  plug  is  in  the  left, 
middle  or  right  hand  position,  the  ammeter  plug  should  likewise 
be  in  the  left,  middle  or  right  hand  ammeter  receptacle  of  either 
delta  in  order  to  give  the  proper  phase  relations  for  the  measure- 
ment of  power  or  power-factor.  Four  series  and  two  shunt  trans- 
formers are  shown  in  this  diagram. 


FIG.     2 SINGLE-PHASE     METERS     ON     A 

DOUBLE-DELTA    CIRCUIT 

The  wattmeter  measures  one-half  of  the 
power,  and  the  power-factor  meter  the  true 
power-factor  if  the  circuit  is  balanced.  The  am- 
meter measures  the  current  in  one  line. 


Such  an  arrangement  is  suit- 
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able  for  use  only  where  the  machine  to  which  the  six-phase  cir- 
cuit is  connected  is  a  rotary  converter,  or  where  the  two  delta- 
connected  circuits  have  a  common  neutral  point.  The  wattmeter 
indicates  twice  the  actual  pov^er  transmitted  by  each  line  (/.  c, 
one-third  of  the  total  power  transmitted  if  the  load  is  balanced), 
unless  special  series  transformers  or  a  special  calibration  of  the 
wattmeter  is  provided. 

The  currents  from  the  series  transformers  on  lines  A  and  C, 
flow  respectively  through  the  upper  left  and  right  hand  recep- 
tacles. The  current  in  B  is  the  same  as  the  resultant  of  A  and  C, 
but  in  the  opposite  direction.     The  resultant  of  these  two  trans- 


:''*"ip\   C-ir^    r-^\C^ 


FIG.      3 — .SINGLE-PHASE      W.ATTMETER     OR      POWER- 
FACTOR     METER     ON      DOUBLE-DELTA SIX-PHASE 

CIRCUIT 

Used  only  where  the  two  deltas  are  inter- 
connected, through  a  rotary  converter  or 
otherwise,  so  as  to  have  a  common  neutral. 


FIG.  4 — VOLTAGE  CONNECTIONS 
FOR  USE  IN  PLACE  OF 
THOSE  IN  FIG.  3  WHERE 
THE  TWO  DELTAS  ARE  IN- 
DEPENDENT. 

Current    connections    are 
as  in   Fig.  3. 

former  currents  flows  through  the  u])per  middle  receptacle.  If 
tlie  currents  in  receptacles  A  and  C  are  considered  as  flowing  to 
the  riglu.  the  current  in  receptacle  B  must  be  considered  as  flowing 
to  the  left,  because  it  is  the  negative  of  the  resultant  of  the  other 
two.  The  current  connections  for  A',  B' ,  C  are  the  same  as  for 
A,  B,  C,  except  that  the  upper  series  transformer  connections  on 
A',  B',  and  C  correspond  respecti\-ely  to  the  lower  connections 
on  A,  B,  C,  and  vice  versa.  This  gives  the  right  phase  relation  to 
the  voltage  circuits. 

The  shunt  transformers  are  connected  between  ./  and  ./',  and 
between  C  and  C.  ^\'hen  the  \-olt meter  ])lug  is  in  the  left  hand 
position   it  connnects   the   meter  to  .1   and  ./'.  and   in   the   right 
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hand  position,  to  C  and  C.  In  the 'middle  position  the  e.m.f.  on 
the  meter  is  the  resultant  of  AA'  and  CC,  which  is  the  reverse  of 
BB',  if  the  e.m.f.'s  are  balanced.*  The  current  connections  for 
the  middle  receptacles  are  reversed  to  correspond  to  this  reversal 
of  e.m.f.  If  the  two  deltas  of  the  six-phase  circuit  are  insulated 
from  each  other  (as  might  be  the  case  if  the  rotary  converter  were 
replaced  by  a  synchronous  motor),  three  Y-connected  shunt 
transformers  are  required.  The  connections  between  shunt 
transformers,  receptacles,  and  the  voltage  circuit  of  the  meter 

must  then  be  as  shown 
in  Fig.  4;  the  series 
connections    are    as    in 

Fig-  3- 

Relays — Overload 
relays  may  have  a 
double  Z-connection  as 
in  Fig.  5  or  Fig.  6.  In 
the  former  the  relays 
are  arranged  for  shunt 
tripping,  and  in  the  lat- 
ter for  series  tripping. 
In  case  shunt  tripping 
is  employed,  there  is  no 
reason  for  having  a 
large  current  in  the 
common  return  line;  in  fact,  the  smaller  the  current  in  this 
line  the  less  the  load  on  the  transformer.  For  this  rea- 
son, in  Fig.  5,  the  transformers  on  A',  B',  C  are  connected  to 
correspond  to  those  on  A,  B,  C.  With  a  balanced  load,  A  neu- 
tralizes A',  B  neutralizes  B' ,  and  C  neutralizes  C  so  that  there  is 
no  current  flowing  in  the  common  return  line.  But  with  series  tripping 
there  must  always  be  sufficient  current  in  one  or  the  other  of  the 
trip  coils  to  operate  it,  in  case  of  an  overload.  The  trans- 
formers on  A',  B',  C,  in  Fig.  6,  are  therefore  connected  in 
opposition  to  those  on  A,  B,  C.  If  there  is  an  overload  on  the  lines 
such  that  either  of  the  relays  marked  R^  operates,  the  current 
from  that  relay  flows  through  the  trip  coil  Tj,  while  if  one  of  those 
marked  Ro  operates,  the  current  flows  through  T^.  Both  T^  and 
T2  are  on  the  same  circuit  breaker,  so  that  if  a  current  flows 
through  either  of  them  the  circuit  is  opened. 


FIG.  5 — DOUBLE-Z-CONNECTED  OVERLOAD,,  INVERSE 
TIME  LIMIT  RELAYS  FOR  SHUNT  TRIPPING  ON  SI.X- 
PHASE — DOUBLE-DELTA  CIRCUIT 


'**Sce  footnote,  p.  T72. 
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Reverse-current  relays  may  be  connected  to  a  double-delta- 
connected — sLx-phase  circuit  as  in  Fig.  7.  Only  two  shunt  trans- 
formers are  required  to  provide  e.m.f.'s  ha\-ing  all  the  required 
phase  relations.  These  transformers  are  V-connected,  and  the 
left  hand  voltage  terminals  of  the  relays  A,  B,  C  are  connected  to 
the  three  leads  from  the  shunt  transformers.  The  three  right 
hand  voltage  terminals  are  connected  together  so  that  the  voltage 
circuits  of  these  three  relays  are  Y-coimected.  The  relays  A',  B',  C , 
are  connected  in  exactly  the  same  manner  to  these  same  shunt 
transformers.  In  order  to  protect  against  reverse  current  in  any 
one  of  the  lines  it  is  necessary  to  provide  six  series  transformers. 
One  lead  of  each  transformer  is  connected  to  the  common  return 

Direclioti 
Of  P<r«r 
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Fia  6 — DOUBLE-Z-CON'NECTED  OVERLOAD  INVEBSE  TIME  LIMIT 
RELAYS  FOR  SERIES  TRIPPEN-G  OX  SIX-PHASE — DOUBLE- 
DELTA   CIRCUIT 

T  =  Trip  Coils  of  Circuit  Breakers.  R  =  Relays. 
line,  and  the  right  hand  current  terminal  of  each  relay  connects 
to  this  return  line.  The  other  lead  of  each  transformer  con- 
nects separately  to  the  left  hand  current  terminal  of  one  of  the  re- 
lays, so  that  each  relay  protects  one  of  the  lines  against  reverse 
current.  The  lower  ends  of  the  series  transformers  A,  B,  C 
connect  to  the  common  return  line,  and  the  upper  end  of  trans- 
formers A',  B',  C  connect  to  this  line.  By  this  reversal  the  cur- 
rents in  the  relays  A\  B',  C  have  the  right  phase  relation  to  the 
corresponding  e.m.f.'s. 

DI.\METRIC-\L    CONNECTION 

Group  Including  Polyphase  Meters — Fig.  8  is  a  group  of  meters 
on  a  diametrically-connected — six-phase  circuit.     Two  shunt  and 
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three  series  transformers  are  required.  One  of  the  shunt  trans- 
formers is  connected  across  AA'  and  one  across  CC.  The  sec- 
ondaries of  the  series  transformers  are  delta-connected.  Con- 
sidering these  series  transformers  separately,  the  current  on  line 
A  reacts  in  the  wattmeter  with  the  e.m.f.  across  AA',  and  that 
one  line  C  reacts  with  the  e.m.f.  across  CC.  The  current  from  the 
series  transformer  on  B  flows  through  both  sides  of  the  zvaftmcter, 
and  thus  reacts  with  the  resultant  of  the  two  e.m.f's  AA'  and  CC, 
which  is  equivalent  to  the  e.m.f.  BB'  in  the  reverse  direction,  if 
the  e.m.f. 's  are  balanced.  The  reaction  of  each  of  the  currents 
with  its  e.m.f.  is  such  as  to  produce  a  positive  reading,  so  that  the 

Direction 
Ol  Power 
Transmission' 
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FIG.    7 — REVERSE-CURRENT    RELAYS    ON     SIX-PHASE — DOUBLE-DELTA    CIRCUIT 

Connections  to  the  contacts,  which  are  brought  out  at  the  top  of  the 
relays,  are  omitted  for  simplicity. 

indication  on  the  wattmeter  is  the  total  power  transmitted  by  the 
six  lines,  comprising  three  circuits.  The  power-factor  meter  in- 
dicates the  mean  power-factor  for  the  entire  circuit.  These  con- 
nections are  similar  to  those  for  a  three-phase — four-wire  cir- 
cuit; the  only  difl^erence  being  that,  instead  of  connecting  from 
one  line  to  neutral,  for  a  six-phase — diametrically-connected  cir- 
cuit the  shunt  transformers  are  connected  between  the  two  lines 
from  one  power  transformer.  The  e.m.f.  is  twice  as  much  in  this 
case  as  where  the  connection  is  to  neutral. 

Variations  of  e.m.f.  due  to  unequal  drop  in  the  lines  of  the 
flirce-pliasc  part  of  tlie  system  represented  in  h^ig.  8  produce  corre- 
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spondinj^  variations  on  the  secondary  voltage  circuits* ;  i.  c, 
the  e.ni.f/s  across  RT,  RS  and  TS  are  proportional  respectively  to 
the  c.ni.f.'s  across  AA',  BB'  and  CC,  if  there  is  no  unbalancing 
due  to  drop  in  tlie  six-phase  part  of  the  system.  But  if  there 
arc  variations  in  the  drop  in  the  secondaries  of  the  power  trans- 
formers or  in  the  six-f^Iiasc  lines,  such  unl)alancing  is  not  repro- 
duced in  variations  in  the  secondary  voltage  across  SR.  The 
effect  of  this  unbalancing  on  the  wattmeter  reading  is  negligible 
in  all  ordinary  cases,  for  the  e.m.f.'s  across  RT  and  ST  are  correct 
in  any  case,  and  the  third  c.m.f.  usually  varies  about  the  same 
amount  as  the  other  two. 

Only  three  ammeters  or  ammeter  receptacles  are  required  for 
measuring  the  current  on  each  line  of  a  six-phase — diametrically- 
connected  circuit,  be- 
cause the  two  lines  con- 
necting the  same  power 
transformer  must  carry 
the  same  current,  ex- 
cept in  case  of  an  acci- 
dental ground -or  short- 
circuit.  These  ammeters 
or  receptacles  may  be  in- 
serted at  the  points 
marked  ,1/  in  h^ig.  8. 

If  the   wattmeter  or 
fk;.     8 — pciLvrjiAsi-:     wattmeter,     three-phase  ,^.^ ,,,,,,-  f-ipf-^i-      motpr      i' 

POWER-FACTOR    METER,   AND   VOLTMETER  AND   SIX-    ^        .        '    '       *  .  ^ 

PHASE — DIAMETRICALLY-CONNECTED    CIRCUIT  OUlittcd,  Or   if  tllC  pOWCr- 

Ammeters   may   be  connected   at   M.     If  the  factor    meter    rotates    in 

power-factor    meter    or    wattmeter    is    omitted,  .  _  i-.     i-         ^i 

the   same  changes  should  be  made  as  those  in-  '■'^'-   Wiong  duection,  tlie 

dicated    for    similar    conditions    in    connection  same  changes  in  connec- 

with   Fig.   I.  i-  1        1  1   1  1 

tions  sliould  l)e  made  as 

referred  to  in  the  foregoing  discussion  of  the  double-delta-connected 
circuit.  If  shunt  transformers  arc  not  required  on  account  of  the 
low  voltage  of  the  rotary  converter,  the  lines  C  and  C  should  con- 
nect to  the  power-factor  meter  and  to  the  right  hand  side  of  the 
wattmeter  (as  shown  in  the  diagram,  but  with  the  shunt  transform- 
ers omitted),  but  a  separate  line  sliould  couni'ct  ./  to  tlie  u])])er  left 
hand  terminal  of  the  wattmeter,  because,  otherwise,  there  would  be 
a  short-circuit  between  A  and  C. 


*Tliis  is  true  l)ccausc,  on  the  three-phase  side,  the  power  transformers 
are  delta-connected,  and  one  e.m.f.  is  therefore  the  same  as  the  resultant  of 
the  other  two. 


180 


THE  ELECTRIC  JOURNAL 


^^M^^^^^-L-^^^^^^MAJ_^^^^MAy^ 


Single-Phase  Meters — Balanced  Circuit — The  connections  of 
single-phase  meters  on  a  balanced  diametrically-connected  cir- 
cuit are  shown  in  Fig.  9.  Each  meter  makes  measurements  on 
the  lines  from  one  power  transformer.  The  power  on  the  entire 
system  is  three  times  that  indicated  by  the  wattmeter.  The  ratio 
of  the  e.m.f.  on  the  shunt  transformer  to  that  on  the  three-phase 
circuit  is,  of  course,  the  ratio* of  transformation  of  the  power  trans- 
formers. As  the  shunt  transformer  is  connected  to  diametrically 
opposite  points  on  the  rotary  converter,  it  has  an  e.m.f.  which  is 
0.707  of  the  direct-current  e.m.f.  If  it  is  desired  to  make  meas- 
urements on  each  line  separately,  plugging  connections  maj-  be 
made  as  in  Fig.  3,*  omitting  the  connections  shown  dotted; 
i.   e.,   connecting   to   series   transformers   on   A,   B   and   C,   but 

omitting  those  on  A' ,  B' 
and  C.  One  of  the 
s  h  u  n  t  transformers 
should  be  connected  be- 
tween A  and  A'  and  the 
other  between  C  and  C 
as  in  Fig.  3. 

Relays  —  Overload 
relays  may  be  connected 
FIG.  9 — AMMETER,  VOLTMETER,  AND  SINGLE-PHASE  ^o    a    diametncally-con- 

WATTMETER    AND    POWER-FACTOR    METER  ON    BAL-     nCCtcd        cirCuit        iu       the 
ANCED      SIX-PHASE  —  DIAMETRICALLY-CONNECTED  .       t-- 

CIRCUIT  same  manner  as  m  rigs. 

The  wattmeter  and  power-factor  meter  meas-    5  and  6.*     If  no  protec- 
ure  the  power    and  power-factor,   respectively    ^j^^      against     short-cir- 
of  one  pair  of  Imes.    l^or  condition  of  balanced        .         .'=' 
load,  the  wattmeter  reading  may  be  multiplied    cuits     in     the     six-phase 
by  3  for  total  power.  p^^t  of  the  system  is  de- 

sired, the  lower  relays  and  the  dotted  connections  may  be  omitted, 
since  the  currents  in  these  relays  are  the  same  as  those  in  the  upper 
two  (except  in  case  of  a  short-circuit). 

Reverse  current  relays  may  be  connected  to  a  diametrically- 
connected  circuit  as  in  Fig.  7.*  If  it  is  not  required  to  protect 
against  reverse  currents  due  to  short-circuits  in  the  six-phase 
part  of  the  system,  the  relays  on  A',  B' ,  C  may  be  omitted.     An- 

*As  shown  in  Figs.  3,  5,  6  and  7,  the  power  transformers  are  double- 
delta-connected.  In  the  application  of  these  diagrams  to  a  diametrical  con- 
nection, the  lines  A,  B,  C,  A',  B'  and  C  are  differently  connected  to  the  power 
transformers;  but  they  are  connected  to  the  rotary  converter  in  the  same 
order  as  in  Figs.  8  and  9.  The  phase  relations  of  these  lines  are  therefore 
the  same  with  the  double  delta  as  with  the  diametrical  connection. 
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other  possible  arrangement  of  voltage  circuits  of  these  relays  is 
to  bring  both  leads  of  each  relay  directly  to  the  shunt  transform- 
ers. The  connections  from  the  primaries  of  the  shunt  transform- 
ers to  the  main  lines  should  then  be  as  in  Fig.  3,  in  order  to  give 
exactly  the  right  phase  relation  between  current  and  e.m.f.  If 
the  primary  circuits  AA',  BB'  and  CC  are  insulated  from  each 
other,  as  may  be  the  case  if  the  machine  is  a  synchronous  motor, 
this  arrangement  is  necessary,  in  order  to  complete  the  primary 
circuits  of  the  shunt  transformers  correctly;  but  with  a  rotary 
converter,  either  arrangement  is  effective. 

GENERAL 

The  present  paper  has  omitted  reference  to  some  connec- 
tions considered  in  previous  articles,  which  would  be  suitable  for 
six-phase  circuits.  It  will  be  found  in  general  that  three-phase — • 
three-wire  connections  may  be  adapted  to  six-phase — double- 
delta-connected  circuits  by  duplicating  the  connections  for  one 
delta.  A  six-phase  diametrically-connected  circuit  may  be 
treated  in  much  the  same  way  as  a  three-phase — four-wire  circuit; 
in  fact,  a  three-phase — four-wire,  Y-connected  circuit  may  be 
considered  as  a  six-phase  circuit  in  which  the  currents  in  three  of 
the  phases  are  combined  in  the  neutral  line.  From  another  point  of 
view,  the  diametrically-connected  system  may  also  be  considered 
as  a  combination  of  three  single-phase  circuits,  just  as  a  two-phase 
system  is  a  combination  of  two  single-phase  circuits. 


EXPERIENCE  ON  THE  ROAD 

VOLTAGE  DROP  BETWEEN  RAILS   AND  WATER  PIPE  SYSTEM 
C.  W.  KINNEY 

During  some  recent  tests  to  determine  the  potential  difterence 
between  a  water  pipe  S3'stem  and  the  rails  of  an  electric  railway,  it 
was  desired  to  approximate  the  amount  of  current  flowing  in  the 
pipe  itself.  The  instruments  available  were  an  amiueter  and  a  600 
volt  voltmeter  with  a  low  reading"  calibration  terminal.  The  deter- 
mination was  made  as  follows : — The  water  pipe  was  exposed  for 
about  six  feet  of  its  length.  Three  places  on  the  pipe,  two  and  one- 
half  feet  apart,  were  filed  bright  and  the  drop  in  voltage,  as  indi- 
cated by  the  voltmeter,  between  the  first  and  second  points  and  then 
between  the  second  and  third  points  was  noted.  After  these  read- 
ings had  been  taken,  an  ammeter  reading  was  taken  between  the  rail 
and  the  middle  point  on  the  water  pipe.  While  the  ammeter  was 
still  connected,  voltmeter  readings  were  taken  as  before.  The  volt- 
age drop  between  points  i  and  2  showed  less  than  one-half  of  one 
percent  of  the  original  value.  Thus  the  voltage  drop  between  points 
2  and  s  could  be  assumed  to  be  due  entirely  to  the  current  flowing 
through  the  ammeter.  The  normal  flow  of  current  in  the  pipe  was 
then  calculated  by  a  simple  proportion ;  that  is,  the  current  flow  dur- 
ing the  first  test  bore  the  same  relation  to  the  ammeter  reading  that 
the  voltmeter  throw  between  points  2  and  5  during  the  first  test  bore 
to  the  throw  of  the  voltmeter  needle  when  the  ammeter  was  con- 
nected, since  the  voltmeter  was  of  the  uniform  scale  type.  It  was, 
therefore,  not  necessary  to  determine  the  actual  value  of  the  divi- 
sions on  the  voltmeter  scale  in  order  to  find  the  amount  of  current 
flowing  in  the  pipe. 


TROUBLES  INCIDENT  TO  THE  PARALLEL  OPERATION  OF  TWO-PHASE 
INTER-CONNECTED  GENERATORS 

The  following  experience  is  a  good  example  of  the  confusing 
results  sometimes  attendant  upon  the  operation  of  two-phase  inter- 
connected generators  in  parallel.  There  were  two  composite-wound, 
two-phase,  240- volt  generators  operated  in  parallel,  one  of  100  kw 
capacity,  and  the  other  a  75  kw  machine.  These  generators  were 
belt-connected  to  the  same  counter-shaft,  and  were  of  like  charac- 
teristics. After  two  years  of  satisfactory  and  uninterrupted  service, 
the  circuit  breakers  began  to  trip  at  irregular  intervals.  For  eight  or 
ten  weeks  the  owners  had  little  difficulty  in  re-synchronizing  the  ma- 
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cliinos  and  getting  tlicni  to  take  tlieir  proportion  of  the  load. 
^Mnally.  however,  conditions  became  worse  and  this  could  not  be 
•done  successfully,  and  the  services  of  an  expert  were  requested. 

After  re-adjusting  the  comjiosite  windings  the  machines  again 
took  their  respective  k)ads  and  the  owner  furnished  a  letter  stating 
that  the  machines  were  in  satisfactory  condition.  After  two  days  the 
trouble  re-appeared  and  the  same  engineer  was  again  called  in.  It 
was  suggested  that  the  friction  clutch  between  the  sectii/us  of  the 
driving  shaft  be  bolted  fast;  the  idea  being  that  the  clutch  was  not 
reliable.  When  the  bolts  had  been  duly  tightened,  the  trouble  again 
disappeared,  but  only  to  re-appear  again  the  following  day.  Subse- 
quent investigations  showed  a  permanently  unbalanced  condition  of 
the  phases  on  one  of  the  generators.  It  was  then  found  that  this 
unbalancing  could  be  shifted  from  one  machine  to  the  other  by  ad- 
vancing the  phases  of  either  machine  or  by  reversing  the  armature 
leads,  the  extent  of  the  unbalancing  being  dependent  upon  the  char- 
acter of  the  changes  made.  The  composite  windings  were  repeatedly 
checked,  the  brushes  being  placed  in  every  possible  position,  and  the 
commutator  short-circuited  with  the  brushes  raised.  The  arma- 
ture and  field  windings  were  tested  for  grounds,  open-circuits 
and  high  resistance  connections  but  without  successful  results.  The 
switchboard,  instruments,  cables,  motors,  etc.,  were  all  examined, 
but  no  trouble  could  be  found.  The  owner  was  requested  to  let  the 
engineer  have  the  use  of  the  machine  for  a  period  sufficient  to  per- 
mit an  investigation  of  the  two  armatures.  This  was  not  possible, 
as  the  operation  of  the  plant  was  dependent  upon  the  machines. 

The  fact  that  the  machines,  vvdien  operating  alone,  balanced 
their  loads  perfectly  arid  that  the  unbalanced  condition  was  apparent 
only  at  such  times  as  the  generators  were  in  ])arallel.  rendered  it 
impossible  to  tell  which  machine  was  responsible  for  the  trouble. 
Again,  as  the  unbalancing  could  be  transferred  from  the  instruments 
of  one  machine  to  the  instruments  of  the  other,  the  situation  became 
more  confusing.  After  seven  weeks  of  investigation,  (the  machines 
were  available  on  Sunday  only),  it  was  decided  that  the  difficulty 
originated  in  excessive  overloads  which  resulted  in  temperatures 
high  enough  to  melt  the  solder  in  one  or  more  of  the  armature  con- 
nections, thus  causing  the  solder  to  run  and  resulting  in  high  re- 
sistance connections  or  a  temporary  open  circuit.  I'urrents  large 
enough  to  trip  the  circuit  breakers  wmiM  then  llow  between  the 
machines.      When   the   machines    were   relieved   of   their   loads   the 
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solder  would  set  and  during  the  time  required  for  re-synchronizing 
would  again  harden  and  the  trouble  would  disappear. 

To  prove  this  theory  the  machines  were  frequently  brought  to 
a  stop  after  operating  under  loads  and  each  armature  connection 
carefully  examined  for  high  temperature,  but  without  results,  as  the 
solder  was  cooled  by  the  fanning  of  the  machines  while  being 
brought  to  a  standstill. 

A  year  elapsed  during  which  time  an  additional  machine  was  in- 
stalled and  the  two  machines  which  had  been  giving  trouble  were  turn- 
ed over  to  the  engineer.  It  was  found  that  the  solder  had  long  since 
ceased  to  serve  its  purpose  and  that  an  open  circuit  in  the  armature 
of  the  lOO  kw  generator  had  resulted.  A  heavy  current  was  then 
sent  through  the  windings  with  the  armature  at  a  standstill,  and  in 
a  short  time  a  second  defective  connection  of  high  resistance  was 
located  directly  opposite  the  open-circuited  coil.  These  connections 
were  properly  made  and  the  machines  again  placed  in  service. 

It  may  be  seen  that  while  resistance  tests  on  the  windings  of 
these  machines  were  misleading,  the  passing  of  a  heavy  current 
through  the  windings  with  the  armature  at  rest  promptly  located 
the  trouble,  and  it  is  quite  possible  that  if  this  method  had  been  em- 
ployed in  the  beginning,  the  real  difficulty  might  have  been  located  at 
a  much  earlier  date.  It  is  evident  that  the  use  of  heavy  currents  in 
locating  weak  or  high  resistance  connections  in  windings  of  any 
nature  results  in  much  more  conclusive  evidence  than  the  usual 
method  of  measuring  resistance. 
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220 — Emergency  Starter  for  In- 
duction Motor — Please  sug- 
gest method  of  starting  two- 
phase  and  three-phase  induc- 
tion motors  that  have  had 
their  auto-transformers  burn- 
ed out.  It  is  desired  to  keep 
the  installation  of  motors  in 
service  while  the  transformers 
are  being  sent  to  the  factory 
for  repairs.  h.  m'e. 

B}-  connecting  separate  equal  re- 
sistances in  the  primary  circuit,  of 
sufficient  amount  and  capacity  to  cut 
down  the  voltage  and  thereby  limit 
the  primary  current,  the  motors  can 
be  started  without  difficulty.  The 
amount  of  the  resistance  would 
probably  have  to  be  determined  by 
experiment  and,  this  being  done,  a 
short-circuiting  switch  should  be 
provided  to  short-circuit  these  resist- 
ances after  starting.  A  practicable 
method  might  be  to  construct  a  sim- 
ple water  rheostat  for  each  line  of 
the  three-phase  or  two-phase  circuit, 
as  the  case  might  be.  Various  sug- 
gestions for  such  rheostat  have  ap- 
peared in  previous  issues  of  the 
Journal.  See  for  example,  the  "Ex- 
perience on  the  Road"  articles  in  the 
issues  for  January,  1909,  November, 
1908,  and   November,   1907.       g.  11.  g. 

221 — Skin  Effect — Given  two  cop- 
per conductors,  each  of  equal 
area  (say  1000 000  circ.  mils.), 
one  stranded  and  the  other 
solid,  will  the  skin  effect  be 
practically  the  same  in  each 
or  will  it  be  considerably  less 
in  the  former  because  of  its 
being  stranded,  assuming  60 
cycles  as  a  frequency?  Please 
give  the  equation  by  means  of 
which  the  skin  effect  factor 
may  be  calculated  in  each 
case.  T.  c. 

Theoretically  the  skin  effect 
would    be    greater    in    a    concentric 


stranded  cable  because  of  its  greater 
diameter  for  given  area.  If  the  ca- 
ble were  made  up  of  several  smaller 
stranded  cables  each  of  these  being 
composed  of  conductors  insulated 
from  one  another,  the  effect  of  the 
arrangement  would  be  that  of  trans- 
posing the  respective  conductors, 
relative  to  the  center  of  the  whole 
cable,  and  in  such  a  case  the  skin 
effect  would  probably  be  reduced, 
for  a  given  total  diameter.  Prac- 
tically, however,  the  difference  in 
conductivity  of  the  two  cables  con- 
sidered would  be  so  small  as  to  be 
negligible.  Regarding  equations  for 
calculating  skin  effect,  information 
regarding  this  subject  may  be  ob- 
tained by  reference  to  the  various 
handbooks  for  electrical  engineers, 
which  give  tables  and  simple  meth- 
ods of  calculating  the  increase  in  re- 
sistance of  a  conductor  to  alternat- 
ing-current over  the  specific  resist- 
ance  offered   to  direct-current. 

H.  M.  s. 

222 — Special  Wattmeter  Connec- 
tions— The  accompanying  dia- 
gram of  connections.  Fig. 
222  (a),  gives  what  seems  to 
be  a  new  method  of  watt- 
meter connection,  which  is 
used  by  a  local  power  com- 
pany. It  does  not  record  the 
power  correctly,  however,  al- 
though the  meters  have  been 
checked.  Two  single-phase 
wattmeters  are  used.  The 
series  transformers  are  on  the 
neutral  side  of  the  high-ten- 
sion windings  of  the  power 
transformers  and  have  a  ratio 
of  3  to  I  with  5  ampere  sec- 
ondaries. The  potential  for 
the  voltage  coils  of  the  meters 
is  obtained  from  an  auto- 
transformer  connected  across 
two  of  the  three  secondary 
phases,  the  ratio  being  375  to 
no    volts.      The    load    on    the 
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power  transformers  is  125  kw. 
Please  explain  why  the  meters 
run  slow  and  why  one  records 
twenty  times  as  much  power 
as  the  other.  w.  e.  c. 

The  current  in  the  left  hand  meter 
is  proportional  to  and  in  phase  with 
that  in  line  a,  and  the  e.m.f.  across 
the  voltage  circuit  of  this  meter  cor- 
responds to  that  between  a  and  b. 
The  current  in  the  right  hand  meter 
corresponds  to  that  in  h,  and  the 
e.m.f.  corresponds  to  that  between 
h  and  c.  These  connections  arc 
ivrong — In  order  to  indicate  the  total 
power  transmitted,  the  current  in 
the  right  hand  meter  should  corre- 
spond  to   that   in   line   c    (which   has 


48000  Volt   Bus-Bars 


FIG.    222.     (a) 


no  voltage  connection  to  the  other 
meter),  i.  c.,  the  right  hand  series 
transformer  should  be  in  series  with 
the  right  hand,  instead  of  the  mid- 
dle, power  transformer.  The  voltage 
connections  to  the  right  hand  meter 
should  connect  to  the  auto-trans- 
former between  b  and  c  (as  shown 
in  the  diagram),  but  the  connections 
should  be  reversed.  The  readings  on 
the  two_  wattmeters  will  not  be  equal, 
except  in  case  of  100  percent  power- 
factor,  even  with  a  balanced  load. 
A  slight  error  in  phase  relations  is 
introduced  by  having  the  series 
transformers  on  the  high-tension 
side.  A  more  accurate  method  of 
connecting  would  be  to  have  the 
series_  transformers  on  the  low-ten- 
sion lines,  a  and  c.  h.  w.  b. 


223 — Repairing  Squirrel-Cage 
Wound  Induction  Motor  — 
What  is  the  best  way  to  un- 
solder and  sweat  in  again  the 
bars  on  an  induction  motor  of 
the  squirrel-cage  type  in  which 
there  are  four  short-circuiting 
rings  at  each  end  of  the  rotor? 
The  machine  in  question  is  a 
30  hp.  motor  on  which  it  is 
necessary  to  make  repairs,  as 
the  insulation  has  been  im- 
paired by  moisture,  thus  caus- 
ing the  motor  to  "pull  out" 
and  unduly  heat  the  rotor.  At 
times  it  \v\\\  not  pull  its  load 
nor  even  start  up.  g.  k.  m. 

It  is  possible  to  melt  the  solder 
on  such  a  piece  of  apparatus  by 
means  of  a  blow  torch  such  as  is 
commonly  used  by  electricians,  re- 
pairmen and  linemen.  If  the  insu- 
lation is  not  seriously  damaged  it 
may  possibly  be  feasible  to  dry  it 
out  by  running  the  motor  stead- 
ily on  reduced  voltage ;  for  ex- 
ample, by  introducing  sufficient  re- 
sistance in  the  primary  circuit  to  cut 
down  the  primary  voltage  and  there- 
by limit  the  current.  Another  meth- 
od of  drying  out  insulation  is  to  in- 
close the  motor  in  a  large  box  into 
which  hot  dry  air  is  forced.  Either 
process  of  drying"  should  be  contin- 
ued for  two  or  three  days,  or  imtil 
the  motor  insulation  is  thoroughly 
dried  without  burning.  When  the 
motor  performance  is  normal,  this 
may  be  taken  as  a  general  indication 
that  the  insulation  is  again  in  good 
shape.  In  this  connection  refer  to 
No.  122  in  the  August,  1908   issue. 

G.  H.  g. 

224 — Telephone  Ringing  Circuit 
Troubles — On  a  telephone  sys- 
tem with  twenty-two  tele- 
phones in  parallel,  the  appa- 
ratus has  been  operating  satis- 
factorily for  two  years,  but  re- 
cently the  bells  have  all  been 
ringing  poorly  without  any 
changes  having  been  made  in 
the  apparatus  or  circuits. 
There  are  no  grounds  and  all 
contacts  have  been  found  to 
be  in  good  condition.  A  com- 
plete metallic  circuit  is  used. 
It  is  my  opinion  that  the  per- 
manent magnets  of  the  gener- 
ator are  getting  weaker  and 
there1)y    reducing    the    voltage 
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on  the  circuit.  If  tliis  is  pos- 
sible how  may  the  magnetism 
of  the  permanent  U-magnets 
be  restored  to  its  proper 
strength  ?  M.  t.  c. 

It  is  entirely  possible  for  the  per- 
manent magnets  to  lose  their 
strength.  If  this  has  occurred,  it  is 
probably  due  to  one  of  the  following 
causes:  I.  Faulty  work  in  their  man- 
ufacture. Either  a  poor  quality  of 
steel  used  for  making  them,  or  care- 
lessness in  hardening  or  magnetiz- 
ing them.  2.  A  heavy  sharp  blow  to 
the  magnets  such  as  would  occur  if 
the  generator  were  dropped  on  the 
floor.  3.  The  result  of  coming  un- 
der the  influence  of  a  strong  electr'.>- 
magnet ;  c.  g.,  there  might  be  a  gen- 
erator or  a  motor  near,  with  a  strong 
field.  4.  A  partial  magnetic  short- 
circuit  caused  by  one  or  more  pieces 
of  iron  or  steel  close  to  the  gener- 
ator forming  part  of  a  magnetic  path 
between  the  poles  of  the  magnets. 
Loose  screws,  nuts,  etc.,  near  a  mag- 
net tend  to  collect  across  the  mag- 
netic poles.  Similarly,  iron-filings 
tend  to  work  in  between  the  pole 
pieces  and  the  armature,  frequently 
doing  much  damage. 

If  the  magnets  have  been  weak- 
ened bj'  a  blow  or -by  coming  near 
an  electro-magnet,  they  will  need  to 
be  re-magnetized.  For  this  it  would 
probabh-  be  necessary  to  send  the  gen- 
erator to  a  factory,  for  example, 
where  generators  are  made,  and 
where  a  very  strong  electro-magnet 
is  available.  This  and  some  skill  also 
are  required  to  properly  charge  the 
magnets.  If  it  is  a  partial  magnetic 
short-circuit,  it  is  merely  necessary 
to  remove'  the  iron  filings  or  what- 
ever may  be  giving  the  trouble. 
Care  should  be  taken  to  see  that  the 
contacts  are  all  in  good  shape.  If 
possible  it  would  be  well  to  test  the 
line  as  follows :  Disconnect  the 
wires  from  the  generator  and  con- 
nect them  on  another  strong  gener- 
ator of  not  too  high  voltage.  If  the 
bells  still  work  badly,  examine  the 
line  for  increased  resistance,  as,  for 
example,  a  faulty  fuse  at  the  "ex- 
change" end  of  the  line.  If,  how- 
ever, the  bells  ring  satisfactorily,  ex- 
amine again  all  contacts  on  the  gen- 
erator. A  spring  contact  that  is  not 
very  stiff  or  that  is  somewhat  tar- 
nished   might    be   the    cause    of    the 


trouble.  Or  it  might  be  that  the  in- 
sulation on  one  of  the  wires  in  the 
armature  is  worn  partly  through. 
Part  of  the  winding  on  the  armature 
may  be  short-circuited  in  that  way. 
If  in  any  way  there  is  a  high  re- 
sistance in  series  with  the  genera- 
tor, it  might  cause  the  trouble  men- 
tioned. In  case  there  is  such  a 
resistance  in  the  generator,  it  may 
exist  only  while  the  armature  is  in 
motion ;  such,  for  example,  as  an  in- 
termittent open-circuit  due  to  a 
broken  wire  which  would  perhaps  be 
thrown  into  poor  contact  by  the  ro- 
tation of  the  armature  of  the  gen- 
erator, c.  G.  B. 

225 — Single-Phase      Power      from 
Two-Phase     Circuits  —  Is     it 
possible    to    operate    the    sec- 
ondaries     of      two      standard 
transformers   in   parallel   when 
their    primaries    are    connected 
to    the   two   phases   of   a   two- 
phase — three-wire   system?      If 
so,  please  give  diagram  of  con- 
nections. J.  R.  R. 
It  is  impossible  to  transform  from 
two-phase   to   single-phase  by  means 
of    static    transformation    with    bal- 
anced   conditions.      The    demonstra- 
tion   of    a    parallel    case    for    three- 
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phase  —  single-phase  transformation 
was  given  by  Mr.  Chas.  F.  Scott  in 
the  Joi;r\al  for  January,  1906,  p. 
43.  The  result  of  the  secondary 
multiple  connection  such  as  is  sug- 
gested in  the  question  would  be  to 
short-circuit  a  voltage  equal  to  1.41 
times  the  normal  voltage  across  the 
secondary'  of  one  of  the  transform- 
ers in  question  because  of  the  phase 
relations  between  the  two  secondary 
voltages.  This  will  be  evident  from 
the  following:  The  connections  are 
shown  in  I"ig.  225  (a),  in  which  A' 
and  B'  are  the  secondaries  of  the  two 
transformers.  In  the  vector  diagram. 
Fig.  225  (b),  the  center  O  is  taken  as 
the  potential  of  one  side  of  the  two 
secondaries,  5  and  7,  which  are,  ac- 
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cording  to  the  assumption,  connected 
together  and  therefore  are  of  the 
same  potential.  It  is  proposed,  now, 
to  connect  the  other  two  sides,  6  and 
8  of  the  two  secondaries,  together. 
The  outside  wires  of  the  primaries, 
I  and  4,  are,  because  of  the  two- 
phase  relations,  at  a  difference  of 
potential  of  1.41  times  the  voltage 
across  either  phase,  i.  e.,  the  voltages 
of  the  two  phases  are  at  an  angle  of 
45  degrees.  Hence,  the  secondary 
voltages  bear  the  same  relation  to 
each  other.  The  voltage  relations  in 
the  secondaries  are  indicated  in  the 
vector  diagram.  It  is  thus  apparent 
that  to  connect  terminal  6  with  ter- 
minal 8  when  5  and  7  are  connected, 
would  be  to  short-circuit  a  voltage 
represented  by  a  line  joining  the 
points  £0,  8  and  £-,  $ 

226 — Relative  Dielectric  'Strength 
AND     Arc-Quenching     Power 
OF    Oil    and    Air — What    are 
the  relative  dielectric  strengths 
of   oil    and   air,   i.   e.,  with   an 
oil-filled  spark  gap  of  say  one 
inch,  what  would  be  the  equiv- 
alent   air    spark    gap?      When 
abnormal     voltage     causes     a 
spark    to   pass    an   oil   gap,   to 
what   extent  will   an   arc  hold 
when    the    voltage    has    fallen 
below  the   point   at  which  the 
breakdown  occurred?       h.  f.  s. 
With  rounded  electrodes  of  about 
0.5   in.  diameter  a  gap  of  one  inch, 
in    good    transformer    oil,    has    been 
found  to  withstand  voltages  between 
70000    and    100000    volts     (effective 
voltage).     In   air,   gaps   of  6  to   9.5 
in.,  depending  on  shape  of  terminals, 
etc.,  would  correspond  to  the  above 
voltages.  It  is  probable  that  no  fixed 
ratio    exists    between    the    dielectric 
strengths   of   oil   and   of   air,   as  the 
ratio   between   equivalent   spark   gaps 
is    different    for    different    voltages. 
This  is  due  to  the  different*  charac- 
ter   of    the    discharges    taking    place 
before  the  final  spark  due  to  "ioni- 
zation" of  the  air.     As  very  little  is 
known    about    the    characteristics    of 
an   arc  burning   under   oil,   it   is   not 
possible  to  state  exactly  to  what  ex- 
tent such  an  arc  will  hold  when  the 
voltage   is    lowered.     This   will   also 
depend   on  other  circumstances  such 
as  conditions  under  which  the  arc  is 
formed,    the    characteristics    of    the 
electric  circuit  feeding  it,  etc.     It  is 


rare  in  practice  that  conditions  are 
such  that  an  arc  continues  for  any 
length  of  time  under  oil.  0.  s.  B. 

227 — Dynamic  Braking  on   Induc- 
tion  Motors — Is  it  possible  to 
secure  dynamic  braking  action 
on  an   ordinary  slip-ring  poly- 
phase induction  motor  operat- 
ing a  hoist,  similar  to  the  ac- 
tion obtained  in  a  shunt  motor 
by  throwing   the  armature   on 
the  resistance  and  leaving  the 
field  excited?  With  our  present 
arrangement,  it  is  necessary  to 
do  all  of  the  braking  by  means 
of  the  brake  shoes,  which,  as 
a   result,   wear   less  than   half 
as  long  as  on  a  similar  hoist 
with  shunt  motor  drive.  H.  a.  f. 
Yes,  it  is  possible  to  secure  dyna- 
mic  braking   action    on   a   polyphase 
induction    motor    with    phase-wound 
secondary  in  the  following  way: 

Leaving  the  primary  of  the  motor 
connected  to  the  line,  the  action  of 
the  load  will  tend  to  drive  the  mo- 
tor backward,  i.  e.,  in  the  reverse 
direction  of  rotation  to  that  which 
it  would  naturally  have  in  raising 
the  load.  An  amount  of  resistance 
is  inserted  in  the  rotor  circuit  some- 
what greater  than  that  required  to 
allow  the  motor  to  start  the  load 
and  raise  it.  If  the  brake  now  be 
removed,  the  load  will  begin  to 
lower  and  the  braking  torque  on  the 
motor  will  increase  until,  at  a  given 
speed  perhaps  one-fourth  or  one- 
third  of  the  normal  hoisting  speed, 
the  torque  due  to  the  lowering  of 
the  load,  and  that  due  to  the  brak- 
ing effect  on  the  motor  will  be  in  a 
state  of  balance  and  the  load  will 
then  descend  steadily  at  that  speed. 
As  this  braking  speed  depends  on 
the  amount  of  resistance  inserted, 
the  latter  can  be  varied  imtil  the  de- 
sired result  is  obtained.  This  action 
can  be  best  understood  from  consid- 
eration of  the  speed-torque  curves 
given  in  the  Journal  for  July,  1908, 
p.  374.  It  will  be  noticed  that  the 
maximum  torque  point,  which  in  the 
case  given  is  900  pounds,  occurs  at 
500  r.p.m.  with  the  secondary  short- 
circuited,  but  occurs  at  300  r.p.m. 
with  the  resistance  for  the  sixth 
notch  inserted  and  finally  the  torque 
at  0  r.p.m.  on  the  fifth  notch.  It 
should  be  understood  that  these 
curves  do  not  end  at  the  zero  speed 
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line,  but  continue  on  below  if  the 
motor  is  driven  backward  by  the 
load.  Thus,  for  instance,  it  may  be 
said  that,  with  the  resistance  for  the 
fourth  notch  in  circuit,  the  motor 
will  have  to  be  driven  backward  at 
a  negative  speed  of  about  300  r.p.m. 
before  it  develops  the  same  maxi- 
mum torque  of  900  pounds.  As  a 
concrete  case  assume  that  the  motor 
represented  by  the  set  of  curves  re- 
ferred to  above  is  hoisting  a  load 
which  required  500  pounds  torque  to 
hold  it  in  suspension.  If  now  the 
controller  is  thrown  on  the  second 
notch  the  motor  will  develop  about 
440  pounds  torque  which  is  not  suf- 
ficient to  hold  the  load.  The  motor 
will,  therefore,  be  driven  backward 
until  at  a  speed  of  about  100  r.p.m. 
the  motor  torque  for  the  second 
notch  will  cross  the  500-pound  line 
and  the  load  will  then  descend  stead- 
ily at  a  speed  corresponding  to  100 
r.  p.  m.  on  the  motor.  Great  cau- 
tion should  be  exercised  to  get  the 
proper  amount)  of  resistance,  as  the 
motor  is  liable  to  "pull  out"  when 
running  as  a  brake,  in  the  same 
manner  as  when  running  on  heavy 
load  as  a  motor,  because  the  braking 
action  increases  up  to  the  maximum 
torque  of  the  motor  and  then  de- 
creases if  the  speed  is  rapidly  in- 
creased. In  this  event  the  load 
would  be  liable  to  run  away  with  the 
motor,  resulting  in  serious  dam- 
age. A.  M.  D. 

228 — Starting  Mercury  Vapor 
Lamp — Please  suggest  what 
might  be  the  trouble  with  a 
mercury  vapor  lamp  which  re- 
quires some  twenty  minutes  of 
manipulation  in  order  to  start 
it.  The  lamp  is  operated  on  a 
60  -  cycle,  alternating  -  current 
circuit,  and  is  hand-tilted. 

C.  R.  F. 

Either  a  condition  of  too  poor 
vacuum  in  the  lamp  or  too  low  tem- 
perature will  cause  the  lamp  to  start 
with  diftKulty.  For  example,  if  the 
lamp  is  operated  in  a  room  where 
there  is  no  artificial  means  of  heat- 
ing it  will  not  start  as  readily  as 
in  a  room  in  which  the  temper- 
perature  is  perhaps  60  degrees  F. 
or  more.  If  the  trouble  is  due  to 
low  vacuum,  there  is  no  remedy 
other  than  such  attention  as  could  be 
given  by  the  manufacturers.      r.  r.  j. 


229 — Determining  Phases  for 
Synchronizing — What  is  the 
simplest  way  to  phase  out  a 
generator  to  be  synchronized 
with  a  transmission  line? 

G.  A.  R. 

A  simple  method  is  given  in  No. 
157  in  the  October,  1908,  issue. 

230 — Hunting  in  Rotary  Con- 
verter— We  have  attempted  to 
use  the  alternating  -  current 
side  of  a  150  kw  rotary  con- 
verter for  lighting  purposes, 
by  running  it  from  the  direct- 
current  side  on  500  volts. 
This  proved  satisfactory  ex- 
cept that  the  speed  was  unsta- 
ble. It  would  continually  vary 
from  I  500  r.p.m.  to  900  r.p.m. 
Please  explain  the  probable 
trouble  and  suggest  a  remedy. 

E.  W.  R. 

See  No.  55  in  the  May,  1908,  issue 
for  hunting  of  rotary  converters.  If 
the  alternating-current  load  on  the 
machine  in  question  includes  syn- 
chronous motors  as  well  as  lighting, 
the  explanation  given  therein  may 
apply.  If,  however,  the  load  is 
purely  lighting  load  the  unstable 
speed  conditions  may  be  found  to 
be  due  to  the  fact  that  the;  brushes 
are  not  properly  located.  In  this 
case  a  slight  shifting  of  the  brushes 
in  order  to  place  them  exactly  on  the 
neutral  point  may  be  found  to  rem- 
edy the  difiiculty.  Hunting  is,  of 
course,  due  to  unstable  field  condi- 
tions, which  may  result  from  vari- 
ous causes.  Flence,  in  this  case  it 
may  be  found  that  the  trouble  can 
be  reduced  by  strengthening  the  field 
without  this  having  a  serious  effect 
on  the  alternating-current  lighting 
load.  See  also  "Hunting  in  Rotary 
Converters"  by  Mr.  F.  D.  Newbury 
in  the  Journal  for  June,  1904,  p. 
275.  J-  B.  w. 

231 — Electrostatic  Capacity  of 
Cables — Please  give  a  formula 
and  the  method  of  calculation 
for  determining  the  electro 
static  capacity  of  three-conduc- 
tor, lead-sheathed  cables,  1.  e., 
the  capacity  between  one  con- 
ductor and  the  sheath,  and 
likewise,  between  all  of  the 
conductors  and  the  sheath  as 
well  as  the  capacity  between 
the  conductors.   Is  the  effective 
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capacity  that  between  any  two 
conductors  or  between  a  con- 
ductor and  the  sheath?  Please 
give  alsoi  the  vahie  of  specific 
inductive  capacity  of  rubber, 
paper  and  varnished  cambric 
insulations  such  as  commonly 
used  on  high-tension  cables. 

R.  H.  R. 

The  usual  method  for  measuring 
the  capacity  of  three-conductor  ca- 
bles is  that  known  as  the  discharge- 
det^ection  method.  By  this  plan  the 
discharge  from  a  condenser  of 
known  capacity  is  compared  with 
that  fronV  the  cable,  and  the  capac- 
ity of  the  cable  is  equal  to  the  ca- 
pacity of  the  condenser  multiplied  by 
the  discharge  deflection  of  the  cable 
and  divided  by  the  discharge  deflec- 
tion of  the  condenser.  This  method 
gives  capacities  which  are  higher 
than  the  true  capacities,  depending 
upon  the  amount  of  electric  absorp- 
tion of  the  cable.  A  better  plan  is 
to  employ  a  Wheatstone  bridge  meth- 
od where  the  capacity  of  the  cable  is 
compared  with  that  of  a  standard 
condenser  by  means  of  two  adjust- 
able resistances,  an  alternating  cur- 
rent being  used  in  place  of  the  cus- 
tomary direct-  current  and  a  tele- 
phone, or  vibration  galvanometer,  in- 
stead of  the  usual  galvanometer. 

The  fornmla  for  calculating  the  ca- 
pacitor of  a  three-conductor  cable  is 
too  complicated  to^  be  used  in  ordi- 
nary work.  As  the  capacities  of 
these  cables  vary  considerably  from 
time  to  time,  the  best  plan  for  get- 
ting approximate  results  is  to  figure 
the  capacity  of  a  single-conductor 
cable  having  a  thickness  of  insula- 
tion equal  to  that  between  the  con- 
ductor and  the  lead  sheath  of  the 
three-conductor  cable.  The  value 
thus  obtained  will  probably  be  found 
to  be  near  enough  for  ordinary  pur- 
poses. The  capacity,  as  thus  found, 
of  a  three-conductor  cable  will  be 
that  between  one  conductor  and  the 
other  two  conductors  connected  to 
the  lead. 

The  specific  inductive  capacity  of 
varnished  cloth  insulated  cables 
varies  from  about  3.5  to  10  or  12,  de- 
pending upon  the  kind  of  cloth.  Pa- 
l)cr  insulated  cables  have  a  specific 
inductive  capacity  of  3  and  above, 
depending  on  the  kind  of  insulating 
material.      Rubber     insulated    cables 


have  a  specific  inductive  capacity 
of  5.5  and  above,  depending  on  the 
quality  of  rubber,  etc.  See  article 
on  "Power-Factor,  Alternating-Cur- 
rent Inductive  Capacity,  Chemical  and 
Other  Tests  of  Rubber-Covered 
Wires  of  Different  Manufacturers," 
in  the  Proc.  of  the  A.I.E.E.,  June, 
1907,  Vol.  XXVI.,  No.  6,  p.  843. 

H.  w.  F. 

232 — Phase  Relations  in  Z-Con- 
NECTED  Transformers — In  con- 
sidering three-phase  circuits  is 
it  not  true  that  the  instantane- 
ous e.m.f.'s  in  two  phases  are 
in  one  direction  while  the 
e.m.f.  in  the  third  is  in  an- 
other? If  so,  would  not  the 
connections  for  Z-connected 
series  transformers  actually 
be  as  shown  in  Fig.  232  (a)  ? 
The  signs  refer  to  the  instan- 
taneous polarity  of  the  trans- 
formers. In  the  Journal  for 
June,  1908,  p.  407,  under 
"Z-Connected  Series  Trans- 
formers," Mr.  H.  W.  Brown 
assumes  all  three  upper  ends 
of  transformers  positive,  and 
lower  ends  negative.  Is  this 
in  keeping  with  the  principles 
of  three-phase  transmission 
and  his  article  on  "Polarity  of 
Transformers"  in  the  May, 
1908,  issue,  Vol.  v.,  p.  261  ? 
It  was  stated  on  page  261  of  the 
Journal  for  May,  1908,  that  if  two 
conductors   have  series  transformers 


FIG.  232  (a) 


FIG.  232  (b) 


and  the  third  line  has  none,  the  third 
may  be  considered  the  negative  line ; 
but  if  there  are  three  transformers, 
and  the  phase  difference  between 
them  is  120  degrees,  it  is  not  enough 
to  say  that  one  is  positive  and  an- 
other negative  at  any  instant.  For 
a  quantitative  discussion  of  the  vari- 
ous currents,  their  phase  difference 
must  be  considered.  The  positive 
and  negative  signs  then  refer  not  to 
the  entire  system,  but  to  the  individ- 
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ual  line.  '  If  the  three  phases,  A,  B, 
C,  follow  each  other  in  the  order 
named +  B  is  120  degrees  after  +  A, 
and  +  C  is  120  degrees  after +-B; 
whereas — B  is  60  degrees  before  +  A, 
and — C  is  60  degrees  before +  B. 
— See  vector  diagram,  Fig.  232  (b). 
There  is,  therefore,  no  disagreement 
between  the  more  complete  method 
of  using  the  vector  diagrams  and  the 
less  complete  but  simple  method  of 
considering  instantaneous  directions 
of  currents.  h.  w.  b. 

233 — Water    Rheostat    for    Emer- 
gency Starter — What   are    the 
connections     for    the    arrange- 
ment of  a  water  rheostat  to  be 
substituted  for  a  controller  for 
use  with  an  induction  motor  as 
outlined  in  the  "Experience  on 
the  Road"  article  on  p.  53  of 
the  Journal  for  January,  '09? 
If   the  grids   of  a   550-volt   in- 
duction  motor   of   the   internal 
resistance,    wound    rotor    type 
should   burn   out,   is   there   any 
way  of  starting  by  means  of  a 
temporary    device    while    wait- 
ing for  new  grids?  e.  r.  R. 
The    connections    are    exactly    the 
same  as  those  of  a  three-pole  water 
rheostat  used  as  a  loading  device  for 
a  three-phase  generator   such  as   has 
been   described   in  various  articles  in 
the  Journal..  It  should  be  noted  that 
the   speed   control    of    a   wound   sec- 
ondary   induction    motor    using    ex- 
ternal resistance  for  the  speed  adjust- 
ment   requires    slip    rings,    to    which 
the  external  connections  arc   ordina- 
rily   made;    the    controller    regulates 
the  amount  of  resistance  and,  there- 
by,  the   speed.     It   is   evident   that   a 
three-phase     rheostat     such     as     de- 
scribed   may    be    suljstituted    for    the 
control    (or  external)    resistance.     In 
the  case  of  a  wound  rotor  type  of  in- 
duction   motor    with    internal    resist- 
ance grids  the  application  of  a  water 
rheostat    for   the   purpose   of   control 
requires   that   a   separate   rheostat  lie 
provided   for  each  line  of  the  three- 
phase   primary   circuit.     If   the   grids 
cannot  be  used,  they  may  be  removed 
from    the    rotor    and    the    windings 
short-circuited  so  that  the  motor  will 
operate  as  a  simple  .squirrel-cage  mo- 
tor.    The  use  of  a  water  rheostat  in 
the  primary   circuit,   to  give   reduced 
voltage   for  starting,   is   explained   in 
Question    220    in    tlic    Journal    for 
}klarch,  '09. 


234 — Construction  and  theory  of 
Electrolytic  Lichtning  Ar- 
rester— What  is  the  method  of 
treatment  in  preparing  the 
trays  of  the  electrolytic  light- 
ning arrester?  What  is  the 
strength  of  solution  of  the  so- 
dium phosphate  electrolyte? 
What  is  the  relation  between 
the  current  which  the  arrester 
will  discharge  and  the  area  of 
the  trays?  e.  s.  h. 

The  trays  arc  treated  by  being  sub- 
jected to  current  in  a  bath  of.  elec- 
trolyte until  the  e.m.f.  between  trays 
reaches  about  400  volts.  Sodium 
phosphate  is  not  used.  Borax  and 
ammonium  tartarate  are  common 
electrolytes.  Borax  is  commonly 
used  just  under  saturation.  Special 
mixtures  of  other  electrolytes  are 
sometimes  required.  The  equivalent 
spark  gap  is  proportional  to  the  total 
length  of  electrolyte  and  inversely 
proportional  to  the  area  of  cross- 
section.  For  further  information  re- 
garding equivalent  spark  gap  refer  to 
article  on  "Protection  of  Electric 
Circuits  and  Apparatus  from  Light- 
ning and  Similar  Disturbances"  in  the 
Journal  for  March,  '08,  p.  156,  also 
Xo.  103  in  the  Journal  for  July,  '08. 

R.  p.  J. 
235 — Speed  Control  of  Shunt 
Wound  Rotary — Please  ex- 
plain why  the  speed  of  a  shunt 
wound  rotaiy  converter  can  be 
controlled  by  variation  of  the 
resistance  in  the  field  rheostat 
when  both  the  alternating-cur- 
rent and  direct-current  circuits 
are  (»])en.  Tlie  machine  is 
started  by  an  induction  motor 
on  the  end  of  the  shaft  and 
there  is  no  electrical  connection 
between  the  machine  and  the 
motor-starter.  b.  l. 

This   is    readily   explained   when  it 
is  recalled  that  increase  of  field  cur- 
rent results  in  strengthening  the  field 
which  in  turn  increases  the  iron  loss. 
Tlie  increase  in  load  on  the  induction 
motor   resulting   from    this   gives    an 
increase     in     the     slip    or,    in     other 
words,  a  reduction  of  speed.      F.  d.  n. 
236 — Line  Drop  Compensator — In  a 
line  drop  compensator  such  as 
that   referred   to   in   the  article 
on    "Voltmeter    Compensation 
for    Drop    in    Alternating-Cur- 
rent Circuits,"   in  the  Journ.al 
for  January,  '08,  Vol.  V.,  p.  26, 
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operated  on  a  2  200-volt  light- 
ing circuit,  difficulty  has  been 
experienced  in  obtaining  cor- 
rect indications  on  the  volt- 
meter with  which  it  is  used. 
When  the  compensator  was  in- 
stalled the  current  transformer 
leads  and  the  voltage  leads 
were  connected  to  correspond 
with  the  numbered  contacts  at- 
tached thereto.  There  are  ten 
points  on  each  side  of  the  com- 
pensator, five  of  which  are  for 
the  short  contact  strip  and  the 
remaining  five  for  the  long 
strip.  An  attempt  has  been 
made  to  adjust  the  compensa- 
tor by  using  the  same  number 
of  contacts  on  both  the  voltage 
and  current  sides,  as  the  resist- 
ance and  reactance  factors  of 
the  line  are  probably  about 
equal ;  but,  no  matter  where 
the  contact  strips  are  placed, 
the  reading  of  the  voltmeter  al- 
ways indicates  a  higher  voltage 
at  the  end  of  the  line  than  at 
the  power  house.  Would  in- 
terchanging the  current  and 
voltage  leads  to  the  compensa- 
tor remedy  the  trouble?  w.  H.  H. 

The  compensator  is  evidently  con- 
nected in  the  voltmeter  circuit  in 
such  a  way  that  it  is  adding  to  the 
voltmeter  reading  an  amount  repre- 
senting the  line  drop  instead  of  suh- 
iracting  it.  The  remedy  is  to  reverse 
either  the  current  leads  or  the  volt- 
age leads.  The  station  voltmeter  and 
the  compensator  voltmeter  should 
read  the  same  when  the  contact  arms 
are  on  points  5  and  6  on  both  the 
ohmic  and  inductive  sides,  for  then 
the  windings  of  the  compensator  are 
not  connected  in  the  circuit  and 
therefore  have  no  efifect.  As  the 
arms  are  moved  towards  points  i  and 
10,  respectively,  the  reading  of  the 
compensator  voltmeter  should  be 
lower.  The  ohmic  side  of  the  com- 
pensator sliould  be  set  to  correspond 
approximately  to  the  calculated  re- 
sistance drop  of  the  line  and  the  in- 
ductive side  should  then  be  set  on  the 
points  which  will  make  the  compen- 
sator voltmeter  agree  with  the  one 
at  the  end  of  the  line.  It  would  not 
do  to  interchange  the  current  and 
voltage   leads    for   this  would  throw 


the  voltage  of  the  potential  trans- 
former on  the  series  winding  of  the 
compensator,  which  would  be  equiv- 
alent to  short-circuiting  it.        w.  n.  d. 

238 — Polyphase  Wattmeter  Con- 
N  E  c  T  I  0  N — P  lease  advise 
whether  a  polyphase  wattmeter 
connection  for  a  three-phase, 
four-wire  circuit  will  give  ac- 
curate registration  when  the 
neutral  wire  is  not  used.  There 
are  no  shunt  transformers  used 
and  the  secondaries  of  the 
series  transformers  are  delta- 
connected.  The  shunt  taps  for 
the  instrument  are  connected 
to  the  neutral  wire  that  is 
brought  out  from  the  machine, 
but  there  is  no  connection  be- 
tween the  load  and  the  neutral 
line  in  the  case  under  consider- 
ation. Please  give  a  diagram 
showing  the  correct  way  to 
connect  a  standard  polyphase 
wattmeter,  a  three-phase 
power-factor  meter  and  three 
ammeters,  including  the  three 
series  transformers,  on  such  a 
system.  w.  j.  s. 

In  connecting  meters  to  a  three- 
phase — four-wire  circuit,  it  makes  no 
difference  whether  or  not  the  neutral 
wire  is  used  for  the  transmission  of 
power.  It  is  simply  necessary  that 
there  be  a  connection  to  the  gener- 
ator in  order  to  give  the  proper  volt- 
age relations  in  the  potential  circuits 
of  the  wattmeter  and  power-factor 
meter.  The  readings  of  the  instru- 
ment are  accurate  in  either  case.  The 
connections  of  a  wattmeter,  a  power- 
factor  meter  and  three  ammeters 
may  be  made  to  three  series  trans- 
formers oni  a  four-wire  circuit,  but, 
if  power  is  to  be  bought  or  sold  by 
the  integrating  wattmeter,  greater 
accuracy  may  be  obtained  by  putting 
the  wattmeter  on  one  set  of  trans- 
formers and  the  power-factor  meter 
and  ammeters  on  a  separate  set.  In 
the  article  on  "Aleter  and  Relay  Con- 
nections" in  the  Journal  for  Feb- 
ruary, '09,  a  diagram  (Fig.  i,  p.  113), 
suitable  to  the  present  case,  is  dis- 
cussed. It  shows  an  indicating  watt- 
meter instead  of  an  integrating  type, 
but  the  connections  are  the  same  with 
the  two  kinds  of  meters.  h.  w.  b. 
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It  is  customary  when  purchasing  alternating-cur- 
A  Method        rent  generators  to  stipulate  that  they  shall  carry 
of  their  rated  load  at  a  power-factor  of  80  percent  or 

Improving  of  90  percent,  but  it  frequently  happens,  in  stations 
Power  Plant  which  supply  a  large  number  of  induction  motors, 
Economy  that  the  power-factor  reaches  so  low  a  value  that 
the  generators  are  fully  loaded  while  the  steam 
plant  is  considerably  underloaded.  For  example,  assume  the  case 
of  a  station  with  two  turbo-generator  sets,  the  generators  being  rated 
for  a  load  of  90  percent  power-factor,  while  the  load  on  the  station 
has  a  power-factor  of  75  percent.  Then  when  a  generator  is  carry- 
ing full-load,  its  turbine  will  be  carrying  only  about  80  percent  full- 
load.  When  the  load  exceeds  the  capacity  of  one  generator,  it  is 
customary  to  start  up  the  second  set  and  divide  the  load  between  the 
two,  in  which  case  each  turbine  carries  about  one-half  normal  load, 
and  therefore  operates  with  poor  economy.  Instead  of  doing  this, 
the  second  set  may  be  started  up  and  put  in  parallel  with  the  first, 
tlicn  the  steam  cut  off  from  the  second  set,  which  will  continue  to 
run,  however,  being  driven  by  the  first  set.  If,  now,  the  field  of  the 
second  machine  is  strengthened,  it  will  take  leading  currents  from 
the  bus-bars,  and  by  proper  field  adjustment  it  may  be  made  to 
compensate  for  the  whole  of  the  wattless  current,  so  that  the  load 
on  the  first  set  will  have  unity  power-factor.  Under  this  condition, 
the  first  generator  will  not  be  fully  loaded  till  its  turbine  is  over- 
loaded ten  percent.  The  majority  of  steam  turbines  are  able,  how- 
ever, to  carry  very  heavy  overloads,  and  in  general  the  higher  the 
load  the  better  the  economy.  Thus  the  use  of  the  second  machine 
as  a  synchronous  motor  will  permit  one  turbine  to  be  run  at  an  over- 
load of  ten  percent  and  with  high  economy,  whereas  with  both  sets 
operating  as  generators,  the  turbines  will  be  working  at  about  one- 
half  load  and  with  poor  economy  and  the  generators  at  a  little  more 
than  one-half  load. 
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If  the  generator  is  rated  at  80  percent  power-factor,  the  use  of 
the  second  machine  as  a  motor  permits  the  turbines  to  be  run  with 
25  percent  overload  before  its  generator  is  fully  loaded. 

It  will  be  necessary  to  maintain  a  vacuum  on  the  turbine,  which 
is  being  motored  in  order  to  keep  down  the  losses  and  heating  in  the 
turbine.  A  certain  amount  of  power  will  be  required  for  maintain- 
ing this  vacuum,  and  there  will  be,  also,  friction  and  windage,  iron 
and  copper  losses  in  the  synchronous  motor,  but  there  would  be 
practically  the  same  losses  in  this  machine  and  the  same  energy  re- 
quired for  maintaining  the  vacuum  when  it  is  operating  as  a  gener- 
ator as  when  it  is  motoring. 

It  should  be  noted  that  the  machine  which  is  running  as  a 
motor  may  be  turned  into  a  generator  at  a  moment's  notice  by  open- 
ing the  steam  valve,  as  it  is  already  in  synchronism  with  the  other 
machine. 

Where  there  are  several  machines  running  in  parallel  supplying 
a  load  of  low  power- factor,  one  machine  running  as  a  motor  may 
not  have  sufficient  capacity  to  bring  the  power-factor  of  the  load  to 
unity  on  the  other  machines,  but  a  very  considerable  improvement  in 
power-factor  can  always  be  effected,  usually  enough  to  permit  the 
shutting  down  of  one  of  the  turbo-generator  sets,  and  hence  the  run- 
ning of  the  others  with  better  economy.  It  is  possible,  of  course, 
where  there  is  a  large  number  of  machines,  to  run  more  than  one 
as  a  motor. 

J.  S.  Peck 


•        The  decision  of  the  United  States  Steel  Corpora- 
Electric         tion,  recently  announced,  to  adopt  the  Heroult  elec- 
Steel  trie  furnace  for  steel  refining  at  two  of  its  plants  is 

Furnaces  of  much  importance.  Heretofore  the  development 
of  the  electric  furnace  for  steel  making  has  not  been 
undertaken  by  practical  men  in  the  large  steel  companies,  but  rather 
by  electro-chemists,  a  number  of  whom,  have  developed  several  prac- 
tical types  of  furnaces  and  have  carried  their  experiments  so  far  as 
to  erect  independent  electrical  steel  works.  For  two  years  or  more 
engineers  of  the  steel  corporation  have  been  making  a  close  study  of 
the  subject,  both  abroad  and  in  this  country.  Two  Heroult  furnaces 
have  been  in  operation  for  some  time  at  the  jNIcKeesport  and  at  the 
Syracuse  works,  but  the  object  of  these  is  to  make  special  steel  elec- 
trically instead  of  by  the  crucible  process.    The  furnaces  now  being 


ELECTRIC    STEEL    FURNACES  195 

built  are  the  largest  ever  constructed,  having  a  capacity  of  fifteen 
tons  each  and  estimated  outputs  of  300  tons  or  more  per  day  of 
24  hours. 

At  South  Chicago,  where  power  is  available,  both  l(Kally  and 
from  Gar}',  metal  is  to  be  taken  from  the  Bessemer  converter  and 
passed  through  the  electric  furnace  for  further  refining  in  the 
process  of  making  extra  high-grade  steel  rails.  There  has  been  a 
persistent  demand  for  some  time  for  better  steel  for  rails  than  that 
produced  by  the  Bessemer  converter,  and  this  process,  which 
amounts  to  making  rails  of  tool  steel  quality,  may  prove  to  be  the 
salvation  of  the  Bessemer  converter. 

At  the  Worcester  works  of  the  corporation  another  Heroult 
furnace  of  fifteen  tons  capacity  is  being  installed.  Here  the  molten 
metal  is  obtained  from  two  50  ton  open-hearth  furnaces  and  further 
refined  in  the  electric  furnace  for  use  in  making  special  steel  wire. 
The  results  of  the  operation  of  these  two  plants  will  furnish  an  in- 
teresting comparison  of  the  use  of  electric  furnaces  for  improving 
the  quality  of  steel  from  Bessemer  converters  and  from  open-hearth 
furnaces.  In  these  operations  the  electric  furnace  does  not  enter  as 
a  direct  competitor  to  established  methods  in  steel  making,  but  takes 
the  molten  metal  from  the  converter  or  open-hearth  furnace  after 
the  usual  operations  have  been  completed.  Then,  in  the  electric  fur- 
nace, under  the  improved  conditions  as  regards  impurities,  and  the 
control  and  range  of  temperature,  the  refining  process  is  carried  on. 

It  is  reported  that  there  are  now  in  operation  or  in  course  of 
erection  twenty- four  Heroult  furnaces,  eleven  Stassano  furnaces, 
eight  Girod  furnaces,  ten  Kjellin  induction  furnaces,  ten  Roechling- 
Rodenhauser  modified  induction  furnaces  and  some  small  Colby  fur- 
naces, all  of  which  are  abroad  except  the  two  Heroult  furnaces 
above  mentioned,  and  the  Colby  furnaces.  While  most  of  this  de- 
velopment is  in  Europe,  where  steel  refining  seems  to  have  gotten 
beyond  the  experimental  stage,  the  fact  that  the  United  States  Steel 
Corporation  has  adopted  the  electric  furnace  for  large  tonnage 
products,  such  as  rails  and  wire,  which  in  1906  comprised  one-third 
of  the  total  steel  output,  gives  assurance  that  there  will  be  no  more 
lagging  behind.  While  no  definite  announcement  has  been  made,  it 
is  reported  that  another  Heroult  furnace  of  the  same  size  is  to  be 
installed  at  Homestead,  and  that  if  these  furnaces  prove  satisfactory 
others  of  thirty  ton  capacity  or  larger  will  be  constructed. 

On  account  of  the  increased  interest  in  the  electric  furnace  due 
to  its  commercial  application  in  the  steel  industry,  the  article  in  this 
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issue  on  "The  Electric  Furnace  and  Some  of  Its  Applications,"  by- 
Mr.  William  Hoopes,  is  especially  appropriate  at  this  time.  His 
article  gives  in  condensed  form  a  comprehensive  idea  of  the  develop- 
ment of  the  different  types  of  electric  furnaces  and  of  the  various 
commercia,l  products  obtainable.  In  the  latter  part  of  his  article  he 
explains  the  difficulties  encountered  in  the  application  of  the  electric 
furnace  to  the  manufacture  of  high-grade  steel  and  how  they  are 
being  overcome.  Mr.  Hoopes  is  an  expert  on  this  subject  and  has 
kept  in  close  touch  with  the  progress  of  electro-metallurgical  devel- 
opment for  many  years. 


The  The  celebration  of  the  twenty-fifth  anniversary  of 

A.  I.  E.  E.  ^^^^  founding  of  the  American  Institute  of  Elec- 
Anniversary  trical  Engineers  by  the  dinner  at  the  Hotel  Astor  on 
J\Iarch  eleventh  was  a  notable  occasion.  No  society 
representing  any  other  branch  of  science  or  of  engineering  can  pre- 
sent such  an  advance  during  its  first  quarter  of  a  century.  Prominent 
on  the  program  and  representing  the  charter  members — of  whom 
nearly  twenty-five  percent  were  present — was  Professor  Elihu 
Thomson,  a  pioneer  in  the  electrical  engineering  work  of  this  coun- 
try and  one  of  its  recognized  leaders.  Following  him  was  Mr.  Frank  J. 
Sprague,  another  electrical  pioneer,  whose  notable  work  has  made  an 
indelible  record  on  electric  railway  development,  who  represented  the 
past-presidents  of  the  Institute  and  presented  to  Mr.  T.  C.  Alartin, 
the  oldest  living  past-president,  a  handsome  silver  cup  from  his  fel- 
low past-presidents  in  well-merited  recognition  of  his  continued  and 
efiicient  interest  and  activity  in  Institute  affairs,  particularly  in  con- 
nection with  the  Engineering  Societies'  Building. 

It  is  significant  that  those  who  were  most  active  in  the  begin- 
ning of  the  industry  which  is  now  so  great  are  still  in  the  prime  of 
life  and  are  among  its  most  active  workers.  The  Institute  has  grown 
until  the  meetings  of  many  of  its  sections  exceed  in  attendance,  and 
possibly  in  interest  as  well,  those  of  the  Institute  itself  for  many 
of  its  early  years.  The  Institute  has  been  a  most  effective  factor  in 
advancing  this  electrical  growth — a  more  important  factor  than 
many  imagine.  Its  transactions,  presenting  a  constantly  growing 
panorama  of  the  advance  in  electrical  engineering,  and  its  meetings 
and  papers,  exerting  a  unifying  and  co-operative  force  among  engi- 
neers, have  directly  and  indirectly  done  much  to  bring  Ameri- 
can   electrical    practice    to    its    present  high  standard.     It  is  sig- 
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nificant,  for  instance,  that  power  transmission,  a  department  which 
presents  a  most  rapid  and  substantial  growth  during  the  past  dozen 
years,  is  also  the  department  in  which  operating  and  consulting  engi- 
neers have  joined  most  actively  with  those  of  manufacturing  com- 
panies in  the  discussion  of  theory  and  practice.  The  notable  free- 
dom and  frankness  in  the  presentation  of  papers  and  in  their  dis- 
cussion has  brought  about  a  general  co-operation  among  engineers 
connected  with  the  various  phases  of  transmission  work,  which  has 
contributed  very  largely  to  the  rapid  perfection  and  proper  use  of 
apparatus  and  methods  that  have  established  power  transmission  on 
its  present  basis. 

The  American  Institute  of  Electrical  Engineers  may  well  con- 
gratulate itself  upon  the  part  which  it  has  taken  in  the  electrical 
achievements  of  the  past  twenty-five  years  and  may  look  forw^ard 
with  inspiration  and  confidence  to  larger  usefulness  in  the  future 
with  its  increasing  magnitude  of  electrical  undertakings  and  the  far- 
reaching  responsibilities  which  will  be  placed  upon  the  electrical 
engineering  profession.  Chas.  F.  Scott 


A  Suggestion  Shop  training  for  electrical  engineering  graduates 
to  Engineering  ^s  a  matter  of  the  greatest  importance  to  the  gradu- 
Apprentices  ^^^^  who  are  striving  to  become  engineers,  and  also 
to  those  who  require  the  services  of  men  thoroughly 
trained  in  the  design  and  construction  of  electrical  apparatus.  As 
most  of  us  have  our  own  ideas  of  what  constitutes  the  best  training, 
ft  is  often  difficult  for  one  to  understand  the  other's  point  of  view, 
and  thus  enable  all  to  work  together  to  secure  the  best  results.  When 
a  young  man  completes  his  college  course,  his  desire  is  to  secure  as 
quickly  as  possible  a  comprehensive  knowledge  of  shop  methods  and 
at  the  same  time  to  become  familiar  with  the  mechanical  construction 
of  all  kinds  of  electrical  apparatus.  To  accomplish  this  end  the  major- 
ity of  the  engineering  students,  who  enter  the  regular  courses  pro- 
vided for  them  by  manufacturing  concerns,  wish  to  flit  quickly  from 
one  department  to  another,  spending  only  a  very  limited  time  in  each, 
course.  It  is  the  aim  of  the  writer  to  present  to  the  young  man  who 
desires  to  become  a  practical  and  substantial  engineer,  the  advantages 
of  a  thorough  knowledge  of  one  department  or  of  one  line  ol  work 
over  a  more  general  knowdedge  covering  a  wider  scope. 

All  of  the  larger  manufacturers  of  electrical  apparatus  provide 
courses  in  their  factories,  for  the  training  of  technically  educated 
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mcMi.  The  scope  aiul  methods  adopted  in  these  concerns  vary.  The 
company  with  which  the  writer  is  connected  offers  to  engineering 
graduates  a  course  of  broadest  possible  opportunity  if  proper  ad- 
vantage is  taken  of  it.  However,  those  of  us  who  come  in  every-day 
contact  with  the  young  men  as  they  progress  through  the  shop,  and 
who  have  charge  of  the  work  on  which  they  are  employed,  cannot 
help  being  impressed  by  the  fact  that  the  opportunities  offered  by 
the  shop  work  are  not  fully  appreciated. 

In  order  to  secure  the  hearty  co-operation  and  assistance  of  the 
foreman  for  whom  he  is  working  in  the  shop,  the  apprentice 
must  give  the  foreman  good  reasons  for  preferring  his  service  to 
that  of  ambitious  young  men  who  can  be  hired  at  the  gate  and  who, 
while  having  much  less  education  and  natural  ability,  are  anxious  to 
obtain  steady  positions  and  a  permanent  means  of  livelihood  at 
smaller  rates  of  wages  than  the  apprentice  demands.  Instead  of 
going  to  work  with  this  idea,  however,  the  college  man  seems  to  feel 
tiiat  his  reason  for  being  in  the  shop  is  to  learn  generalities — that 
two  weeks  is  a  very  long  time  in  which  to  learn  the  things  which 
interest  him  on  any  one  class  of  work  and  that  he  must  quickly 
move  ak)ns;"  in  order  not  to  .waste  valu;il)lc  time. 

The  motto  of  the  apprentice  should  be,  "To  learn  a  few  things 
v/ell  and  in  all  their  detail."  There  is  probably  no  other  business  in 
wliicli  attention  to  details  is  of  such  vital  importance  as  in  electrical 
manufacturing.  A  man's  value  is  measured,  not  by  the  things  of 
which  he  has  a  smattering  knowledge,  but  by  those  things  which 
he  has  mastered.  When  a  few  things  have  been  thoroughly  mas- 
tered, other  problems  are  more  easily  solved  and  a  man's  value  is 
increased.  How  many  engineering  apprentices  are  there  who,  after 
spending  a  year  and  a  half  or  two  years  in  a  shop,  can  go  into  the 
engineering  department  and  give  good  suggestions  and  advice  as  to 
the  details  of  design  which  go  to  improve  the  apparatus  and  cheapen 
its  manufacture?  rr(>I)al)ly  very  few,  and  yet  such  advice  is  just 
w  hat  the  designing  engineer  needs  and  is  willing  to  pay  for. 

Under  the  departmental  plan  of  manufacturing,  the  works  and 
engineering  de])ai"tinenls  are  divided  into  separate  departments,  such 
as  Railway,  Power,  Industrial,  etc.  Each  of  these  departments  is 
practically  complete  within  itself,  and  thus  apprentices  may  enter 
one  of  these  departments,  and  follow  the  various  operations  through 
the  different  sections  as  raw  material  is  being  converted  into  finished 
ap]iarattis,  and  finally  into  the  testing  department  where  the  ap- 
jxaratus  is  tested  and  where  the  greater  amount  of  the  time  in  the 
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shop  will  be  spent.  Then,  when  possible,  the  course  should  extend 
into  the  corresponding  division  of  the  engineering  or  drafting  dc- 
l)artments.  where  the  experience  gained  in  the  shop  can  immediately 
be  put  to  practical  use. 

'J'he  advantages  of  such  a  course  as  this,  over  one  in  which  the 
student  passes  promiscuously  from  one  department  to  another,  are 
many.  Chief  among  them  is  the  increase  in  mutual  interest  and 
understanding  between  foreman  and  apprentice.  A  man  cannot  ex- 
pect to  be  more  than  tolerated  around  the  shop  unless  he  makes  him- 
self of  value  to  his  employer  by  an  amount  at  least  equal  to  the 
compensation  which  he  receives.  One  safe  rule  to  follow  in  selecting 
a  man  for  advancement  is  to  select  the  man  whom  the  foreman  does 
not  wish  to  lose.  Such  a  man  demands  respect  and  is  sure  to 
receive  it. 

It  may  be  said  that  a  course  such  as  outlined  narrows  a  man 
and  limits  his  opportunities  in  the  general  engineering  field.  As  a  rule 
this  is  not  true,  since  the  electrical  engineering  field  is  at  the  pres- 
ent time  so  broad  that  even  the  broadest  of  general  engineers  must 
specialize  to  a  considerable  extent,  and  before  one  can  hope  to  be  even 
a  fair  general  engineer  he  riiust  have  been  a  good  special  engineer.  In 
order  that  the  apprentice  may  become  familiar  in  a  general  way  with 
the  entire  works,  there  should  be  opportunities  for  occasional  visits 
to  the  various  departments  in  the  shop.  Such  visits  cannot  fail  to 
be  of  much  greater  value  to  one  who  is  perfectly  familiar  with  all 
the  methods  and  details  in  one  section  than  to  one  who  has  general- 
ized entirely. 

It  is  believed  that  young  engineers  who  have  been  through  the 
shop  in  any  kind  of  a  course  will  concur  with  these  opinions  and  it 
is  hoped  that  they  will  exert  their  infiuence  with  incoming  men  to 
show  them  the  wisdom  of  following  such  a  plan. 

C.  W.  Johnson 


INCREASING  THE  EFFICIENCY  OF  FACTORY 
POWER  HOUSES 

R.  A.  SMART 

THE  economic  design  and  operation  of  power  houses — the  steam 
generating  machinery,  the  apparatus  for  converting  the 
energy  of  steam  into  mechanical  and  electrical  energy,  the 
efficiency  of  all  the  various  kinds  of  auxiliary  apparatus  in  use,  as 
well  as  power-house  efficiency  as  a  whole — all  of  these  subjects  have 
severally  and  collectively  been  discussed  and  re-discussed  in  the 
technical  magazines  and  in  book  form.  There  is  another  phase  of 
the  subject,  relating  specifically  to  the  factory  power  house,  on  which 
little  data  has  been  published.  In  this  article  are  mentioned  briefly  a 
number  of  important  points  which  the  designer  and  the  operator  of 
factory  power  houses  should  keep  prominently  in  mind. 

In  general,  what  is  true  of  the  power  plant  which  is  manufac- 
turing current  for  sale  is  also  true  of  the  power  plant  which  is 
merely  an  accessory  to  the  factory  which  is  in  the  business  of  manu- 
facturing and  selling  other  commodities.  But  from  the  very  fact 
of  its  being  an  accessory  to  a  manufacturing  plant  rather  than  the 
manufacturing  plant  itself,  there  are  certain  features  pertaining  to 
the  factory  power  plant  which  are  distinctively  its  own.  These  fea- 
tures are  unfortunately  of  a  character  which  tend  to  make  it  less 
economical  than  the  commercial  power  house.  The  points  here  con- 
sidered will  relate  chiefly  to  the  steam  apparatus.  Chief  among 
these  features  is  the  fact  that  in  the  majority  of  cases  the  factory 
power  house  furnishes  a  considerable  part  of  its  steam  for  other 
purposes  than  the  generation  of  mechanical  and  electric  power.  As 
this  steam  is- often  used  in  small  quantities  and  at  widely  separated 
points,  it  is  impracticable  to  collect  and  return  the  water  of  conden- 
sation to  the  power  house.  On  this  account  and  until  steam  meters 
come  into  more  general  and  practical  use,  it  is  very  difficult  to  de- 
termine some  features  of  the  economy  of  the  power  plant.  For 
example,  in  order  to  determine  the  combined  economy  of  the  auxil- 
iary apparatus  in  the  power  house  which  supplies  steam  only  for 
power  generating  apparatus  and  auxiliaries,  it  is  necessary  only 
to  measure  the  amount  of  water  supplied  by  the  feed  pump  to 
the  boilers ;  to  measure,  or  estimate  with  reasonable  accuracy,  the 
loss  from  the  boiler  by  leakage ;  and  to  measure  or  estimate  from 
indicator  cards  or  otherwise  the  steam  consumption  of  the  prime 
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movers,  a  quantity  which  can  be  found  with  a  fair  degree  of  ac- 
curacy. The  remainder  is  the  amount  of  steam  used  collectively  by 
the  auxiliary  apparatus.  If,  however,  an  unknown  portion  of  the 
steam  generated  is  sent  into  the  shop  to  be  used  in  various  ways  and 
in  various  places  and  in  such  a  manner  that  all  of  the  returns  cannot 
be  collected  and  measured,  an  unknown  element  is  introduced  into 
the  equation,  wdiich  makes  the  solution  little  better  than  a  rough 
approximation.  So  little  is  known  of  the  steam  consumption  of 
small  units  that  it  is  difficult  to  arrive  at  a  direct  determination  of 
their  steam  consumption,  thus  making  it  necessary  to  resort  to  the 
method  by  differences  just  referred  to.  While  this  may  seem  a  small 
point,  yet  it  is  almost  impossible  to  obtain  high  efficiency  wdthout 
some  knowledge  of  the  amount  of  steam  used  and  wasted  by  the 


i 

FIG.    I — A    FACTORY    ENGINE    ROOM    EQUIPPED    WITH    STEAM    TURBINES 

auxiliary  apparatus.  It  is  difficult  to  impress  on  power  house  at- 
tendants the  necessity  for  economy  in  this  direction,  or  to  eliminate 
the  wasteful  members  of  the  auxiliary  family  and  substitute  for 
them  more  improved  and  economical  units. 

This  same  feature  of  the  factory  power  plant,  the  miscellaneous 
small  uses  of  steam,  is  also  disastrous  to  economy  in  another  and 
more  serious  way.  The  small  miscellaneous  demands  for  steam 
usually  make  necessary  the  use  of  some  f<Trm  of  steam  tra])  which  is 
supposed  to  pass  only  the  water  condensation  and  prevent  the  es- 
cape of  steam.  It  is  unfortunately  true  that  the  majority  of  these 
a]:)pliances  arc  traps  in  fact  as  well  as  in  name  for,  while  furnishing 
a  sense  of  security  against  the  needless  waste  of  steam,  they  are 
permitting  the  escape  of  both  steam  and  water  in  a  manner  which 
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it  is  difficult  to  detect.  It  is  a  curious  commentary  on  the  state  of 
design  of  steam  apparatus  that  a  large  number  of  so-called  steam 
traps  which  are  installed  to  prevent  steam  waste  are  designed  on  a 
plan  which  is  calculated  to  result  in  rapid  deterioration  and  increas- 
ing loss  of  efficiency.  A  trap  which  is  intended  to  separate  the  water 
of  condensation  from  high  pressure  lines  should  be  so  designed  that 
the  opening  and  closing  of  the  valve  is  made  quickly  and  positively 
and  that  by  no  chance  can  it  remain  in  a  slightly  open  position. 
The  moment  wire-drawing  occurs,  due  to  a  partially  open  position, 
the  valve  begins  to  cut  and  thus  its  usefulness  as  a  trap  is  gone.  Il- 
lustrations of  a  number  of  trap  valves  and  seats  which  were  in 
service  only  a  few  weeks,  showing  the  wearing  away  of  the  valves 

and  seats,  due  to  ero- 
sion, are  given  in 
Fig.  2. 

Another    feature    of 
the    shop    power   plant 

^m^mm  .-  s.  wlilch  Is  uot  couducivc 

^M    ^^Pjk  '0'  %         0      to      efficiency      is     the 

^^        '  -'■  '  ~^  fact   that   it   is   usually 

difficult  to  arrange  the 
accounting  in  such  a 
manner  as  to  make  it 
possible  for  the  power 
house  superintendent 
to  know  the  cost  of 
supplies  and  repairs. 
Often  practically  a  1 1 
electric  auxiliaries  belonging  to  a  power  house  are^  for  con- 
venience, wired  from  circuits  supplying  shop  apparatus,  thus 
making  it  difficult  to  estimate  what  portion  of  -the  electric  output 
should  be  charged  back  against  the  power  house  and  not  counted  in 
with  the  net  current  output.  It  is  axiomatic  tliat  the  first  step  in 
improving  economy  is  a  knowledge  of  losses,  and  if  each  item  of 
power  house  accounting  cannot  be  kept  in  such  form  as  to  present 
an  itemized  statement  of  charges  and  accounts,  wastes  and  ineffi- 
ciencies will  remain  undiscovered  and  unremedied.  The  factory 
power  plant  does  not  in  most  cases  maintain  a  repair  shop  of  its  own, 
as  its  steam  and  perhaps  electrical  repairs  arc  made  by  some  of  the 
manufacturing  departments.  This  makes  necessary  some  efficient 
method  of  cost  segregation  in  order  that  labor  and  material  charges 


FIG.  2 — TRAP  VALVliS  AND  SEATS 

Showing  erosion  after  a  few  weeks'  service. 
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may  be  placed  in  the  power  house  account.  Further,  the  labor  and 
material  charges  for  upkeep  of  that  portion  of  factory  structures 
occupied  by  the  power  house  should  be  charged  to  the  same  account. 

STEAM  EQUIPMENT 

The  equipment  of  steam  generating  and  steam  using  apparatus 
for  the  factory  power  house  need  not  be  greatly  different  from  that 
employed  by  the  commercial  power  house.  The  same  features  of 
steam  generation  and  use  which  make  for  highest  economy  are 
equally  applicable  to  both  types  of  power  plants. 

TJic  Boilers — Xo  va- 
riation from  what  is 
commonly  accepted  as 
good  boiler  design  need 
be  made  for  the  fac- 
tory plant.  The  merits 
of  diff'crent  types  of 
boilers,  first  cost,  oper- 
ating cost  and  conve- 
nience of  repair  are 
fairly  well  understood. 
The  total  capacity 
should  be  large  enough 
to  meet  all  reasonable 
require  ments.  The 
amount  of  steam  re- 
quired for  the  power 
plant  itself  can  be  fair- 
ly well  estimated,  but 
considerable  care 
should  be  taken  in  de- 
termininof    the    amount 
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of  steam  required  fe)r  heating  i)uri)oses  and  for  miscellaneous  ap- 
paratus, ovens,  etc.  Liberal  allowance  must  also  be  made  for  con- 
densation in  the  long  lines  of  steam  pipes  which  are  to  be  found  in 
most  manufacturing  establishments,  and  for  wastage  from  traps  from 
which  the  condensation  is  not  returned  to  the  boilers.  These  quan- 
tities are  usually  difficult  to  estimate,  the  usual  tendency  being  to 
under-estimate  rather  than  to  over-estimate  them. 

It  is  common  practice,  in  deciding  upon  the  number  of  boilers 
needed  for  given  steam  requirements,  to  accept  the  builders'  rating, 
which  is  based  upon  an  evaporation  of  about  three  pounds  of  water 
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per  hour  per  square  foot  of  heating  surface.  This  is  a  conservative 
rating  and  is  without  doubt  the  proper  one  to  use  for  general 
purposes. 

However,  the  writer  advocates  the  practice  of  running  water 
tube  boilers  continuously  at  not  less  than  25  percent  above  rated 
load,  provided  the  furnace  is  properly  designed  for  this  rate  of  com- 
bustion, (an  important  consideration),  and  that  sufficient  draft  is 
obtainable  to  take  care  of  the  peak  load.  With  furnaces  of  usual  pro- 
portions it  has  often  been  shown  that  the  efficiency  decreases  with  an 
increased  rate  of  combustion.  While  this  is  undoubtedly  true  with 
ordinary  furnace  construction,  there  is  evidence,  first,  that  the  loss  of 
efficiency  is  largely  in  the  furnace  and  not  in  the  boiler  proper,  and 
second,  that  with  a  design  of  furnace  having  adequate  volume  of 
combustion  chamber  and  length  of  flame  way,  the  total  efficiency  of 
the  boiler  need  not  be  less  at  125  percent  of  builders'  rating  than  at 
rated  load.  The  writer  has  conducted  tests  on  600  hp  water  tube 
boilers  in  which  the  equivalent  evaporation  at  25  percent  overload 
was  not  less  than  at  rated  load. 

Furthermore,    with    boilers   of    modern    design    provided    with 

furnaces  having  no  de- 
parture from  what  may 
be  called  accepted  prac- 
tice, the  decrease  in 
e  V  a  p  o  r  ative  efficiency 
with  an  increase  of  load 
from  100  to  125  percent 
of  normal  rating  should 
not  be  more  than  two 
percent,  and  this  loss  at 
the  coal  pile  will  be 
more  than  ofifset  by  the 
fixed  charges  and  oper- 
ating costs  involved  in 
the  alternatives  of  larger  boilers  or  additional  boilers  of  the  same  size 
which  would  be  required  to  produce  the  excess  power  if  operated  at 
normal  rating.  These  latter  alternatives  require  the  provision  of  addi- 
tional floor  space,  piping  and  breeching,  and  giving  opportunities  for 
additional  heat  losses  by  leakage  and  radiation. 

As  showing  the  conservatism  of  stationary  boiler  design,  an 
interesting  comparison  can  be  made  with  average  locomotive  boiler 
performance.     Water  tube  stationary  boilers  operating  with  a  draft 
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of  from  one-fourth  to  one-half  inch,  and  burning  from  20  to  30 
pounds  of  coal  per  square  foot  of  grate  surface  per  hour,  will  show 
in  every-day  practice  an  equivalent  evaporation  of  from  seven  to  ten 
pounds  of  water  per  pound  of  coal  of  fair  quality.  In  comparison 
with  this  may  be  quoted  the  extremely  severe  condition  of  locomo- 
tive boilers  which  are  of  the  fire-tube,  internally  fired  type,  which 
are  not  commonly  considered  as  efficient  as  the  water  tube  type. 
These  boilers  operate  on  drafts  of  from  two  to  six  inches,  and  burn 
from  50  to  as  high  as  150  pounds  of  coal  per  square  foot  of  grate 
surface  per  hour.  Under  these  conditions  the  boiler  performance 
has  been  found  by  exhaustive  tests  made  by  Dr.  W.  F.  M.  Goss,  at 
the  Purdue  University  locomotive  testing  plant,  using  Indiana  block 
coal,  to  follow  very  closely  the  laws  given  herewith. 

D=o.o37  G ( I ) 

T  10.08  ,      , 

E= ^ (2) 

1+0.00421  G  ' 

E=io.o8 — 0.296  H (3) 

Where  D^Draft   in   inches   of   water 
E^Equivalent   evaporation 

G^Pounds  of  coal  per  square  foot  of  grate  per  hour. 
H^Pounds  of  water  per  square  foot  of  heating  surface  per  hour 

In  Fig.  4  are  shown  results  from  the  second  formula.  If  tb'= 
curve  be  extended  to  a  lower  combustion  value  (as  shown  by  the 
dotted  line)  the  evaporative  efficiency  for  rates  of  combustion  com- 
mon to  .stationary  practice  is  not  less  than  that  which  is  accounted 
good  performance  for  stationary  boilers  in  every-day  operation. 

Enlarging  the  Coinhustion  Chamber — As  commonly  designed, 
the  distance  from  the  grate  to  the  first  row  of  tubes  is  not  great 
enough  to  allow  of  anything  approaching  perfect  combustion  except 
at  the  very  lowest  combustion  rates.  With  draft  sufficient  to  operate 
the  boiler  at  normal  rating,  the  actual  time  consumed  by  the  combust- 
ible gases  while  passing  from  the  fuel  bed  to  the  nearest  heating  sur- 
face is  but  a  small  fraction  of  a  second,  and  as  the  process  of  combus- 
tion is  arrested  by  the  lowering  of  the  temperature  of  the  gases  upon 
contact  with  tlic  heating  surface,  the  length  of  flamcway  is  usually 
too  short  to  secure  complete  combustion.  To  remedy  this  difficulty, 
it  is  often  possible  to  change  the  baffling  of  the  boiler  by  removing 
the  bridge  wall  ftu'ther  to  the  rear,  lining  the  underside  of  the  lower 
row  of  tubes  with  a  baffle  or  arch  of  fire  brick,  and  thus  cause  the 
flames  to  travel  a  longer  distance  before  coming  in  contact  with  the 
heating  surface.  Fig.  5  illustrates  a  possible  arrangement,  the  full 
lines  showing  the  altered  baffling  and  the  dotted  line  the  original 
baffling.    The  average  length  of  flame  is  increased  by  this  arrange- 
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ment  from  five  feet  six  inches  to  eight  feet  three  inches  or  50  per- 
cent. If  with  this  boiler  a  stack  connection  could  be  made  from  the 
top  near  the  front  of  the  boiler,  a  still  better  arrangement  could  be 
made  by  making  a  combustion  chamber  under  the  full  length  of  the 
boiler  and  allowing  the  gases  to  move  up  through  the  rear,  pass  down 
through  the  middle  and  up  through  the  front  pass  and  thence  to  the 
stack,  only  slight  alterations  to  the  original  baffling  being  necessary. 
Various  schemes  may  be  used  to  fit  boilers  of  difi'erent  descriptions 
and  if  the  work  is  properly  done  it  will  be  found  to  result  in  an 
increase  in  furnace  and  in  total  boiler  efficiency. 


FIG.    5 — A    METHOD    OF    IMPROVING    FURNACE    EFFICIENCY   BV    RE- ARRANGEMENT 

OF  BAFFLING 

In  reconstructing  the  baffling  on  existing  boilers,  care  must  be 
exercised  to  avoid  decreasing  the  effectiveness  of  the  tube  heating 
surface.  However,  the  superior  efficiency  of  the  heating  surface 
should  permit  of  some  reduction  in  effective  area  in  the  interest  of 
better  combustion,  with  the  net  result  of  a  higher  total  boiler 
efficiency. 

Draft — The  question  of  installing  a  mechanical  draft  plant  in- 
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stead  of  a  chimney  should  be  viewed  from  two  points,  namely,  first 
cost  and  cost  of  operation,  and  second,  desirability  from  the  stand- 
point of  relative  draft  obtainable  and  ease  of  regulation.  Consider- 
ing the  question  in  the  light  of  increased  boiler  ratings,  a  mechanical 
draft  plant  for  medium  sized  plants  will  be  found  to  compare  favor- 
ably in  cost  with  a  stack  of  the  dimensions  necessary  to  secure  the 
required  draft,  and  from  an  operating  point  of  view  will  be  found  to 
be  much  more  flexible  than  natural  draft.  The  automatic  regulator 
commonly  used  in  connection  with  mechanical  draft  tends  toward 
economy  by  automatic  regulation  of  the  speed  of  the  fan  and  hence 
the  draft,  in  accordance  with  the  demands  of  the  load. 

In  Fig.  6  is  shown  a  typical  diagram  of  the  steam  pressure  in  a 
plant  of  9000  nominal  horse-power  in  which  approximately  50  per- 
cent of  the  boilers  are  equipped  with  mechanical  draft.  Under  such 
conditions  the  fan  engine  regulators  are  obliged  to  show  unusual 
activity  in  order  to  maintain  constant  steam  pressure  for  the  entire 

group  of  boilers,  including  those 
which  are  furnished  only  with 
natural  draft.  Under  such  un- 
usual conditions  it  is  evident 
that  the  regulators  were  per- 
forming their  function  in  a  sat- 
i.s factor}'  manner.  A  part  of  this 
draft  installation  is  shown  in 
l'\g.  7,  the  regulator  being  in  the 
steam  pipe  at  tho  right. 

Gas  Analysis — One  of  the 
most  effective  means  of  keeping 
track  of  furnace  conditions  is  by 
the  analysis  of  waste  gases. 
These  analyses  can  be  made  to 
determine  not  only  the  efificicncy  of  combustion  and  the  sufficiency  of 
the  air  supplied,  but  also  whether  the  boiler  setting  is  permitting  air 
to  leak  into  the  furnace  in  sufficient  quantities  to  seriously  aft'ect  the 
boiler  efficiency. 

In  making  these  analyses,  too  much  weight  should  not  be  placed 
upon  the  percentage  of  COo.  There  are  several  appliances  on  the 
market  which  give  continuous  records  of  this  quantity  if  they  are 
intelligently  operated.  These  instruments  are  good  in  themselves, 
but  unless  the  analysis  is  carried  further  to  include  the  percentage 
of  CO  and  O,  a  full  knowledge  of  the  efficiency  of  combustion  will 
not  be  obtained.    Increasing  percentages  of  COo  do  not  necessarily 


FIG.  6 — TYPICAL  STEAM  PRESSURE  DIA- 
GRAM SHOWIXG  EFFECT  OF  FAX  EN- 
GINE   REGULATORS 
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mean  increasing  furnace  efficiency,  as  it  is  quite  possible  that  with 
higher  values  of  CO2,  an  increase  of  CO  may  take  place.  In  other 
words,  if  reliance  is  placed  alone  on  the  percentage  of  CO2,  the  fire- 
man who  succeeds  in  raising  this  percentage  may  actually  be  wast- 
ing coal  in  the  process. 

To  serve  as  a  general  guide  to  those  who  have  not  followed 
this  matter  closely,  it  can  be  said  that  under  reasonably  good  condi- 
tions the  COo  should  be  between  nine  and  ten  percent,  the  O  should 
not  be  greater  than  four  or  five  percent,  and  the  CO  should  not  be 
over  0.3  per  cent.  A  convenient  means  of  taking  samples  of  gases  is 
by  means  of  a  continuous  sampling  vessel,  which  may  be  adjusted 
to  take  a  sample  over  a  period  of  six  or  twelve  hours,  or  longer.  In 
Fig.  8  is  shown  a  home-made  sampler  of  this  description.  In  setting 
up  the  carboy  and  connections,  the  joints  between  pipes,  tubing  and 
stopper  should  be  sealed  to  prevent  leakage  of  air. 


M(..    7 — iMiLCI'-U   liKAFT  FAN,   ENGINE  AND  REGULATOR 

As  a  result  of  analyses  of  the  flue  gases,  two  important  points 
should  be  established.  First,  that  the  air  supply  is  of  the  right  vol- 
ume and  is  introduced  into  the  furnace  at  the  right  point.  What  this 
amount  is  or  where  it  should  be  introduced  cannot  be  broadly  stated 
without  a  knowledge  of  the  character  of  the  boiler  and  the  furnace, 
and  the  conditions  of  operation.  While  the  proper  thickness  of  fire 
to  be  carried  with  different  coals  and  different  grates  is  a  matter  of 
first  importance,  it  can  be  said  in  a  general  way  that  too  little  atten- 
tion is  paid  to  the  introduction  of  heated  air  over  the  fire.  This  is  a 
matter  concerning  which  there  exists  a  good  deal  of  difference  of 
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opinion,  but  the  writer  believes  that,  if  properly  arranged  and 
handled  by  an  intelligent  fireman,  the  introduction  of  heated  air 
above  the  fire  in  proper  amounts,  depending  up  the  draft,  is  a  step 
in  the  direction  of  furnace  economy,  and  a  careful  investigation  of 
this  matter  by  means  of  analyses  of  furnace  gases,  will  in  most  cases 
result  in  better  combustion  and  a  decrease  in  the  coal  bill. 

The  second  point,  that  of  air  leaks  in  the  boiler  setting,  is  one 
which  needs  constant  watching.  This  is  a  disease  to  which  all  boiler 
settings  are  heir  and  one  which  is  insidious  in  its  progress.  When  it 
is  realized  that  with  a  boiler  setting  which  is  tight  in  the  ordinary 
acceptance  of  the  term,  an  infiltration  of  air  amounting  to  20  percent 
in  volume  has  been  found  to  take  place,  one  begins  to  realize  the 

serious  effect  of  leaks  due  to 
cracks  in  the  setting,  around  the 
cast  iron  frames  of  clean-out 
doors,  etc.  It  has  been  found  at 
the  Government  Testing  Sta- 
tion in  Pittsburg  that  the  com- 
mon practice  of  using  double 
walls  with  an  air  space  between 
may  be  a  detriment,  rather  than 
an  advantage.  To  make  such  a 
setting  efficient  as  a  heat  insula- 
tor, the  space  should  be  sub- 
divided by  headers  placed  both 
horizontally  and  vertically  and 
should  be  filled  with  some  non- 
conducting material,  such  as  as- 
bestos. As  ordinarily  built  with 
communicating  air  spaces,  the  ar- 
rangement is  a  positive  detriment 
on  account  of  the  difficult  of  get- 
ting at  the  leaks  in  the  inner  wall 
of  the  setting. 
An  additional  precaution  which  gives  good  results  is  to  cover 
the  entire  setting  on  the  outside  with  some  semi-elastic  compound 
which  will  block  up  the  porous  places  in  the  brick  work  and  which 
possesses  sufficient  elasticity  to  allow  for  the  necessary  expansion  and 
contraction. 

THE    ENGINES 

In  the  choice  of  prime  movers,  omitting  from  consideration 
those  plants  which  can  make  use  of  v.'atcr  power  and  those  where 


8 — CONTINUOUS     SAMPLING     APPAR- 
ATUS   FOR    FLUE    GASES 
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natural  or  producer  gas  are  available,  the  choice  lies  between  com- 
paratively slow  speed  reciprocating  engines  and  steam  turbines.  One 
feature  of  the  engine  installation  should  receive  special  attention  in 
the  layout  of  a  factory  power  house,  namely,  the  provision  for  ob- 
taining exhaust  steam  for  heating  purposes.  The  losses  in  distribu- 
tion incident  to  high  pressure  steam  heating  are  sufficient  in  the 
majority  of  shops  to  make  that  method  of  heating  impracticable. 
Unless  separate  low  pressure  boilers  are  maintained  for  heating  pur- 
poses, or  the  heating  requirements  are  so  small  that  there  is  suffi- 
cient exhaust  steam  from  the  auxiliaries  to  heat  both  the  feed  water 
and  the  shop,  provision  must  be  made  in  the  layout  of  the  main 
engine  units  for  this  purpose.  If  the  engines  are  non-condensing  the 
problem  is  simple,  but  if  they  are  condensing,  provision  should  be 
made  for  steam  heating,  either  by  installing  a  sufficient  number  of 
non-condensing  units  which  can  be  run  during  the  winter  time  for 
heating  purposes  and  held  as  spares  in  the  summer  time,  or,  as  has 
been  done  in  a  few  cases,  provide  a  number  of  main  units  which 
may  be  successfully  run  either  condensing  or  non-condensing.  It  is 
obvious  that  the  question  of  economy  while  running  non-condensing 
in  the  winter  time  is  not  of  great  importance  since  without  such  ar- 
rangements it  becomes  necessary  to  furnish  live  steam  either  directly 
or  through  a  reducing  valve  for  heating  purposes.  It  is  considerably 
cheaper  to  run  non-condensing  engines  for  heating  purposes,  even 
at  efficiencies  considerably  below  those  of  similar  condensing  en- 
gines, than  heating  by  live  steam. 

RECORDS 

Coal — The  largest  item  of  expense  connected  with  power  house 
operation  is  that  of  coal  and  it  is  therefore  important  that  accurate 
records  of  the  amount  of  coal  burned  be  kept.  The  simplest  method 
is  to  weigh  the  coal  as  delivered  to  the  power  house,  either  in  cars 
or  wagons,  and  at  the  end  of  stated  periods,  either  w'eekly  or 
monthly,  to  estimate  the  amount  of  coal  remaining  in  the  hoppers  and 
bins,  the  difi^erence  being  the  amount  consumed  during  the  period. 
Another  method  involves  the  use  of  automatic  weighing  hoppers  con- 
nected with  the  coal  elevators  which  weigh  the  coal  as  delivered  to 
bins  and  hoppers.  This  record,  in  connection  with  a  periodic  estimate 
of  stock,  will  give  the  monthly  consumption.  A  third  method  makes 
use  of  weighing  hoppers  in  the  distributing  system,  which  takes  the 
weight  of  the  coal  as  delivered  to  the  stokers  or  on  the  floor  for  hand 
firing.     This  latter  method   is  non-automatic  and  introduces   large 
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opportunity  for  error  on  the  part  of  the  fireman.  It  has  been  the 
writer's  experience  that  this  error  is  so  large  that  the  coal  record 
obtained  is  unreliable. 

Water — The  water  record  should  be  taken  at  at  least  two 
points :  First,  in  the  main  supply  pipe  to  the  power  house,  to  give  the 
total  amount  of  water  used  and  furnish  a  basis  for  charging  the 
power  house  account ;  and  second,  in  the  feed  line,  to  give  the 
amount  of  water  fed  to  the  boilers  in  order  to  determine  their  evap- 
orative efficiency.  These  two  amounts  differ  considerably ;  first, 
because  a  considerable  portion  of  the  water  used  by  the  power  house 
is  consumed  in  other  processes  than  boiler  feeding,  and  second,  be- 
cause there  is  usually  a  considerable  amount  of  returns  from  heaters 
and  other  apparatus  which  is  delivered  to  the  boilers  and  re-evap- 
orated into  steam. 

The  first  record  is  easily  taken 
by  the  use  of  reliable  makes  of 
cold  water  meters,  but  the  sec- 
ond record,  involving  the  meas- 
urement of  hot  water,  is  not 
easily  obtained  with  accuracy. 
Ordinary  cold  water  meters  are 
unsatisfactory  when  used  to 
measure  hot  water^,  and  recourse 
must  be  had  to  some  simpler 
mechanism,  such,  for  instance,  as 
the  Venturi  meter.  If  the  flow  of 
water  is  comparatively  steady 
and  is  not  affected  by  the  pulsations  due  to  the  pump  stroke,  this 
form  of  meter  gives  good  satisfaction,  especially  when  used  in  con- 
nection with  recording  devices.     (See  Fig.  9.) 

Oil  a)id  Waste — The  record  of  the  amount  of  oil  and  waste 
used  per  unit  of  time  presents  no  unusual  difficulties.  The  amounts 
of  different  kinds  of  oil  used  should  be  kept  separate  and  a  standard 
allowance  determined  in  the  form  of  cents  per  engine  hour,  which 
may  serve  as  a  guide  in  determining  the  efficiency  of  lubrication.  For 
example,  the  following  allowance  have  been  found  to  be  satisfactory 
in  introducing  the  allowance  system : 


FIG.     9 — VENTURI     METER     CHART 


ENGINE   OIL 

2.5c  per  main  engine  hour. 
0.5c  per  exciter  engine  hour. 
o.ic  per  auxiliary    hour    (including 
pumps,  stoker  engines,  etc.) 


CYLINDER  OIL 

IOC  per  main  engine  hour. 
2c  per  exciter  hour. 
O.IC  per  auxiliary  hour. 
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With  care  in  the  use  of  hibricant  it  should  be  possible  to  make 
slight  reductions  in  the  above  allowances  after  the  system  has  been 
in  force  for  some  time. 

Labor — The  labor  expenditure  should  first  be  divided  into  two 
items,  operating  labor  and  maintenance  labor,  the  latter  including  all 
labor  expended  in  upkeep  and  repairs.  The  operating  labor  should 
again  be  subdivided  into  boiler  room  labor  and  engine  room  labor, 
and  further  into  the  various  classes,  such  as  firemen,  coal  handlers, 
ash  handlers,  engineers,  oilers,  etc.  In  factory  power  houses  the 
operating  labor  is  easily  obtainable,  but  to  obtain  the  maintenance 
labor  it  is  necessary  that  the  cost  and  time  keeping  system  employed 
be  such  as  to  throw  the  expense  of  all  power  house  work  into  one 


FIG.    10 — A    CORNER    IN    A    SMALL    REPAIR    SHOP    IN    A    FACTORY 
POWER     HOUSE 

or  more  power  house  accounts.  If  this  is  successfully  done  there 
should  be  no  difficulty  in  determining  the  entire  charge  against  the 
power  house  operation  and  maintenance. 

If  conditions  are  such  that  a  small  repair  shop  can  be  arranged 
for  the  use  of  the  power  house,  many  repairs  which  otherwise  must 
be  made  by  some  of  the  manufacturing  departments  of  the  factory 
and  charged  to  the  power  house  account,  can  be  made  with  the  reg- 
ular power  house  force  without  additional  cost.  A  small  equipment 
of  this  kind,  similar  to  that  shown  in  Fig.  lo,  will  often  be  found  to 
be  a  very  profitable  investment.  The  necessary  machines  can  often 
be  obtained  from  machines  discarded  from  the  regular  factory 
equipment. 

The  repair  accounts  may  be  conveniently  divided  into  repairs  to 
building,  repairs  to  steam  equipment  and  repairs  to  electrical  equip- 
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ment.  Under  such  a  division,  the  labor  and  material  involved  in  the 
upkeep  of  that  portion  of  the  plant  from  the  coal  bunker  to  the 
coupling  between  the  engine  and  the  generator,  is  chargeable  to  re- 
pairs to  steam  equipment.  All  labor  and  material  required  for  the 
upkeep  of  the  plant  from  the  generator  to  the  switchboard  is  charge- 
able to  repairs  to  electrical  equipment.  If  carried  to  a  logical  con- 
clusion, such  a  division  as  indicated  above  would  mean  that  the 
repairs  to  the  motors  of  motor-driven  pumps  and  any  other  electrical 
apparatus  included  in  the  steam  auxiliaries  should  be  charged  to 
repairs  to  steam  equipment.  Also  under  this  ruling,  repairs  to  the 
engine  of  a  steam-driven  exciter  w^ould  be  charged  to  the  electrical 
equipment.      Practice  and  opinion  on  this  point   differ.      It  is  the 

writer's  opinion  that  the  weight 
of  argument  is  in  favor  of 
charging  the  upkeep  of  such 
units  by  the  method  suggested 
above.  A  convenient  further 
sub-division  divides  tho  repairs 
to  steam  equipment  between  the 
apparatus  located  in  the  boiler 
room  and  that  located  in  the  en- 
gine room. 

Logs  —  The  forms  upon 
which  daily  and  monthly  records 
aro  kept  necessarily  vary  widely, 
depending  upon  the  equipment 
and  conditions  surrounding  each  plant.  The  records  should  be  suf- 
ficiently in  detail  to  give  all  the  necessary  data  required  for  making  up 
the  power  house  accounts  and  keeping  track  of  the  details  of  opera- 
tion. Daily  graphic  records  of  such  items  as  steam  pressure  kilo- 
watt hours,  voltage,  frequency,  etc.,  are  of  great  assistance  in  keeping 
track  of  the  details  of  plant  operation. 

A  graphic  voltage  record  is  shown  in  Fig.  ii  and  a  graphic 
frequency  meter  and  record  in  Fig.  12. 

POWER  HOUSE  ACCOUNTING 

The  system  devised  for  keeping  account  of  the  factory  power 
house  costs  should  seek  to,  arrive  at  two  main  figures;  the  cost  of 
steam  as  supplied  to  the  shop  for  heaters,  ovens  and  similar  ap- 
paratus, and  to  the  engine  room  for  use  in  main  generating  units 
and  auxiliaries;  and  second,  the  cost  of  net  current  supplied  to  the 
shop,  this  being  the  total  current  generated,  less  the  amount  used 


FIG.    II — A    GRAPHIC    VOLTAGE    RECORD 
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within  the  power  house.  The  cost  of  current  should  include  the 
value  of  the  steam  consumed  by  the  engine  room  and  auxiliaries,  at 
the  unit  price  previously  determined  under  the  head  of  "Cost  of 
Steam."  As  a  basis  for  making  up  the  power  house  account,  the  fol- 
lowing items  should  be  obtainable  from  the  records  kept : 

ITEM  LABOR  MATERIAL 

Engine   room   wages A 

Boiler  room  wages B 

Superintendence    C 

Repairs  steam  equipment  (engine  room) D  H 

Repairs  steam  equipment  (boiler  room) E  I 

Repairs  electrical  equipment F  J 

Repairs  buildings  and  miscellaneous , .  G  K 

Coal    L 

Water   M 

Oil,  waste  and  supplies N 

In  addition  tlie  following  data  should  be  on  record : 

I — Pounds  coal  burned. 

2 — Pounds  water  evaporated. 

3 — Total  kilowatt  hours  generated. 

4 — Pounds  steam  per  kilowatt  hour,  main  engines. 

5 — Pounds  steam  required  for  boiler  room  auxiliaries. 

6 — Kilowatt  hours  required  for  boiler  room  auxiliaries. 

7 — Pounds  steam  required  for  engine  room  auxiliaries. 

8 — Kilowatt  hours  required  for  engine  room  auxiliaries. 

Items  5  and  7  are  usually  difficult  to  obtain  and  must  be  esti- 
mated from  the  best  information  at  hand.  To  the  sum  of  the  amounts 
obtained  for  the  auxiliary  units,  should  be  added  an  amount  suffi- 
to  cover  leakage,  radiation  and  other  losses.  Items  6  and  8  can 
readily  be  obtained  by  voltmeter  and  ammeter  readings  from  each 
electrical  unit.  Having  obtained  these  values  with  a  fair  degree  of 
accuracy  for  a  period  of  months,  the  next  step  is  to  determine  the 
average  percentage  of  items  5  and  7  to  the  total  steam  evaporated, 
and  the  percentage  of  items  6  and  8  to  the  total  kilowatt  hours  gen- 
erated, these  percentages  to  be  used  in  subsequent  calculations  and 
to  be  represented  as  follows : 

W--=percent  of  steam  required  for  boiler  room  auxiliaries  to 
total  water  evaporated  in  pounds. 

X=^ercent  of  steam  required  for  engine  room  auxiliaries  to 
total  water  evaporated  in  pounds. 

Y=percent  of  gross  kilowatt-hours  required  for  boiler  room 
auxiliaries. 
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Z=percent  of  gross  kilowatt-hours  required  for  engiue  room 
auxiliaries. 

These  percentages  will  naturall\'  vary  somewhat  from  month  to 
month,  but  in  the  main  they  will  average  about  the  same. 

With  the  above  information  a  monthly  statement  of  power 
house  accounts  can  be  made.  For  the  sake  of  illustration,  figures  are 
given  below  for  a  month's  operation  of  a  factory  power  house  for  the 
month  of  December,  during  which  time  a  large  part  of  the  steam 
generated  was  used  for  heating  and  miscellaneous  purposes  other 
than  current  generation.    These  figures  cover  operating  and  mainte- 


FIG.    12 — CKAPHIC    FREQUENCY    METER   AND    RECORn 

nance  expense  only  and  do  not  take  into  consideration  interest,  de- 
preciation, taxes,  etc. 

MOXTII  DECEMBER 

I — Pounds  coal  burned i8,i  14,000 

2 — Pounds  water  evaporated   (for  all  purposes) 124,400,000 

3 — Total   kilowatt  hours — gross i,533,ooo 

9 — Pounds  steam  required  for  boiler  room  auxiliaries    (item  2  x 

item    IV) 6,349,000 

10 — Pounds  steam  required  for  engine  room  auxiliaries    (item  3  X 

item   X.) 4,238,000 

II — Kilowatt-hours  required  for  boiler  room  auxiliaries   (item  s  ^ 

item    Y) 38,370 

12 — Kilowatt-hours  required  for  engine  room  auxiliaries   (item  s  x 

item   Z. )    1 14.930 

Pounds  water  evaporated  per  pound  of  coal — actual 6.870 
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COST  OF  STEAM 

Coal  (item  L)    (reduced  to  $i.oo  per  ton) $  9,057.35 

Water    (item  M) 635.82 

Boiler  room  labor   (item  B) 1,683.48 

Superintendence   (item  C)   x  50  percent 195-85 

Oil,  waste,  etc.   (item  A^)  x  10  percent 20.46 

Repairs  to  steam  equipment — boiler  room   (items  E  +  I) 1,027.80 

Repairs  to  building   (items  G  +  K)  x  50  percent 14-72 

Total    $12,635.48 

Total  per  i  000  pounds  evaporated — gross   [-^item  2X1  000] $   0.1015 

Total  per  i  000  pounds  evaporated — net   [^(item  2 — item  9)1  000].     o.iii 

COST  OF  CURRENT 

Steam  for  main  engines  (item  3  x  item  4  x  11. ic) $4,065.00 

Steam  for  auxiliaries   (item  10  x  11. ic) 470.00 

Engine  room  labor   (item  A) 814.69 

Superintendence   (item  C)   X  50  percent 195-85 

Oil,  waste,  etc.  item  N)  x  90  percent 184.18 

Repairs  to  steam^  equipment — engine  room   (item  D  plus  H) 448.20 

Repairs  to  electrical  equipment  (item  F  plus  /) 579-6o 

Repairs  to  buildings  (item  G  plus  K)  x  50  percent 14-72 

Total    ■ $6,772.24 

Total  per  kilowatt-hour — gross   (-^  item  j) 0.441 

Total  per  kilowatt-hour — net  (total  cost  ~  by  item  s — items  //  and  12)  .  .0.491 

The  above  analy.sis  of  expense  is  subject  to  some  criticism  be- 
cause no  charge  has  been  rendered  against  the  cost  of  steam  on 
account  of  the  electrical  auxiliaries  in  the  boiler  room  (item  11). 
However,  this  is  usually  a  small  item  and  to  include  such  a  charge 
increases  the  complication  of  the  accounting  and  no  serious  error  is 
introduced  by  omitting  it.  Proper  account  is  taken  of  the  item  when 
figuring  the  cost  of  ctirrent  per  net  kilowatt. 

The  analysis  given  above  is  a  general  one  and  does  not  give  in 
segregated  form  such  items  as  follows : 

Cost  of  coal  handling  per  boiler  horse-power  per  month. 
Cost  of  ash  handling  per  boiler  horse-power  per  month. 
Cost  of  water  treating  per  i  000  gallons. 

These  figures  are  easily  obtained  by  a  proper  distribution  of  the 
boiler  room  labor  charge.  For  the  plant  above  referred  to  these 
figures  are  as  follows : 

Cost  of  coal  handling  per  boiler  horse-power  per  month 5.5c 

Cost  of  ash   handling  per  boiler   horse-power   per   month    (vacuum   sys- 
tem see  Fig.  13) 4.5c 

Cost  of  water  treating  per  i  000  gallons 0.6c 
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POWER    COSTS 


The  cost  of  power  as  reported  in  various  localities  and  in 
various  kinds  of  plants,  differs  very  materially.  This  is  due  to  vari- 
ations in  the  cost  of  coal,  water,  etc.,  and  also  very  considerably  to 
the  difference  in  the  methods  of  cost  keeping.  The  principal  item  of 
difference  is  that  due  to  the  cost  and  heating  value  of  coal,  which  is 

the  largest  single  item 
in  thct  power  house 
account. 

In  Table  I  are  shown 
])Ower  costs  per  month 
taken  from  a  variety  of 
plants  and  showing  the 
costs  of  power  in  plants 
of  diff'erent  kinds  and 
sizes.  These  costs  have 
been  reduced  to  a  com- 
mon basis  of  $i.oo  per 
ton  for  coal.  While 
there  are  a  number  of 
facts  necessary  to  place 
the  costs  given  on  a 
strictly  comparative 
basis,  as,  for  instance, 
^^^^^^^^  the  heating  value  of  the 

9      t—C'    f  ^''^  "  fflB^^^BB"  coal,  the  unit  value  of 

P    ■'  ^^«pHHfe>S|H     '''^^*-''''  ^'^^'  relative  load 

'  -"^^^"^  ■' ■  •^**  factor,  etc..  it  is  be- 
lieved that  the  cost  of 
power  in  average  man- 
u  f  a  c  t  u  r  i  n  g  plants 
should  fall  within  the 
range  of  costs  given  in 
this  table  for  similar 
sized  plants.  As  stated 
at  the  outset,  there  are  many  wastes,  principally  of  steam,  which 
occur  in  a  large  manufacturing  plant  and  which  operate  in  a  meas- 
ure to  reduce  the  efficiency  of  the  steam  generating  portion  of  the 
plant,  but  since  it  is  not  uncommon  that  50  percent  of  the  steam  is 
used  for  other  than  current  generating  purposes,  the  cost  of  steam 
delivered  to  the  engine  room  is  usually  somewhat  less  than  it  would 


FIG.    13 — VACUUM    ASH    HANDLING    SYSTEM 

View  of  separator  and  hopper 
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be  in  a  commercial  plant  of  equivalent  size,  due  to  the  larger  amount 
manufactured,  and  hence  the  cost  of  current  should  be  no  greater 
than  in  the  commercial  plant  of  equivalent  size. 

GENERAL   EFFICIENCY 

One  of  the  largest  items  in  maintaining  an  efficient  power  house 
is  an  intelligent  and  active  personnel.  No  amount  of  money  spent  in 
efficient  apparatus  and  labor  and  material  saving  appliances  can  oiT- 
set  the  extravagance  of  an  ignorant  and  careless  working  force.  An 
efficient  working  force  is  the  greatest  money-saver  obtainable.     To 

obtain  such  a  force  re- 
PowER  house:  economy  .  q^^i,.p3  constant  attention 

on  the  part  of  those  in 
charge,  by  instructions 
as  to  the  most  efficient 
methods  of  operation,  by 
providing  apparatus  for 
recording  the  power 
house  performance,  and 
by  tho  publication  of  re- 
sults obtained. 

Graphic  records  are  of 
use  in  maintaining  even 
steam  pressures,  con- 
stant voltage,  etc.  It  is 
also  of  great  service  to 
keep  in  the  power  houso 
a  chart  (Fig.  14)  which 
may   be  added  to    from 

FIG.    14 — CHART   SHOWING   POWER   HOUSE  PERFORM-  ,       ^  ,  , 

j^y^cE  month  to  month,   show- 

Kept  in  power  house   for  the  information  of   in<r  such  items  as  pounds 
attendants  -         ^  ,      j. 

ot    water  per  pound  01 

coal,  cost  of  steam  per  i  000  pounds,  cost  of  current  per  kilowatt- 
hour,  etc.  The  publication  of  such  records  creates  an  interest  in  the 
boiler  and  engine  room  forces  which  stimulates  them  to  put  forth 
their  best  endeavor  to  cheapen  the  output. 

The  general  api)carance  of  the  ])lant  has  an  important  effect  on 
the  economy  of  operation.  A  judicious  amount  of  money  spent  on 
paint  and  polish,  window  cleaning  and  the  like,  brings  good  returns. 
No  man  can  do  his  best  work  or  is  stimulated  to  put  forth  the  ut- 
most endeavor  amid  dirty  and  slovenly  surroundings.  The  charac- 
ter of  the  surroundings  is  usually  reflected  in  the  character  of  the 
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work  which  is  performed  in  their  midst.  Emphasis  should  be  put 
on  keeping  the  power  house  clean  and  in  order.  It  is  customary 
to  find  the  engine  and  generator  room  in  good  condition  with 
clean  floors,  polished  brass  work,  well  lagged  piping,  etc.,  but 
the  reverse  is  the  rule  in  boiler  rooms.  It  seems  to  be  the  assump- 
tion that  they  must  of  necessity  be  dirty  and  unkempt  in  appear- 
ance. For  this  reason  special  emphasis  should  be  placed  on  a  well- 
kept  boiler  room,  especially  as  more  money  can  be  lost  and  gained 
in  this  end  of  the  plant  than  in  the  engine  end. 

Every  well   regulated   power  house   should  possess   a   suitable 
gauge   testing   outfit.      Gauge    needles   are   usually    fastened    rather 
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insecurely  to  their  spindles  and  there  is  a  likelihood  of  their  going 
wrong  at  any  time.  A  slight  water  hammer  in  a  pipe  will  often  jar 
the  needles  loose  or  cause  the  point  of  the  needle  to  shift.  A  master 
gauge  with  a  simple  device  for  comparing  its  rating  with  that  of  the 
gauge  to  be  tested,  is  the  least  expensive  apparatus  obtainable.  A 
better  equipment  is  shown  in  Fig.  15.  This  consists  of  a  dead  weight 
gauge  tester  with  the  necessary  wrenches,  needle  jack,  etc.,  for  pres- 
sure gauges,  and  a  home-made  vacuum  tester  shown  at  the  left  of  the 
case  consisting  of  a  mercury  tube  with  a  connection  at  the  bottom 
running  to  the  air  pump.  A  suitably  graduated  scale,  adjustable  for 
varying  heights  of  mercury  level  in  the  cup  at  the  bottom  of  the  tube, 
furnishes  a  ready  means  of  reading  the  vacuum  obtained. 


THE  ELECTRIC   FURNACE  AND  SOME  OF  ITS 
APPLICATIONS 

WILLIAM    HOOPES 
Electrical  Engineer,  Aluminum  Company  of  America 

THE  electric  furnace  is  one  in  which  the  heat  is  furnished  by 
the  passage  of  current  through  some  form  of  resistance  and 
in  which  the  sole  object  in  the  use  of  the  electrical  energy 
is  to  produce  the  necessary  heat.  This  definition  should  be  remem- 
bered as  it  is  quite  usual  to  find  that,  in  the  popular  mind,  the  elec- 
tric furnace  includes  electrolytic  cells,  such  as  those  in  which  alumi- 
num, calcium,  magnesium  and  sodium  are  made,  and  in  which  the 
chief  office  of  the  electrical  energy  is  to  effect  an  electrolytic  separa- 
tion, the  heating  of  the  bath  being  merely  incidental  and  continuous 
current  being  necessary  for  their  operation.  The  electric  furnace 
is  operated  by  either  direct  or  alternating  current,  as  may  be  most 
convenient  and  suitable,  and  any  reaction  taking  place  within  the 
furnace  is  pure  heat  reaction. 

We  have,  therefore,  to  consider  the  electrical  energy  solely 
from  the  standpoint  of  its  properties  as  a  source  of  heat.  One 
kilowatt,  operating  continuously  for  one  year,  develops  the  same 
amount  of  heat  as  does  the  burning  of  2  140  pounds  of  14000  B. 
t.  u.  coal.  If  coal  is  valued  at  $1.50  per  ton  and  is  so  burned  that 
the  combustion  is  complete  and  all  of  the  heat  usefully  applied,  it 
determines  the  value  of  one  kilowatt  year  to  be  $1.60.  It  is,  how- 
ever, impossible  in  practice  to  obtain  perfect  combustion  of  fuel 
without  the  use  of  an  excess  of  air,  and  it  is  impossible  to  usefully 
apply  all  of  the  heat  of  combustion  except  in  heating  a  body  which 
is  continuously  maintained  at  the  temperature  of  the  atmosphere, 
since  for  heating  a  body  to  a  higher  temperature  the  waste  products 
of  combustion  must  carry  off  some  heat.  The  maximum  tempera- 
ture obtained,  in  practice,  from  the  combustion  of  coal  or  of  gases 
made  from  coal,  is  approximately  2  000  degrees  C.  The  products  of 
combustion  of  coal  will,  therefore,  impart  no  heat  to  a  body  which  is 
at  a  temperature  of  2000  degrees  C  and  will  impart  all  of  their 
available  heat  to  a  body  which  is  at  atmospheric  temperature. 

The  efficiency  of  the  application  of  the  heat  of  combustion  will 
be  dependent  upon  the  temperature  of  the  escaping  gases  and  will 
be,  for  an  atmospheric  temperature  of  o  degrees  C,  approximately 
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equal  to  the  difference  between  2000  and  the  temperature  of  the 
escaping  gases  divided  by  2  000.  This  does,  not,  however,  take 
into  account  regenerative  heating  whereby  the  efficiency  of  fuel 
heating  is  materially  increased.  Fig.  i  shows  the  comparative 
values  of  one  kilowatt  year  as  compared  with  14000  B.  t.  u.  coal 
at  $1.50  per  ton  with  varying  temperatures  of  escaping  gases.  It 
may  be  seen  from  this  curve  that  for  the  purpose  of  generating 
steam,  where  the  gases  would  escape  at  about  300  degrees  C,  a 
kilowatt  year  would  be  worth  only  $1.90;  for  melting  cast  iron, 
where  the  gases  escape  at  about  i  400  degrees,  a  kilowatt  year  is 
worth  $5.35  ;  for  operating  an  open  hearth  steel  furnace,  with  gases 
escaping  at  i  700  degrees,  the  kilowatt  year  is  worth  $10.50. 

In  brief,  inspec- 
tion of  the  curve 
and  knowledge  of 
the  fact  that  elec- , 
trical  energy  is  not 
obtainable  anywhere 
in  this  country  for 
less  than  $10.00  per 
kilowatt  year,  shows 
at  once  that,  con- 
sidered on  the  basis 
of  its  cost  as  a 
source  of  heat  where 
fuel  can  be  used^  if 

FIG.  I — CURVE  SHOWING  RELATION  BETWEEN  TEMPER-  ^'^^  rCSUlt  tO  DC  aC- 
ATURE  C.  OF  ESCAPING  CASES  AND  SUBSTITUTION  COmplisllcd  permitS 
VALUE    OF     ELECTRICAL     ENERGY     FOR     SUPPLYING     THE    ,,  ,.       ,  f    .-, 

SAME  HEAT  the  dischargc  of  the 

gases  at  a  tempera- 
ture of  less  than  i  700.  degrees  C,  electrical  energy  cannot  compete 
with  coal  at  $1.50  per  ton,  but  that  above  i  700  degrees  C,  its  value 
increases  rapidly,  and  at  about  i  050  degro^s  C,  coal  ceases  to  com- 
pete with  it.  The  availabflity  of  the  electric  furnace  is,  however,  not 
determined  by  the  cost  of  the  eneirgy  alone,  as  it  possesses  individual 
characteristics,  which  are  of  importance  and  may  justify  a  greater 
cost  for  the  energy  than  expenditure  for  fuel  would  require. 

An  electric  furnace  consists  essentially  of: 

I — A  space  enclosed  by  walls  of  refractory  materials,  prefera- 
bly of  high  heat  insulating  qualities. 
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2 — A  resisting  medium  of  suitable  kind,  in  which  heat  is  de- 
veloped by  forcing  current  through  it. 

There  are  three  general  types : 

I — The  resistance  furnace,  in  which  the  heat  is  generated  in  a 
solid  or  liquid  resisting  medium,  which  may  or  may  not  be  the  fur- 
nace charge  itself. 

2 — The  arc  furnace,  in  which  the  heat  is  generated  in  an  arc 
between  two  electrodes  above  the  charge,  upon  which  it  is  radiated 
directly,  as  well  as  reflected  upon  it  by  the  top  lining  of  the  furnace, 
or  the  heat  is  generated  by  an  arc  between  one  or  more  electrodes 
and  the  furnace  charge. 

3 — The  induction  furnace,  in  which  the  charge  consists  of  con- 
ducting material  which  forms  a  closed  circuit  around  a  laminated 
iron  core,  the  heat  being  generated  within  the  charge  by  currents 
induced  in  it  by  a  primary  coil  also  surrounding  the  core.  These 
three  fundamental  types  are  combined  with  each  other  to  produce 
others,  as  shown  later. 

The  advantages  of  the  electric  furnace  are: 

I — The  heat  is  generated,  either  in  the  charge  or  in  immediate 
proximity  thereto,  within  the  furnace  walls  with  no  exhaust  gases, 
unless  the  process  carried  on  produces  them.  Consequently  the 
efficiency  of  application  of  the  heat  is  very  high. 

2 — Any  desired  temperature  is  obtainable,  without  diminution 
of  the  efficiency. 

3 — As  a  consequence  of  the  second  advantage,  it  is  possible  to 
carry  on  processes  involving  heat  reactions  which  do  not  occur  at 
all  at  temperatures  obtainable  by  the  combustion  of  fuel.  This  has 
resulted  in  making  available  several  products  which,  prior  to  the 
advent  of  the  electric  furnace,  were  unknown  or  were  merely  chem- 
ical curiosities. 

4 — It  is  possible  to  carry  on  a  process  in  any  desired  atmos- 
phere and  the  product  is  not  therefore  contaminated  with  deleteri- 
ous substances  coming  from  the  fuel  gases. 

5 — It  is  possible  to  recover  all  volatile  products,  undiluted  by 
air  or  gases  of  combustion,  and  this  makes  possible  the  saving  of 
valuable  by-products  which  are  wasted  when  the  process  is  carried 
on  with  fuel  heat,  on  account  of  the  difficulty  of  collecting  these 
volatile  products  when  diffused  among  large  volumes  of  the  prod- 
ucts of  combustion  of  fuel. 

6 — Absolute  and  accurate  control  of  temperatures  is  readily 
obtained  to  an  extent  impossible  in  any  other  form  of  furnace. 
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APPLICATIONS 

Aluminum  Bronze,  Fcrro-Alwininum,,  Silicon-Copper. — The 
first  applications  of  the  electric  furnace  on  a  commercial  scale  were 
made  by  Cowles  Brothers  in  Cleveland  about  1884  and  afterwards 
at  Lockport,  N.  Y.  This  process  consisted  in  the  manufacture  of 
aluminum  bronze  and  ferro-aluminum  from  alumina  and  metallic 
copper  or  metallic  iron.  It  was  and  is  carried  on  in  a  resistance 
furnace,  the  charge  for  aluminum  bronze  consisting  of  a  mixture  of 
finely  divided  copper,  alumina  and  carbon.  The  reaction  which 
takes  place  is  Al203+3C=2A1-1-3C0.  The  aluminum,  as  fast  as 
formed,  is  taken  up  by  the  molten  copper,  forming  aluminum  bronze, 
which  sinks  to  the  bottom  of  the  furnace  and  is  tapped  therefrom. 
The  carbon  monoxide  gas  passes  ofif  into  the  atmosphere.  This  re- 
action is  one  which  begins  and  takes  place  slowly  at  about  i  900  de- 
grees C.  and  is  actually  carried  on  at  a  temperature  approximating 


FIG.    2 — PLAN    CROSS-SECTION    OF    SMALL    COWLES    RESISTANCE 
FURNACE  FOR    MAKING   ALUMINUM* 

2  500  degrees  C.  It  is  strongly  endothermic  in  ordinary  fuel  heated 
furnaces  and  is  impossible  of  accomplishment  therein,  but  proceeds 
regularly  and  economically  in  the  electric  furnace.  It  is  impossible, 
however,  to  make  pure  aluminum  by  this  method,  since  at  the  tem- 
perature necessary  aluminum  is  volatile  and  is  reoxidized  or  forms 
aluminum  carbide  as  it  passes  out  of  the  reducing  zone. 

A  sectional  view  of  one  of  the  small  early  Cowles  furnaces 
is  shown  in  Fig.  2,  and  its  construction  is  apparent  without  much 
explanation.  It  was  about  one  foot  square  and  five  feet  long.  It 
was  made  of  brick  with  a  lining  of  charcoal  previously  washed  with 
lime  which  serves  as  a  heat  insulating  material.  The  charge  filled 
the  furnace  from  end  to  end  and  made  contact  with  the  electrode  at 
each  end. 

In  addition  to  being  the  first  commercial  electric  furnace 
process,  the  Cowles  installation  at  Lockport  was  notable  for  having 


*Froin  "Aluminum,"  by  Jos.  W.  Richards ;   Henry   Carey  Baird  &  Co., 
Philadelphia. 
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what  was  at  that  time  by  far  the  largest  generator  which  had  ever 
been  built,  it  having  a  capacity  of  300  kilowatts  and  being  consid- 
ered a  wonder  on  that  account. 

Although  aluminum  bronze  combines  many  of  the  most  desira- 
ble properties  of  any  metal,  it  has  not  come  into  extensive  use  by  rea- 
son of  the  difficulty  of  working  it,  and  ferro-aluminum,  which  was 
for  a  time  used  in  the  deoxidization  of  steel,  has  been  superceded  by 
pure  aluminum.     Consequently  the  Cowles  plant  is  now  principally 

engaged  in  the  manu- 
facture of  silicon-cop- 
per, the  reaction  used 
being  very  similar  to 
that  used  in  the  manu- 
facture of  aluminum 
bronze,  except  that 
silica  is  substituted  for 
the  alumina. 

In  this,  as  in  all  large 
furnaces,  large  currents 
and  low  voltages  are 
used  and  extremely 
heavy  bus-bars  are  nec- 
essary. Currents  as  high 
as  40  000  amperes  at 
30  volts  have  been  used, 
and  nearly  all  resist- 
ance and  arc  furnace 
work  is  carried  on  at 
less  than  75  volts.  The 
use  of  these  enormous 
currents  requires  a  bus- 
bar section  so  great  as  to  make  the  bus-bars  a  very  material  portion 
of  the  expense  of  the  furnace  and  render  it  desirable  to  locate  the 
transformers  as  close  to  the  furnaces  as  possible  and  to  interlace  the 
bus-bars  in  order  to  form  the  shortest  possible  loop  and  thereby 
avoid  a  low  power-factor. 

Current  for  electric  furnaces  now  comes  almost  invariably 
from  transformers  and,  as  the  resistance  of  the  charge  varies  rapidly 
with  the  temperature,  some  means  of  regulation  is  necessary.  This 
is  usually  accomplished  either  by  means  of  an  induction  regulator 
or  by  varying  the  transformer  ratio  by  meaiis  of  a  dial  switch  or 
contactors. 


SECTION  AND  PLAN  OF  TILTING  INDUCTION  FURNACE 
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Carhonnidnin. — The  next  important  industrial  application  was 
the  mannfactiire  of  carborundum.  This  is  also  carried  on  in  a  re- 
sistance furnace,  the  charge  consisting  of  carbon,  silica  and  salt,  be- 
ing laid  up  around  a  carbon  core  which  extends  from  end  to  end  of 
the  furnace.  Carborundum  is  silicide  of  carbon,  and  the  salt  takes 
no  part  in  the  chemical  reaction  carried  on  which  is  SiOo-l-3C= 
SiC-|-2CO.  The  temperature  of  formation  of  carborundum  is 
about  I  830  degrees  and  at  about  2  200  degrees  it  decomposes  to 
graphite  and  silicon. 

The  principal  use  of  the  crystalline  portion  of  the  charge  is  as 
an  abrasive.  The  amorphous  portion  was  for  a  time  used  for  the 
purpose  of  introducing  silicon  into  steel,  but  has  since  been  sup- 
planted by  ferro-silicon  and  is  now  used  for  refractory  furnace 
linings,    for  moulding  sand  and    for   a  variety  of  other  purposes. 


VIEWS  OF  HEROULT  SERIES  ARC  TILTING  FURNACE 

Showing  electrodes  and  method  of  pouring. 

The  discovery  of  the  process  for  manufacturing  carborundum  was 
made  by  Mr.  E.  G.  Acheson*  and  is  said  to  have  been  accidental, 
the  research  being  carried  on  at  the  time  the  process  was  discovered 
having  for  its  object  the  manufacture  of  artificial  diamonds. 

Graphite — A  companion  industry,  which  has  also  been  suc- 
cessful and  is  operated  on  a  large  scale,  is  the  manufacture  of  arti- 
ficial graphite,  which  is  also  due  to  Mr.  Acheson.  This  process  is 
also  carried  on  in  a  resistance  furnace  and  consists  in  electrically 
heating  carbon  to  a  temperature  at  which  amorphous  carbon  is  con- 
verted to  graphite,  which  occurs  at  about  2  500  degrees.  The  de- 
sired form  of  the  article  is  first  obtained  by  moulding  a  mixture  of 
amorphous  carbon  with  a  binder.  When  graphitized,  the  article  re- 
tains the  form  in  which  it  was  moulded. 


*See    article    entitled,   "Discovery  and    Invention,"  by   Mr.   E.   G.    Ache- 
son  in  the  Journal  for  October,  1906. 
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One  of  the  advantages  of  the  resistance  type  of  furnace  is  that 
it  may  be  built  of  almost  any  desired  size  and  therefore  operated 
in  large  units,  with  comparatively  small  heat  losses  and  small  costs 
for  attendance.  The  resistance  furnace  is,  however,  not  well  adapt- 
ed for  handling  materials  of  very  low  specific  resistance  on  a  com- 
mercial scale,  on  account  of  the  very  high  current  and  low  voltage 
involved. 

Calciinn  Carbide. — The  manufacture  of  calcium  carbide,  which 

is  now  one  of  the  most 
solidly  established  and 
extensive  processes  car- 
ried on  by  the  use  of  the 
electric  furnace,  was  be- 
gun about  the  same  time 
as  that  of  carborundum. 
It  is  made  from  coke  and 
burnt  lime,  generally  in 
an  arc  furnace.  The  type 
of  furnace  in  which  its 
manufacture  was  carried 
on  has  undergone  sev- 
eral changes.  At  that 
time  a  small  portable 
furnace  was  used  and 
the  carbide  was  not 
tapped  from  the  furnace. 
At  present  it  is  almost 
entirely  manufactured  in 
stationary  furnaces  and 
the  product  is  tapped 
from  the  furnace.  At 
STEEL  MIXER  CONSISTING  OF  SERIES  ARC,  THREE-  ^j      tcmperalure  of  foi'- 

PHASE    HEROUI.T   FURNACE  ^ 

mation,  calcium  carbide 
is  li([ui<l.  As  the  actual  formation  of  carbide  occurs  in  the 
neii^hborhood  of  3000  degrees  C,  all  the  ordinary  refractory  lin- 
ings are  unsuitable  for  its  manufacture,  and  a  frozen  layer  of  the 
carbide  itself  is  used  for  the  furnace  lining,  the  exterior  of  the  fur- 
nace being  air-cooled,  although  in  Europe  there  are  some  water- 
jacketed  furnaces  used.  The  reaction  involved  in  the  process  is 
Ca()-|-3C=-CaC.-i-CO.  In  the  most  successfully  operated  plants, 
one  kilowatt-vcar  makes  about  two  tons  of  carbide. 
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The  principal  use  of  calcium  carbide  at  present  is  for  the 
manufacture  of  acetylene  gas,  which  is  used  for  lighting  and  is  be- 
ginning to  be  extensively  used  for  heating  purposes  on  account  of 
the  very  high  temperature  obtainable  when  burning  it  with  oxygen. 
What  promises,  however,  to  be  the  principal  use  of  calcium  carbide 
is  its  use  in  making  calcium  cyanamide.  This  is  usually  obtained  in 
the  form  of  a  black  powder  having  a  chemical  composition  of 
CaCNa-  It  is  made  by  the  action  of  atmospheric  nitrogen,  from 
which  the  oxygen  has  first  been  separated,  on  highly  heated  calcium 
carbide.     This  process  is  the  most  efficient  method  of  fixing  atmos- 
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pheric  nitrogen  which  has  so  far  been  discovered.  The  fixation  of 
one  ton  of  nitrogen  by  cyanamide  requires  about  two  kilowatt-years. 
By  direct  combination  of  nitrogen  and  oxygen  the  best  results  so  far 
produced  have  been  about  6.4  kilowatt-years. 

Several  extensive  cyanamide  plants  are  under  construction  or 
in  contemplation  in  this  country  and  it  is  expected  that  eventually 
this  material  will  take  the  place  of  natural  nitre,  as  that  grows  more 
expensive  through  diminishing  supply.  Cyanamide  may  be  used 
directly  as  a  fertilizer  without  further  treatment  or  as  a  source  of 
manufacture  of  other  nitrogen  compounds.     Ammonia  is   formed 
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from  it  simply  by  decomposition  with  superheated  steam,  and 
cyanides  are  formed  directly  by  fusion  with  sodium  chlorides  or 
carbonates. 

Ferro-silicon  is  manufactured  in  a  furnace  very  similar  to  the 
carbide  furnace,  the  charge  consisting  of  iron  or  iron  oxide,  silica, 
and  carbon.  Under  the  heat  of  the  arc,  the  reaction,  in  the  case  of 
the  use  of  metallic  iron,  is  SiOoH-2C=Si-j-2CO,  the  reduced  silicon 
being  immediately  taken  up  by  the  iron  present  and  forming  ferro- 
silicon.  The  manufacture  of  ferro-silicon  in  the  electric  furnace  has 
grown  to  such  an  extent  as  to  almost  wholly  supplant  the  ferro- 
silicon  obtained  from  blast  furnaces  run  for  the  purpose  of  its 
manufacture,  and  the  price  for  the  contained  silicon  has  been  very 
greatly  reduced.  The  alloy  most  usually  made  is  one  containing 
approximately  50  percent  of  silicon,  and  has  recently  sold  as  low  as 
$65.00  a  ton,  making  the  value  of  the  silicon  about  $120.00  per  ton. 
Its  market  price  when  made  by  the  old  method  in  blast  furnaces  was 
approximately  $150.00  per  ton. 

Manufacture  of  High  Grade  Steel. — The  most  active  and  prom- 
ising of  the  applications  of  the  electric  furnace  is  for  the  manufac- 
ture of  high  grade  steels.  This  is  a  branch  of  the  electric  furnace  in- 
dustry of  peculiar  interest  to  Pittsburg  as  it  promises  to  completely 
revolutionize  the  manufacture  of  crucible  steel  and  to  furnish  a  de- 
mand for  many  thousands  of  kilowatts  of  electrical  apparatus  of 
which  it  is  hoped  a  goodly  portion  will  be  made  and  used  here. 

There  are  at  present  in  use  or  being  built  plants  for  the  electric 
refining  or  manufacture  of  steel  having  a  combined  capacity  of 
150000  tons  per  annum.  This  does  not  sound  very  formidable 
when  compared  with  the  total  of  steel  figures,  but  when  it  is  con- 
sidered that  this  business  has  been  built  up  by  men  not  previously 
engaged  in  the  steel  business  and  in  the  face  of  the  skepticism  of 
the  steel  manufacturers  and  that  all  of  the  product  is  either  of  a 
grade  superior  or  ec^ual  to  the  best  crucible  steel  and  iron  the  figures 
do  not  appear  insignificant.  Nearly  all  of  this  development  is 
abroad,  but  it  is  only  a  question  of  a  short  time  when  we  shall  take 
our  rightful  position,  as  we  have  already  done  in  the  other  depart- 
ments of  the  steel  industry. 

There  is  much  discussion  regarding  the  electrical  production  of 
both  pig  iron  and  steel  directly  from  the  ore,  but  as,  at  present,  the 
proved  production  is  only  about  three  tons  of  pig  and  somewhat 
less  of  steel  per  kilowatt  year,  with  a  heavy  expense  for  electrodes 
and  high  labor  costs  and  fixed  charges,  the  economy  of  the  electrical 
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method  does  not  appear,  other  than  in  exceptional  locations  where 
power  is  very  cheap  and  fuel  very  expensive.     Hence  the  subject 

is  not  of  much  local  in- 
terest. What  is  of  local 
interest,  however,  is  the 
use  of  the  electric  furnace 
as  an  adjunct  of  the  ex- 
isting open  hearth  and 
Bessemer  plants. 

It  has  been  proven,  in 
European  practice,  that 
steel  poured  from  either 
of  these  types  of  furnace 
can  be  refined,  with  the 
expenditure  of  not  more 
than  300  kilowatt-hours 
per  ton  and  a  total  ex- 
pense of  less  than  $5.00 
per  ton,  to  a  point  where 
phosphorus  and  sulphur 
are  both  below  0.0 1  per- 
cent. Moreover,  prac- 
tically any  desired  alloy 
with  tungsten,  nickel,  etc., 
may  be  made  and  any  de- 
sired content  of  carbon, 
silicon  and  manganese 
achieved. 

The  refining  process  is 
carried  on  in  either  an  arc 
or  an  induction  furnace, 
the  one  in  most  extensive 
use  being  the  Heroult 
furnace,  which  is  a  com- 
bination of  the  series  arc 
and  resistance  furnace. 
There  are  two  or  more 
„  electrodes     w  h  i  c  h      are 

SECTIONAL   VIEWS   OF   HEROULT   ARC   FURNACE   FOR 

.    IRON  ORE  REDUCTION  slightly   raiscd   above   the 

slag  resting  on  the  steel 
bath.  An  arc  is  maintained  between  each  electrode  and  the 
slag,   the   resistance    feature   being  in   the   passage   of   the   current 
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through  the  slag  which  is  a  conductor  at  the  temperature  of  opera- 
tion. The  electrodes  are  of  different  potentials  and  the  arcs  are  in 
series,  thus  avoiding  the  necessity  of  making  contact  with  the  steel 
bath.  This  furnace  is  operated  either  single  or  three-phase  and  may 
be  constructed  in  almost  any  size,  an  advantage  it  possesses  over  the 
induction  furnace  which  has  certain  features  rendering  it  difficult  to 
construct  in  large  units  and  yet  retain  a  good  power-factor. 

The  reason  for  the  adaptability  of  the  electric  furnace  to  steel 
refining  is  that  it  can  efficiently  maintain  the  steel  bath  at  a  tem- 
perature so  high  that  the  desired  reactions  between  the  slag  and  the 

steel  bath  occur  quickly 
and  that  a  pure  neutral 
or  reducing  atmosphere 
is  maintained  with  no 
additions  of  sulphur 
from  fuel  gases.  If,  as 
appears  from  the  re- 
sults of  European  prac- 
tice, open  hearth  steel 
can  be  converted  to  the 
best  crucible  steel  for 
less  than  $5.00  per  ton, 
there  seems  to  be  no 
question  alx»ut  the  fu- 
ture of  this  branch  of 
the  industry. 

The  two    deleterious 

PLAN     SECTION     OF     ROECHLING-RODENHAUSER     COM-     substanCCS       tO      bC       TC- 
BINED   INDUCTION   AND   RESISTANCE   FURNACE  "        '  .  , 

moved  from  steel, 
phosphorus  and  sulphur,  are  not  readily  removed  by  any  reaction 
which  operates  completely  for  both.  Both  reactions  involve  the 
combination  of  the  sulphur  and  phosphorus  with  linu-.  but  for  the 
complete  removal,  the  phosphorus  must  be  removed  as  calcium 
l)hos]:)hate  while  the  sulphur  nuist  be  removed  as  calcium  sulphide. 
Oxidizing  conditions  must  ()l)laiu  for  the  C(un])lete  removal  of 
phos])horus,  which  is  oxidized  to  phosphoric  acid  which  combines 
with  the  lime  in  the  slag  to  form  calcium  phosphate. 

At  the  same  time  as  the  phosphorus  is  removed  in  this  man- 
ner, the  suli)hur  is  also  oxidized  to  sulphurous  or  sulphuric  acid, 
which  combines  with  the  lime  to  form  calcium  sulphate.  Unfortu- 
nately, however,  calcium  sulphate  reacts  with  the  steel  in  the  bath 
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re-forming  iron  or  manganese  sulphide.  Therefore,  for  the  com- 
plete removal  of  sulphur  it  is  necessary  to  operate  under  conditions 
which  will  form  calcium  sulphide  instead  of  calcium  sulphate.  In 
other  words,  the  conditions  in  the  furnace  for  the  complete  removal 
of  phosphorus  must  he  oxidizing  and  for  the  complete  removal  of 
sulphur  must  be  reducing. 

If  the  entire  process  of  refining  is  carried  on  in  an  electric  fur- 
nace, it  is  necessary  to  use  two  slags,  one  for  the  removal  of  phos- 
phorus and  the  other  for  sulphur,  the  removal  of  the  phosphorus 
being  effected  first  and  the  slag  poured  off  or  its  chemical  character 
completely  altered,  a  new  slag  being  fortned  for  the  removal  of  sul- 
phur.     As  this   means  practically   two   complete  operations   in  the 
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electric  furnace,  many  attempts  have  been  made  to  remove  both 
phosphorus  and  sulphur  with  a  single  slag,  and  some  processes  are 
so  operated.  As  might  be  expected,  however,  when  attempting  to 
accomplish  two  .objects  with  such  diametrically  opposed  features, 
the  resulting  product  is  not  of  as  good  quality  as  when  the  removals 
are  made  separately.  The  practice  where  a  single  operation  is  used 
is  to  select  material  in  which  either  the  sulphur  or  phosphorus  is  al- 
ready low  and  then  to  remove  the  other.  When  the  electric  furnace 
is  used  as  an  adjunct  to  an  open  hearth  or  Bessemer  furnace  this 
difficulty  disappears  because  it  is  then  customary  to  reduce  the  phos- 
phorus to  the  desired  point  in  the  open  hearth  furnaces.  The 
steel  coming  from  the  open  hearth  furnaces  with  the  phosphorus 
removed  is  in  a  highly  oxidized  condition,  but  this  does  not  matter 
as,  after  pouring  into  the  electric  furnace,  it  is  de-oxidized  by  the 
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addition  of  carbon  or  carbides  or  of  ferro-silicon.  In  an  arc  furnace 
there  is  some  calcium  carbide  formed  in  immediate  contact  with  the 
arc,  and  this  effects  a  portion  of  the  de-oxidization  and  de-sulphuri- 
zation.  With  the  combination  of  the  open  hearth  furnace  and  the 
electric  furnace,  both  the  sulphur  and  phosphorus  are  removed 
very  cheaply,  although  they  may  have  been  originally  present  in 
large  quantities,  and  it  therefore  becomes  possible  to  use  materials 
containing  much  higher  percentages  of  these  two  impurities  and 
thereby  to  render  available  ores  which  have  heretofore  not  been 
looked  upon  with  favor.  This  feattu'e  seems  likely  to  have  an  im- 
portant influence  on  the  steel  business  in  the  future,  as  high  grade 
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For  iron  ore  reduction  and  slcel  refining. 

ores  become  exhausted  and  it  becomes  necessary  to  use  the  lower 
grade  ores. 

It  appears  probable  that  the  electric  furnace  will  eventually 
prove  to  be  especially  adaptable  to  glass  making.  Glass  is  a  double 
silicate  of  calcium  and  sodium  and  is  made  by  fusing  together  sand, 
limestone,  and  sodium  carbonate  or  sodium  sulphate.  In  the  re- 
action which  takes  place  the  silica  displaces  the  carbonic  and  sul- 
phuric acids  of  the  lime  and  soda.  The  carbonic  and  sulphuric  acid 
portions  of  the  mixture  are  volatile  and  pass  off  with  the  heating 
gases.  For  purposes  of  glass  making,  the  lime  contained  in  gypsum 
is  just  as  good  as  the  lime  contained  in  limestone,  and  the  soda  con- 
tained in  sodium  sulphate  is  just  as  good  as  the  soda  contained  in 
sodium  carlxjnate.  Theoretically,  it  should  be  possible  to  make  a 
glass  mixture  of  gypsum,  sodium  sulphate  and  silica ;  to  do  the  heat- 
ing in  the  electric  furnace,  and  to  collect  as  a  by-product,  for  each 
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ton  of  glass,  about  three-fourths  of  a  ton  of  sulphuric  acid,  which 
would  be  worth  about  as  much  as  the  glass.  Inasmuch  as  there 
would  be  nothing  passing  off  from  an  electric  glass  furnace  except- 
ing almost  pure  sulphuric  acid,  its  collection  would  be  very  inex- 
pensive, whereas  it  is  impracticable  in  a  fuel-heated  glass  furnace 
on  account  of  the  dilution  with  the  products  of  combustion. 

It  should  require  not  more  than  400  kilowatt-hours  per  ton  of 
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glass,  and  for  such  a  purpose  it  should  be  possible  to  generate  this 
power  in  the  Pittsburgh  district  for  a  sufficiently  low  rate  so  that 
the  extra  cost  of  energy  in  using  an  electric  furnace  would  be  only 
a  small  portion  of  the  value  of  the  by-product  obtainable  by  its  use. 

[Note:  The  illustrations  used  in  this  article  were  furnished  by  Electro- 
chemical and  Metallurgical  Industry  through  the  kindness  of  Dr.  E.  F. 
Roeber,  Editor.] 


APPLICATION  OF  AUTOMATIC  CONTROLLERS  TO 
DIRECT-CURRENT  MOTORS-lIl 

CONTROL  OF  MACHINE   TOOL  MOTORS 
D.  E.  CARPENTER 

THE  constant  tendency  in  the  industrial  world  is  to  increase 
the  number  of  mechanical  operations  which  can  be  per- 
formed by  automatic  means,  allowing  the  attendants  to  give 
close  attention  to  larger  and  more  complicated  problems.  Hand  tools 
and  processes  have  given  way  to  power-driven  tools.  No  matter  how 
perfect  the  tool,  however,  its  usefulness  depends  on  the  ease  and 
rapidity  with  which  it  can  be  controlled.  Unquestionably  the  tool 
that  will  perform  with  the  greatest  accuracy  and  with  the  least  atten- 
tion from  the  operator,  the  work  for  which  it  was  designed  is  the 
most  desirable.  This  will  leave  the  maximum  portion  of  the  opera- 
tor's time  and  attention  for  those  refinements  which  cannot  well  be 
delegated  to  machinery. 

The  substitution  of  electric  motors  for  other  forms  of  machine 
tool  drive  requiring  frequent  changes  of  gears  and  frequent  belt 
shifting  was  a  long  step  in  advance.  Not  only  are  motors  capable  of 
giving  greater  refinement  in  speed  adjustment  than  was  possible  with 
cone  pulleys  and  gears,  but  the  speed  changes  can  be  made  in  a  small 
fraction  of  the  time  required  by  the  older  method.  Direct-current 
shunt  wound  adjustable  speed  motors  are  admirably  adapted  for  this 
service.  The  speed  can  be  quickly  adjusted  by  means  of  simple 
controllers,  and  at  any  adjustment  will  remain  practically  constant  at 
all  loads. 

The  greatest  refinement  in  the  control  of  machine  tool  motors 
is  obtained  by  means  of  automatic  controllers  consisting  of  a  master 
controller  and  several  electro-magnetically  operated  switches  in  con- 
nection with  suitable  resistances  for  starting  and  speed  adjustment. 
The  magnet  switches  serve  to  start  the  motor,  to  cut  out  the  starting 
resistance  in  steps  at  a  predetermined  rate,  and  in  some  special  cases 
to  reverse  the  motor.  The  master  controller  serves  to  start  the  opera- 
tion of  the  magnet  switches,  to  adjust  the  shunt  field  control  resist- 
ance, and  to  open  the  circuit  carrying  the  operating  current  to  the 
magnet  switches,  thus  causing  them  to  open  and  stop  the  motor. 

The  master  controller  can  be  left  set  for  any  speed  and  the 
motor  stopped  by  opening  the  line  switch  or  a  pilot  switch  as  ex- 
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plained  later ;  when  the  switch  is  again  closed  the  motor  speed  will  be 
automatically  accelerated  to  that  for  which  the  controller  is  set.  This 
feature  is  of  great  service  in  many  machine  tool  operations,  since  the 
machine  can  be  stopped  to  make  some  necessary  adjustments  of  the 


FIG.     I — AUTOMATIC     MAGNET     SWITCH     MACHINE    TOOL    CON- 
TROLLER 

tool  or  work,  and  again  brought  up  to  the  exact  speed  at  which  it 
was  formerly  operating,  all  with  a  minimum  of  attention  from  the 
operator. 

The  rate  of  acceleration  can  be  made  to  depend  on  volt- 
age drop  in  the  starting  resistance  or  on  the  operation  of  a 
series  accelerating  relay.  Acceleration  by  voltage 
drop  is  usually  satisfactory  for  this  class  of  serv- 
ice, but  where  very  close  results  are  desired  and 
where  the  voltage  is  unsteady,  a  series  relay  may 
be  preferable. 

The  master  controller  show  in  Fig.  2  is  of  the 
drum  type  and  carries  a  special  contact  finger 
which  slides  over  the  contacts  on  a  stationary  face 
plate.  The  controller  is  entirely  enclosed  in  an 
iron  case  and  is  provided  with  a  suitable  handle 
with  a  notching  device. 

The  drum  contacts  are  copper  straps,  or  seg- 
ments, so  mounted  as  to  slide  under  the  station- 
ary fingers  and  make  contact  with  them  when  the  drum  is  rotated 
The  drum  also  carries  the  movable  finger  for  the  face  plate  contacts 


FIG.      2    —     MASTER 
CONTROLLER 
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The  notching  device  catches  and  holds  the  handles  in  each  operating 
position  until  released  by  pressing  the  thumb  piece.  The  only  current 
passing  through  the  master  controller  is  the  motor  shunt  field  current 
and  the  current  operating  the  magnet  switches ;  hence,  no  blowout 
coils  are  required. 

Provision  is  made  in  this  master  controller  for  obtaining  six 
reverse  speeds  by  reversing  the  shunt  field  current.  A  resistance  is 
supplied  for  the  field  discharge.  A  mechanical  latch  stops  and  holds 
the  master  controller  handle  in  the  off  position  until  released  by 
means  of  the  thumb  piece,  thus  preventing  inadvertent  reversals 
when  trying  to  stop.     A  positive  stop  can  be  arranged  in  the  ofif 


FIG.  3- 


-DIAGRAM  OF  CONNECTIONS  OF  A  FOUR-POINT  AUTOMATIC  MAG- 
NET   SWITCH    MACHINE   TOOL    CONTROLLER 


position  to  make  the  controller  non-reversing.  The  magnet  switches 
can  also  be  arranged  to  reverse  the  armature  current  for  full  reverse 
service. 

Fig.  3  shows  the  connections  of  a  four-point,  automatic  magnet 
switch  machine  tool  controller  with  a  master  controller  arranged  for 
1 6  forward  and  six  reverse  speeds.  The  master  controller  drum  is 
represented  as  developed,  or  laid  out  flat.  The  moving  contact  seg- 
ments are  represented  by  blackened  bands,  and  their  interconnections 
by  heavy  black  lines;  the  finger  for  adjusting  the  field  regulating 
resistance  is  represented  by  a  blackened  projection,  the  end  of  which 
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extends  over  a  resistance  contact  terminal.  Tlie  motor  shunt  field, 
the  line  circuit,  and  the  magnet  switches  are  connected  with  the 
stationary  controller  contact  fingers  L,  U ,  F,  etc.,  as  indicated.  The 
connections  of  the  magnet  switches  are  represented  as  from  the  rear 
of  the  panel.  These  switches  act  consecutively,  beginning  at  the  left, 
and  may  be  referred  to  by  number  in  the  order  of  their  automatic 
operation. 

When  the  master  controller  is  turned  for  forward  direction  of 
rotation  the  ends  of  the  contact  segments  first  slide  under  fingers 
F,  L-\-,  7?„3  and  one  of  the  fingers  marked  L — ,  thus  connecting 
finger  L-\-  with  F,  and  i?o3  with  L — .  The  shunt  field  is  thereby 
subjected  to  full  line  voltage.  Further  movement  of  the  drum  causes 
finger  U  to  make  contact  with  a  segment,  and  the  first  magnet  switch 
then  closes  the  motor  armature  circuit  through  all  the  starting  re- 
sistance. The  first  magnet  switch  in  closing  also  bridges  an  inter- 
locking contact  1-2,  thus  closing  the  circuit  through  the  operating  coil 
of  the  second  magnet  switch.  The  second,  third  and  fourth  magnet 
switches  follow  automatically,  the  operation  of  each  being  delayed  by 
voltage  drop  in  the  starting  resistance.  Continued  movement  of  the 
controller  handle  cuts  sections  of  the  adjusting  resistance  in  series 
with  the  shunt  field,  thus  increasing'  the  motor  speed  to  the  desired 
point.  A  few  field  resistance  contact  points  in  addition  to  those  re- 
quired for  the  1 6  increased  speeds  are  provided  for  making  special 
adjustments  that  are  sometimes  necessary. 

The  connections  are  such  that  the  motor  always  starts  with  full 
field  strength  regardless  of  the  position  of  the  master  controller 
handle,  and  the  field  strength  after  all  the  magnet  switches  have 
closed  depends  on  the  setting  of  the  handle.  For  example,  assume 
that  the  master  controller  is  set  for  maximum  speed  when  the  line 
switch  is  closed.  The  magnet  switches  immediately  begin  to  close  auto- 
matically in  the  order  just  indicated.  The  field  regulating  resistance  is 
short-circuited  through  interlocking  contacts  "/-S  on  the  second  mag- 
net switch  so  that  the  shunt  field  is  directly  across  the  circuit  until 
the  second  switch  closes.  Until  the  third  magnet  switch  closes,  its 
interlocking  contacts  p-70  short-circuit  all  the  field  resistance  except 
the  portion  R^ — R^;  accordingly,  the  closing  of  the  second  magnet 
switch  not  only  short-circuits  section  R^ — i?._.  of  the  starting  resist- 
ance, but  also  cuts  section  R^ — R^.  of  the  field  control  resistance 
into  circuit.  Likewise,  the  closing  of  the  third  switch  short-circuits 
section  R^ — R^  of  the  starting  resistance  and  simultaneously  cuts 
section  R^ — R^o  of  the  field  control  resistance  into  circuit,  the  re- 
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mainder  being  short-circuited  by  contacts  ii-i2oi  the  fourth  switch. 
The  closing  of  the  fourth  switch  short-circuits  the  remaining  section 
i?3 — R^  of  the  starting  resistance  and  removes  the  short-circuit  from 
the  remainder  of  the  field  control  resistance.  The  field  resistance  is 
not  inserted  when  starting  unless  the  controller  is  set  for  increased 
speed. 

This  arrangement  has  several  advantages,  some  of  which  are  as 
follows : 

I. — No  injury  can  result  from  too  rapid  operation  of  the  con- 
troller, for  the  magnet  switches  will  not  operate  faster  than  the  rate 
for  which  they  are  set.  The  motor  speed  is  thus  brought  gradually 
up  to  that  corresponding  to  the  position  of  the  controller  handle. 

2. — Knowing  from  experience  the  proper  position  of  the  con- 
troller handle  for  a  given  piece  of  work,  the  operator  can  imme- 
diately   move    the    handle    to    that 
point  and  then  give  his  whole  at- 
tention to  the  work  while  the  motor 
is  coming  up  to  the  required  speed. 
3. — If  adjustments  of  the   work 
or  tool  are  required,  the  motor  can 
be    stopped    by    opening    the    line 
switch  or  a  pilot  switch,  with  the 
I    assurance  that  when  the  switch  is 
J    closed  the  controller  will  automat- 
*       icallv  bring  the  motor  back  to  the 

FIG.    4 — DIAGRAM    OF    CONNECTIONS    OF  '  * 

AN  AUTOMATIC  SWITCH   CONTROL-  sauic  spccd  as  bcforc,  provided  the 
LER    FOR    A    PLANER    WITH    ONE  position    of    the    mastcr    controller 

MOTOR  ' 

handle  is  not  changed. 

4. — ViX  installing  single-pole,  single-throw  pilot  switches  in  the 
control  circuit,  one  of  which  is  indicated  in  the  diagram,  and  locating 
these  switches  at  various  convenient  points,  the  machine  can  be 
stopped  by  opening  any  one  of  these  switches.  On  again  closing  the 
switch  tlie  motor  starts  and  attains  its  original  speed,  provided  other 
conditions  in  the  circuits  have  not  been  changed. 

Fig.  4  shows  an  arrangement  of  magnet  switches  and  a  field 
rheostat  for  controlling  the  main  motor  of  a  planer.  Closing  the 
line  switch  starts  the  motor  with  all  starting  resistance  in  scries  and 
also  closes  the  circuit  through  the  coil  of  magnet  switch  /.  The  ac- 
celeration is  by  the  voltage  control  method.  When  the  line  switch  is 
closed  the  shunt  field  receives  full  line  voltage  regardless  of  the  ad- 
justment of  the  field  rheostat;  the  fiekl  current  passes  through  inter- 
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locking  contacts  2-1  to  the  negative  circuit  at  a.  The  closing  of 
switch  /  short-circuits  a  section  of  starting  resistance  and  may  cut 
in  a  portion  of  the  field  resistance,  depending  on  the  position  of  the 
rheostat  handle;  but  this  portion  can  never  be  greater  than  from 
the  off  position  to  point  h,  since  this  point  is  in  connection  with  the 
negative  line  at  a  through  interlocking  contacts  6-5.  The  closing  of 
magnet  switch  //  short-circuits  the  remaining  section  of  starting  re- 
sistance and  may  cut  in  the  remainder  of  the  shunt  field  resistance, 
provided  the  rheostat  handle  is  turned  to  the  extreme  right.  On 
closing  the  line  switch  the  controller  will  therefore  start  the  motor 


FIG.  5 DIAGRAM  OF  CONNECTIONS  OF  AN  AUTO- 
MATIC SWITCH  CONTROLLER  FOR  PLANER  WITH 
THREE   MOTORS 


and  automatically  accelerate  it  to  the  speed  for  which  the  shunt  field 
rheostat  is  adjusted. 

Fig.  5  shows  the  foregoing  arrangement  of  magnet  switches  and 
a  shunt  field  rheostat  for  controlling  the  main  motor  of  a  large 
planer,  and  also  shows  double-pole,  double-throw  reversing  switches 
arranged  for  controlling  the  elevating  motor  and  the  traverse  motor 
for  the  crossheads.  Resistances  are  shown  connected  in  shunt  with 
the  armature  of  each  of  the  latter  motors,  for  limiting  the  speed. 
Figs.  4  and  5  are  suggestive  also  of  the  many  other  combinations  for 
automatically  controlling  the  operation  of  machine  tools. 


DYNAMIC  BRAKING 

HENRY  D.  JAMES 

IN  a  previous  article*  under  the  subject  of  "Friction  Brakes,"  the 
various  forms  of  mechanical  brakes  operated  by  magnets  were 
described.  Dynamic  braking  is  obtained  by  connecting  a  motor 
so  that  it  operates  as  a  generator  delivering  energy  to  an  external 
circuit.  This  circuit  may  be  a  local  circuit  through  suitable  resist- 
ance or  it  may  be  the  power  supply  circuit. 

APPLICATION 

Dynamic  braking  is  used  on  various  classes  of  apparatus,  such 
as  elevators,  skip  hoists,  trolley  cars,  bridges  and  ore  unloaders.  To 
act  as  a  brake  the  motor  must  not  only  absorb  the  stored  energy  of 
the  moving  parts,  but  must  also  exert  additional  torque  to  overcome 
the  driving  effect  of  the  load.  For  instance,  when  applied  to  an  ele- 
vator, the  dynamic  brake  must  stop  the  armature  and  usually  the 
moving  load,  which  tends  to  drive  the  motor  as  a  generator  so  that 
more  torque  is  required  than  that  necessary  to  absorb  the  stored 
energy  of  the  rotating  parts. 

Dynamic  braking  is  often  used,  in  addition,  to  control  the  speed 
of  moving  objects,  such  as  lowering  the  load  on  cranes  and  hoists, 
and  controlling  the  speed  of  trolley  cars  or  trains  descending  a  grade. f 
In  such  cases  the  brake  is  used  to  exert  a  retarding  torque,  the 
speed  remaining  constant,  so  that  the  energy  absorbed  is  much  less 
than  if  the  load  were  stopped.  Though  this  form  of  braking  re- 
quires the  development  of  less  torque  than  in  raising  the  load,  the 
torque  extends  over  a  much  longer  period,  and  therefore  causes  in- 
creased heating  of  the  motor. 

A  shunt  motor,  lowering  a  load  on  an  elevator  or  hoist  is  often 
driven  by  the  descending  load  above  its  normal  speed,  thus  delivering 
energy  back  to  the  line.  An  induction  motor  operates  in  much  the 
same  way  when  driven  above  synchronous  speed. 

The  connections  and  apparatus  used  for  dynamic  braking  de- 
pend largely  upon  the  form  of  motor  employed.  One  of  the  early 
devices  for  braking  was  the  .so-called  "disc"  or  "eddy  current" 
brake.  The  eddy  currents,  however,  were  very  slight,  the  principal 
braking  being  due  to  the  mechanical  friction  between  the  revolving 


*See  the  Journal  for  January  '09,  \'ol.  VT.,  p.  31. 

tSee  article  bv  Mr.  Wm.  Cooper  on    "Resrenerative    Control    of    Single- 
Phase  Railway  Motors";  Proc,  A.I.E.E.,  Aug.,  07,  Vol.  XXVI.,  p.  1469- 
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discs  and  stationary  members.  These  brakes  were  applied  about  1893 
or  1894  to  trolley  cars  and  trouble  was  experienced  with  the  brake 
freezing  fast,  causing  the  wheels  of  the  car  to  "skid."  For  this  rea- 
son, these  brakes  were  not  a  success.  It  is  possible  that  they  would 
be  satisfactory  for  industrial  purposes  where  the  motor  is  geared 
directly  to  the  load,  but  recent  developments  have  shown  more  con- 
venient methods  for  applying  the  braking  effect  and  this  particular 
device  has  not  been  further  developed. 

Both  alternating-current  and  direct-current  motors  can  be  made 
to  exert  a  retarding  effort  by  reversing  the  current  through  the 
motor  and  inserting  sufficient  resistance  to  reduce  the  torque  of  the 
motor  to  the  desired  amount.  An  induction  motor  with  a  wound 
secondary  may  be  taken  as  an  example.  By  sending  current  through 
the  primary  of  the  motor  so  as  to  exert  a  torque  opposed  to  the  mov- 
ing load  and  adjusting  the  resistance  in  the  secondary  circuit  of  the 
motor,  so  as  to  control  this  torque,  a  braking  action  is  obtained,  of 
any  amount  up  to  the  maximum  torque  of  the  motor.  A  direct- 
current  shunt  motor  can  be  operated  in  the  same  way.  Alternating- 
current  motors  can  also  be  retarded  by  applying  direct-current  to  the 
primary  winding.  This  produces  an  inverse  slip  when  the  motor  is 
revolving.  If  the  motor  is  running  at  full  speed,  the  application  of 
direct-current  will  give  the  same  torque  and  the  same  characteristics 
as  if  the  motor  were  at  rest  and  the  primary  connected  to  the  alter- 
nating-current supply.  With  direct  current  in  the  field  of  the  motor, 
the  decrease  in  speed  will  cause  a  decrease  in  slip,  and,  if  the  resist- 
ance in  the  secondary  of  the  motor  is  properly  adjusted,  a  uniform 
retarding  effort  may  be  obtained. 

The  most  common  form  of  dynamic  braking  is  in  connection 
with  direct-current  motors.  It  consists  in  connecting  the  armature  of 
the  motor  in  a  closed  circuit  with  a  resistance  and  adjusting  the 
amount  of  this  resistance.  This  resistance  is  sometimes  used  for 
heating  as  in  trolley  cars,  and  often  the  same  resistance  used  for 
acceleration  can  be  used  for  braking. 

Liinitatioiis. — The  most  important  limitation  to  the  use  of  dyn- 
amic braking  is  the  heating  of  the  motor.  During  braking,  the 
motor  is  doing  work  which  causes  heating,  the  same  as  during  its 
active  operation  as  a  motor.  Therefore,  in  selecting  the  proper  size 
of  motor,  the  effective  heating  due  to  dynamic  braking  should  be 
added  to  the  heating  during  its  active  cycle  as  a  motor.  In  many 
cases  this  adds  materially  to  the  size  of  the  motor  necessary  for  the 
work.     In  arranging  a  motor  for  dynamic  braking,  care  should  be 
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exercised  to  prevent  the  voltage  of  the  motor  from  exceeding  a  safe 
vakie.  Should  the  motor  be  running  at  a  speed  in  excess  of  normal 
value  with  normal  field  strength,  it  is  evident  that  the  voltage  would 
be  in  excess  of  the  normal  voltage  in  the  same  ratio  as  the  abnormal 
speed  of  the  motor  to  its  normal  speed. 

In  stopping  a  direct-current  motor  and  load  by  means  of  dyn- 
amic braking  the  active  voltage  of  the  armature  is  relied  upon  to 
cause  a  current  to  flow  through  a  closed  circuit.  As  the  speed  of  the 
armature  decreases,  this  voltage  will  also  decrease,  so  that  at  rest 
no  retarding  torque  will  be  available.  Therefore,  a  dynamic  brake 
cannot  be  used  for  bringing  the  moving  object  to  a  full  stop,  where 
the  load  is  exerting  an  active  torque  on  the  motor,  such  as  the  de- 


FIG.    I — ELEVATOR    MOTOR   WITH    CONTROL   ARRANGED   FOR   DYNAMIC   BRAKING 


scending  cage  of  a  skip  hoist.  A  simple  form  of  mechanical  brake, 
connected  in  the  control  circuit  so  as  to  operate  automatically,  is 
ordinarily  used. 

The  use  of  a  motor  as  a  generator  requires  additional  elec- 
trical connections,  which  add  to  the  complexity  of  the  controller. 

Many  forms  of  dynamic  braking  require  considerable  judgment 
on  the  part  of  the  operator  so  that  the  application  of  dynamic  brak- 
ing has  been  largely  restricted  to  such  arrangements  as  those  lending 
themselves  to  automatic  control.  For  instance,  the  reversing  of  a 
motor  with  resistance  in  circuit  is  open  to  considerable  objection,  as 
it  is  hard  to  make  this  method  sufficiently  automatic  to  prevent  abuse 
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by  a  careless  operator.  The  use  of  a  direct-current  motor  on  a  local 
closed  circuit  is  the  easiest  method  to  render  the  operation  automatic 
and  therefore  is  the  one  universally  used. 

Advantages — The  principal  advantage  of  dynamic  braking  is 
the  saving  in  wear  on  the  apparatus.  In  retarding  the  load,  either 
the  motor  must  be  used  as  the  retarding  element,  or  a  friction  brake 
must  be  employed.  The  friction  brake,  as  the  name  implies,  is  de- 
pendent upon  friction,  which  in  turn  wears  away  the  materials  upon 
which  this  friction  is  exerted,  and  must  be  renewed  at  more  or  less 
frequent  intervals.  If  the  motor  is  properly  selected,  the  only  wear 
and  tear  which  actively  deteriorates  the  apparatus  is  the  burning  of 
the  contacts  on  the  switch  gear.  These  are  usually  much  more 
easily  renewed  than  the   friction   surfaces  of  a  mechanical   brake. 


FIG.  2 — ORE  BRIDGE  WHERE  LOAD  IS  LOWERED  BY  DYNAMIC  BRAKE   METHOD 

Further,  the  energy  dissipated  in  lowering  a  load  through  a  consid- 
erable distance  is  such  that  the  mechanical  brake  must,  of  necessity, 
be  very  bulky,  but  by  using  a  direct-current  motor  the  external  re- 
sistance can  be  placed  in  a  convenient  position  and  made  amply 
large  to  dissipate  the  energy. 

The  speed  of  a  descending  load  can  be  controlled  very  readily 
by  means  of  dynamic  braking  and  with  very  little  effort  on  the  part 
of  the  operator.  The  adjustment  of  the  dynamic  brake  for  special 
retardation  and  also  for  stopping  is  dependent  entirely  upon  the  line 
voltage,  which  is  usually  maintained  constant  within  at  least  a  few 
percent  of  its  normal  value,  whereas  the  friction  surfaces  of  a  me- 
chanical brake,  even  under  the  best  conditions,  are  subject  to  some 
variation.  The  mechanical  brake  must  be  used  for  the  final  stop, 
but  the  accuracy  of  this  stop  can  be  maintained  much  better  by  the 
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use  of  a  dynamic  brake  for  slowing  down,  and  a  friction  brake  for 
making  the  stops  only. 

PRESENT    INDUSTRIAL    DEVELOPMENT 

Up  to  the  present  time  alternating-current  motors  have  met 
with  very  little  application  as  dynamic  brakes.  In  one  or  two  notable 
instances  direct-current  has  been  applied  to  the  primaries  of  the 
motors  for  the  purpose  of  bringing  them  to  rest;  in  these  cases, 
however,  the  motors  were  very  large,  and  direct  current  was  readily 
available.  ]\Iany  instances  are  undoubtedly  to  be  found  where  the 
motor  is  reversed  with  resistance  in  the  secondary  element  and  used 
in  this  way  for  retarding  the  load  and  bringing  the  apparatus  to 


FIG.   3 — CAR  UNLOADER  IN  WHICH   THE  MOTOR  CONTROLLERS  ARE 
ARRANGED    TO    GIVE    DYNAMIC    BRAKING. 

rest.  Such  an  arrangement  adds  but  little  to  the  complication  of  the 
controller,  although  it  may  involve  the  addition  of  one  or  two  more 
resistance  notches  and  some  additional  resistance.  When  this 
method  is  used,  it  is  necessary  to  figure  the  resistance  for  dissipating 
the  energy  due  to  braking,  as  well  as  the  energy  due  to  acceleration ; 
so  that  it  is  not  safe  to  use,  for  this  purpose,  a  resistance  designed 
only  for  acceleration  without  giving  due  consideration  to  the  heat- 
ing introduced  by  braking.  If  the  voltage  of  the  motor  is  low  a 
large  amount  of  heat  energy  must  be  dissipated  in  the  resistance 
and  it  may  become  very  bulky  under  such  conditions. 

Direct-current  motors  are  used  for  dynamic  braking  in  a  great 
variety  of  applications.     Fig.    i   shows  an   elevator  controller  ar- 
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ranged  for  dynamic  braking  in  connection  with  a  shunt  motor.    The 
controller  is  made  up  of  a  number  of  electrically-operated  switches. 
Some  of  these  switches  are  for  reversing  the  motor,  others  for  con-' 
trolling  acceleration,  and  the  additional  switches  are  for  the  control 
of  the  braking. 

An  ore  bridge  equipped  with  direct-current  motors  is  shown  in 
Fig.  2,  where  the  load  is  lowered  by  the  use  of  the  dynamic  brake 
method.  In  this  case  the  controller  is  arranged  for  lowering  by 
throwing  it  on  the  first  notch  to  give  the  load  a  start  in  the  down- 
ward direction;  the  remaining  notches  of  the  controller  connect 
the  motor  as  a  generator  through  resistances  and  vary  its 
speed.  Many  large  cranes  are  equipped  in  this  way.  The  difference 
between  the  ore  bridge  and  a  Gantry  crane  is  largely  in  the  applica- 
tion and  the  details  of  the  apparatus.  Large  mine  hoists  and  skip 
hoists   also  employ  this  method  of  braking.     A  coal  and  ore   car 
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handling  apparatus  is  shown  in  Fig.  3,  in  which  the  control  includes 
the  use  of  dynamic  braking. 

METHOD  OF  CONNECTION  AND  CONTROL 

In  Fig.  4,  diagram  i  shows  a  shunt  motor  connected  for  dyn- 
amic braking  with  the  field  across  the  line.  Diagram  2  shows  the 
same  connections  for  a  compound  motor.  When  the  work  required 
of  the  motor  during  braking  is  small  a  compound  motor  may  be 
used,  the  shunt  field  only  being  connected  in  circuit  during  braking 
action.     For  heavy  loads  both  shunt  and  series  field  must  be  used. 

In  some  cases  a  shunt  motor  has  been  used  for  lowering  a  load 
and  the  speed  of  the  descending  load  controlled  by  varying  the 
strength  of  the  shunt  field.  This  is  advisable  when  the  descending 
speed  is  considerably  in  excess  of  the  hoisting  speed,  as  the  weaken- 
ing of  the  motor  field  permits  increase  of  speed  without  having  the 
voltasre  of  the  armature  exceed  normal  value. 
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When  series  motors  on  hoists,  cranes,  and  similar  apparatus 
are  used  for  dynamic  braking,  where  the  load  drives  the  motor  in  a 
positive  manner,  it  is  advisable  to  connect  the  series  field  as  a  shunt 
across  the  line  during  the  first  part  of  the  braking  operation  to  make 
sure  that  the  motor  builds  up  as  a  series  generator.  Diagram  3,  Fig. 
4,  shows  such  a  connection.  Here  the  armature  and  series  field  are 
in  shunt  together  and  in  series  with  a  limiting  resistance  across  the 
line.  When  the  motor  is  at  rest  a  connection  of  this  kind  exerts 
sufficient  torque  to  start  the  load  in  a  downward  direction.  After 
some  speed  has  been  obtained,  the  motor  can  be  disconnected  from 
the  line;  diagram  4,  Fig.  4,  shows  the  arrangement  of  circuits.  In 
disconnecting  the  motor  from  the  line,  care  should  be  taken  not  to 
open  the  connections  between  the  series  field  and  armature.  There- 
fore, in  passing  from  connection  3  to  connection  4  the  negative  line 
is  simply  disconnected  from  one  side  of  the  circuit  and  a  portion  of 
the  resistance  together  with  the  positive  line  is  disconnected  from  the 
other  side  of  the  loop,  thereby  leaving  a  local  closed  loop,  including 
the  series  field  and  the  remaining  part  of  the  resistance. 

COST 

The  cost  of  operating  a  motor  as  a  dynamic  brake  depends 
largely  upon  the  additional  cost  for  the  equipment.  The  fact  that 
the  motor,  under  certain  circumstances,  will  return  power  to  the  line, 
is  of  little  value  in  reducing  the  operating  expenses,  as  this  period  is 
generally  very  short  and  usually  it  is  necessary  to  operate  the  motor 
over  a  closed  circuit  containing  resistance,  as  the  speed  is  not  such 
as  to  permit  using  the  line  as  a  return  circuit.  If  the  line  is  used  as 
a  return  circuit,  care  should  be  taken  that  there  is  sufficient  load  in 
the  line  to  consume  all  the  power  generated  by  the  motor. 

The  field  for  dynamic  braking  is  rapidly  widening  and  the  in- 
creased application  of  motors,  particularly  motors  of  larger  sizes,  is 
causing  the  use  of  dynamic  braking  to  become  more  and  more  neces- 
sary; and  as  the  subject  is  better  understood,  it  is  believed  that  many 
new  applications  will  be  discovered,  in  which  the  increased  durability 
ol;)tainc(l  by  this  method  will  effect  great  saving  in  operation. 
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TWO-PHASE— THREE-PHASE  TRANSFORMATION  USING  AUXILIARY 
TRANSFORMER 

A.   R.  SAWYER 

A  METHOD  is  being  used  by  a  local  power  company  similar  to 
that  explained  in  the  article  and  editorial  on  "Three-Phase — 
Two-Phase  Transformation  by  Standard  Transformers," 
in  the  Journal  for  December,  1908,  in  which  three  standard  trans- 
formers are  utilized  to  obtain  three-phase  current  from  a  two-phase, 
2  300  volt  circuit  for  the  operation  of  three-phase,  460  volt  induction 
motors.  This  method  has  been  used  wuth  entirely  satisfactory  re- 
sults for  about  a  year  and  a  half. 

This  company  had  been  supplying  power  by  the  two-phase  system 
and  decided  to  change  over  to  the  three-phase  system,  and  at  the  same 
time  overhaul  and  improve  their  water  power  plant,  which  was  run- 
ning part  of  the  time  in  parallel  with  a  steam  plant  about  one-half 
mile  distant.  The  company  had  a  contract  to  furnish  220  volt  direct- 
current  power  to  a  local  company.  As  soon  as  the  decision  was  made 
to  change  from  two-phase  to  three-phase,  the  patrons  of  the  com- 
pany were  required  to  use  motors  of  the  three-phase  type  in  all  new 
installations.  Moreover,  many  of  the  two-phase  motors  were  re- 
placed by  three-phase  motors,  so  that,  for  a  time,  it  was  necessary  to 
furnish  a  continually  increasing  amount  of  three-phase  power  from 
two-phase  machines.  In  addition  to  this,  after  the  plant  was  changed 
it  was  necessary  to  keep  several  two-phase  motors  in  operation  to 
drive  some  220-volt,  direct-current  generators  located  at  the  power 
house ;  thus,  in  the  year  and  a  half  during  which  the  change  was 
made,  power  was  transmitted  both  ways  through  the  transformers : 
i.  e.,  some  of  the  time  the  two-phase  machines  were  running  as  mo- 
tors, and  some  of  the  time  as  generators.  It  was  the  desire  of  the 
manager  to  avoid  special  transformers,  as  they  would  not  be  apt  to 
be  of  use  after  the  change  was  completed. 

Two  standard  transformers  were  selected,  of  suitable  capacity  for 
the  motor  load,  and,  in  addition,  a  third  transformer  of  about  fifteen 
percent  of  the  capacity  of  one  of  the  main  transformers  and  of  the 
same  primary  voltage.  In  the  standard  method  of  three-phase — two- 
phase  transformation,  it  is  necessary  to  use  an  86.6  percent  tap  on 
the  secondary  winding  of  one  of  the  transformers  in  order  to  obtain 
balanced  three-phase  voltages.     In  the  present  method  the  desired 
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voltage  relations  are  obtained  by  bucking  the  primary  voltage  of  one 
of  the  transformers  by  means  of  an  auxiliary  transformer.  The  con- 
nections are  shown  in  Fig.  i,  in  which  A  and  B  represent  the  main 
transformers,  and  h  represents  the  auxiliary  transformer.  The  two 
primary  coils  of  each  transformer  are  connected  in  series  for  the 
2300  volt  two-phase  pimary  voltage;  the  two  secondary  coils  of 
transformers  A  and  B  are  connected  in  series  for  the  secondary 
three-phase  voltage  with  a  ratio  of  transformation  of  five  to  one, 
while  the  two  secondary  coils  of  transformer  b  are  connected  in 
multiple  so  as  to  oppose  the  primary  voltage  of  transformer  B,  the 
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ratio  of  transformation  being  ten  to  one.  One  secondary  terminal 
of  transformer  B  is  connected  to  the  middle  point  of  transformer  A, 
and  approximately  balanced  three-phase  voltage  is  obtained  from  the 
three  remaining  secondary  terminals.  The  exact  voltages  are  given 
in  the  diagram.  The  three-phase  unbalancing  amounts  to  less  than 
three  percent,  which  is,  of  course,  entirely  permissable  for  induction 
motor  operation.  This  system  has  been  used  for  synchronizing  two- 
phase  and  three-phase  machines,  as  well  as  for  transmitting  power  in 
both  directions. 


A  DEFECTIVE  MAGNETIC  CIRCUIT 

R,  H.  I-ENKHALSEN. 
Chief  Electrician,  Risdon  Iron  Works,  San  Francisco.  Cal.  - 

Ti  1  \L  action  of  a  10  kw,  no  volt,  direct-current  generator  direct- 
connected  to  a  vertical  engine  bafBed  the  engineer  on  a  cer- 
tain government  ship.  The  generator  would  only  build  up  to 
90  volts  with  the  engine  running  at  maximum  speed  and  all  the  field 
resistance  out,  and  each  small  increment  of  load  caused  further  drop 
in  voltage  until  the  lamps  on  the  circuit  were  barely  visible,  al- 
though the  engine  speed  remained  constant.  The  generator  was 
carefully  tested  for  reversed  series  fields,  bad  contacts,  etc.,  but  be- 
yond an  apparently  excessive  air-gap,  nothing  out  of  the  ordinary 
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was  noted.  The  engineer  stated  that  the  trouble  dated  from  the  last 
overhauling  received  by  the  engine,  at  which  time  the  shaft  had 
been  raised  to  equalize  the  clearance  in  a  new  cylinder  that  had  been 
installed,  no  adjustment  of  the  connecting  rod  being  possible.  Upon 
receipt  of  this  information  the  engineer  was  asked  how  it  happened 
that  the  armature  Vv^as  concentric  with  the  bore  of  the  field  after 
raising  the  shaft.  lie  gave  out  the  startling  information  that  he 
had  inserted  brass  distance  pieces  between  the  halves  of  the  field 
frame.  As  these  were  nicely  fitted  and  painted  over  they  had  not 
been  noticed  when  examining  the  machine.  The  double  break  in  the 
magnetic  circuit  together  with  the  already  large  air-gap  were  enough 
to  make  any  self-respecting  machine  act  queerly.  The  shaft  was 
lowered,  the  brass  liners  removed  from  the  field,  and  the  connecting 
rod  taken  to  a  forge  shop  and  lengthened,  after  which  the  set  ran  as 
well  as  ever. 

A  REVERSED  FIELD  COIL 

A  series  wound  four-pole  crane  motor  of  the  consequent  pole 
type  having  but  two  field  coils,  burned  out  its  armature.  The  arma- 
ture which  was  of  the  wave  wound  type  was  completely  rewound. 
The  field  coils  were  untaped,  but  as  they  were  uninjured  they  were 
retaped  and  replaced  in  the  motor.  The  repairman  was  cautioned 
to  be  sure  both  field  coils  were  replaced  in  the  machine  so  that  the 
polarity  would  be  correct  in  order  that  consequent  poles  might  be  cre- 
ated on  the  other  two  poles.  The  motor  exerted  no  torque  when 
current  was  applied,  and  although  the  connections  were  carefully 
gone  over  no  errors  were  found.  The  repairman  stated  that  he  had 
tested  the  polarity  of  the  fields  with  a  compass  and  found  them 
correct  and,  as  he  was  a  careful  man,  his  statement  was  accepted, 
until  the  writer  happened  to  pick  up  the  compass  and  noticed  that 
the  north  end  pointed  to  the  south.  This  gave  us  a  suspicion  as  to 
the  trouble,  which  was  as  follows : 

The  repairman  fully  excited  the  motor  fields  and  brought  the 
compass  close  to  the  upper  pole  piece  which  indicated  "N."  He 
then  quickly  dropped  the  compass  to  the  lower  pole,  and  the  power- 
ful field  reversed  the  polarity  of  the  needle  before  it  could  swing 
around,  causing  a  false  indication.  After  one  field  was  reversed  the 
motor  ran  correctly. 
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238 — Relay  for  Power  Station 
Telephone  Ringing  Circuit — 
Would  it  be  possible  to  use  an 
electrolytic  rectifier  to  obtain 
direct  current  for  operating  a 
telephone  ringing  circuit  in  our 
power  station,  alternating  cur- 
rent being  obtained  from  a 
grounded  bridging  telephone 
circuit  extending  over  ten  or 
15  miles  and  having  on  it 
about  15  phones  with  a  mag- 
neto ringer  at  each  instrument? 
It  is  proposed  to  operate  a  lo- 
cal ringing  circuit  from  a  125- 
volt  exciter  circuit  means  of  a 
relay,  by  connecting  an  incan- 
descent lamp  in  series  with  the 
gong  in  the  local  ciccuit  of 
the  relay.  Each  phone  has 
a  different  number  of  rings 
as  a  call  and  the  relay  bell 
must  articulate  these  dis- 
tinctly. The  bell  magnet  is 
made  up  of  two  i  ooo-ohm 
coils.  Thus  far  we  have  not 
been  able  to  obtain  a  rectifier 
of  the  proper  capacity  and  ar- 
rangement to  give  satisfactory 
results  in  this  direction.  A.  s.  E. 

The  most  effective  arrangement 
would  probably  be  found  to  be  the 
use  of  an  alternating-current  relay  in 
which  the  main  essential  feature  is 
the  use  of  a  thoroughly  laminated 
magnetic  circuit.  The  difficulty  with 
the  electrolytic  rectifier  is  that,  in- 
stead of  improving  the  operation  of 
the  relay,  it  would  tend  to  increase 
the  vibrating  effect  in  the  contact 
maker,  because,  instead  of  the  elec- 
tro-magnets of  the  relay  being  sup- 
plied with  current  of  the  frequency 
of  the  ringing  circuit,  the  rectifier 
would  eliminate  every  second  alter- 
nation of  the  current  and  the  result- 
ant uni-directional  current  would  be 
intermittent  or  pulsating.  The  use  of 
a  polarized  relay,  such  as  is  employed 
in    some    telephone    .systems,    w'ould 


also  make  it  possible  to  operate  di- 
rectly on  the  telephone  ringing  circuit 
without  a  rectifier.  With  each  alter- 
nation of  the  current  the  armature  of 
such  a  relay  is  attracted  first  by  one 
pole  of  the  magnet  and  then  the 
other,  and  thus  contact  is  obtained  on 
the  secondary  circuit  of  the  relay, 
thereby  making  distinct  signals  possi- 
ble. A  furtlier  means  of  obtaining  a 
positive  and  uninterrupted  contact 
for  the  local  ringing  circuit  would  be 
to  provide  a  spring  contact  similar  to 
that  used  on  electric  bells.  A  third 
scheme  which  might  be  found  effec- 
tive in  giving  clearly  defined  signals 
would  be  to  saw  a  slot  in  the  end  of 
the  core  of  each  pole  of  the  electro- 
magnet of  the  relay  in  order  to  put  a 
copper  band  around  one-half  of  the 
end  of  each  core.  These  bands 
should  be  soldered  at  the  joint  in  or- 
der to  insure  a  complete  low-resist- 
ance electrical  circuit;  they  would  act 
as  short-circuited  or  damping  coils, 
the  eft'ect  being  to  cause  a  lag  in  the 
magnetism  of  one-half  of  the  core  of 
each  pole  behind  that  of  the  other 
half.  This  would  tend  to  give  a  con- 
stant pull  on  the  armature,  which  is 
the  condition  required. 

H.  w.  B.  &  H.  M.  s. 
239 — Selection    of    Meter    Capaci- 
ties— How  are  the  capacities  of 
voltmeter,  ammeter,    wattmeter, 
polyphase      integrating      watt- 
meter, and  series  transformers 
determined    for   a   three-phase, 
2  200-volt,     secondary     voltage 
circuit  to  operate  a  350  hp  mo- 
tor;    and     also,     how     is     the 
power-factor  of  the  motor  de- 
termined? M.  T.  c. 
The  total  power  in  watts  delivered 
to  the  motor,  over  a  balanced  three- 
phase     line,     assuming     100     percent 
power-factor,  is  \/3  E  I.  where  E  is 
tlie  e.m.f.  between  two  lines  and  I  is 
the  current  in  one  line.     Three  other 
quantities  must  be  taken  into  account 
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to  determine  the  maximum  current, 
namely :  power-factor,  efficiency,  and 
maximum  overload.  Thus  the  cur- 
rent in  each  line  at  the  stated  over- 
load, O.  L.,  is  expressed  by, 

746  X  hpj<  ^i  +  O.L.) 

A  reasonable  overload  to  allow  on 
the  ammeter  is  50  percent.  Efficiency 
should  in  this  case  be  interpreted  as 
the  ratio  of  mechanical  output  to 
electrical  input  in  tlie  primary.  Effi- 
ciency and  power-factor  at  the  maxi- 
mum overload  depend  on  individual 
conditions ;  but,  assuming  80  percent 
power-factor  and  90  percent  effi- 
ciency, the  current  would  be : 

746X350X1.50  ,,,  ,  . 

=  143  amperes! approx) 

1.73X2  200X0.80X0.90 

Full  scale  reading  on  the  ammeter 
should  be  a  round  number,  and  in 
this  case,  therefore,  should  be  about 
150  amperes.  Series  transformers 
should  alscc  have  a  primary  capacity 
of  150  amperes.  The  secondary  cur- 
rent of  the  transformers  should  be 
adapted  to  the  ammeter  and  watt- 
meter. Usually  these  meters  take 
about  5  amperes  for  full  deflection.  . 
The  shunt  transformers  should  have 
a  ratio  of  approximately  2200  to  no, 
to  suit  the  voltmeter  and  wattmeter. 
The  voltmeter  should  have  a  full 
scale  reading  considerably  above  nor- 
mal voltage — say  3  000  volts  ;  its  cali- 
bration depends  on  the  shunt  trans- 
former ratio.  The  wattmeter  should 
have  a  scale  allowing  approximately 
50  percent  overload,  so  that  its  ca- 
pacity (which  should  take  account  of 
motor  efficiency)    would  be, 

746  X  350  X  1.50  .       .  ,     c^^m 

=  approximately  500  k.w. 
0.90X1000 

The  calibration  depends  on  shunt  and 
series  transformer  ratios. 

The  capacity  of  the  integrating 
wattmeter  is  calculated  in  practically 
the  same  way  as  that  of  the  indicat- 
ing wattmeter.  If  the  integrating 
meter  is  required  to  be  very  accurate, 
it  should  not  be  on  the  same  series 
transformers  as  the  other  meters,  on 
account  of  the  introduction  of  inac- 
curacy of  ratio  of  these  transform- 
ers 'where  they  are  connected 
to  several  instruments  in  series. 
This  inaccuracy  is  particularly 
noticeable  when  the  current  is 
small.  If  the  integrating  meter 
is  connected  to  its  own  series  trans- 


formers it  is  not  always  necessary  or 
desirable  to  take  account  of  over- 
load, because  there  is  no  definite  limit 
to  the  capacity  of  an  integrating 
meter  as  there  is  to  an  indicating 
wattmeter;  and  therefore  the  meter 
may  carry  an  overload  without  diffi- 
culty. The  advantage  of  neglecting 
the  overload  is  that  the  meter  is 
more  accurate  on  light  loads  if  its 
capacity  is  smaller.  There  is,  of 
course,  no  necessity  that  the  full  load 
of  an  integrating  meter  should  come 
out  in  round  numbers,  as  is  the  case 
with  indicating  meters,  because  there 
is  nothing  on  an  integrating  meter  to 
make  it  apparent  when  it  is  carrying 
exactly  its  rated  full  capacity.. 

The  power-factor  may  be  deter- 
mined most  readily  by  the  use  of  a 
power-factor  meter.  If  this  meter  is 
not  available,  the  power-factor  may 
be  found  by  the  method  described  in 
No.  193  in  the  Journal  for  January, 

'09.  H.  W.  B. 

240 — Action  of  Meters  on  Reversal 
OF   Power — A   motor-generator 
set  is  intended  for  use  in  deliv- 
ering either  alternating-current 
or  direct-current  power  accord- 
ing    to     the     varying     demand 
made  upon  the  station  at  differ- 
ent hours  of  the  day.    Integrat- 
ing wattmeters  are  permanent- 
ly  connected    on   each    end   of 
the  set  so  as   to   run    forward 
at  a  given  end  when  that  end 
is    acting   as    a   generator    and 
backward  when   it  is   acting  as 
a  motor.     Should  both  meters 
read  correctly  at  all  times  un- 
der  these  conditions?     If   not, 
please   state    what    features    in 
each    instrument    will    prevent 
such  correct  readings.       f.  f.  s. 
By  reference   to   an  article   in  the 
Journal     for     October,     1907,     Vol. 
IV,  p.  584,  on  "Metering  Commercial 
Circuits,"    by    Mr.    H.    Miller,    a    de- 
scription will  be  found  of  the  meth- 
ods   of   correction    for    friction,    fre- 
quency,  etc.,  in  one  of  the  standard 
types     of     alternating-current     watt- 
meters.    If  such  a  meter  is  operated 
on   reverse   direction    of   power   it   is 
evident    from    this    description    that, 
while   the   recording  mechanism   will 
operate  without  difficulty  in  the  neg- 
ative   direction,    the    error    at    light 
loads  will  be  double  that  which  would 
occur  if  there  were  no  such  correc- 
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tion.  Hence,  in  order  to  operate  a 
meter  under  such  conditions  it  is  ad- 
visable to  have  the  meter  calibrated 
for  the  average  light  load  condition, 
that  is,  without  friction  compensation. 
There  will  be  no  difificulty  whatsoever 
for  other  conditions  of  load  than  that 
of  light  load,  accuracy  of  registration 
or  subtraction  being  in  either  case 
well  within  the  ordinary  percentage 
of  accuracy  of  the  meter.  The  same 
principle  is  involved  in  regard  to  the 
operation  of  the  direct-current 
meter;  the  light  load  inaccuracy, 
however,  being  considerably  greater 
than  that  of  the  alternating-current 
meter.  Hence,  in  this  case  a  calibra- 
tion without  friction  compensation 
should  also  be  made  in  order  to  aver- 
age the  light  load  inaccuracy.  For 
ordinary  conditions  of  load  other 
than  of  light  load  the  direct-current 
meter  will  also  give  reasonably  ac- 
curate registration  or  subtraction,  as 
the   case  may  be.  w.  b. 

241 — Adjustment  of  Inverse  Time 
Element  Relay — \\  polyphase 
inverse  time  element  relay  is 
connected  to  a  circuit  carrying 
from  60  to  75  amperes  per 
phase.  The  ratio  of  transfor- 
mation in  the  series  transform- 
ers is  80  to  5  amperes.  It  seems 
to  be  impossible  to  vary  the 
time  of  tripping  on  this  relay. 
*The  spacing  of  the  contacts  is 
^  _  inch  and  variation  of  the 
weights  on  the  disc  of  the  re- 
lay does  not  prevent  its  trip- 
ping the  circuit  breakers  in- 
stantaneously on  short-circuit. 
Please  give  information  as  to 
the  cause.  a.  w. 

The  time  element  of  this  relay,  as 
the  name  implies,  depends  on  the 
overload.  The  relay  should  operate 
in  y2  second  with  the  maximum 
weight  on,  with  a  current  of  12  am- 
peres. If  more  than  this  current 
flows  in  the  relay  as,  for  example,  on 
a  short-circuit,  or  if  less  than  the 
maximum  weight  is  used,  the  time  is 
still  less.  The  purpose  of  this  relay 
is  to  introduce  a  time  element  in  case 
of  an  ordinary  overload,  but  in  case 
of  excessive  overload  (which  is 
equivalent  to  a  short-circuit)  the  ac- 
tion should  be  practically  instantane- 
ous. The  time  may  be  increased 
somewhat   by   increasing   the   spacing 


of  the  contacts  to  about  J^  inch.  If 
it  is  desired  to  introduce  a  time  ele- 
ment, independent  of  the  overload,  a 
definite  time  limit  relay  should  be 
used.  A  polyphase  overload  relay 
having  a  definite  time  limit  action  is 
described  in  the  Journal  for  March, 
1908,  p.  174,  and  is  also  referred  to 
in  the  July,  1908,  issue,  p.  409.  A 
time  limit  relay  for  use  in  connection 
with  an  overload  relay  is  described 
in  the  Journal  for  June  and  August, 
1908,  pp.  351  and  464  respectively. 
This  latter  relay  could  be  used  with 
the  inverse  time  element  relay  to  add 
a  definite  time  element  to  the  opera- 
tion of  the  main  relay  h.  w.  b. 

242 — Noise  on  Telephone  Line  Par- 
alleling Transmission  Sys- 
tem— Will  you  please  advise 
what  can  be  done  to  avoid 
static  electricity  on  our  tele- 
phone line?  We  have  32  miles 
of  line,  17  of  which  parallel  a 
33  000  volt,  high-tension  trans- 
mission line.  The  telephone 
circuit  is  carried  on  the  same 
poles  as  the  transmission  cir- 
cuit and  about  five  feet  below 
on  the  opposite  side  of  the 
pole,  with  transpositions  every 
eight  poles.  The  telephone  line 
is  very  noisy  during  stormy 
weather.  0.  h.  h. 

Noise  during  stormy  weather  is 
probably  due  to  leakage  rather  than 
static,  such  as  would  result  if  the 
wires  were  in  contact  with  twigs  or 
branches  of  trees  or  other  objects,  or 
if  the  bottom  parts  of  the  insulators 
were  by  chance  in  contact  with  the 
poles  so  that  during  wet  weather  the 
moisture  would  give  a  leakage  path 
for  the  current  from  the  telephone 
wires.  If  there  is  continuous  trouble 
from  noise  it  may  be  due  to  static 
leakage  in  the  instruments,  as  few 
telephones  arc  sufficiently  insulated 
to  withstand  high  potential  static  cur- 
rent. If  the  spans  are  exceptionally 
long  a  noticeable  humming  may  re- 
sult, due  to  the  wind;  this  can  be 
remedied  by  inserting  a  little  support 
between  the  two  wires  to  prevent 
vibration  or  by  placing  an  "anti-hum- 
mer" at  the  end  of  each  long  span. 
There  is  not  sufficient  information 
given  to  make  a  positive  and  definite 
answer  possible,  however.  TIic  most 
important  thing  is  to  keep  the  lines 
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free  from  grounds  and  leakage.  If 
there  is  positive  evidence  that  the 
trouble  is  due  to  static  current,  this 
can  be  eliminated  by  connecting  each 
line  to  the  ground  through  a  con- 
denser of  about  two  micro-farads  ca- 
pacity and  a  graphite  pencil  of  about 
20  000  ohms  resistance  in  series; 
placing  these  where  they  may  receive 
frequent  attention,  prefei-ably  in  the 
neighborhood  of  the  cause  of  the  dis- 
turbance. One  such  set  would  prob- 
ably be  sufficient,  as  the  telephone  - 
circuit  parallels  the  transmission  line 
for  only  17  miles.  If  condensers  are 
not  available,  fair  results  should  be 
gained  by  the  use  of  an  ordinary  saw- 
tooth lightning  arrester  in  place  of 
the  condensers,  the  spark-gap  being 
adjusted  as  close  as  possible  without 
the  teeth  touching,  care  being  taken 
to  keep  the  gap  free  from  an  ac- 
cumulation of  dust.  If  the  phones 
are  operated  on  the  bridging  system, 
it  would  also  be  possible  to  relieve 
the  line  of  static  current  by  simply 
connecting  the  center  of  the  bridg- 
ing ringers  to  the  ground  through  a 
small  resistance  pencil ;  this,  how- 
ever, has  the  disadvantage  of  burn- 
ing out  the  ringers  if  for  any  cause 
the  telephone  line  becomes  charged 
with  high  potential.  j.  s.  j. 

243 — Improved  Regulation  with 
Decrease  in  Power-Factor — 
Referring  to  the  article  on 
"Drop  in  Alternating-Current 
Circuits,"  in  the  Journal  for 
April,  1907,  it  is  evident  from 
the  data  given  in  the  table  on 
page  229  that,  under  certain 
conditions  of  reactance,  resist- 
ance and  power-factor  in 
transmission  lines,  a  decrease 
in  drop  and  improved  regula- 
tion will  result  from  decrease 
in  power-factor.  This  is  ap- 
parently the  case  in  the  first 
three  lines  of  the  table,  while, 
in  the  major  part  of  the  table 
the  opposite  is  the  case.  Please 
explain  how  this  can  be. 

M.  0.  S. 

In  the  article  on  "Limiting  Capaci- 
ties of  Long  Distance  Transmission 
Lines"  in  the  Journal  for  February 
'07,  Vol.  IV.,  pp.  79-So,  will  be  found 
an  explanation  of  the  above  phenom- 
enon. In  the  table,  page  80,  how- 
ever, the  ratio  between  reactance  and 


resistance  is  not  taken  as  low  as  that 
given  in  the  table  on  page  229,  refer- 
red to  in  the  question;  and  therefore 
the  effect  on  the  total  drop  is  not  as 
marked  in  the  former  as  in  the  lat- 
ter. The  manner  in  which  different 
ratios  of  reactance  and  resistance  af- 
fect the  line  drop  may  be  further 
shown  by  reference  to  Fig.  243  (a), 
which  is  simply  an  extension  of 
iMershon's  Chart.  (See  March,  '07, 
Vol.  iV.,  pp.  139-140.)  Two  cases 
have  been  assumed  :  First — that  in 
which  the  smaller  triangle,  DCB,  rep- 
resents a  condition  similar  to  that  in- 
dicated in  the  first  three  lines  of  the 
table  on  page  229,  viz.,  a  condition  in 
which  the  reactance  is  relatively 
small  and  the  resistance  relatively 
large.     To  show  the  effect  upon  the 


ft 

""— 

^ 

t 

/ 

~~-- 

^. 

,  A 

\ 

°k 

/^ 

f- 

~~-- 

^ 

?^ 

c 

^ 

"-- 

■-.^ 

c/ 

'S^ 

5f^ 

\ 

\ 

/^ 

^ 

V 

\ 

\ 

\ 

I 

/ 

\ 

s 

\ 

\ 

\ 

/ 

\ 

\ 

\ 

\, 

\ 

/ 

\ 

\ 

\ 

\ 

/ 

\ 

? 

\ 

^ 

^2 

\ 

/• 

^ 

-^ 

?>1 

\ 

/ 

^ 

-^ 

?/■ 

\ 

" 

h. 

D 
B  1 

i 

.2-        3        .4       .5       .6       .7       .8        1 

0       .'0 
f  M.  k  Dciiviid 
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regulation  three  critical  power-fac- 
tors have  been  chosen  which  repre- 
sent the  following  conditions  of 
load:  (a) — Load  of  lOO  percent 
power-factor;  (b) — Load  of  such  a 
power-factor  that  the  total  drop  is  a 
maximum  (f.  e.,  the  line  OC  and  the 
line  CD,  which  is  the  resultant  of 
the  resistance  and  reactance  factors, 
lie  in  the  same  straight  line)  ;  (c)  — 
Load  of  zero  power-factor.  From 
these  three  conditions  of  power-fac- 
tor it  will  be  seen  that  :  (i)  The 
total  drop  increases  with  increase  in 
power-factor;  i.  e.,  at  high  power- 
factor  the  drop  is  controlled  almost 
entirely  by  the  resistance  volts;  (2) 
— The  drop  is  maximum  when  the 
power-factor  of  line  and  load  are  the 
same.  Second — The  second  case 
(represented    by    the    larger    triangle 
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ACB),  indicates  a  condition  similar 
to  that  to  be  found  in  the  latter  part 
of  the  table  on  page  229,  viz.,  one 
in  which  the  reactance  is  relatively 
large  as  compared  with  the  resist- 
ance. In  this  latter  case  the  total 
drop  increases  with  decreasing 
power-factor  up  to  the  critical  vahie 
shown  in  position  2  of  the  triangle 
ABC.  c.  p.  F. 

244 — Three-Phase  —  Two-Phase 
Transformatiox  with  Delta- 
Connected  Transformers  — 
What  are  the  relative  merits 
of  the  methods  of  transform- 
ing from  three-phase  to  two- 
phase  by  means  of  two  "T"- 
connected  transformers,  and 
three  delta-connected  trans- 
formers in  which  the  three 
transformers  are  tapped  at  the 
proper  points,  intermediate  be- 
tween their  terminals,  to  give 
the  desired  90-degree  or  two- 
phase  relation  of  e.m.f.'s? 

a.  w.  b. 
The  method  using  two  transform- 
ers is  represented  by  vector  diagram 
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FIG.  244  (a) 

and  diagram  of  connections  in  the 
Journal  for  October,  '07,  p.  598.  The 
proposed  method  using  three  trans- 
formers connected  in  delta,  is  shown 
in  Fig.  244  (a).  The  former  method 
is  more  efficient.  The  latter  method 
is  probably  satisfactory  as  a  make- 
shift connection  where,  for  example, 
it  is  desired  to  obtain  an  increase  of 
capacity  over  that  available  by  tlic 
use  of  two  transformers  in  the  ordi- 
nary method.  The  currents  in  the  dif- 
ferent windings  vary  considerably.  In 
specially  designed  transformers  the 
cross-sections  of  the  different  con- 
ductors could  be  adapted  to  the  cur- 


rents, thus  reducing  the  capacity  re- 
quired; but,  if  standard  transformers 
are  used  in  which  the  cross  sections 
of  the  conductors  are  uniform 
throughout,  then  in  order  to  avoid 
overheating  in  spots,  sufficient  ca- 
pacities must  be  used  to  take  care  of 
the  full-load  currents  occurring  at 
these  points  of  maximum  heating. 
Transformers  that  would  handle  100 
kw  single-phase  would  give  87  kw 
capacity  each  with  the  ordinary  T- 
connection  and  approximately  78  kw 
with  the  delta-connection  considered 
herein.  P\irther  disadvantages  in  the 
delta-connection  lie  in  the  fact  that 
three  transformers  instead  of  two  are 
required,  and  having  a  larger  aggre- 
gate capacity  ;  also,  the  two  secondary 
circuits  are  interconnected  in  a  defi- 
nite and  not  completely  symmetrical 
manner,  whereas,  in  the  T-connection 
the  two  secondary  circuits  are  inher- 
ently independent  but  may  be  inter- 
connected in  any  desired  manner. 

E.  c.  s. 

245 — Sound  -  Intensifying  Device 
FOR  Graphophone — One  of  our 
representatives  recalls  having 
been  present  at  a  demonstra- 
tion at  The  Electric  Club  some 
three  or  four  years  ago,  of  a 
device  for  intensifying  sound 
in  large  phonograph  work,  in 
which  a  compressed  air  outfit 
was  used  to  intensify  the  sound 
reproduced  by  means  of  a  talk- 
ing machine,  the  effect  of  the 
device  being  not  only  to  in- 
crease the  volume  of  sound, 
but  to  eliminate  the  trouble- 
some scraping  noise  commonly 
noticeable  in  such  machines, 
and  giving  remarkably  perfect 
reproductions  of  the  human 
voice  and  musical  instruments. 
Can  you  give  us  any  informa- 
tion  regarding  this   apparatus? 

F.  M.  N. 

The  apparatus  in  question  was  de- 
vised by  the  Victor  Talking  Machine 
Co.,  the  essential  apparatus  being  a 
graphophone  outfit,  a  small  alternat- 
ing or  direct-current  motor  of  about 
one-fourth  hp  capacity  direct-con- 
nected to  a  rotary  air  pump,  and  a 
small  storage  tank.  A  "gridiron"  air 
valve  was  connected  with  the  stylus 
of  the  graphophone  so  that  vibra- 
tions set  up  by  the  record  disc  oper- 
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ated  the  air  valve  controlling  the 
supply  of  compressed  air  in  such  a 
way  that  the  volume  of  sound  com- 
ing from  the  bell  of  the  graphophone 
was  increased.  f.  r.  k. 

246 — Overloading  of  Transformers 
— In  an  installation  of  a  i  000 
hp  pumping  motor  operated 
from  step-down  transformers 
on  a  13  200-volt,  60-cycle, 
three-phase  circuit,  lightning 
recently  caused  one  of  the 
transformers  to  burn  out  and 
at  the  same  time  burned  out  a 
connection  on  one  of  the  pri- 
mary leads.  After  this  it  was 
noticed  that  one  of  the  trans- 
former leads  became  very  hot. 
The  transformers  are  connect- 
ed in  delta.  Would  an  open 
circuit  such  as  that  noted 
above  cause  either  of  the 
transformers  to  be  overload- 
ed? E.  F.  B. 

Without  a  diagram  of  connections 
it  is  impossible  to  state  definitely  as 
to  the  conditions  involved  in  the  dif- 
ficulty referred  to.  We  believe, 
however,  that  this  question  will  be 
found  to  be  covered  by  question  No. 
160  in  the  Journal  for  October,  '08. 
For  further  information  which  may 
throw  light  on  the  subject  see  also 
the  following:  Questions  Nos.  21, 
26,  February,  '08;  91,  June,  '08;  96, 
July,  '08,  and  162,  November,  '08. 

H.  c.  s. 

247 — ]\Iethods  OF  Studying  High 
Potential  Stress — Please  give 
Some  suggestions  and  methods 
for  the  study  of  potential  stress 
in  high-tension  transformers 
(100,000  to  150,000  volts)  at 
the  point  of  breakdown.  Please 
give  references  to  literature  on 
this  subject.  j.  y.  y. 

See  the  transactions  of  the  Inter- 
rational  Electrical  Congress  held  at 
St.  Louis  during  the  Exposition  of 
1904,  and  the  transactions  of  the 
American  Institute  of  Electrical  En- 
gineers for  1904.  See  also  paper  on 
"Line  Constants  and  Abnormal  Cur- 
rents in  High  Potential  Transmis- 
sions," by  ]\Ir.  Ernst  J.  Berg,  Trans. 
A.I.E.E.,  September,  1907,  p.  163. 
Such  points  as  the  effect  of  ionization 


of  the  air  on  the  breakdown  point  of 
insulators,  terminals,  etc.,  the  ef- 
fect on  the  strength  of  the  insulation 
of  distributing  the  potential  stress  in 
the  insulation  of  the  high-tensiofi 
terminals  by  the  introduction  of  al- 
ternate layers  of  insulating  material 
and  tin  foil,  thereby  producing  a  con- 
denser effect  (see  paper  on  "Con- 
denser Type  of  Insulation  for  High- 
Tension  Terminals,"  Trans.  A.I.E.E., 
March,  1909,  Vol.  XXVIII,  p.  2^1,2)  ; 
the  effect  of  shape  and  outline, 
rounding  of  edges,  etc.,  on  the  break- 
down strength  of  insulators,  termin- 
als, letc,  and  the  feasibility  of  high 
potential  air  tests  of  complete  trans- 
formers to  determine  points  of  weak 
insulation,  may  be  considered.  The 
points  of  high  potential  stresses  may 
be  determined  experimentally  by  ob- 
servation in  the  dark,  as  they  will  be 
found  to  glow  or  show  "static"  at 
these  points.  A.  b.  r. 

248 — Proper  Secondary  Voltage 
FOR  Welding  Steel — In  weld- 
ing steel  tubes  2^  inches  in  di- 
ameter and  having  3-16-inch 
walls,  a  transformer  giving 
from  three  to  four  volts  on 
the  low-tension  side  is  used. 
Some  difficulty  is  experienced 
in  obtaining  perfejctly  sound 
welds,  and  there  always  ap- 
pears to  be  a  burned  spot  usu- 
ally where  the  first  contact  is 
made,  which  makes  a  leak  in 
the  tube.  Is  it  probable  that  a 
change  in  voltage  would  make 
pO'Ssible  stronger  and  tighter 
welding.  j.  j.  f. 

We  presume  that  you  are  using 
what  is  known  as  the  incandescent, 
or  Thompson,  method  of  welding. 
The  ends  of  the  tubes  should  be  true 
and  smooth,  and  there  should  be  a 
uniform  contact  around  the  entire 
circle  of  the  tube  when  the  current 
is  turned  on.  If,  under  these  con- 
ditions, trouble  is  'experienced,  we 
believe  it  can  be  remedied  by  reduc- 
ing the  voltage  to  about  0.9  to  1.5 
volt.  It  is  imperative  that  the 
source  of  power  be  free  from 
noticeable  fluctuations  of  voltage.  It 
is  apparently  immaterial  whether  60- 
cycle  or  25-cycIe  current  is  employed. 

C.   B.   A. 
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One  of  the  most  common  practices  in  the  use  of 

Transformers    t?lectrical    apparatus    is    the    connecting   of    trans- 

jf,  formers    in    parallel.      There    is,    however,   among 

Parallel  many  of  those  who  use  transformers,  no  clear  and 

definite  itlea  of  the  fundamental  elements  which 
determine  the  division  of  the  load.  Exhaustive  mathematical  or 
complex  diagrammatical  solutions  are  apt  to  obscure  rather  than 
bring  out  clearly  the  simple  and  fundamental  elements  in  the  prob- 
lem. As  in  the  operation  of  most  electrical  apparatus  there  are  a 
few  fundamental  factors.  There  are  other  factors,  usually  of  sec- 
ondary importance  in  ordinary  apparatus,  the  consideration  of 
which  is  necessary  only  when  special  refinements  or  unusual  types 
of  apparatus  are  employed. 

The  article  by  Mr.  J.  B.  Gibbs  on  the  "Parallel  Operation  of 
Transformers,"  in  this  issue  of  the  Journal,  sets  forth  in  a  clear 
and  sim])le  manner  the  fundamental  factors  which  determine  the 
division  of  current  between  transformers  operating  in  parallel.  He 
presents  the  simple  physical  relations,  and  then  illustrates  them  by 
simple  diagrams.  The  circulating  current  between  the  transformers, 
which  is  sometimes  used  as  the  basis  of  discussions  on  this  subject,  is 
not  directly  considered.  The  problem  is  divided  into  two  parts;  the 
first  takes  up  the  relative  currents  in  the  two  transformers,  and  the 
second  the  efl:'ectiveness  with  which  the  two  transformers  together 
act  in  supplying  current  to  the  line.  It  is  found  that  the  relation 
between  the  currents  in  the  transformers  depends  upon  their  rela- 
tive impedance,  and  that  the  sum  of  the  two  currents  may  be  equal 
to  or  greater  than  that  in  the  line,  depending  upon  the  respective 
ratios  between  resistance  and  inductance.  It  is  found,  however, 
that  this  latter  condition  is  of  minor  consequence  unless  the  tran.s- 
formers  dififer  widely  in  the  ratios  of  resistance  and  inductance.  It 
follows,  therefore,  that  tlic  impedance  of  the  transformers  is  the 
controlling  element. 

The  magnetizing  current  as  a  factor  has  been  considered  by 
^Ir.  Gibbs  as  of  secondary  importance,  and  has  not  been  taken  into 
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consideration.  The  effect  of  magnetizing  current  is  to  increase  the 
inductance  of  a  transformer.  There  is  a  "leakage  field"  between 
the  primary  and  secondary  coils  due  to  current  in  the  primary  alone 
as  well  as  to  currents  in  both  coils.  If,  however,  the  magnetizing 
current  is  small,  and  further,  if  the  magnetizing  currents  of  the 
different  transformers  which  are  to  be  connected  in  parallel  do  not 
differ  greatly,  the  magnetizing  current  will  have  but  trivial  effect 
upon  the  division  of  the  load.  It  may  be  observed,  furthermore, 
that  the  transformer  which  has  the  lesser  rating  is  apt  to  be  the  one 
which  has  the  higher  percentage  magnetizing  current.  Conse- 
quently, its  impedance  will  be  higher  than  it  would  be  if  its  mag- 
netizing current  were  smaller,  and  it  will  carry  a  slightly  less  pro- 
portion of  the  load  than  it  otherwise  would  carry.  This  is  not  apt 
to  be  serious,  however,  for  even  a  fairly  large  percentage  of  the 
load  of  a  small  transformer  shifted  to  a  larger  one  will  increase  the 
load  upon  it  in  much  less  proportion. 

The  present  article  shows  not  only  the  method  of  determining 
the  division  of  the  load  between  the  transformers,  but  also  the  im- 
portance of  attention  to  the  characteristics  of  transformers  which 
are  to  be  connected  in  parallel.  This  becomes  of  greater  consequence 
as  transformers  improve  in  quality  and  are  built  with  small  im- 
pedances which  may,  however,  differ  widely  from  each  other.  Two 
transformers  of  equal  normal  capacity,  having  equal  copper  losses 
of,  say,  one  percent,  and  inductances  of  three  percent  and  six  per- 
cent, respectively,  would  operate  independently  to  give  under  or- 
dinary conditions  of  service  approximately  the  same  regulation,  but 
would,  if  connected  in  parallel,  divide  the  load  so  that  one  would 
carry  nearly  twice  the  current  carried  by  the  other,  although  tht 
sum  of  the  currents  in  the  two  transformers  would  exceed  that  in 
the  line  by  less  than  one  percent. 

It  is- obvious  that  the  division  of  load  between  the  transformers 
depends  upon  the  total  impedances  between  the  bus-bars,  including 
with  each  transformer  its  connecting  wires  and  any  devices  through 
which  the  current  may  pass.  Hence,  the  impedance  of  a  transformer 
circuit  may  be  increased  by  the  insertion  of  resistance  or  inductance 
in  its  primary  or  secondary  lead  wires.  In  general,  a  suitable  choke 
coil  in  series  with  the  transformer  which  needs  more  impedance 
will  secure  a  satisfactory  adjustment  of  current. 

It  may  be  further  noted  that,  when  the  resistance  and  induct- 
ance ratios  are  unequal,  the  phases  of  the  currents  in  the  two  trans- 
formers are  not  the  same,  so  that  two  transformers  may  carry  equal 
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currents  and  still  not  deliver  equal  amounts  of  power  to  the  cir- 
cuit. Hence,  a  wattmeter  with  its  series  coil  in  circuit  with  only  one 
of  the  transformers  will  not  measure  half  of  the  power.  It  will  be 
more  or  less  than  half,  depending  upon  which  transformer  is  se- 
lected. CH.A.S.  F.  Scott 


The  meeting  of  the  Underwriters'  National  Elec- 

The  trie  Association  held  in  New  York,  March  24111  and 

National         25th,  was  notable  for  the  very  few  changes  made 

Electrical        in   the    existing   code.     A   new    set   of    rules    was 

Code  added  covering  the  construction  and  installation  of 

circuit  breakers  for  certain  classes  of  work,  but 
outside  of  this  there  was  practically  nothing  new  added  to  the  code. 
This  condition  of  afifairs  should  be  very  gratifying  both  to  the  un- 
derwriters and  to  all  who  come  in  contact  with  the  code,  as  manu- 
facturers, contractors  or  others,  as  it  indicates  that  the  rules  em- 
bodied in  the  code  at  the  present  time  are  reaching  a  point  where 
radical  modifications  are  not  necessary.  The  gradual  decrease  in 
the  number  of  important  changes  in  the  code  from  year  to  year, 
combined  with  the  very  few  changes  required  this  year,  has  resulted 
in  a  recommendation,  by  the  electrical  committee  of  the  National 
Board  of  Fire  Underwriters,  that  the  regular  meeting  of  the  com- 
mittee be  held  biennially,  instead  of  annually  as  heretofore. 

Another  feature  of  this  meeting  which  is  worthy  of  mention 
and  which  should  be  very  gratifying  to  all  concerned  was  the  an- 
nouncement that  the  municipal  authorities  of  the  city  of  New  York 
have  decided  to  adopt  the  National  Electrical  Code  in  their  territory 
as  governing  electrical  installations,  only  such  additions  being  made 
as  are  required  from  the  municipal  standpoint  and  covering  other 
matters  than  those  directly  concerned  with  the  fire  hazard.  This 
carries  with  it  a  single  inspection  in  place  of  a  double  inspection  as 
heretofore,  most  of  the  work  being  done  by  the  authorized  repre- 
sentatives of  the  underwriters  and  their  inspection  certificate  being 
accepted  by  the  municipal  authorities.  Some  other  cities  had  previ- 
ously taken  this  action,  while  still  others  have  the  double  inspection 
with  rules  which  in  some  cases  are  not  uniform  and  often  contra- 
dictory. It  is  to  be  hoped  that  the  time  is  not  far  distant  when  a 
similar  action  may  be  taken  by  all  the  large  cities  having  municipal 
inspection,  so  that  the  inspection  and  examination  of  electrical  ap- 
paratus with  relation  to  the  fire  hazard  will  be  uniform  throughout 
the  United  States. 
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Following  the  meeting  of  the  Underwriters'  National  Electric 
Association  was  held  the  annual  meeting  of  the  National  Confer- 
ence on  Standard  Electrical  Rules,  this  conference  having  repre- 
entatives  from  all  the  national  engineering  bodies  interested  and 
also  from  the  various  Underwriters'  Associations  and  from  the  large 
manufacturing  interests.  At  this  conference  a  matter  of  very  con- 
siderable importance  was  discussed,  this  being  the  question  of  rules 
relating  to  the  life  hazard.  This  question  had  been  referred  by  the 
Underwriters'  National  Electric  Association  to  the  National  Con- 
ference with  a  view  of  ascertaining  their  opinion  in  regard  to  print- 
ing certain  rules  already  in  the  code  and  which  relate  chiefly  to  the 
life  hazard — as,  for  example,  the  grounding  of  the  neutral  point  of 
distributing  transformers,  and  certain  rules  in  relation  to  theater 
wiring — with  a  note  stating  that  these  rules  were  life  hazard  rules 
and,  therefore,  would  not  necessarily  be  enforced  by  the  under- 
v/riters  except  in  so  far  as  they  might  afifect  the  fire  hazard.  It 
was  the  consensus  of  opinion  of  the  conference  that  these  rules 
should  be  printed  with  this  explanatory  note,  and  further  action  was 
taken  by  the  appointment  of  a  committee  to  bring  in  a  report  as  to 
the  advisability  of  securing  the  co-operation  of  the  underwriters 
in  promulgating  additional  rules  or  suggestions  with  reference  to 
the  life  hazard.  Mr.  Ck)ddard,  secretary  of  the  Underwriters'  Na- 
tional Electric  Association,  stated  that  he  thought  there  would  be 
no  objection  to  the  printing  of  such  rules  or  suggestions  in  the  code 
for  general  distribution,  provided  they  did  n<^t  interfere  in  any  way 
with  the  rules  governing  the  fire  hazard.  It  is  certainly  to  be  de- 
sired that  municipalities,  contractors  and  others  installing  electric 
wiring,  use  uniform  and  approved  methods  for  safeguarding  human 
life  as  well  as  for  the  prevention  of  fires  from  electrical  causes. 

C.  E.  Skinner 


At  no  time  in  the  history  of  electric  traction  has 

Electric  the    design    of    electric    locomotives    received    so 

Locomotive      nuich  attention  as  it  is  attracting  at  present.     The 

Design  increased  power  required  in  heavy  electric  traction, 

together  with  the  somewhat  unsatisfactory  results 

obtained   with   the  older   forms  of  locomotive,  are  contributing  to 

this.     Most  of  the  electric  locomotives  now  running  have  motors  of 

the  enclosed  type,  suspended  from  and  geared  to  the  driving  axles. 

This  is  similar  to  tramway  practice ;  but  whereas  in  the  latter,  only 

small  motors  are  needed  and  these,  in  any  case,  must  be  below  the 
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floor  line  of  the  vehicle,  with  electric  locomotives  large  heavy  motors 
are  required,  and  there  is  no  particular  reason  why  they  should  be 
confined  to  the  space  below  the  usual  floor  level  of  cars.  The  wear 
on  tire  flanges  and  rails  on  railways,  when  motors  of  from  lOO  to 
200  horse-power  are  suspended  from  each  axle,  indicates  that  re- 
consideration of  the  method  of  application  of  electric  motors  in 
heavy  traction  work  is  desirable.  This  wear  is  undoubtedly  due  to 
the  low  center  of  gravity  which  results  when  motors  are  mounted 
on  the  trucks  at  about  the  same  height  above  the  rails  as  the  axles. 
To  a  certain  extent,  also,  the  short  wheel  bases  for  bogie  motor 
trucks,  which  have  been  used  in  some  cases,  contribute  toward  the 
aggravation  of  this  evil.  Various  methods  of  spring  suspension  of 
the  motors,  with  or  without  spring  driving,  have  been  tried  with 
the  object  of  overcoming  these  difticulties.  but  without  decided 
success. 

It  is  a  matter  of  common  knowledge  that  in  the  early  days  of 
steam  locomotive  design  many  engineers  held  the  opinion  that  a 
low  center  of  gravity  would  conduce  to  safety.  \\\\.\\  the  weak 
track  construction  then  in  use  the  fallacy  in  this  argument  was 
C|uickly  brought  to  light.  Locomotives  constructed  with  very  low 
centers  of  gravity  (in  one  case  the  boiler  being  placed  below  the 
driving  axle)  wdicn  running  delivered  severe  blows  to  the  track 
which  resulted  in  accidents  and  derailments.  With  proper  spring 
suspension  and  a  relatively  high  center  of  gravity,  the  oscillations 
set  up  in  a  moving  locomotive  take  the  form  of  downward  pressure 
on  the  rails  through  the  medium  of  the  springs.  The  blows  are 
thus  cushioned  and  gradually  absorbed. 

Tt  is  curious  that  much  the  same  mistakes  have  been  made  in 
electric  locomotive  design.  Several  locomotives  have  been  con- 
structed with  very  heavy  motors  suspended  low  down,  and  in  some 
cases  with  thc-ir  armatures  rigidly  mounted  concentric  with  the 
axles.  It  was  thought  that  this  construction,  having  no  reciprocat- 
ing parts,  would  be  very  satisfactory,  but  in  practice  it  was  found 
that  severe  .stresses  were  set  \\\)  in  the  i)ermanent  way. 

It  seems  quite  probable  that  heavy  electric  locomotive  design 
will  shortly  undergo  a  complete  revolution.  Full  advantage  will  be 
taken  of  the  absence  of  reciprocating  parts  in  the  motors.  The 
features  to  be  aimed  at  are  these:  i — That  the  only  part  of  the 
locomotive  not  com]:)lctely  s]iring  supported  shall  be  the  wheels  and 
axles,  and  any  connt'Cting  rods  used  in  conjunction  therewith.  2 — 
That  the  center  of  gravity  of  the  machine  shall  be  raised  to,  say, 
about  one  and  one-tenth  times  the  width  of  the  gauge.     3 — That  all 
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the  heavier  parts  of  the  locomotive  shall  be  placed  longitudinally 
within  the  length  of  the  driving  wheel  base,  so  that  no  heavy  masses 
will  be  at  either  end  of  the  locomotive.  4 — That  the  motors  shall 
be  rigidly  fastened  to  the  main  frame  of  the  locomotive.  This, 
together  with  their  raised  position,  will  make  the  motors  much  more 
accessible,  and  they  may  be  of  the  partly  open  type,  thus  allowing 
better  ventilation.  Forced  ventilation  of  the  motors  is  very  likely 
to  become  a  distinctive  feature  of  the  modern  locomotive. 

The  features  mentioned  above  indicate  that  motors  of  much 
larger  capacity  than  those  now  in  use  will  be  built,  since  the  restric- 
tions as  to  overall  dimensions  will  be  greatly  relaxed  when  once  the 
motor  is  removed  from  the  immediate  neighborhood  of  the  driving 
axle.  It  becomes  obvious  that  with  this  construction  the  connection 
between  the  motor  and  the  driving  wheels  will  be  made  by  connect- 
ing rods,  so  as  to  allow  full  freedom  of  motion  between  motor  and 
drivers.  Whether  any  intermediate  gearing  is  used  or  not  will  de- 
pend on  the  particular  requirements  of  each  case.  It  is  certain, 
however,  that  the  construction  outlined  above  will  enable  electric 
locomotives  to  be  constructed  which  will  have  far  greater  tractive  ef- 
fort and  power  than  any  hitherto  built,  at  a  cost  bearing  favorable 
comparison  with  that  of  steam  locomotives  and  at  the  same  time 
giving  a  machine  possessing  admirable  riding  qualities  and  having  a 
very  low  cost  for  maintenance. 

The  electrical  problems  involved  present  no  serious  difficulties, 
and  the  design  of  the  electric  locomotive  of  the  immediate  future  is, 
therefore,  largely  a  mechanical  problem.  Recent  progress  with  the 
single-phase,  alternating-current  system,  with  its  economical  trans- 
mission and  distribution  of  power,  brings  the  working  of  heavy 
trains  at  high  speeds  over  long  distances  well  within  the  range  of 
practical  railway  work.  It  now  remains  to  co-ordinate  the  electrical 
and  mechanical  features  of  locomotive  design  more  completely  than 
has  been  done  in  the  past.  A.  C.  Kelly 


The  attention  which  has  been  given  to  the  subject 

The  Use  of      ^^   ^^^^   ^^^^  of    electrical   apparatus    in    mines,   by 

Electricity       mine  operators,  engineering  societies  and  legislative 

In   Mines         bodies  during  the  past  year,  furnishes  substantial 

evidence  of  the  growing  importance  of  electricity 

in  mining  operations.     In  some  instances  considerable  opposition  to 

the  use  of  electrical  machinery  has  developed.     In  most  cases  false 


THE  USE  OF  ELECTRICITY  IN  MINES  263 

impressions  had  been  gained  through  non-scientific  theories  with 
reference  to  the  use  of  electricity  in  mines  as  a  factor  in  some  of 
the  mine  disasters.  It  may  be  that  owing  to  the  rapidity  with  which 
this  form  of  power  is  supplanting  others,  improper  applications  and 
methods  have  been  adopted.  In  many  cases  the  introduction  of 
electrical  apparatus  as  a  labor  saver  has  been  opposed  by  the  mine 
workers,  and  any  reason  which  they  could  give  for  trouble  from  this 
source  has  been  used  to  the  fullest  extent  to  make  it  unpopular.  It 
is  certainly  desirable  that  a  uniform  practice  based  on  the  best  ex- 
perience in  this  branch  of  electrical  engineering  be  adopted  as  a 
means  of  safeguarding  life  and  property  in  mines. 

Suggestions  have  been  made  from  time  to  time  relating  to  this 
question,  perhaps  none  more  practical  than  those  ofifered  by  Air. 
W.  H.  Keller,  Consulting  Engineer,  Charleston,  W.  Va.,  in  his  paper 
before  the  West  Virginia  Mine  Operators'  Association,  relative  to 
the  bonding  of  tracks,  installation  of  feed  wires,  location  of  signal 
lights  and  gongs,  grounding  of  motor  frames,  etc. 

Mr.  W.  A.  Thomas,  in  his  paper  before  the  last  meeting  of  the 
American  Mining  Congress,  emphasized  the  necessity  of  some  uni- 
form action  on  the  part  of  the  various  state  authorities  and  the  co- 
operation of  the  federal  government  in  conducting  investigations  to 
safeguard  the  mining  interests. 

At  this  meeting  of  the  American  Mining  Congress  a  resolution 
was  passed  authorizing  its  president  to  appoint  a  standing  committee 
for  the  purpose  of  standardizing  as  far  as  possible  and  making 
recommendations  concerning  electrical  practice  in  mine  work;  the 
committee  to  consist  of  one  consulting  electrical  engineer,  two  rep- 
resentatives of  manufacturers  of  electrical  equipment,  two  repre- 
sentatives of  labor  organizations  and  two  mine  operators. 

The  policy  of  formulating  safe  and  conservative  practice  by  a 
representative  committee  of  this  kind  is  one  of  great  promise  as 
tending  toward  something  of  a  non-partisan  and  non-political  char- 
acter which  can  safely  be  used  as  a  basis  for  action  in  all  states  in 
which  mining  is  a  factor  in  their  industrial  development. 

If  questionable  practices  have  been  used,  they  should  be  elimi- 
nated; but,  on  the  other  hand,  if  any  doubts  expressed  are  not  well- 
founded,  the  industry  should  not  be  made  to  suffer  out  of  mere 
sentiment  or  prejudice.  We  think  the  plan  being  carried  out  by 
the  American  Mining  Congress  is  most  commendable.  It  is  another 
evidence  of  the  broad  scope  and  worthy  aims  of  that  body  in  fur- 
thering the  interests  of  the  general  mining  industry  of  this  country. 
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EVER  since  the  introduction  of  alternating-current  machinery 
there  has  been  a  demand  for  devices  of  various  kinds  for 
receiving  power  from  an  alternating-current  circuit  and  de- 
livering it  in  the  form  of  direct  current,  for  use  in  connec- 
tion with  apparatus  that  requires  current  of  an  undirectional  na- 
ture. There  are  in  use  devices  of  the  following  types,  differing 
widely  in  limiting  capacity  and  characteristics,  but  all  accomplishing, 
with  various  degrees  of  effectiveness,  the  purpose  desired:  Motor- 
generator  ;  rotary  converter ;  commutator  type  rectifier ;  switch  and 
spark  gap  type  rectifier ;  electrolytic  valve  rectifier,  and  mercury 
vapor  rectifier. 

The  motor-generator  is  entirely  general  in  its  application,  as 
the  power  is  delivered  to  an  alternating-current  motor  and  by  it 
transmitted  through  the  shaft  or  belt  to  a  direct-current  generator. 
Any  voltage,  frequency  and  capacity  for  which  motors  and  gen- 
erators may  be  built  and  wound  can  be  handled  by  a  motor-gen- 
erator set. 

The  rotary  converter  is  essentially  a  motor  and  a  generator 
combined  in  one  machine,  using  the  same  field  and  armature  ma- 
terial. Its  princii^al  limitation  is  that  there  is  a  nearly  fixed  ratio 
between  the  alternating  and  direct-current  voltage. 

A  commutator  type  rectifier  is  a  commutator  run  at  a  speed 
synchronous  with  the  alternating-current  supply  and  accomplishes 
a  literal  rectification  by  switching  over  alternate  half  waves  so  that 
they  traverse  the  load  circuit  in  the  same  direction. 

Several  synchronous  switching  devices  involving  the  closing 
of  relays  or  the  breaking  down  of  spark  gaps,  in  such  a  way  as  to 
connect  the  load  circuit  to  alternate  parts  of  the  alternating-current 
circuit  so  that  rectification  occurs,  have  been  tried  with  somewhat 
doubtful  success. 

Electrolytic  rectifiers  have  been  designed  which  make  use  of  a 
valve  action  manifested  by  aluminum  in  certain  electrolytes.  Alum- 
inum in  many  dift'erent  solutions  will,  under  the  action  of  a  cur- 
rent, build  up  a:  film  on  its  surface  which  ]:)ermits  current  to  flow 


*A  paper  presented  before  the  Engineering  Society  of  Western  Peini- 
sylvania  and  appearing  in  the  Proceedings  of  tlie  Society  for  December, 
1908,  page  459.     Revised  by  the  autlior. 
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in  but  one  direction.  Two  aluminum  ])latcs  may  be  so  connected, 
through  a  load,  an  alternatiui4-curreut  circuit  and  a  plate  of  some 
other  metal  such  as  lead  or  iron,  as  to  deliver  all  the  alternations 
or  half  waves  to  the  load  in  the  same  direction.  I'ecause  of  the 
drop  in  the  voltage  caused  by  the  resistance  of  the  electrolyte  and 
the  more  or  less  inevitable  leakage  of  current  in 
the  wrong  direction,  the  electrolytic  rectifier  can- 
uot  as  a  rule  attain  an  efficiency  at  all  high. 

The  mercury  rectifier  operates  in  a  manner 
similar  to  the  electrolytic  rectifier,  that  is,  by  the 
action  of  electric  valves.  Nearly  all  metals  have 
a  tendency  to  suppress  an  alternating-current  arc 
at  the  zero  point  of  the  current  wave.  Some  of 
the  metals,  namely,  zinc,  cadmium  and  mercury 
manifest  this  characteristic  in  a  very  power- 
>    for    this    reason    that    a    certain    combination 
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FIG.     I 

ful    degree.     It 

of  zinc,  cadmium  and  copper  is  used  as  a  non-arcing  metal 
in  lightning  arresters.  Apparently  this  non-arcing  or  arc  suppress- 
ing power  is  due  to  the  sudden  appearance  of  a  resistance  at  the 
surface  of  the  negative  electrode  as  soon  as  the  current  ceases  to 
fiow    even    for    an    extremely 

1         ,  .  ™,   .  .  L AC  Supply 

short    period,      ihis    negative  i  no  or  220  v. 

electrode  surface  resistance  is 
enormously  increased  with  a 
condition  of  high  vacuum,  but 
ceases  to  exist  as  soon  as  a 
current  has  once  started  with 
a  given  electrode  as  continu- 
ously negative.  A  typical 
mercury  rectifier  bulb,  or 
tube,  is  sliDwn  in  Fig.  i.  The 
two  electrodes  marked  -|-  are 
of  iron,  graphite  or  some  sub- 
stance that  does  not  amal- 
gamate with  mercury.  At  the 
bottom  of  the  bulb    are    two  '■'^-  - 

pools  of  mercury,  one  of  which  forms  the  negative  electrode.  The 
bulb  itself  is  commonly  of  glass.  At  the  start  the  negative  electrode 
resistance  exists  throughout  the  bulb,  that  is.  at  all  the  electrodes, 
and  would  require  anyv/here  from  6000  to  25000  volts  to  break  it 
down   so  that  current  could  fiow. 


Rectifier  Bulb 
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The  common  and  most  reliable  method  of  starting  is  to  con- 
nect some  source  of  e.  m.  f.  across  the  terminals  of  the  two  pools 
of  mercury.  When  the  bulb  is  tilted  so  that  the  mercury  pools 
flow  together  and  part  again,  a  spark  is  produced.  One  end  of  this 
spark  or  small  arc  will,  of  course,  be  negative,  and  when  an  arc  is 
thus  started  the  negative  electrode  resistance  momentarily  disap- 
pears. Before  it  can  re-establish  itself  the  regular  operation  of  the 
bulb  as  a  rectifier  begins.  This  regular  operation  consists  of  alter- 
nate half  waves  of  current  passing  first  from  one  positive  and  then 
from  the  other,  to  the  negative  or  mercury  electrode,  and  thence 
out  through  the  load  and  back  to  the  middle  or  neutral  point  on  the 


FIG.    3 

auto-transformer.      Fig.   2   illustrates   the   ordinary   operating   con 
nections  when  charging  a  battery.     The  starting  resistance  is  only 
connected  in  until  the  bulb  has  started. 

The  writer  cannot  explain  in  detail  the  nature  of  this  valve 
characteristic,  caused  by  the  peculiar  film-like  resistance  at  the  sur- 
face of  conductors,  but  it  is  considered  that  the  conventional  as- 
sumption that  the  actual  flow  of  current  is  from  the  positive  to  the 
negative  electrodes  may  be  incorrect.  Apparently  the  little  parti- 
cles called  "electrons",  described  by  J.  J.  Tompson  as  having  a  mass 
of  about  i/iooo  part  of  a  hydrogen  atom,  carry  charges  of  nega- 
tive electricity.  A  current  consists  of  a  certain  number  of  these 
electrons  moving  as  a  stream  in  a  conducting  circuit.  Whether 
these  electrons  are  themselves  charges  of  negative  electricity  or  are 
simply  the  carriers  of  such  charges  is  immaterial  for  the  present 
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FIG.   4 


consideration ;  the  essential  fact  is  that  they  can  pass  from  a  vapor 
to  a  soHd  conductor,  but  cannot  pass  without  initial  assistance  from 

such  a  conductor  to  a  vapor  unless  the 
pressure  tending  to  cause  them  to  do  so 
is  enormously  increased.  When  once  a 
start  is  made  through  the  surface,  how- 
ever, the  rest  of  the  vapor  path  between 
the  solid  conductors  is  easily  traversed. 
Consequently,  to  get  a  correct  conception 
of  the  action  the  assumption  regarding 
current  direction  must  be  revised ;  the 
actual  current  flow  must  be  considered 
as  upward  from  the  negative  or  mercury 
electrode  to  the  positive.  Just  why  the 
electrons,  or  negative  charges,  cannot 
penetrate  the  surface  of  an  electrode 
without  assistance,  has  been  ascribed  to 
surface  tension,  causing  practically  a 
skin  or  film,  which  has  to  be  punctured.  The  fact  that  if  the  cur- 
rent is  very  small  it  is  exceedingly  difficult  to  maintain,  indicates 
that  the  electrode  skin  resistance 
seems  to  reassert  itself.  Also,  when 
the  applied  potential  is  high  it  is 
sometimes  possible  to  start  a  cur- 
rent simply  by  shaking  the  bulb 
and  breaking  up  the  surface  of  the 
mercury  into  small  ripples. 

The  total  e.m.f.  drop  in  a  recti- 
fier bulb  ranges  from  about  twelve 
volts  up  to  forty  or  fifty.  This 
drop  is  made  up  of  about  five  volts 
or  a  little  more,  at  the  positive  and 
about  four  volts  at  the  negative, 
combined  with  a  drop  in  the  vapor 
path,  dependent  largely  on  the 
length  and  diameter  of  that  path 
and  also  on  the  number  of  bends 
or  angles  which  the  path  takes.  An 
increase  of  vapor  pressure  increases 
the  drop,  but  an  increase  of  tem- 
perature operates   in  the  other  di-  fig.  s 
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rection,  to  decrease  the  drop.  All  other  gases  than  mercury  vapor 
give  a  much  higher  drop  than  mercury  vapor  and  their  presence 
even  in  small  quantities  has  this  effect. 

The  current  capacity  of  a  bulb  is  dependent  on  the  section  and 
size  of  the  leading-in  conductors,  especially  of  the  platinum  seals 
which  carry  the  current  through  the  glass.  It  is  also  dependent  on 
the  total  cooling  surface  of  the  bulb,  as  there  are  limiting  tempera- 
tures for  good  operation,  and  the  only  way  to  keep  the  temperature 
down  is  to  give  large  radiating  surface  to  the  glass  or  to  operate  in 
oil.    During  operation,  mercury  vapor  and  also  many  small  drops  of 
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FIG.  6  FIG.   7 

mercury  are  given  off  by  the  bright  negative  spot  in  the  mercury 
which  gather  on  the  inner  surface  of  the  glass  and  condense  into 
larger  drops  which  run  back  into  the  pool.  In  so  condensing  the 
heat  carried  passes  out  through  the  walls  of  the  bulb  and  escapes 
through  radiation  and  convection. 

The  voltage  which  the  bulb  will  sustain  and  deliver  to  the 
direct-current  circuit  is  dependent  largely  on  the  length,  narrow- 
ness and  crookedness  of  the  vapor  path.  A  bulb  has  to  be  worked 
out  so  as  not  to  permit  even  the  siuallest  particle  of  mercury  to 
spatter  against  or  fall  upon  the  positive  electrodes,  as  if  this  hap- 
pens, the  negative  electrode  resistance  is  broken  down  at  the  point 
where  such  a  drop  impinges  and  the  result  is  a  short-circuit  be- 
tween the  positives.     From  Fig.  2  it  may  be   seen  that   such  an 
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occurrence  not  only  short-circuits  the  transformer  but  may  permit 
a  battery  to  feed  back  through  the  bulb  and  operate  it  the  same 
as  a  direct-current  nierciu-y  vapor  lamp,  with  destructive  effect  on 
the  bulb. 

The  relationship  of  the  primary  e.  m.  f.,  the  current  from  the 
two  positives  and  the  total  rectified  current  through  the  direct-cur- 
rent load  is  shown  in  Fig.  3.  Fig.  4  shows  a  five  to  ten  ampere 
bulb  suitable  for  delivering  too  volts  or  less  on  direct  current,  and 
Fig.  5  shows  a  bulb  for  30  amperes  which  is  suitable  for  300  volts 
or  less.  Fig.  6  represents  a  so-called  high-tension  bulb  suitable  for 
from   four  to   seven  amperes   up  to   3  500  volts,   and   is   used    for 

delivering  current  to   series  arc   light 
A  C  Supply  circuits.     ¥\g.  7  shows  a  30  to  50  am- 

pere bull)  for  120  volts  or  less. 

Jt  will  be  noted  from  Fig.  3  that  the 

direct  current  is  not  uniform,  but  is 

lvwvwJR^g"'^ti"g  LvwwwJ    pulsating.     If  there  were  no  reactance 

1  ransiormer '  ° 

|AAAAAAq    -""'"'     |AA/v^    „,    the    direct-current    circuit,    or    its 

equivalent,  the  current  would  drop  to 
zero  at  each  point  where  it  dips  down 
and  in  reality  the  bulb  would  go  out. 
P>y  including  a  certain  amount  of  re- 
actance in  the  direct-current  circuit, 
or  its  ecpiivalent  (properly  placed  in 
tlie  auto-transformer)  enough  mag- 
netic energy  is  stored  during  one-half 
wave  to  maintain  the  circuit  from  one 
position  in  the  bulb  until  the  current 
FIG.  8  from  the  other  has  begun  to  flow.     By 

giving  certain  values  to  this  energy-storing  reactance,  a  certain 
shape  can  be  given  to  the  "ripple"  in  tlie  direct-current  wave.  As 
the  current  is  reduced  the  ripple  remains  the  same,  but  its  average 
height  above  the  zero  line  becomes  lower.  When  the  current  be- 
comes so  low  that  the  jioints  of  the  ripple  reach  zero,  the  rectifier 
wdll  drop  out  or  cease  to  operate  as  the  negative  electrode  resist- 
ance has  been  re-established.  This  rij^ple  can,  if  necessary,  be  made 
very  small,  but  at  some  loss  in  efficienc}'.  It  is  exceedingly  difficult, 
however,  to  reduce  the  direct-current  value  below  two  amperes,  on 
account  of  the  tendency  of  the  negative  electnxU"  resistance  to  re- 
assert itself  and  stop  the  current  altogether. 

The  current  passes  through  the  vapor  in  the  bulb  in  a  difi'used 
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path,  causing  a  general  glow  and  this  glow  continues  up  to  and 
around  the  anodes  or  positive  electrodes.  At  the  cathode,  how- 
ever, the  current  finds  its  way  through  at  one  small  spot  of  great 
brightness.  This  spot  is  continually  dancing  around  over  the  sur- 
face of  the  mercury,  keeping  that  surface  constantly  agitated.  Solid 
materials  flash  and  give  off  sparks  if  by  accident  they  become  nega- 
tive, and  the  mercury  glows  over  its  whole  surface  if  it  is  used 
as  a  positive  electrode;  thus  their  entrance  and  exit  characteristics 
are  determined  by  the  direction 
of  flow  of  current  and  not  by 
the  materials  composing  the 
electrodes. 

APPLICATIONS  OF  THE  MERCURY 
RECTIFIER 

At  present  the  two  principal 
uses  for  the  mercury  rectifier 
are  for  delivering  direct  cur- 
rent to  constant-current  series 
arc  lamps,  especially  those  of 
the  metallic  flame  type,  and  for 
battery  charging.  In  either 
case  there  is  no  objection  to 
the  somewhat  pulsating  nature 
of  the  direct  current. 

For  series  arc  lighting  a 
constant-current  regulator  sim- 
ilar to  that  used  with  the  ordi- 
nary alternating-current  con- 
stant-current system  is  re- 
quired. Fig.  8  shows  the  typ- 
ical     connections.       The      pri-  fig.  9 

mary  coils  of  this  regulator  are  movable  and  counter-balance 
each  other  in  such  a  way  as  to  give  a  constant  secondary  current. 
The  small  starting  transformer  is  provided,  simply  to  produce  a 
spark  for  breaking  down  the  negative  electrode  resistance  in  one 
of  the  mercury  pools.  Figs.  9  and  10  show  the  external  appearance 
of  such  an  outfit  combined  with  its  panel  containing  switches,  am- 
meter, tilting  handle,  etc.  The  rectifier  bulb  is  contained  in  a  box, 
shown  in  Fig.  11,  which  may  be  slid  down  in  guides  into  the  case,  or 
tank',  until  the  buttons  on  the  bottom  make  contact  with  similar  but- 
tons on  the  soapstone  base.    The  bulb,  therefore,  runs  in  the  same 
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oil  as  the  regulator,  both  for  convenience  in  shortening  up  the  high 
voltage  wiring  and  to  get  the  greater  and  more  uniform  cooling 
effect  of  the  oil.  Such  arc  light  outfits  are  built  in  sizes  from  25  to 
75  lights  in  a  single  circuit  and  100  lights  if  composed  of  two  sepa- 
rate arc  circuits. 

For  so-called  low  voltage  purposes  the  mercury  rectifier  has  its 
widest  application  to  the  charging  of  automobile  batteries  from 
lighting   service   circuits.      There   is   also   considerable   employment 


of  rectifiers  in  charging  the  batteries  of  telephone  substations  and 
the  batteries  on  Pullman  cars  for  lighting  purposes.  Figs.  12  and 
13  show  an  ordinary  panel  type  outfit  for  battery  charging,  capa- 
ble of  delivering  from  7  to  30  amperes  to  batteries  of  from  10  to 
44  cells.  \^ery  few  vehicle  batteries  have  more  than  44  cells,  as 
that  is  about  the  maximum  number  that  can  be  charged  from  an 
ordinary  no  volt  direct-current  circuit.  There  is  no  reason,  how- 
ever, why  batteries  of  a  larger  number  of  cells  should  not  be  used 
if  desired,  as  a  rectifier  could  readily  be  made  to  charge  lOO  or  200 
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cells  and  a  smaller  current  would  be  required  in  charging  a  battery 
of  a  given  power  storage  capacity. 

In  charging  automobile  batteries  it  is  often  convenient  to  start 
the  rectifier  and  be  able  to  go  away  and  leave  it,  permitting  the 
charge  to  be  completed  without  further  attention.  This  can  be 
accomplished  by  incorporating  just  the  right  proportion  of  react- 


FiG.  12  i-'it;.  13 

ance  with  the  auto-transformer  for  each  direct-current  voltage  to 
give  the  proper  drooping  regulation  curve  to  the  outfit.  Figs.  14,  15, 
and  16  show  such  an  outfit  for  battery  charging.  The  various  di- 
rect-current voltages  are  obtained  by  the  proper  dial  settings  as 
given  by  a  table  covering  all  the  even  numbers  of  cells  within  the 
range  of  a  given  outfit.  If  for  a  certain  number  of  cells  the  dial 
setting  gives  30  amperes  at  2.1  volts  per  cell,  the  current  will  grad- 
ually taper  down  in  value  to  about  ten  amperes  at  2.5  volts  per  cell 
and  at  2.55  volts  per  cell  the  current  will  be  six  to  seven  amperes 
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and  the  rectifier  will  dn^i)  out  or  cease  charging.  This  drooping 
characteristic  is  not  obtained  1\v  the  use  of  resistance,  which  would 
consume  energy,  but  by  reactance,  which  simply  slightly  reduces 
the  power- factor. 

Some  owners  expect  their  battery  charging  rectifiers  to  operate 
during  the  portion  of  the  night  required  for  cliarging  the  battery 
and  then  drop  out,  not  permitting  the  wattmeter  to  register  the 
iron  loss  of  the  auto-transformer  the  remainder  of  the  night.  It 
should  be  pointed  out  that  this  may  be  possible  in  some  cases,  due 
to  the  quality  of  the  meters  used,  yet  in  general,  it  cannot  be  as- 
sumed that  the  wattmeters  will  not  record  the  iron  loss  of  the  auto- 
transformers.  This  iron  loss  ranges  from 
50  to  75  \vatts,  depending  on  the  size  of 
the  outfit  and  the  primary  voltage.  As 
the  capacity  of  these  sets  is  approximate- 
ly five  kilowatts,  the  minimum  loss,  or 
50  watts,  would  be  one  percent.  Reliable 
intergrating  meters  will  register  on  one- 
half  of  one  percent.  If  the  loss 
were  75  watts  and  lasted  from  midnight 
until  morning  it  would  only  amount  to 
about  four  cents  per  night.  This  is  tiie 
])rice  the  owner  nur^^t  pay  for  not  hav- 
ing to  get  up  and  open  the  ])rimary 
:-witch,  and  at  the  worst,  can  make  but  a 
Iritling  difi^erence  in  the  total  bill. 

This  should  be  understood ;  otherwise. 
wlien  tlie  owner  finds  his  meter  running 
sk)wly  in  the  morning  after  battery 
charge  has  ceased  he  is  likely  to  imagine 
that  it  is  running  up  a  large  bill  again.st 
him,  which  is  not  the  case.  The  cost  is  about  the  same  as  though  a 
single  incandescent  light  had  been  left  burning  for  four  or  five 
hours,  or  from  the  time  the  rectifier  dropped  out  until  the  primary 
switch  was  opened. 

On  account  of  the  characteristic  of  the  rectifier,  which  per- 
mits the  negative  resistance  of  the  cathode,  or  negative  electrode. 
to  re-establish  itself  after  even  an  extremely  short  interruption  of 
current,  the  rectifier  will  of  course  cease  to  operate  if  power  is  cut 
oft'  the  primary  circuit  even  for  the  shortest  possible  interval.  Where 
such  an  interruption  is  not  likely  to  happen  it  is  of  no  consequence, 
but  where  it  is  liable  to  occur,  an  autc^natic  bulb  tilting  device  can 
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be  provided  which  will  cause  the  bulb  to  re-start  at  all  currents 
above  ten  amperes,  except  when  the  dropping  out  is  the  result  of 
the  current  becoming  low  at  the  end  of  the  charge  when  the  bat- 
tery voltage  has  risen  to  a  maximum.  About  fifty  amperes  capac- 
ity is  as  large  as  seems  to  be  practicable  in  a  single  rectifier  bulb, 
but  there  is  no  particular  difficulty  in  paralleling  two  or  more  bulbs 
if  each  individual  circuit  is  ballasted  properly,  to  make  the  bulbs 
divide  the  load.  A  rectifier  bulb  has  characteristics  similar  to  an 
arc,  and  it  is  well  known  that  two  arcs  cannot  be  made  to  run 
in  parallel  unless  ballasted  by  resistance,  or  reactance,  to  make  the 


FIG.   15 


FIG.    16 


voltage  over  each  arc  circuit  increase  with  an  increase  of  current, 
and  vice  versa. 

For  telephone  battery  charging,  the  ripple  or  pulsating  shape 
of  the  direct  current  must  be  reduced  to  such  a  degree  as  to  pre- 
vent noise  from  being  introduced  into  the  telephone  circuits.  This 
is  readily  accomplished  but  requires  various  amounts  of  reactance 
in  dift'erent  telephone  circuits.  The  reactance  required  also  depends 
somewhat  on  the  wave  shapes  of  the  generator  supplying  power. 

Rectifiers  are  also  made  to  supply  direct  current  to  the  hand 
fed  arc  lamps  of  moving  picture  machines.    For  such  purposes  all 
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that  is  necessary  is  to  close  the  carbons  together  and  the  rectifier 
starts  automatically.  The  arc  may  be  pulled  out  to  suitable  length ; 
if  the  carbons  are  pulled  too  far  apart  the  arc  will  break  and  the 
rectifier  cease  to  operate.  This  method  may  be  employed  for  stop- 
ping the  outfit. 

The  life  of  the  rectifier  bulb  is  a  matter  of  much  interest  to 
users  of  rectifiers  and  is,  moreover,  a  matter  on  which  definite 
information  cannot  be  given.  A  great  deal  depends  on  the  usage 
a  bulb  receives  and  also  on  the  quality  of  workmanship  in  its  con- 
struction. There  seems  to  be  no  reason  why  a  good  bulb  should 
not  run  within  its  rating  for  3  000  to  4  000  hours.  While  some  bulbs 
do  reach  such  a  life  the  methods  of  production  are  not  sufficiently 
uniform  to  make  the  average  bulb  last  nearly  so  long.  Six  or  eight 
hundred  hours  is  a  good  average  life  at  present,  though  cases  are 
repeatedly  to  be  found  where  bulbs  have  run  much  longer.  The 
actual  final  limit  seems  to  be  the  disintegration  of  the  glass  by  the 
long  continued  exposure  to  heat. 

The  battery  charging  set  requires  no  inspection  until  the  bulb 
finally  goes  out.  After  being  properly  connected,  there  is  practical- 
ly no  attention  required.  There  is  nothing  to  deteriorate  any  more 
than  in  a  service  transformer.  The  arc  light  outfits  simply  require 
starting  and  stopping  night  and  morning.  There  is  no  commuta- 
tor, no  bearings  to  oil,  and  there  is  nothing  that  can  go  wrong  with 
it  to  cause  destruction.  There  are  no  moving  parts,  no  friction 
of  any  kind,  everything  is  static,  and  there  is  nothing  to  deteriorate 
outside  of  the  bulb  itself,  which  of  course  has  a  limited  life. 

Unless  supplanted  by  something  still  simpler  and  even  more 
reliable,  the  mercury  rectifier  will  undoubtedly  cover  a  wide  field 
in  supplying  power  in  small  units  from  alternating-current  circuits 
to  those  requiring  direct-current.  Before  it  can  be  made  applicable 
to  currents  of  100  amperes  or  larger  from  a  single  unit,  however, 
some  very  difficult  problems  nmst  be  solved. 


PARALLEL  OPERATION  OF  TRANSFORMERS 

J.  B.  GIBBS 

PERFECT  parallel  operation  of  two  or  more  pieces  of  elec- 
trical apparatus  means  that  the  common  load  divides  among 
the  separate  units  in  proportion  to  their  rated  capacity  and 
that  the  numerical  sum  of  the  currents  in  the  separate  units  equals 
the  line  current.  In  the  case  of  transformers  two  conditions  must 
he  fulfilled  to  produce  this  result:  the  ratio  of  high  tension  to  low 
tension  turns  must  be  the  same  in  all  units,  and  the  voltage  drop 
from  no  load  to  full  load  must  be  the  same  in  all  units,  both  in 
magnitude  and  in  phase.  The  first  of  these  conditions  is  obviously 
necessary,  for  a  difference  in  ratio  causes  a  difference  in  secondary 
voltage  at  all  loads,  and  the  transformer  having  the  higher  voltage 
will,  of  course,  carry  the  larger  load. 

The  necessity  of  the  second  condition  will  be  equally  clear. 
Suppose  that  there  are  two  transformers  having  the  same  open 
circuit  secondary  voltage,  say  lOO,  but  one  transformer  has  a  full 
load  voltage  of  96,  and  the  other  transformer  of  98,  i.  e.,  at  full  load 
one  transformer  has  a  drop  of  four  volts  and  the  other  a  drop  of 
two  volts.  If,  now,  the  two  are  connected  in  parallel  to  a  common 
load  equal  to  the  sum  of  their  rated  capacities,  the  voltage  at  the 
terminals  must  be  the  same  in  both,  and  will  lie  somewhere  between 
96  and  98  volts.  The  drop  in  the  first  transformer,  therefore,  will  be 
less  than  four  volts,  and  the  current  must  consequently  be  less  than 
full  load.  Similarly  in  the  second  transformer  the  drop  will  be 
greater  than  two  volts  and  the  current  greater  than  full  load. 

The  impedance  drop,  or  total  drop  in  a  transformer,  is  the  re- 
sultant of  two  components;  the  resistance  drop,  which  depends  only 
on  the  ohmic  resistance  of  the  windings  and  is  in  phase  with  the 
current ;  and  the  reactance  drop,  which  depends  on  the  magnetic 
leakage  between  high  tension  and  low  tension  sides  and  is  90  de- 
grees out  of  phase  with  the  current.  This  relation  is  shown  in 
Fig.  I. 

When  two  transformers  having  the  same  percentage  impedance 
are  connected  in  parallel,  each  will  carry  current  in  proportion  to 
its  rated  capacity,  but  unless  the  relative  amount  of  resistance  and 
reactance  is  the  same  in  hoth.  the  sum  of  the  currents  will  be  greater 
than  the  current  in  the  line.  This  is  due  to  a  phase  difference  be- 
tween the  currents  in  the  two  transformers,  and  may  be  explained 
as  follows : 
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Suppose  that  any  two  parallel  circuits,  A  and  B,  Fig.  2,  con- 
taining resistance  and  reactance  are  connected  between  an  alternator 
and  its  load.  The  current  will  divide  at  c  and  flow  through  A  and 
B.  The  current  in  each  circuit  will  be  numerically  equal  to  the 
voltage  drop  from  c  to  (/  divided  by  the  impedance  of  the  circuit, 
and  will  lag  behind  the  voltage  cd  by  an  angle  determined  by  the 
ratio  of  reactance  to  resistance.  This  angle  is  not  necessarily  the 
same  for  the  two  circuits,  and  the  currents,  therefore,  are  not  neces- 
*6arily  in  phase  with  each  other. 

A  vector  diagram  showing  tliis  condition  is  given  in  Fig.  3, 
where  OE  represents  the  drop  cd  in  Fig.  2;  OA  is  the  current  in 
circuit  A  (equal  to  the  voltage  cd  divided  by  the  impedance  of  cir- 
cuit A)  and  lags  behind  OE  by  the  angle  Oa  (whose  tangent  is  the 
ratio  of  reactance  to  resistance  in  circuit  A).  Similarly  OB  is  the 
current  in  circuit  B,  and  lags  behind  OE  by  the  angle  6,,.     Evidently 

Total 

Inductive 

FK,.    I  FKi.    2  FK;.    3 

then,  if  the  ratio  of  reactance  to  resistance  in  circuit  A  is  different 
from  that  in  circuit  B.  0„  will  not  equal  6h,  and  hence  OA  and  OB 
will  not  coincide  in  direction  with  0/,  and  their  numerical  sum  will 
be  greater  than  0/. 

If  the  two  parallel  circuits  be  replaced  by  two  transformers 
connected  in  parallel,  the  same  is  true.  If  the  impedance  of  the 
two  transformers,  in  percent,  is  the  same,  both  will  carry  the  same 
percent  of  full-load  current;  and  if.  in  addition,  the  ratio  of  re- 
actance to  resistance  is  the  same  in  Ixjth,  the  currents  in  the  two 
transformers  will  be  in  phase  with  each  other,  and  their  numerical 
sum  will  equal  the  load  current,  giving  perfect  parallel  operation. 

If  transformers  will  not  divide  their  load  correctly  it  is  impor- 
tant to  know  which  will  carry  the  excess  load  and  how  great  the 
excess  will  be;  and  this  can  easily  be  found  by  means  of  a  diagram 
similar  to  Fig.  3.  Data  as  to  the  resistance  and  reactance  of  trans- 
formers, if  not  at  hand,  can  be  obtained  by  measurement  as 
follows : 

Resistance — ]\reasure  the  resistance  of  the  high  and  low  ten- 
sion winding.s  with  the  transformer  at  normal  operating  tempera- 
ture.    This  is  usually  done  by  passing  a  direct  current  through  the 
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winding  and  measuring  the  voltage  drop.  Reduce  the  resistance 
of  the  low  tension  winding  to  the  equivalent  high  tension  resistance 
by  multiplying  by  the  square  of  the  ratio  of  high  tension  to  low 
tension  turns,  and  add  the  measured  high  tension  resistance ;  the. 
sum  is  the  equivalent  resistance  of  the  transformer  in  ohms,  re- 
ferred to  the  high  tension  winding. 

Impedance — The  impedance  is  measured  directly.  The  low 
tension  winding  is  short  circuited,  and  a  very  low  voltage — from 
two  to  five  percent  of  normal— is  applied  to  the  high-tension  wind- 
ing. The  voltage  is  gradually  raised  until  an  ammeter  in  the  cir- 
cuit indicates  full-load  current  in  the  transformer,  when  the  volt- 
age across  the  high-tension  winding  is  read.  This  gives  the  im- 
pedance volts ;  and  the  impedance  volts,  divided  by  the  full  load 
high-tension  current,  gives  the  impedance  of  the  transformer,  ex- 
pressed in  ohms,  referred  to  the  high-tension  side.  If  it  is  not  con- 
venient to  adjust  the  current  to  the  exact  full-load  value  the  meas- 
urement may  be  made  at  some  other  value  and  the  voltage  corre- 
sponding to   full-load  current  may  be  found  by  direct  proportion. 

Reactance — The  reactance  is  not  measured  directly,  but  is 
found  from  the  resistance  and  impedance,  the  relation  being: 

Ohms  reactance=V(Ohms  impedance)^ — (Ohms  resistance)-. 

The  load  diagram  may  now  be  constructed.  Assume  a  line 
OE,  Fig.  4,  to  represent  the  impedance  voltage  drop  within  the 
transformer.  This  line  is  used  merely  as  a  reference  line,  and  its 
length  is  not  important.  Lay  off  from  O  on  OE  a  distance  Oa 
equal  to  the  resistance  of  transformer  A,  and  from  a  to  the  right 
lay  off  ac  equal  to  the  reactance  of  transformer  A.  Through  0  and 
c  draw  a  straight  line  which  will  represent  the  phase  of  the  current 
in  transformer  A,  with  reference  to  the  impedance  voltage  OE. 
Similarly  lay  off  Ob  and  hd  equal  respectively  to  the  resistance  and 
reactance  of  transformer  B,  and  draw  a  line  through  O  and  d  to 
give  the  phase  of  the  current  in  transformer  B.  Now  the  current 
in  each  of  two  parallel  circuits  is  inversely  proportional  to  the  im- 
pedance, therefore  on  Oc  lay  off  a  distance  OA,  equal  to  the  im- 
pedance of  transformer  B,  and  on  Od  lay  off  OB  equal  to  the  im- 
pedance of  transformer  A,  and  complete  the  parallelogram  OBDA. 
The  diagonal  of  this  parallelogram  gives  the  phase  of  the  load  cur- 
rent with  reference  to  OE.  On  OD  lay  off  01  equal  to  the  total 
load  current,  and  resolve  along  Oc  and  Od  to  get  Ola  and  Oh 
respectively.  The  lengths  of  these  lines  then  represent  actual  cur- 
rents in  transformers  A  and  B  respectively,  to  the  same  scale  a§ 
was  used  in  laying  off  01. 
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It  will  be  noticed  that  the  proportion  between  Ola,  Oh,  and 
01  is  not  changed  by  a  change  in  the  length  of  01,  also  that  no 
account  is  taken  of  the  voltage  on  the  load.  It  follows  that  the 
distribution  of  load  between  transformers  in  parallel  is  independent 
of  the  amount  and  power-factor  of  the  load,  if  the  ratio  of  trans- 
formation of  the  two  transformers  is  the  same. 

When  the  currents  in  the  two  transformers  are  not  in  phase,  the 
excess  current — i.  e.,  the  excess  of  the  sum  of  the  currents  in  the 
two  transformers  over  the  line  current — is  obviously  dependent 
upon  the  amount  of  the  difference  in  ratio  between  the  resistance 
and  reactance  in  the  two  transformers  which  is,  in  turn,  repre- 
sented by  the  angle  between  the  two  currents,  as  shown  in  Fig.  4 
by  the  angle  AOB.  With  an  angle  of  90  degrees,  which  is  the 
theoretical  limit  which  would  be  reached  if  one  transformer  had 
resistance  and  no  reactance,  and  the  other  had  reactance  and  no 
resistance,  and  if  the  ohms  resistance  in  one  case  equals  the  ohms 
reactance  in  the  other,  then  the  two  currents 
would  obviously  be  represented  by  the  two 
i^  ^-^^^^  sides  of  a  square,  and  the  total  or  line  current 
j^  X.y^/  by  the  diagonal.     If  the  diagonal  or  line  cur- 

z/yv/  XQvX  have  a  value  of  100,  then  each  side  would 

Z^y^ ^«  have  a  value  of  70.5,  and  the  sum  of  the  two 

sides  corresponding  to  the  sum  of  the  two  cur- 
^'^-  4  rents  in  the  transformers  would  be  141.  givii\g 

an  excess  of  41  percent.  If  the  angle  between  the  two  currents  be 
45  degrees,  then  the  maximum  possible  excess  will  be  eight  percent. 
If  the  ratio  between  the  resistance  and  reactance  in  one  transformer 
be  as  one  to  one,  and  in  the  other  transformer  as  one  to  four,  corre- 
sponding to  an  angle  of  about  30  degrees,  then  the  excess  is  ap- 
proximately four  percent.  It  will  obviously  be  less  than  this  if  the 
ratio  lie  between  the  two  limits  of  one  to  one  and  one  to  four.  It 
follows,  therefore,  that  unless  the  reactance  of  one  of  the  trans- 
formers is  less  than  its  resistance  the  excess  current  will  be  rela- 
tively small.  Hence,  the  differences  in  impedance  will  usually  be 
found  to  be  the  controlling  element  in  the  division  of  current  be- 
tween transformers,  and  the  matter  of  ratio  between  resistance  and 
impedance  is  of  minor  consequence. 

The  essential  characteristics  with  regard  to  the  parallel  opera- 
tion of  transformers  may  be  briefly  summarized  with  relation  to 
transformers  which  have  the  same  ratio  of  high-tension  to  low- 
tension  turns   and   in  which  the   magnetizing  current  is   relatively 
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small.  (The  magnetizing  current  has  not  been  taken  into  consid- 
eration in  the  following  statements,  as  its  effect  is  trivial  when  the 
magnetizing  currents  are  small.) 

I — Two  transformers  with  the  same  percent  impedance — The 
current  in  the  two  transformers  will  be  in  proportion  to  their  rated 
capacity;  the  sum  of  the  currents,  however,  may  be  greater  than 
the  current  in  the  line. 

2 — Two  transformers  having  unequal  percent  impedances— The 
current  in  each  transformer  in  percent  of  its  rated  full-load  cur- 
rent will  be  inversely  proportional  to  its  impedance — e.  g.,  if  one 
transformer  have  two  percent  impedance  and  the  other  four  per- 
cent impedance,  the  first  transformer  will  carry  twice  as  large  a 
percent  of  its  rated  capacity  as  the  second  transformer  will  carry. 
The  sum  of  the  currents  in  the  two  transformers  may  or  may  not 
be  equal  to  the  line  current. 

3 — Two  transformers,  each  having  the  same  ratio  of  resistance 
to  reactance — The  current  in  the  two  transformers  will  be  in  phase 
with  the  current  in  the  line  ;  hence,  the  sum  of  the  currents  in  the 
two  transformers  will  equal  the  current  in  the  line. 

4 — Two  transformers  having  unequal  ratios  of  resistance  to 
reactance — The  currents  in  the  transformers  are  not  of  the  same 
phase ;  hence,  their  sum  is  greater  than  the  line  current.  The  ex- 
cess current,  however,  will  be  small  unless  the  dift'erence  between 
the  ratios  is  large — for  example,  if  the  reactance  of  neither  trans- 
former is  more  than  four  times  its  resistance  nor  less  than  one 
time  the  resistance,  then  the  excess  current  in  each  transformer 
does  not  exceed  by  more  than  approximately  four  percent  what  it 
would  be  if  the  ratios  were  the  same  in  the  two  transformers. 

5 — Two  transformers  with  equal  percent  impedance  and  equal 
ratio  of  resistance  to  impedance — The  division  of  the  current  is  in 
proportion  to  the  rated  capacity,  and  tlie  sum  of  the  currents  in 
the  two  transformers  is  equal  to  the  line  current.  This  is  the  ideal 
condition. 

In  the  foregoing  five  cases,  the  division  of  current,  i.  e.,  the 
ratio  between  the  amperes  in  the  two  transformers,  and  the  excess 
current,  i.  e.,  the  excess  of  the  sum  rif  the  currents  in  two  trans- 
formers over  the  total  current  in  the  line,  is  independent  both  of  the 
actual  load  upon  the  transformers  and  of  the  power-factor  of  the 
load  current. 


MECHANICAL  CONSIDERATIONS  IN  THE 

APPLICATION    OF    ELECTRIC    MOTORS    TO 

INDUSTRIAL  MACHINERY 

C.  B.  MILLS 

CONSIDERED  from  a  mechanical  standpoint  only,  there  is 
little  choice  in  point  of  reliability  between  a  direct-current 
motor  and  an  alternating-current  induction  motor.  The 
direct-current  motor  armature  has  the  mechanically  undesirable  com- 
mutator and  brushes  and,  usually,  a  larger  proportion  of  insulating 
material  than  the  alternating-current  rotor  which,  however,  labors 
under  the  inherent  mechanical  disadvantages  of  a  very  small  air-gap 
or  clearance  for  the  rotating  element. 

The  particular  method  of  application  selected  for  any  type  of 
motor  has  more  direct  bearing  on  the  durability  and  life  of  the  motor 
than  is  commonly  supposed.  This  can  be  appreciated  when  it  is 
remembered  that  the  revolving  armature  of  any  type  of  motor  is 
composed  of  a  great  number  of  parts,  coils  of  wire,  etc.,  held  to- 
gether by  bands  or  wedges  and  depending  to  a  greater  or  less  extent 
on  fibrous  or  cotton  insulating  materials  of  little  mechanical  strength 
and,  therefore,  more  susceptible  to  injury  from  jars  and  vibration 
than  other  forms  of  revolving  machinery.  It  is  important,  therefore, 
when  considering  a  motor  application,  to  choose  a  method  of  con- 
nection which  will  tend  to  absorb  or  nullify  these  efifects  unless  the 
motor  has  been  designed  with  a  special  aim  to  meeting  these  condi- 
tions, as  in  railway  motors,  special  mill  motors,  etc. 

BELT  CONNECTION 

Wherever  conditions  will  allow,  belt  drive  sliould  be  considered, 
as  the  belt  forms  the  most  flexible  connection  l)etween  motor  and 
load  and  is  the  best-known  absorlx'ut  of  mechanical  shocks  due  to 
load  variations.  For  ideal  conditions  the  belt  speed  should  be  from 
4000  to  5000  feet  per  minute,  and  the  load  per  inch  width  of  belt 
for  good  oak  tanned  leather,  should  not  exceed  values  shown  in  the 
curves  given  in  Fig.  i,  which  illustrate  plainly  the  inlluencc  of  speed 
in  reducing  the  allowable  effective  load  on  the  l)clt. 

In  general  the  load  per  inch  w  idtli  for  single  or  light  douljle 
belts  should  not  greatly  exceed  40  ])ounds  for  belt  speeds  under 
4000  feet  per  minute  and  should  not  exceed  j^2  i^ounds  for  speeds 
from  4000  to  6000  feet,  which  is  the  practical  limit  of  working. 
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The  total  working  pull  on  belt  may  be  found  from  the  following 
equation : 

T^  ,,  •  1  hp  X  ^3  ooo 

Pull  m  pounds:=  ^^r- -,  .    -,-7 . — 

Belt  speed  m  feet  per  mm. 

Belt  speed  in  feet  per  min.=Pulley  dia.  in  inches  X0.262X 
r.p.m. 

For  certain  classes  of  service  where  belted  motors  operate  in 
dusty  locations,  as  in  clay  crushing  plants,  cement  mills,  flour  mills, 
etc.,  the  action  of  dust  accumulations  on  the  belt  tends  to  reduce  its 
pulling  power  and  necessitate  an  increase  in  width  of  from  25  to  50 

percent  over  that  which  would 
be  satisfactory  for  ordinary  con- 
ditions. Experience  has  shown 
tliat  a  four-ply  treated  canvas  or 
rubber  belt  is  approximately 
equal  in  transmitting  power  to  a 
single  or  light  double  leather 
belt  of  good  quality. 

The  maximum  ratio  between 
driving  and  driven  pulleys  should 
not  exceed  6:1  for  ordinary  con- 
ditions, and  the  distance  between 
centers  will  depend  on  the  ratio, 
good  proportions  being  approximately  as  follows : 

Approx.   Ratio.  Min.  Distance   Between   Centers. 
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I — CURVES     SHOWING      PERMISSIBLE 
BELT  LOADS  AT  VARIOUS   SPEEDS 


8  feet 
10  feet 
12  feet 
15  feet 
20  feet 


All  belts  should  have  a  normal  lap  on  the  pulleys  of  at  least  160 
degrees  unless  some  form  of  idler  pulley  is  used  to  increase  belt 
contact.  The  use  of  paper  pulleys  allows  a  somewhat  smaller  degree 
of  lap  owing  to  the  better  adhesive  qualities  of  this  material,  and 
for  this  reason  is  to  be  recommended  for  all  small  pulley  drives. 

It  is  not  usually  considered  good  practice  to  use  heavy  double 
belts  of  any  kind  on  pulleys  smaller  than  15  inches  diameter,  as  the 
abrupt  bending  of  the  thick  belt  over  a  small  pulley  soon  opens  the 
fibers  and  ruins  the  material. 

ROPE  CONNECTION 

On  a  par  with  belt  driving  in  its  effect  on  the  motor  can  be 
placed  rope  drives  of  either  the  English  or  American  system,  and 
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many  installations  are  at  present  using  this  drive  for  large  motors. 
The  English  or  separate  rope  system  is  a  favorite  in  rolling  mill  or 
other  work  where  large  powers  are  transmitted  and  continuity  of 
operation  is  especially  desirable,  while  the  American  or  single  rope 
system  is  especially  adapted  to  group  drive  from  a  large  unit.  For 
either  system  as  large  a  rope  as  possible  should  be  chosen,  for  eco- 
nomical reasons.  The  transmitting  power  of  different  sizes  of 
manila  ropes  at  different  speeds  may  be  taken  from  the  curves  in 
Fig.  2. 

To  insure  reasonable  life  of  the  ropes,  the  smallest  sheave  over 
which  the  ropes  run  should  be  not  less  than  forty-two  times  ^the 
diameter  of  the  rope  used.  Lubricated  core  rope  should  be  used,  as 
the  principal  friction  tending  to  destroy  rope  is  between  the  fibers 
themselves  and,  owing  to  the  action  of  centrifugal  force,  external 
lubricant  will  not  penetrate  the  rope. 

Considering  the  life 
of  the  rope  alone,  ex- 
perience shows  that  the 
most  economical  speed 
is  4  500  feet  per  minute, 
and  this  should  be  used 
where  cost  of  mainte- 
nance is  an  important 
factor. 

Very  small  pulleys  or 
sheaves,  in  general,  and  on  induction  motors  in  particular,  should  be 
avoided,  as  they  necessitate  heavy  belt  tension  to  transmit  the  power 
and  invariably  produce  bearing  troubles  which  militate  greatly 
against  efficient  operation,  and  on  induction  motors  with  their  air- 
gap  clearance  cause  secondary  troubles  liable  to  damage  the  ma- 
chine seriously. 

Toothed  Chain  Connection. — In  many  applications  where  posi- 
tive connection  is  desirable,  a  toothed  chain,  such  as  the  Morse  or 
Renolds  type,  offers  a  somewhat  flexible  and  a  very  satisfactory 
method  of  motor  connection.  When  the  center  distances  between 
driving  and  driven  shafts  are  too  short  for  belts  and  too  great  for 
the  use  of  gears,  the  maximum  ratio  obtainable  with  chain  is  ap- 
proximately 6:1.  As  short  a  center  distance  should  be  used  as  pos- 
sible owing  to  the  expense  of  the  chain.  For  the  best  operation,  the 
chain  speed  should  not  exceed  i  500  feet  per  minute,  as  beyond  this 
speed  the  necessary  grease  for  lubrication  is  thrown  off  and  the  wear 
becomes  excessive.    It  is  also  imperative  that  means  be  provided  for 
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adjusting  the  sprocket  center  distances  to  take  up  the  wear  in  chain 
and  sprockets  and  kec]:»  same  fairly  tight.  Chains  work  best  when 
driving  horizontally.  The  driving  side  should  be  on  the  bottom 
when  distance  is  long  and  on  top  when  distance  is  short  or  speed 
high.  For  certain  very  severe  conditions  spring  center  gear  sprock- 
ets have  been  used  and  found  very  satisfactory  in  protecting  the 
motor  and  increasing  the  life  of  the  chain.  Chain  drive  imposes  a  more 
severe  strain  upon  the  revolving  parts  of  a  motor  than  a  belt  drive 
and  this  fact  must  be  borne  in  mind  and  should  be  properly  dis- 
counted in  the  type  and  design  of  motor  recommended  for  a  specific 
application. 

Gear  and  Pinion  Connection. — Owing  to  its  economic  advan- 
tages as  to  floor  space,  etc.,  the  trend  of  new  development  appears 
to  be  in  the  direction  of  direct  geared  applications,  and  it  is  where 
this  condition  exists  that  the  greatest  precautions  must  be  taken  to 
eliminate  those  undesirable  factors  which  usually  result  in  a  rapid 
depreciation  of  the  motor  unless  it  has  been  designed  with  a  view 
to  fitting  this  particular  application. 

In  general  it  has  been  found  that  where  standard  motors  de- 
signed for  belted  service,  have  been  used  in  general  applications, 
driving  roll  trains,  bending  rolls,  plunger  pumps,  glass  grinding  ma- 
chinery, cement  mill  machinery,  clay  working  machinery,  coal  and 
ore  handling  machinery,  hoists,  cranes,  etc.,  etc.,  failure  has  been 
very  frequent  where  the  mechanical  limitations  of  the  electric  motor 
were  not  properly  understood  and  taken  into  account. 

As  an  engineering  proposition,  the  use  of  a  standard  commercial 
motor  of  over  20  horse-power  with  a  pinion  mounted  directly  on  the 
motor  shaft  should  be  avoided  wherever  possible.  Where  service 
conditions  demand  a  direct-geared  connection,  an  ideal  arrangement, 
and  one  to  be  used  wherever  possible,  is  to  have  the  pinion  carried 
on  a  short  shaft  in  separate  pedestals  or  other  bearings ;  this  shaft  to 
be  coupled  to  the  motor  shaft  by  some  form  of  flexible  or  cushion 
coupling.  This  arrangement  at  once  removes  the  motor  from  the 
destructive  vibrations  and  hammering  of  the  gears,  allowing  a  lighter 
type  of  motor  to  be  used,  and,  while  somewhat  more  expensive 
than  the  common  method  of  mounting  the  pinion  directly  on  the 
motor  shaft,  the  increase  in  cost  is  a  cheap  premium  to  pay  for  the 
practically  absolute  continuity  of  operation  assured.  It  is  especially 
applicable  in  many  lines  of  industrial  work  where  wear  on  the  bear- 
ings of  the  driven  mechanism  is  an  unimportant  item  and  where  the 
motor  bearings  are  liable  to  be  neglected. 

Where  the  above   arrangement   is   not  permissible   and   where 
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operating  conditions  are  not  too  severe,  an  ontboard  bearing  for  the 
motor  shaft  beyond  the  ])inion  is  to  be  recommended  for  motors  of 
20  horse-power  and  over,  as  tliis  anxiHary  increases  by  nearly  100 
percent  the  resistance  of  the  shaft  to  bending  and  the  abihty  of  the 
bearings  to  resist  pounding  out.  As  the  chief  cause  of  trouble  on 
geared  motors  can  be  traced  directly  to  the  hammering  and  vibration 
due  to  the  tooth  impacts,  the  best  practice  demands  that  for  commer- 
cial motors,  where  the  pin  is  mounted  directly  on  the  shaft,  speeds 
should  not  exceed  700  r.p.m.  for  motors  above  20  horse-power,  and 
for  heavy  work  even  this  is  too  high. 

The  maximum  pitch  line  speed  at  which  cut  metal  gears  should 
be  run  is  approximately  2  000  feet  per  minute,  and  speeds  higher 
than  I  200  feet  are  not  to  be  recommended  for  best  results,  particu- 
larly where  the  pinion  is  mounted  directly  on  the  motor  shaft. 

Pitch  line  speed  may  be  determined  from  the  following 
equation : 

P.L.S.=Rev.X Pitch.  Dia.  in  inchesXo.262. 

„.    ,    -r^.      .     .     ,  Number  of  teeth 

Pitch  l)ia.  m  mches=   i,;^^ r-r-,-    ^ 

Diametral  Pitch 

Xumber  teeth X  Circular  Pitch 

3-14 

As  in  ordinary  motor  drives  the  pinions  are  usually  of  forged 

steel,  the  strength  of  the  gear  only  need  be  considered  when  figuring 

the  size  of  gear  required.    The  following  table  shows  a  ready  means 

of  determining  the  proper  proportions  of  cast  iron  gears  having  more 

than  25  teeth  to  transmit  a  given  horse-power,  also  the  gear  pitches 

preferable  for  motor  drives. 

TABLE    I.— SHOWING    VALUES    OF   HP   PER  INCH  WIDTH   FOR 
PITCH  LINE  SPEEDS  ABOVE    1  000   FEET    PER    MINUTE.* 


Pitch  Dia.  in  iuchcs= 


Prefer: 

il)le    Diametral 

lip   per 

liicii   Width 

\tcv 

Hp 

to   be   Transmitted. 

Pitch 

100 

ft.   per   Mill. 

T  to       2 

8 

0.24 

2  to       5 

6 

0.30 

5  to     10 

5 

0.38 

TO    to      30 

4 

0.48 

30  to     75 

3 

0.64 

7.T  to  125 

-  '4 

0.76 

125  to  200 

I  H 

1. 10 

*For  cast  steel  gears  the  values  in  hp    ])l 
creased  2V2  times. 


inch     widlli     -h^'uld     lie     in- 
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For  pitch  line  speeds  from  500  to  i  000  feet  per  minute  the 
above  vahies  of  horse-power  should  be  increased  50  percent,  and  for 
speeds  up  to  500  feet  per  minute  should  be  increased  100  percent. 

The  minimum  pitch  diameter  of  motor  pinion  is  approximately 
(2  X  dia.  of  shaft)  for  ordinary  cases,  and  the  smallest  pinion  should 
not  have  less  than  14  teeth  under  any  condition. 
Example: — 25  horse-power  motor,  600  r.p.m.,  countershaft  speed 

100  r.p.m. 

Diameter  motor  shaft  at  pinion  fit=2^  inches. 

Smallest  pitch  diameter  possible^2X2^=5  inches. 

From  table  of  preferable  pitches,  pitch=4  inches. 

Therefore,  smallest  number  of  teeth^4X5=20. 

Pitch  line  speed=6ooX5Xo.262=:786  feet  per  minute. 

TT  r  •  2SXIOO  „ 

Horse-power  per  100  feet  per  mm.=  0? — =3-io- 

From  the  table  it  is  evident  that  horse-power  per  inch  of  width 

at  this  speed^o.48-|-(50  percent)=o.72. 

•?  t8 
Therefore,  the  proper  face  of  cast  iron  gear=      '  =  4.41,  or, 

say,  4^  inches. 

Proper  number  of  teeth  for  gear= =120  teeth. 

^  *  100 

Where  cast  iron  gear  faces  figure  out  greater  than  seven  inches, 
it  will  be  economical  to  consider  cast  steel  gears,  as  by  their  use  the 
face  may  be  made  one-half  the  size. 

When  high  speed  motors  must  be  used  in  geared-applications,  ex- 
perience has  shown  that  rawhide  pinions  alleviate  vibrations,  noise, 
etc.,  to  some  extent,  although  not  sufficiently  to  make  unnecessary 
such  precautions  as  should  be  taken  where  steel  pinions  are  used.  The 
value  of  the  rawhide  lies  principally  in  its  noiselessness  of  operation, 
especially  where  the  rawhide  is  not  shrouded,  viz.,  where  the  design 
is  such  that  the  retaining  brass  cheeks  are  cut  below  the  roots  of  the 
teeth.  With  such  forms  of  pinion,  pitch  line  speeds  of  3  000  feet  per 
minute  have  been  used  successfully  on  motors  up  to  50  horse-power. 
The  strength  of  rawhide  is  approximately  the  same  as  cast  iron,  and 
this  fact  must  be  borne  in  mind  when  considering  the  use  of  rawhide 
pinions,  as  it  will  be  evident  that  a  steel  gear  cannot  be  driven  to  its 
full  capacity  by  a  rawhide  pinion. 

For  the  majority  of  motor  applications,  involute  forms  of  cut 
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gear  teeth  are  to  be  recommended,  as  this  form  does  not  require  the 
maintenance  of  exact  center  distances  demanded  by  other  forms  of 
teeth.  xAlIso,  because  this  form  has  been  adopted  as  standard  by  the 
majority  of  gear  manufacturers  under  the  Diametral  Pitch  System. 

Cushion  Couplings. — In  many  appHcations,  such  as  air  com- 
pressors, phmger  pumps,  etc.,  the  motor  is  required  to  be  coupled 
directly  to  an  intermediate  shaft  which  usually  carries  a  pinion  for 
transmitting  power  to  other  parts  of  the  mechanism.  Application  of 
a  motor  to  this  service  should  be  through  a  cushion  coupling  for  best 
results,  as  with  the  usual  forms  of  rigid  coupling  the  shocks  and 
vibrations  from  the  gears  due  to  the  cyclical  variations  in  the  load 
are  transmitted  back  to  the  motor  and  are  very  destructive  to  the 
revolving  windings.  Vertical  motors  driving  centrifugal  pumps 
through  long  vertical  shafts  should  always  be  connected  together  by 
means  of  a  flexible  coupling  that  will  allow  considerable  displacement 
in  shaft  alignment  as,  owing  to  the  absence  of  gravitational  forces 
in  the  plane  of  revolution,  all  vertical  running  motors  and  shafts  are 
extremely  sensitive  and  destructive  vibrations  are  easily  started. 

Flange  Couplings. — For  applications  wdiere  the  motors  have  to 
deliver  a  practically  constant  torque  and  where  there  is  little  liability 
of  shafts  getting  out  of  alignment,  such  as  centrifugal  pumps,  blow- 
ers, motor-generator  sets,  etc.,  a  flange  or  rigid  form  of  coupling  has 
been  found  entirely  satisfactory.  A  careful  investigation  should  al- 
ways be  made,  however,  of  all  factors  lialile  to  influence  operation, 
as  successful  application  of  this  form  of  coupling  requires  prac- 
tically ideal  conditions. 

Foundations. — In  many  motor  installations  insufficient  attention 
and  care  are  bestowed  on  the  motor  foundation  or  method  of  mount- 
ing to  insure  satisfactory  motor  operation.  This  is  particularly  true 
of  geared  applications  where  motors  are  frequently  found  shimmed 
up  with  wooden  blocks.  This  should  not  be  tolerated,  as  it  can  be 
nothing  else  than  unsatisfactory;  rigidity  of  mounting  or  foundation 
being  of  extreme  importance  in  geared  applications. 


APPLICATION  OF  AUTOMATIC  CONTROLLERS  TO 
DIRECT-CURRENT  MOTORS— IV 

CONTROL  OF  MOTORS  IN  STEEL  AND  IRON  MILLS 
D.  E.  CARPENTER 

THE  service  requirements  of  motors  and  controllers  in  the 
steel  and  iron  industries  are  more  exacting  than  in  any 
other  application.  The  motors  usually  range  in  size  up  to 
about  250  horsepower  at  from  220  to  250  volts.  The  momentary 
overloads  are  often  excessive.  The  operation  of  starting  is  repeated 
at  frequent  intervals,  and  in  many  cases  full  load  is  continually  re- 
quired alternately  in  reverse  directions  within  very  short  spaces  of 
time. 

The  controllers  operating  mill  cranes  and  hoists,  such  as  soak- 
ing pit  cranes,  ore  bridges,  etc.,  are  subjected  to  especially  hard 
service,  which  usually  continues  for  twenty-four  hours  per  day. 
The  current  requirements  are  often  very  heavy  and  the  controller 
may  be  required  to  open  circuits  in  which  the  current  equals  or 
exceeds  the  full  rated  capacity-  of  the  motor  and  controller. 

Automatic  magnet  switch  control  is  peculiarly  adapted  for 
such  service.  The  ease  and  accuracy  with  which  the  rate  of  opera- 
tion of  the  magnet  switches  for  acceleration  and  reversals  can  be 
predetermined ;  the  readiness  with  which  stop  motion  limit  switches 
can  be  applied ;  the  flexibility  in  location  of  the  controllers  and  mo- 
tors with  respect  to  the  operator ;  the  fact  that  several  motors  can 
be  controlled  by  one  operator,  all  combine  to  make  this  system  of 
direct-current  motor  control  almost  ideal  for  steel  mill  service. 

With  automatic  control,  the  motors  and  the  driven  machinery 
are  fully  protected  from  any  injury  resulting  from  careless  or  in- 
different controller  operation.  The  action  of  the  magnet  switches 
is  started  by  the  operator,  after  which  they  act  automatically  at  a 
predetermined  rate,  bringing  the  motor  up  to  full  speed  or  revers- 
ing it  quickly,  but  with  perfect  safety.  \\'ith  any  device  that  must 
travel  a  given  distance  and  then  stop,  such  as  traveling  tables,  ore 
bridges,  car  dumi)ers,  ingot  "buggies,"  etc..  the  attention  of  the 
operator  is  not  re([uire(l  to  stop  the  motor,  since  limit  switches  can 
be  arranged  to  do  this.  In  fact,  for  such  operations,  as  revolving 
the  top  of  a  furnace,  magnet  switch  controllers  can  be  arranged  in 
connection' with  limit  switches  so  that  the  motor  will  be  automatic- 
ally started  each  time  a  car  of  ore  is  dumped  and  stopped  when 
the  top  has  rotated  through  the  proper  angle.    This  insures  an  equal 
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distribution  of  burden  in  the   furnace  and  thereby  gives  improved 
working  conditions. 

For  quick  stopping  or  reversing,  dynamic  brakes  can  be  ar- 
ranged for  automatic  operation  by  magnet  switches.  For  example, 
in  raising  the  screw-down  of  a  rolHng  mill,  the  motor  usually  runs 
at  high  speed  ;  when  the  screw  reaches  the  upper  limit  of  its  travel 
quick  reversal  of  the  motor  is  necessary  to  adjust  the  rolls  for  the 

next  ingot.  Automatic  magnet 
switches  can  be  arranged  to  ap- 
ply a  dynamic  brake  for  quickly 
stopping  the  motor  without 
shock,  excessive  wear,  or  undue 
stress  on  any  part.  With  this 
system  of  control,  reversing  the 
motor  too  quickly  is  impossible. 
The  magnet  switches  act  auto- 
matically in  the  order  and  at  the 
rate  for  which  they  are  adjusted, 
and  the  operator  cannot  hurry 
them  except  by  changing  the  ad- 
justments. The  operations  of 
reversal  and  starting,  therefore, 
can  be  made  as  quickly  as  the 
safety  of  the  motor  and  connect- 
ed apparatus  will  permit.  Tn 
other  words,  while  rapid  work  is 
assured,  the  motor  is  protected 
from  unnecessary  and  dangerous 
overloads. 

Since  the  master  switch  and  its 
connecting  wires  carry  only  the 
small  current  required  to  operate 
the  magnet  switches,  the  master 
switch  is  light,  occupies  comparatively  little  space,  and  can  be  placed 
in  the  most  convenient  location  regardless  of  the  location  of  the 
motors  and  controllers.  This  feature  is  of  great  importance  in 
many  installations  where  space  is  limited ;  for  example,  in  the  oper- 
ating leg  of  an  ore  unloader.  In  mill  service  the  operator  can  be 
located  where  he  can  easily  see  all  the  operations,  and  where  he  is 
free  from  the  heat  generated  in  the  c<ontr<:)lling  resistance,  while  the 


FIG.     I — AUTOMATIC     MAGNET     SWITCH 
CONTROLLER  FOR  ROLLING  MILL  TABLE 
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controller  and  resistance  can  be  installed  near  the  motor,  making 
the  heavy  leads  very  short. 

The  acceleration  can  be  by  voltage  control,  that  is,  by  drop  of 
voltage  in  the  starting  resistance,  or  by  series  relay.  For  many  steel 
mill  operations  very  rapid  acceleration  is  desirable  and  the  magnet 
switches  are  so  connected  that  the  delay  in  their  successive  opera- 
tion is  only  the  time  element  of  the  switches.  In  such  cases  each 
accelerating  magnet  switch,  by  means  of  its  interlocking  contacts, 
connects  the  next  one  directly  across  the  circuit,  all  closing  very 
rapidly,  but  always  in  the  same  consecutive  order. 

Magnet  switches  for  such  service  must  be  so  constructed  that 
they  will  close  with  a  quick  positive  action  and  open  with  a  snap. 
All  switches  required  to  break  a  circuit  in  which  any  considerable 


FIG.  2 — TYPICAL  INSTALLATION  MAGNET  SWITCH  CON- 
TROLLER WITH  LINE  SWITCH  AND  MASTER  SWITCH, 
IN  CONNECTION  WITH  DIRECT-CURRENT  MILL  MOTOR 
EQUIPPED    WITH    ELECTRIC   BRAKE. 

current  is  flowing  should  be  provided  with  blow-out  coils  which 
will  quickly  disrupt  the  arc  formed  between  the  separating  con- 
tacts; the  wearing  parts  of  the  switch,  contacts,  arcing  tips,  etc., 
should  be  durable,  simple  and  easy  to  repair. 

Both  the  main  and  interlocking  contacts  should  be  so  placed 
that  accumulations  of  dust  and  dirt  cannot  interfere  with  their  con- 
ductivity. In  magnet  switches  of  the  type  shown  herewith  the 
main  contacts  close  under  such  strong  compression  springs  that 
good  contact  is  assured.  Vov  dusty  ]ilaccs  the  interlocking  contact 
surfaces  can  be  made  vertical,  as  in  l^g.  7,  so  that  dust  will  not  be 
deposited  on  them.* 


*See  also  Fig.   10  of  introductory  article   in   the  Journal   for  Jan.,   '09, 


p.  27. 
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The  connection  diagrams,  Figs.  5  and  6,  show  typical  connec- 
tions in  simple  form.  l''ig.  5  shows  the  connections  of  a  five-point, 
eight-switch  controller,  with  a  two-point  master  switch.  The  four 
magnet  switches  in  the  upper  row  are  for  starting,  and  those  in  the 
lower  row  for  short-circuiting  the  starting  resistance  in  steps,  i.  c., 
for  accelerating.  Turning  the  master  switch  to  forward  position  i, 
causes  the  two  inside  magnet  switches  in  the  upper  row  to  close  and 
start  the  motor  with  all  resistance  in  series.  Further  movement  of 
the  master  switch  to  position  2  causes  resistance  contacts  R„,  R^,  R^, 
and  i?5  to  close  successively  in  the  order  named ;  each  is  delayed  by 
drop  of  voltage  in  the  starting  resistance,  thus  making  the  rate  of 
acceleration  depend  on  the  motor  current.  The  motor  and  con- 
troller can  be  o|)erated  on  either  point  of  the  master  switch. 


ii3l-— /i^P^^ 


FIG.   3 — TYPICAL  INSTALLATION    MAGNET    SWITCH   CONTKUl.l.ERS 
AND  DIRECT-CURRENT  MILL   MOTORS   OPERATING  ROLL  TABLE 

Reversing  the  master  switch  first  opens  the  circuit  to  the  two 
starting  switches,  causing  them  to  open,  and  this  action  opens  the 
circuit  to  the  resistance  switches  which  also  drop  open.  Since  the 
operating  current  of  the  starting  magnet  switches  must  pass  through 
the  lower  interlocking  contacts  of  the  resistance  switches,  the  motor 
cannot  be  started  in  either  direction  until  all  the  starting  resistance 
is  in  circuit.  Consequently,  however  quickly  the  master  switch  is 
thrown  from  forward  position  2  to  reverse  position  2,  two  starting 
magnet  switches  and  all  the  resistance  switches  first  open,  cutting 
all  the  starting  resistance  into  circuit.  The  other  two  starting 
switches  then  close,  followed  by  the  successive  closing  of  the  re- 
sistance switches,  each  when  the  starting  current  has  fallen  to  the 
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strength  for   which  the  adjustments  were  made.     The  reversal  is 
thus  made  in  the  least  possible  time  consistent  with  safety. 

Fig.  6  shows  the  connections  of  a  five-point,  eight-switch  auto- 
matic magnet  switch  controller  with  a  five-point  master  switch. 
The  connections  are  similar  to  those  with  a  two-point  master 
switch,  except  that  in  this  case  the  operation  of  each  resistance  mag- 
net switch  depends  on  the  positon  of  the  master  switch  handle. 
\\'ith  the  master  switch  on  the  first  point,  two  starting  switches  in 
the  upper  row  close,  connecting  the  motor  across  the  circuit  with 
all  resistance  in  series.  On  the  second  point, 
resistance  switch  Ro  in  the  lower  row  closes; 
on  the  third  point,  switch  R^.,  etc.  The  master 
switch  can  be  left  on  any  notch  or  returned  to 
^  the  preceding  notch  with  corresponding  action 

jy^^  ■:/jJjf  '  ■]:■  (jf  the  magnet  switches.  If  the  master  switch 
is  advanced  quickly  to  the  fifth  notch  in  either 
direction,  the  magnet  switches  will  close  in  reg- 
ular order,  but  the  closing  of  each  resistance 
>witch  will  be  delayed  by  voltage  drop  in  the 
starting  resistance  until  the  current  has  fallen 

1-^" ^r~  to  a  safe  value.     Likewise  the  sudden  reversal 
I       of  the  master  switch  can  work  no  injury  to  the 
I       motors  on  account  of  the  automatic  action  of 
I       the  magnet  switches 
I  ^lany  refinements  in  addition  to  those  shown 

I        in  the  connection  diagrams  are  possible.     For 
^^^^  example,  a  dynamic  brake,  an  overload  trip  or 

FIG  4— MASTER  SWITCH  ^^^'^"^''■^^^^^^^  Tclay,  au  accelerating  relay,  etc., 
FOR  AUTOM.ATic  M.AG- cati  bc  added.  The  control  of  hoist  motors  from 
NET  SWITCH  CONTROL-  ^.j-jg  ^^^^  wQuld  somctimes  be  found  to  be  a  great 

convenience,  as  in  lifting  flasks  in  a  foundry. 
With  a  magnet  switch  controller  a  drop  switch  can  easily  be  ar- 
ranged so  that  the  operator  on  the  floor  can  '"inch"  the  hoist  while 
watching  the  flask.  On  signal  from  the  floor  the  crane  operator  will 
place  the  master  switch  on  the  first  notch  so  that  all  the  controlling 
resistance  will  be  cut  into  circuit,  thus  giving  minimum  speed ;  after 
which  the  floor  operator,  by  closing  and  opening  the  operating  cir- 
cuit of  the  starting  magnet  switches  by  means  of  the  drop  switch, 
can  obtain  the  exact  results  desired. 

In  many  hoisting  processes  a  definite  cycle  of  operations  is  con- 
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tinually  repeated.     For  example,  a  skip  hoist  is  called  into  opera- 
tion on  the  arrival  of  a  car  of  material  at  the  base:  the  skip  is  car- 


r^> 


Starting  Re 


no  I  Id  18    ^-a;iD — I 
—H^ U  '  U- 


I   ?'    '       2?        23  24 

'—Olio — I     "^  '  iCh— 

1(1     I 


Master       Switch 


FIG.    5 CONNECTION    DIAGR.^M,    FIVE-POINT    EIGHT-SWITCH    AUTOMATIC    CON- 
TROLLER   WITH    TWO-POINT    MASTER    SWITCH 

ried  to  the  top,  dumped,  and  returned  to  the  base  for  another  load. 


.rollDia    Uiio^   kuD^    kjlc^ 


FIG.   6— CONNECTION    DIAGRAM,   FIVE-POINT,   EIGHT-SWITCH    AUTOMATIC 
CONTROLLER   WITH    FIVE-POINT   MASTER    SWITCH 

All   such   recurring  cycles  of  operations   can   be  performed    auto- 
maticallv  bv  means  of  magnet  switch  controllers,  with  a  great  sav- 
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ing  of  time  and  expense  and  with  the  assurance  that  the  perform- 
ance will  be  reliable  and  accurate. 

The  controller  shown  in  Fig.  7  is  used  with  a  compound-wound 
motor  operating  a  skip  hoist  at  the  Cornwall  Ore  Banks,  Lebanon, 
Pa.  The  shunt  field  relay  prevents  the  closing  of  any  of  the  mag- 
net switches  if  the  field  switch  is  open  or  the  field  circuit  is  open  at 

any  other  place.  The  hoist, 
or  accelerating  relay  prevents 
the  magnet  switches  from 
cutting  out  the  starting  resist- 
ance too  rapidly.  The  over- 
load relay  causes  all  the  mag- 
net switches  to  open  if  the 
current  is  too  large ;  this  relay 
is  closed  by  means  of  a  reset 
switch.  When  the  hoist  ap- 
proaches the  limit  of  travel,  a 
geared  limit  switch  driven  di- 
rectly from  the  hoisting  drum 
closes  the  circuit  through  the 
fast  speed  relay,  which  at 
once  short-circuits  the  field 
rheostat  giving  the  motor  full 
field  and  reducing  the  speed. 
Further  movement  of  the 
limit  switch  causes  all  the 
starting  resistance  to  be  cut 
into  circuit,  thus  further  re- 
ducing the  speed,  and  finally 
disconnects  the  motor  from 
the  line,  all  by  means  of  the 
magnet  switches.     As  soon  as 


FIG.  7 — AUTOMATIC  MAGNET  SWITCH  CON- 
TROLLER FOR  OPERATING  SKIP  HOIST  AT 
CORNWALL   ORE    BANKS,   LEBANON,    PA. 

On  the  panel  are  mounted  twelve  i  000- 
ampere  automatic  magnet  switches  and 
below  the  switches,  from  left  to  right, 
are  a  line  switch,  field  rheostat,  overload  the  line  connections  are  open- 
relay  with  reset  coil,  field  switch,  shunt  ,  ,,  ,  r  r  ,\ 
field  relay,  hoist  (accelerating)  relay,  ^^1  the  COUnter-e.m.f.  of  the 
fast  speed  relay,  brake  relay  and  safety  motor  causes  the  safety  relay 
^^  ^^  ■  to  close  the  operating  circuit 
of  a  magnet  switch,  which  immediately  connects  a  resistance  across 
the  armature  terminals,  forming  a  dynamic  brake.  This  resistance  is 
actuated  by  the  braking  current,  that  is,  the  short-circuit  current 
throutrh  the  armature  and  the  brake  resistance. 


NOTES  ON  THE  SINGLE-PHASE  RAILWAY  MOTOR 

S.  M.  KINTNER 

THE  single-phase  motor  finds  a  place  in  railway  work  because 
by  its  use  a  high  voltage  power  distribution  and  current 
collection  becomes  possible.  The  advantage  of  the  single- 
phase  railway  system  over  other  railway  systems  lies  in  the  flexi- 
bility of  power  distribution  and  control  rather  than  in  the  motor 
itself.  The  motor  is,  however,  an  important  element  of  the  system, 
as  by  its  use  standard  alternating-current  distributing  systems  may 
be  used  without  any  conversion  by  rotating  machinery,  thus  fur- 
nishing the  cheapest  electrical  power  distribution  known.  The 
Westinghouse  series  commutator-type  railway  motor  used  on  single- 
phase  roads  is  essentially  a  direct-current  railway  motor  modified  in 
such  a  way  as  to  permit  its  operation  on  alternating  current.  It 
should  be  borne  in  mind  that  all  changes  made  in  adapting  the 
motor  for  alternating  current  also  improve  its  operation  as  a  direct- 
current  motor.  The  motor  losses  due  to  alternating-current  are  al- 
ways greater  than  those  due  to  direct  current,  the  result  being  in- 
ferior performance  on  alternating  current. 

With  a  full  realization  of  these  facts,  the  alternating-current 
motor  designer  has  as  his  problem  the  production  of  the  best  motor 
possible  under  the  limitations  of  the  particular  conditions,  making 
use  of  the  best  available  direct-current  experience. 

The  alternating-current  motor  difl^'ers  from  the  direct-current 
motor  principally  in  that  it  has :  i — a  laminated  field  structure ;  2 — 
an  auxiliary  or  compensating  winding  on  its  field,  and  3 — preventive 
leads  between  the  armature  windings  and  the  commutator. 

The  laminated  structure  is  evidently  necessary  in  view  of  the 
alternating  magnetic  flux.  The  modifications  result  in  increased 
weight,  as  it  is  necessary  to  support  the  laminations  by  a  cast  steel 
frame,  which  is  of  no  assistance  magnetically,  while  in  the  direct- 
current  motors  it  is  used  both  magnetically  and  mechanically. 

The  auxiliary  or  compensating  winding  is  used  primarily  to 
improve  the  power-factor  of  the  motor.  This  improvement  is 
brought  about  by  reducing  the  inductive  element  of  the  armature 
and  further  by  making  a  smaller  air-gap  possible.  In. consequence 
of  the  smaller  air-gap,  a  smaller  number  of  turns  in  the  main  field 
coils  is  required  and  there  is  a  smaller  inductive  voltage  due  to  the 
main  field  coils.  The  auxiliary  winding  is  supported  on  the  sta~ 
tionary  element  in  slots  in  the  pole  faces  and  is  connected  perma- 
nently in  series  with  the  armature  so  that  the  magnetic  action  pro- 
duced by  it  is  in  exact  opposition  to  that  induced  by  the  armature 
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and  thus  the  armature  reaction  on  the  main  fields  is  balanced,  and 
the  field  becomes  stable. 

The  preventive  leads,  connecting  the  armature  windings  to  the 
commutator  bars,  are  used  for  the  purpose  of  limiting  the  "short- 
circuit"  currents  that  exist  in  all  coils  at  the  instant  that  the  corre- 
sponding commutator  bars  are  bridged  by  the  carbon  brushes.  The 
leads  in  this  way  assist  the  commutator  and  also  reduce  the  motor 
losses.  The  fact  that  the  introduction  of  resistance  in  these  arma- 
ture windings  actually  reduces  the  total  armature  losses  is  not  al- 
ways recognized.  This  reduction  in  losses  is  due  to  the  fact  that 
the  preventive  leads  have  losses  which  are  caused :  i — By  the  use- 
ful current  passing  from  the  commuator  to  the  windings.  This  loss 
increases  as  the  resistance  of  the  leads  increases.  2 — By  the  short- 
circuit  currents  induced  in  the  coils  by  the  transformer  action  of 
the  main  field.  This  second  loss  decreases  as  the  resistance  of  the 
leads  increases.  It  thus  becomes  evident  that  there  is  a  particular 
value  of  resistance  which  will  give  the  minimum  loss  and  any  change 
in  this  value  will  result  in  increased  loss.  The  value  of  the  short- 
circuit  loss  decreases  quite  rapidly  as  the  motor  increases  in  speed, 
even  at  the  same  field  strength,  on  account  of  the  inductance  of  the 
coil  imdergoing  short-circuit  and  the  decreased  time  of  short-cir- 
cuit. The  principal  value  of  the  leads  is  in  starting  when  the  great- 
est induction  exists  in  the  magnetic  circuit  and  when  the  duration 
of  short-circuit  on  each  individual  coil  is  greatest.  It  is  necessary, 
therefore,  in  designing  the  leads  to  make  them  sufficiently  large  so 
that  they  have  the  necessary  thermal  capacity  to  keep  the  tempera- 
ture within  safe  limits.  It  is  quite  possible  that  the  motor  may  be 
called  upon  to  withstand  a  locked  condition  with  full  accelerating 
current  for  a  short  period  of  time  and  the  leads  nnist  be  rugged 
enough  to  undergo  such  treatment  without  injury. 

Carbon  brushes  act  in  the  same  manner  as  preventive  leads, 
but  they  are  unable  to  care  for  inductions  as  high  as  it  is  desirable 
to  use  and  need  the  assistance  of  the  preventive  leads  for  satisfac- 
tory performance.  The  value  of  the  induction  permissible  when 
reliance  is  placed  in  the  carbon  brushes  alone  as  a  means  of  limiting 
the  short-circuit  currents  varies  with  the  grade  of  carbon,  but  will 
in  general  be  of  such  value  as  to  give  approximately  4  to  4.5  volts 
between  bars.  It  is  thus  evident  that  for  reduced  frequencies,  the 
induction  can  be  increased  in  direct  proportion  to  such  reduction. 

The  use  of  preventive  leads  permits  a  very  material  increase  in 
the  induction  per  pole  and  values  nearly  double  those  above  men- 
tioned, as  the  limits  in  motors  without  preventive  leads,  are  per- 
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fectly  safe.  It  is,  of  course,  understood  that  an  increase  in  the  total 
magnetic  inducticjn  is  desira]~)le,  as  this  gives  a  cheaper  motor. 

The  use  of  commutating  or  inter-poles,  which  have  been 
generally  used  on  direct-current  motors  during  recent  years,  ma- 
terially assists  the  alternating-current  motor  after  it  has  attained 
any  speed.  It  is,  however,  of  no  value  in  starting  and  of  little  use 
at  low  speeds.  In  the  alternating-current  motor  the  currents  under 
commutation  are  made  up  of  two  components,  one  the  working  cur- 
rent in  phase  with  the  main  field  flux,  and  the  other  the  short-circuit 
current,  considerably  displaced  in  phase  from  the  working  current. 
The  magnetic  flux  variation  in  a  commutating  pole,  to  be  most  ef- 
fective, needs  to  be  nearly  in  phase  with  the  current  being  commu- 
tated  and,  therefore,  cannot  be  excited  by  a  series  winding.  If  a 
shunt  winding  is  employed  for  the  commutating  poles  a  complica- 
tion in  connections  results  and  the  "automatic  adjustment  witli  load" 
feature  of  the  series  connections  is  lost. 

If  the  motors  are  provided  with  preventive  leads  of  the  proper 
value  to  care  for  the  starting"  conditions  and  due  consideration  is 
given,  in  the  general  design,  to  the  proportions  that  affect  com- 
mutation, there  will  be  no  need  for  the  commutating  poles. 

The  experience  gained  from  a  study  of  the  operation  of  a 
large  number  of  single-phase  motors  in  service  indicates  quite  con- 
clusively that  this  type  of  motor  is  the  most  satisfactory  of  any 
thus  far  developed.  It  is  practically  tlie  same  electrically  as  the 
motor  proposed  by  'Sir.  Lamme  in  his  paper  read  before  the  A.  I. 
E.  E.  in  1902,  and  all  developments  thus  far  tend  to  prove  the  cor- 
rectness of  his  judgment  expressed  at  that  time. 

The  statement  is  sometimes  made  that  the  alternating-current 
motor  is  not  capable  of  giving  as  great  an  accelerating  rate  as  is 
the  direct.  As  the  acceleration  depends  directly  upon  motor  torque, 
gear  ratio,  wheel  size  and  car  weights,  the  matter  resolves  itself 
into  a  consideration  of  motor  torques  for  overload,  as  the  other 
factors  can  all  be  considered  without  taking  the  motor  into  account. 
Such  a  statement  tlicn  implies  that  the  motors  are  not  capable  of 
standing  heavy  overload   currents   during   the   acceleration   period. 

That  such  is  not  the  case  is  being  well  demonstrated  by  the 
motors  on  the  New  York,  New  Haven  &  Hartford  Railroad  Com- 
pany's locomotives.  The  motors  are  frequently  called  upon  to  exert 
twice  their  hour  rating  torque  in  starting,  which  is  more  than  is 
expected  of  most  large  direct-current  motors  of  similar  size. 

The  St.  Clair  Tunnel  Company's  locomotives  are  equally  suc- 
cessful with  their  large  accelerating  currents  and  the  large  currents 
used  have  in  no  way  aflfected  the  preventive  leads. 


METER  AND  RELAY  CONNECTIONS  (Cont.) 

METERS  ADAPTED  TO  SPECIAL  USES 
HAROLD  W.  BROWN 

THE  connections  discussed  in  the  preceding  articles  of  this 
series  have  been  for  the  purpose  of  making  the  measure- 
ments for  which  the  various  meters  were  originahy  intended, 
■ — i.  e.,  voltmeters  were  to  measure  e.m.f.,  ammeters  to  measure  cur- 
rent, and  wattmeters  to  measure  power,  and  the  capacity  of  each 
meter,  together  with  suitable  transformers,  was  usually  that  for 
which  they  were  originally  intended.  The  present  article  deals  with 
connections  for  making  special  measurements ;  in  some  cases  these 
connections  are  for  changing  the  capacities  of  the  meters,  and  in 
others  for  making  altogether  different  measurements. 

SERIES-PARALLEL     CONNECTION 

It  is  sometimes  desirable  to  vary  the  capacities  of  meters  by 
means  of  a  series-parallel  connection.  Two  meters,  as  A  and  B,  Fig. 
I  (a),  may  be  connected  to  a  two-pole — double-throw  switch  so  that 
when  the  switch  is  in  its  upper  position  the  two  meters  are  in  series, 
and  when  in  its  lower  position  they  are  in  parallel.  This  connection 
is  suitable  for  either  voltmeters  or  ammeters.  In  the  case  of  volt- 
meters, with  the  parallel  connection,  the  full  voltage  between  the 
lines  is  applied  to  each  meter.  With  the  series  connection,  if  the  two 
voltmeters  are  of  the  same  resistance  (and  reactance,  in  case  of  al- 
ternating-current circuits),  one-half  the  total  e.m.f.  is  indicated  by 
each  meter.  If  the  meters  are  ammeters,  the  conditions  are  re- 
versed, i.  e.,  with  the  series  connection  each  meter  carries  the  total 
current,  and  with  the  parallel  connection  the  current  is  divided  be- 
tween the  two  meters. 

One  of  the  meters,  A  or  B,  of  Fig.  i  (a)  may  be  omitted,  and 
in  such  a  case  suitable  resistances  should  be  inserted  at  R  and  R^  to 
divide  the  currents  in  the  two  branches  in  any  desired  proportion. 
This  gives  the  remaining  meter  two  ranges — with  the  resistances  in 
series  and  in  parallel ;  the  ratio  of  the  ranges  depends  on  the  rela- 
tive resistances  of  R,  R^,  and  the  meter.  This  arrangement  of  re- 
sistances is  suitable  for  use  with  either  an  ammeter  or  a  voltmeter. 

A  modification  of  this  scheme  for  switching  resistances,  suit- 
able for  use  with  a  voltmeter,  is  shown  in  Fig.  i  (b),  where  two 
single-pole — double-throw  switches  and  two  equal  resistances  are 
employed.    When  the  right  hand  switch  is  down  and  the  left  hand 
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switch  open,  A  is  in  series  with  B.  This  inserts  the  highest  resist- 
ance in  the  circuit.  When  the  left  hand  switch  is  down  and  the  riglit 
hand  open,  only  A  is  in  circuit;  and  when  the  left  hand  switch  is 
down  and  the  right  hand  up,  A  and  B  are  connected  in  parallel.  If 
the  voltage  drop  through  the  meter  itself  is  negligible,  compared 
with  the  drop  in  the  external  resistances,  the  three  voltages  to  which 
the  meter  is  adapted  by  means  of  these  resistances,  are  in  the  ratio 
of  I,  2  and  4. 

Fig.  I  (c)  shows  how  two  ammeters  may  be  connected  in  two 
circuits,  so  that  either  ammeter  will  measure  the  current  in  one  or 
both  of  the  circuits.  Two  single-pole — double-throw  switches  are 
employed.     When  both  switches  are  down,  IMa  measures  one  cur- 


Two 

Polf  Double- 
row  Switch  ,_^ 

( 

BJ 
R 

z 

0      < 

R'     ■ 

r. 

FIG.     I — DOUBLE-THROW    SWITCHES    FOR    VOLTMETERS,    AMMETERS    OR    RE- 
SISTANCES   IN    SERIES   OR   PARALLEL 

(a) — Double-pole  switch  for  two  voltmeters  or  ammeters.  The 
meters  are  in  parallel  when  the  switch  is  down,  and  in  series  when 
it  is  up. 

{b) — Two  single-pole  switches  for  series  and  parallel  connec- 
tions of  resistances  for  use  in  series  with  a  voltmeter.  A  and  B 
are  in  series  when  the  right  hand  switch,  only,  is  down ;  with  the 
left  hand  switch  down  and  the  right  hand  up  they  are  in  parallel, 
and  with  only  the  left  hand  switch  down  A,  alone,  is  in  the  circuit. 

(c) — Two  single-pole  switches  giving  simultaneous  measure- 
ment of  two  separate  currents  or  the  sum.  of  the  two  on  either  or 
both  of  the  two  ammeters. 

rent,  and  M,  the  other.  When  either  switch  is  up,  the  ammeter  on 
that  side  measures  the  current  in  both  circuits.  If  both  switches  are 
up,  each  meter  carries  the  current  of  both  circuits.  This  last  connec- 
tion is  convenient  for  comparing  the  calibration  of  the  two  am- 
meters. In  the  diagram  the  armature  and  field  of  a  shunt  motor  are 
shown,  but  such  a  connection  might  be  similarly  used  with  any 
branched  or  shunted  circuits. 

Modifications  of  the  connections  of  Fig.  i  may  be  extended  in- 
definitely, with  different  numbers  of  switches  and  resistances,  and 
with  various  arrangements  of  resistances, 
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METERS  FOR   TOTALIZING   AND   AVERAGING 

It  sometimes  occurs,  when  it  is  desired  to  measure  total  power, 
that  there  is  no  point  where  series  transformers  can  be  placed  on  the 
bus-bars  or  line  so  as  to  carry  all  the  current  from  the  switchboard. 
Such  a  case  is  illustrated  in  Fig.  2.  A  and  B  are  sources  of  the 
power  that  flows  out  on  C  and  D.  The  series  transformers  must  be 
on  both  A  and  B,  or  on  both  C  and  D,  if  all  the  current  transmitted 
is  to  flow  through  these  transformers.  The  series  transformers  on 
corresponding  phases  are  connected  in  parallel,  and  the  sum  of  the 
currents  from  the  two  transformers  flows  through  the  wattmeter. 
The  current  coils  of  the  wattmeter  must  have  sufficient  capacity  to 
carry  the  currents  from  the  two  transformers.  With  these  connec- 
tions, the  wattmeter  indicates  the  total  power  of  the  two  circuits. 
Similarly,  with  any  number  of  circuits,    and    with    corresponding 

transformers  on  each  circuit 
connected  in  parallel,  the  watt- 
meter will  indicate  the  total 
power  on  all  the  circuits. 

The  connections  in  Fig.  3  are 
similar  to  tliose  in  Fig.  2,  but 
are  for  use  with  an  ammeter. 
If  a  plug  is  in  one  of  the  re- 
ceptacles the  meter  indicates  the 
current  flowing  in  the  line  des- 
ignated by  the  corresponding 
FIG.  2 — POLYPHASE  WATTMETER  coNNEC- letter.     If  pluo^s  are   in  both  of 

TIONS  "^ 

For  "totalizing"  power  on  two  or  ^'^e  upper,  middle  or  lower  re- 
more  circuits.  ceptacles,  the  meter  measures 
the  total  current  from  the  corresponding  bus-bars.  The  number  of 
feeders  may  be  increased  indefinitely  if  a  row  of  receptacles  is 
added  for  each  additional  circuit,  and  the  capacity  of  the  motor  is 
correspondingly  increased. 

The  connections  for  a  power-factor  meter  to  indicate  the  power- 
factor  of  one  or  more  circuits  are  shown  in  Fig.  4.  The 
meter  indicates  the  power-factor  of  the  left  or  right  hand 
circuit,  or  the  average  of  both  circuits,  depending  on  whether  plugs 
are  in  the  two  left  or  the  two  right  hand  receptacles,  or  in  all  four 
receptacles. 

Instead  of  using  plugs  and  receptacles  to  make  connections  to 
the  series  transformers,  the  meters  in  Figs.  3  and  4  may  be  con- 
nected directly  to  the  transformers,  as  with  the  wattmeter  in  Fig.  2. 
Conversely,  the  wattmeter  may  be  connected  by  means  of  plugs  and 
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receptacles,  so  as  to  in- 
dicate the  power  trans- 
mitted over  all  or  only 
a  part  of  the  circuits. 

GROUND      DETECTORS      ON 
HIGH   AND  LOW-TEN- 
SION   CIRCUITS 

Connections  for  elec- 
trostatic ground  detec- 
tors suitable  for  circuits 
of  comparatively  high 
voltage  have  been  shown 
in  preceding  articles  of 
this  series,  but  for  cir- 
cuits of  more  than. 
25  000  volts  a  special 
arrangement  of  con- 
densers is  employed. 
Fig.    5    shows   a   single- 


FIG.    4 — POWKR-FACTOR    METER   CONNECTIONS. 

For  measuring  the  average  power-factor  of 
two  or  more  circuits. 


FIG.   3 — AMMETER   CONNECTIONS 

For  "totalizing"  currents  in  two  or  more  cir- 
cuits. 

phase  ground  detector 
with  condensers  for  an 
88  000  volt  circuit.  One 
condenser  on  each  side 
is  in  parallel  with  the 
ground  detector,  and 
the  others  are  in  series. 
The  e.m.f.  on  each  con- 
denser is  about  18000 
volts.  A  larger  number 
of  series  condensers  is 
required  for  a  higher 
e.m.f.  and  a  smaller 
number  for  a  lower 
e.m.f. 

Instead  of  several 
series  condensers,  one 
condenser  may  be  used, 
if  it  is  insulated  for 
the  required  e.  m.  f. 
Fig.  6    (a)    shows  such 
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an  arrangement,  adapted  to  a  40  000  volt  three-phase  circuit,  requir- 
ing two  single-phase  ground  detectors,  three  high  voltage  condensers 
(marked  A  in  the  diagram)  for  connecting  in  series,  and  three  lower 
voltage  condensers  (marked  B)  for  connecting  in  parallel.  Fig.  6  (b) 
differs  from  Fig.  6  (a)  only  in  that  the  two  single-phase  ground  de- 
tectors are  replaced  by  a  three-phase  instrument.  The  electrostatic 
capacity  of  each  condenser  marked  A  must  be  enough  smaller  than 
that  of  each  condenser  B  to  prevent  an  excessive  e.m.f.  on  the 
ground  detectors. 

This  method  of  connecting  condensers  in  series  and  parallel  is 
applicable  to  electrostatic  voltmeters,  as  well  as  to  ground  detectors. 

Electrostatic  ground  detectors  are  not  adapted  to  low-tension 
circuits,  on  account  of  the  small  torque  where  the  e.m.f.  is  compara- 

tively     low.     In     such     cases 

some  form  of  electromagnetic 

1)  l_j -]  instrument  may  be  used.    Fig. 

tZX-j  I        I   \  7     (a)     shows    a    differential 

kJX  H     ■  ^1  ^,i„     voltmeter     (already    referred 

1 ^^<^  Series  1       Condensers      ^  .  .  .  .. 

___i^condensers  I   ^7  to  lor  usc  m  councctiou  with 

1        y^  I      /  synchronizing)     connected    to 

'    i— I        GrolndVeieetor      H  I  a    singlc-phasc    circuit.     The 

T      |_^^-C_|       I  arrangement    for    each    phase 

— ^  ^y  — ry-^  of     a     two-phase     circuit     is 

1  ' i ^  '  ,  identical  with  that  for  single- 

Shunt  Condenser  ■=   C  Shunt  Condenser  to 

phase.     Fig.     7     (b)      shows 

FIG.    S — STATIC    GROUND    DETECTOR  .  _  .      . 

Connections  for  single-phase  instrument  three  meters  of  the  same  type 
on  88000  volt  circuit.  as  in  Fig.  7   (a)  on  a  three- 

phase  circuit.  If  any  one  of  these  meters  is  omitted,  the  other  two 
will  show  which  line  is  grounded.  The  third  meter  serves  as  a 
check  on  the  other  two  where  especially  accurate  measurements  are 
required.  Fig.  7  (c)  shows  a  single  meter  with  an  8-point  voltmeter 
receptacle  for  connecting  to  any  two  of  the  lines  of  a  three-phase 
circuit.  With  each  of  these  arrangements  the  meter  is  connected  to 
two  lines  and  shows  a  deflection  when  the  e.m.f.'s  from  these  two 
lines  to  ground  are  unequal.  It  is  thus  possible  to  determine  which 
line  is  grounded,  for  the  pointer  deflects  to  the  left  when  the  e.m.f. 
to  ground  is  low  on  the  line  connecting  to  the  upper  terminal,  and  to 
the  right  when  the  e.m.f.  to  ground  is  low  on  the  line  connecting  to 
the  lower  terminal;  the  indications  of  these  meters  are  similar  to 
those  of  electrostatic  ground  detectors. 
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WATTMETERS  FOR  MEASURING  WATTLESS  VOLT-AMPERES. 

By  far  the  simplest  and  usually  the  most  satisfactory  method  of 
determining  unnecessary  line  loss  due  to  low  power-factor  is  by 
means  of  a  power-factor  meter.  Another  method  is  to  measure  both 
the  true  watts  and  the  wattless  volt-amperes,  i.  e.,  the  product  of 
volts  multiplied  by  amperes  in  quadrature  with  the  e.m.f.     Both  of 
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FIG.    6 — STATIC    GROUND    DETECTOR 

(fl) — Connections  for  two  single-phase  instruments  on  a  40  000  volt,  three- 
phase  circuit. 

(b) — Corresponding  connections  for  a  three-phase  instrument. 

these  measurements  can  be  made  by  the  same  wattmeter,  or  one 
wattmeter  may  be  provided  to  indicate  true  watts,  and  another  to 
indicate  wattless  volt-amperes. 

In  Fig.  8,  wattmeter  C  is  connected  to  a  two-phase  circuit  in 


FIG.    7 — DIFFERENTIAL   VOLTMETERS    USED   AS   GROUND   DETECTOR 

(a) — Connections  for  single  meter  on  a  single-phase  circuit. 
(b) — Connections  for  three  meters  on  a  three-phase  circuit. 
(c) — Single  meter  on  three-phase  circuit  using  eight-point  volt- 
meter receptacle. 

the  ordinary  manner,  to  indicate  true  watts,  and  wattmeter  D  to 
indicate  wattless  volt-amperes.  The  latter  meter  has  its  left  hand 
voltage  circuit  connected  to  phase  .1,  and  the  corresponding  current 
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circuit  to  phase  B.  The  right  hand  voltage  circuit  is  connected  to 
phase  B,  and  the  current  circuit  to  phase  A.  The  direction  of  cur- 
rent in  o]ic  of  the  e.m.f.  circuits  should  be  opposed  to  the  direction 
in  the  corresponding  current  circuit.*  For  example,  in  the  diagram ' 
the  direction  of  current  on  the  right  hand  side  of  the  meter  may  be 
downward  (5  to  4)  in  the  voltage  coil  and  ujnvard  (i.  e.,  opposed) 
in  the  current  coil,  the  directions  of  current  in  both  left  hand  coils 
being  upward.  If  it  is  found  that,  with  these  connections,  the  point- 
er has  a  negative  deflection  the  directions  of  current  in  both  e.m.f. 
circuits  of  the  wattmeter  should  be  reversed  .so  that  the  currents  on 
the  left  are  opposed,  and  those  on  the  right  are  in  the  same  direction. 
The  lower  line  from  the  shunt  transformers  will  then  connect  to  i, 
the  middle  to  2  and  5,  and  the  upper  to  4.  The  direction  of  deflection 
(on  either  a  two  or  three-phase  circuit)  depends  on  the  order  in 
which  the  phases  follow  each  other,  and  on  whether  the  current  is 

lagging  or  leading. 

In  Fig.   9  a   single  wattmeter 


Phase  A  Phase  B 
1/ 


FIG.    8 TWO     POLYPHASE     WATTMETERS 

ON     A    TWO-PHASE    CIRCUIT 

C   indicates   true  watts. 

D  indicates  wattless  volt-amperes. 


is  used,  with  connections 
through  a  four-pole  —  double- 
throw  switch  to  the  shunt  trans- 
formers. When  the  switch  is 
thrown  toward  C,  the  meter  in- 
dicates true  watts,  and  when  to- 
ward D,  the  wattless  volt-am- 
peres. If  the  pointer  deflects  in 
the  negative  direction  the  con- 
nections to  terminals  I  and  2, 
should  be  interchanged ;  also 
connections  to  j  and  4  should  be  interchanged.  Either  Fig.  8  or 
Fig.  9  may  be  arranged  with  ammeter  receptacles ;  so  that,  when  it 
is  so  desired,  the  current  from  only  one  transformer  will  flow 
through  the  wattmeter.  The  true  watts  and  the  wattless  volt-am- 
peres may  then  be  measured  on  the  two  phases  separately,  or  on 
both  phases  at  the  same  time. 

Figs.  10  and  11  (a)  illustrate  connections  to  three-phase  cir- 
cuits, similar  to  those  mentioned  above  for  two-phase.  If  the  pointer 
deflects  in  the  negative  direction,  connections  to  the  four-p^!e  switch 
should  be  changed  as  in  Figs.  8  and  9;  i.  e.,  connections  /  and  2 
should  be  interchanged,  and  likewise  j  and  4. 


*See   reference   to   conventions   regarding   directions   of   currents,   in   the 
Journal  for  May,  1908,  Vol.  V.,  p.  260. 
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In  all  of  these  diagrams,  by  changing  the  phase  of  each  e.m.f. 
two-phase  circuit  by  interchanging  the  phases.  It  is  done  on  a  three- 
phase  circuit  by  connecting  the  e.m.f.  circuit  from  the  outer  end  of 
one  transformer  to  the  middle  of  the  other.  This  is  illustrated  in  the 
vector  diagram  in  Fig.  ii  (b).  In  measuring  true  watts,  the  e.m.f. 
on  the  left  hand  side  of  the  meter  is  represented  by  AB  ;  that  on 
the  right  hand  side  is  represented  by  CB.  When  the  meter  is  to  in- 
dicate the  wattless  volt-amperes  the  e.m.f.  on  the  left  hand  side  is 
represented  by  CN,  and  that  on  the  right  by  AM  \  CN  and  AM  are 
shorter  than  AB  and  CB,  illustrating  the  fact  that  although  the 
phase  relation  is  right,  the  e.m.f.  is  too  small  for  an  indication  of 
wattless   volt-amperes,  if  the  meter  is  calibrated    to    indicate    true 


Phase  A         Phase  B 


FIG.  10 — CONNECTIONS  FOR  THREE-- 
PHASE  CIRCUir  CORRESPONDING 
TO  THOSE  OF  FIG.  8,  FOR  MEASUR- 
ING TRUE  POWER  AND  WATTLESS 
VOLT-AMPERES  WITH  TWO  POLY- 
PHASE  WATTMETERS 


FIG.  9 — CONNECTIONS  CORRESPONDING  TO 
THOSE  OF  FIG.  8  FOR  MEASURING  TRUE 
POWER  AND  WATTLESS  VOLT-AMPERES, 
USING  A  SINGLE  POLYPHASE  WATT- 
METER AND  A  TWO-POLE  DOUBLE-THROW 
SWITCH 

C — True  watts. 

D — Wattless  volt-amperes. 

watts.  On  this  account  the  shunt  transformer  leads  are  brought  out 
at  lOO  percent  of  the  secondary  windings  for  the  wattless  connec- 
tions, and  at  86.6  percent  for  the  true  watts.  Where  separate  meters 
are  used,  as  in  Fig.  lo,  to  indicate  true  watts  and  wattless  volt- 
amperes,  this  discrepancy  could  be  corrected  by  a  difference  in  the 
calibration  of  the  two  meters,  and  in  Fig.  ii  (a)  it  could  be  corrected 
by  providing  a  double  scale  on  the  wattmeter — one  to  indicate  the 
true  watts  and  the  other  wattless  volt-amperes.  In  either  case  the 
leads  that  are  shown  connected  to  the  86.6  percent  points  would  con- 
nect to  the  adjacent  lOO  per  cent  points  (thus  saving  the  necessity  of 
bringing  out  the  86.6  percent  tap  on  the  transformer). 

A  single-phase  wattmeter  arranged  for  plugging  into  any  phase 
of  a  three-phase  circuit,  for  measuring  either  true  watts  or  wattless 
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volt-amperes  is  shown  in  Fig.  12.  When  the  voltmeter  plug  is  in 
one  of  the  lower  positions  and  the  ammeter  plug  is  in  the  corre- 
sponding ammeter  receptacle  the  wattmeter  indicates  true  watts  on 
one  phase.  With  the  voltmeter  plug  in  the  corresponding  upper 
position  and  the  ammeter  plug  unchanged,  the  meter  indicates  watt- 
less volt-amperes  on  the  same  phase.  The  leads  to  the  upper  termi- 
nals of  the  voltmeter  receptacles  connect  to  57.7  percent  taps  on  the 
shunt  transformers.  This  makes  the  e.m.f.  on  the  wattmeter  the 
same,  when  the  plug  is  in  an  upper  as  when  in  a  lower  position. 

SPEED    INDICATORS 

A   direct-current   voltmeter   may   be    connected   to   a   magneto 
generator  and  used  as  a  speed  indicator,  since  the  e.m.f.  of  the  mag- 

50%  Leads     Four-Pole,  Double- 
Throw  Switch 


FIG.  II — THREE-PHASE  CONNECTIONS  FOR  MEASURING  TRUE  POWER 
AND  WATTLESS  VOLT-AMPERES  BY  MEANS  OF  A  SINGLE  POLY- 
PHASE   METER  AND  A   FOUR-POLE,  DOUBLE-THROW   SWITCH 

The  vector  diagram  {h)  represents  the  corresponding  phase 
relations  of  the  voltages  with  the  switch  thrown  toward  C 
for  measuring  true  watts  and  toward  D  for  wattless  volt- 
amperes. 

neto  generator  is  proportional  to  its  speed.  A  belt  running  on  the 
pulley  or  shaft  the  speed  of  which  is  to  be  measured,  drives  the 
magneto.  The  voltmeter  is  calibrated  to  indicate  directly  the  speed 
that  is  to  be  measured.  When  the  speed  indicator  is  to  be  used  on 
a  car  or  locomotive  the  scale  is  usually  in  miles  per  hour;  but  for 
stationary  machinery  it  is  in  revolutions  per  minute. 

The  speed  of  alternating  current  generators  is  sometimes  meas- 
ured by  means  of  a  frequency  meter.  In  this  case,  the  meter  is 
usually  provided   with  two  scales,  one   indicating    revolutions    per 
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Voltmeter  Receptacles 


minute,  and  the  other  the  percentage  above  or  below  normal  speed. 

SYNCHRONIZING    CIRCUITS    OF    UNLIKE    PHASES 

The  ordinary  connections  for  synchronizing  have  already  been 
described  in  a  previous  article.*  In  cases  where  two  circuits  of  a 
different  number  of  phases  are  to  be  synchronized,  the  connections 
are  the  same  as  for  ordinary  synchronizing,  but  the  shunt  trans- 
formers of  the  two  circuits  must  be  connected  between  lines  having 
the  same  phase  relations.  Where  one  is  a  two-phase  circuit  and  the 
other  a  three-phase  and  they  are  connected  by  the  ordinary  two- 
phase — three-phase  power  transformers,  one  of  these  transformers, 

A  in  Fig.  13,  is  con- 
nected on  one  side  be- 
tween two  of  the  three- 
phase  line  (F  and  G) 
and  on  the  other  side 
across  phase  A  of  the 
two-phase  circuit.  The 
shunt  transformers  that 
are  used  for  synchroniz- 
ing should  be  connected, 
one  between  F  and  G  of 
the  three-phase  circuit, 
and  the  other  across 
phase  A  of  the  two- 
phase  circuit. 

The  connections  for 
synchronizing  between  a 
three  and  a  six-phase 
circuit  are  shown  in 
Figs.  14  (a)  and  14  (b). 
In  Fig.  14  (a)  the  six-phase  circuit  is  double-delta  connected  and 
in  Fig.  14  (h)  it  is  diametrically  connected.  In  each  case  one  of 
the  shunt  transformers  connects  to  the  three-phase  side  of  a  power 
transformer  and  the  other  shunt  transformer  connects  to  the  six- 
phase  side  of  the  same  power  transformer. 

In  each  of  these  diagrams  showing  synchronizing  connections, 
only  the  synchroscope  and  two  shunt  transformers  are  shown.  Other 
synchronizing  apparatus  is  omitted  here  for  simplicity,  since  the  pur- 
pose of  these  diagrams  is  only  to  show  the  phases  to  which  connec- 


G.- 


FIG.  12 — CONNECTIONS  FOR  MEASURING  TRUE  POWER 
AND  WATTLESS  VOLT-AMPERES  ON  ANY  PHASE  OF 
A   THREE-PHASE    CIRCUIT 

A  single-phase  wattmeter,  three  ammeter  re- 
ceptacles and  three  six-point  voltmeter  recep- 
tacles are  required. 


*See  article  on  "Synchronising"'  in  the  Journal  for  September,  1908,  Vol. 

v.,  p.  530- 
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tions  are  to  be  made.  All  the  diagrams  referred  to  in  the  article 
on  synchronizing  ordinary  circuits  may  also  be  used  in  connection 
with  synchronizing  two  circuits  of  different  numbers  of  phases. 

GENERAL    APPLICATION    OF    METER    CONNECTIONS 

The  meters  represented  in  the  present  and  foregoing  articles 
have  been  almost  exclusively  round  type,  switchboard,  indicating 
meters.  No  difficulty  should  be  experienced  in  applying  these  dia- 
grams to  other  types  of  meters,  except  possibly  in  the  case  of  poly- 
phase wattmeters  and  polyphase  power-factor  meters. 

Polyphase  Wattmeters. — The  diagrams  may  be  applied  to  other 
types  of  indicating  wattmeters  than  those  represented,  also  to  inte- 
grating and  graphic  recording  meters.  In  making  such  application, 
it  is  only  necessary  to  determine  what  must  be  the  relative  directions 

of  currents  (to  produce  a  positive  de- 
flection of  the  pointer)  in  the  e.m.f. 
and  current  circuits  of  the  same  phase. 
Fig.  15  (a)  shows  a  round  type 
^'^^  i^T^         -^\^  switchboard  instrument,  with  the  ter- 

'  ■     I       *  Synchroscope        T 

[-^ — I — ^  ' — "      minals  lettered  a  to  h.     The  voltage 

circuits  are  a-h  and  e-f,  and  the  cur- 
rent circuits  are  c-d  and  g-h.  If  the 
current  in  the  left  hand  voltage  cir- 
cuit flows  in  at  a  and  out  at  h,  and 
that  in  the  corresponding  current  cir- 
cuit flows  in  at  c  and  out  at  d 
a  positive  deflection  is  produced. 
Similarly  on  the  right  hand  side  if 
the  current  in  the  voltage  circuit 
flows  in  the  same  direction  as  in  the  corresponding  current  circuit  a 
positive  deflection  is  produced.  This  meter  may  be  replaced  by  any 
other  kind  of  wattmeter,  if  the  connections  are  made  to  terminals 
corresponding  to  those  just  mentioned.  For  example.  Fig.  15  (b) 
represents  a  portable  polyphase  wattmeter.  When  it  is  known  that 
a  positive  deflection  is  produced  by  a  current  in  the  voltage  circuit 
from  a  to  h,  and  in  the  current  circuit  from  c  to  d,  avjy  connections 
to  such  a  meter  as  is  shown  in  Fig.  15  (a)  may  be  applied  to  corre- 
sponding terminals  in  Fig.  15  (b).  In  case  of  an  unfamiliar  meter 
it  is  a  simple  matter  to  find  by  trial  what  order  of  connections  gives 
a  positive  deflection,  and  to  letter  the  various  terminals  accordingly. 
Fig.  15  (c)  represents  two  single-phase  portable  wattmeters  with 
lettering  similar  to  the   foregoing.     If  these  meters  are  used  on  a 


FIG.     13 — SINGLE-PHASE    SYNCHRO- 
SCOPE 

Connections  for  synchronizing 
between  a  two-phase  and  a 
three-phase  circuit. 
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three-phase  circuit  whose  power-factor  is  less  than  50  percent,  one 
of  them  will  have  a  negative  deflection.  The  voltage  connections 
of  that  meter  nnist  then  be  reversed,  and  the  difference  instead  of 
the  sum  of  the  two  readings  should  be  taken  for  the  power  trans- 
mitted by  the  entire  circuit. 


[<    Shunt 


600 

0       9      0 


^'v'vV^    /VVv\    ^'v'v-v-^    AVVN    j'.'v-.*^    />;sA/> 
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(a)  Gr.-T 

FIG.    14 — SINGLE-PHASE    SYNCHROSCOPE    FOR    SYNCHRONIZING    BETWEEN    A    THREE- 
PHASE  AND  A   SIX-PHASE   CIRCUIT 

((?) — Double-delta-connected.  (&) — Diametrically-connected. 

Polyphase  Pozcer-Factor  Meters. — The  polyphase  power- factor 
meters  represented  in  the  diagrams  have  two  e.m.f.  terminals  and 
three  current  terminals.  These  meters  may  be  replaced  by  other 
polyphase  power-factor  meters  having  similar  arrangements  of 
windings.  For  example,  Fig.  16  (a)  shows  a  polyphase  round  type 
switchboard   power-factor   meter,    such   as   has   been   shown   in   the 
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FIG.    15 — EQUIVALENT      WATTMETER      CONNEC- 
TIONS 

(a) — Round  type  polyphase  switchboard 
indicating  wattmeter. 

{b) — Portable  polyphase  wattmeter. 

(c) — Two  portable  single-phase  watt- 
meters. 

])receding  diagrams.  Rrar  \  iew  connections  are  represented, 
b'ig.  16  (b)  shows  a  portable  poly])liasc  ])ower-factor  meter,  as 
viewed  from  the  front.  'I'he  terminals  lettered  a  to  c  should  have 
similar  connections  in  the  two  meters.    It  will  be  seen  that  the  order 


c     d      c 

c     d      c 

U) 

(b) 

FIG.      16 

—   POLYPHASE 

POWER     -     FACTOR 

METERS    —    EQUIVA- 

LENT 

CONNECTIONS 

(«)- 

—  Switchboard 

round 

type. 

ih)- 

-Portable  type 

310 


THE  ELECTRIC  JOURNAL 


of  portable  meter  connections  from  left  to  right  is  the  same  as  that 
of  the  switchboard  meter  from  right  to  left,  due  to  the  fact  that 
one  is  a  front  and  the  other  a  rear  view. 

Transfonncrs. — In  most  of  the  diagrams,  meters  are  connected 
to  the  circuit  through  shunt  and  series  transformers.  Shunt  trans- 
formers are  necessary  on  circuits  whose  e.m.f.  is  too  high  for  the 
meters;  series  transformers  are  necessary  where  the  current  to  be 
measured  is  too  large  for  the  current  capacities  of  the  meters,  and  as 
well  where  the  line  e.m.f.  is  dangerously  high.  In  the  latter  case  a 
series  transformer  with  a  i  to  i  ratio  insulates  the  meter  circuit 
from  the  main  line,  without  affecting  the  indications  of  the  meter. 

Phase  A  Phase  B 


^^ 

' 

a 

(a)  (b)  (c)  (d; 

FIG.   17 — EQUIVALENT  CONNECTIONS  WITH  AND  WITHOUT  SHUNT  AND 

SERIES  TRANSFORMERS 

(a') — Three-phase  connections  using  transformers. 

(&) — Corresponding  connections  omitting  transformers. 

(c) — Two-phase  connections  using  transformers. 

{d) — Corresponding  connections  omitting  transformers. 

In  cases  where  shunt  or  series  transformers  are  -not  required,  the 
primary  circuit  connects  directly  to  the  meters,  as  illustrated  in  Fig. 
17  (b)  for  a  three-phase,  and  Fig.  17  (d)  for  a  two-phase  circuit. 
The  series  connections  are  not  as  simple  in  Fig.  17  (b),  where  the 
transformers  are  omitted,  as  in  (a),  where  they  are  used,  because 
two  leads  are  required  for  each  phase  (or,  in  some  cases,  to  two  of 
the  three  phases),  if  connections  are  made  to  the  primary  circuit. 
The  two-phase  circuit  without  transformers.  Fig.  17  (d).  requires 
one  more  shtmt,  and  one  more  series  connection  than  with  trans- 
formers, as  in  (c).  On  account  of  the  extra  connections  where 
transformers  are  omitted  it  is  sometimes  necessary  or  advisable  to 
use  transformers  where  they  would  not  otherwise  be  required. 


EXPERIENCE  ON  THE  ROAD 

TRANSFORMER  TROUBLES 
J.  N.  C.  HOLROYDE 

ATRANSFOR^IER  was  supplied  to  a  lighting  company 
which  had  been  accustomed  to  using  the  old-fashioned  dry- 
type  of  transformer,  in  which  the  induction  on  normal 
voltage  was  very  nuich  lower  than  that  which  can  be  used  with 
transformers  built  of  the  newest  kind  of  sheet  steel. 

These  people  were  in  the  habit  of  testing  their  transformers 
with  double  voltage  across  the  windings  before  placing  them  in 
service.  When  the  new  transformer  was  tested  in  this  manner  a 
fairly  substantial  fuse  was  immediately  blown,  owing  to  the  exceed- 
ingly high  magnetizing  current  which  the  transformer  took,  due  to 
the  fact  that  the  induction  of  the  iron  at  double  voltage  was  in  the 
neighborhood  of  20000  lines  per  sq.  cm.  The  iron  in  the  core  of 
the  old  transformers  they  were  accustomed  to,  which  would  normally 
have  an  induction  of  from  5  000  to  7  000  lines  per  sq.  cm.  would 
not  be  nearly  saturated  with  double  voltage  applied.  The  customer 
immediately  made  a  complaint  that  the  transformer  had  broken 
down  on  test,  but  when  the  matter  was  investigated  and  a  suffi- 
ciently large  fuse  was  inserted,  the  test  passed  satisfactorily  and  no 
fault  whatever  was  found  with  the  transformer. 

Over-potential  tests  are  much  better  made  in  the  test  room,  since 
it  is  usually  quite  easy  to  obtain  a  considerably  higher  periodicity 
than  that  at  which  the  transformers  normally  work,  and  if  the 
periodicity  is  increased  sufficiently,  it  is  quite  possible  to  make  the 
over-potential  tests  at  two  or  three  times  the  normal  voltage  with- 
out excessive  magnetizing  current. 

CARELESS    HANDLING 

A  large  transformer  of  the  circular  core  type,  in  service  at  a 
large  cotton  mill,  suddenly  grounded  to  the  transformer  case  close 
to  the  bottom.  When  the  cause  of  this  trouble  was  investigated  and 
the  transformer  was  taken  out  of  its  case,  it  was  found  that  it  had 
been  very  hurriedly  installed  and  no  care  had  been  taken  to  see  that 
it  was  fixed  vertically  in  the  case.  It  had  been  put  in  in  such  a  way 
that  the  bottom  high-tension  coil  of  one  of  the  outside  phases  pressed 
against  the  side  of  the  case,  the  marks  of  the  corrugations  being 
very  clearly  seen  on  the  insulation  of  the  coil. 

For  some  time  the  transformer  had  continued  to  work  in  this 
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manner,  but  eventuality  the  strain  proved  too  much  for  the  damaged 
insulation  and  the  coil  grounded  with  the  result  mentioned  above. 
The  trouble  was  due  entirely  to  the  carelessness  of  those  who  in- 
stalled the  transformer. 

PARALLEL  OPERATION 

Complaint  was  made  that  two  transformers  supplying  power 
to  a  mill,  and  also  a  certain  amount  of  lighting  load,  were  not  shar- 
ing their  load  equally.  The  engineer  in  charge  of  the  substation 
said  that  the  transformers  behaved  in  a  very  serious  manner,  and 
that  in  the  early  morning,  on  starting  up  the  mill,  one  bank  of  trans- 
formers appeared  to  be  taking  about  25  percent  more  load  than  the 
other,  but  at  7  130  in  the  morning  and  from  then  until  about  3  130  in 
the  afternoon,   (i.  e.,  when  the  lighting  load  was  off),  they  shared 

Lighting  Load 


the  load  equally ;  when  the  lighting  load  was  again  thrown  on,  they 
refused  to  share  the  load  equally.  Investigation  showed  that  this 
was  not  due  to  the  transformers,  but  to  the  method  of  making  con- 
nections. The  transformers  were  connected  to  a  switchboard,  on 
the  low-tension  side,  and  each  bank  fed  through  its  own  ammeter 
to  the  power  circuits.  The  lighting  circuit,  however,  was  connected 
between  one  of  the  banks  of  transformers  and  the  switchboard,  so 
that  any  current  taken  on  the  lighting  circuit  was  supplied  half  by 
one  set  of  transformers  and  half  by  the  other,  but  only  one-half  was 
measured  on  the  ammeters,  and  this  half  passed  through  both  am- 
meters in  such  a  way  that  it  increased  the  reading  on  one  and  de- 
creased it  on  the  other.  The  result  was  that,  whenever  the  lighting 
load  was  on,  the  two  sets  of  transformers  apparently  were  not  shar- 
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ing  the  load  equally,  but  as  soon  as  the  lighting  load  came  off  there 
was  no  difference  whatever  in  the  reading  of  the  ammeters.  The 
diagram,  Fig.  i,  will  make  this  clear. 

IGNORANCE 

The  ignorance  and  lack  of  experience  of  men  employed  to 
handle  electrical  apparatus  is  often  responsible  for  both  real  and 
imaginary  defects  tlierein.  In  one  case  a  firm  operating  a  large  mill, 
in  which  they  had  installed  their  own  generating  plant  consisting  of 
a  steam  turbine  and  an  alternator,  received  a  three-phase  transformer 
from  the  manufacturers  and  proceeded  to  dry  it  out  before  placing 
it  in  service.  The  transformer  was  short-circuited  on  the  low-tension 
side  and  the  high-tension  winding  was  connected  directly  to  the 
alternator  terminals.  The  turbine  was  then  run  at  slow  speed  and 
the  voltage  adjusted  until  the  right  amount  of  current  was  flowing 
in  the  windings  of  the  transformer.  An  attendant  was  left  to  look 
after  the  apparatus   during  the  night,  and  possibly  went  to  sleep. 

The  generator  voltage  gradually  increased  until  the  current  rose 
to  such  an  amount  on  the  low-tension  side  of  the  transformer  that 
the  short-circuiting  pieces  across  the  terminals  fused.  This  threw 
all  the  load  off'  the  generator,  which  immediately  speeded  up,  and 
when  next  the  attendant  looked  at  his  instrument  he  found  that  the 
voltmeter  was  half  way  around  the  scale,  and  that  the  turbine  was 
running  very  much  faster  than  when  he  last  noticed  it.  He  then 
informed  his  chief,  by  telephone,  that  the  transformer  had  broken 
down.  At  the  urgent  request  of  the  mill  owners,  the  makers  of  the 
transformer  sent  an  engineer  to  investigate  the  cause  of  the  break- 
down. On  arrival  at  their  works  he  was  told  that  nothing  could  be 
done  that  day  in  regard  to  getting  the  transformer  out  of  its  case 
and  "would  he  kindly  come  again  another  time."  On  his  next  visit 
he  was  informed  by  the  engineer  that  there  was  a  short-circuit  on 
every  phase  of  the  transformer,  which  was  star-connected,  and  when 
inquiry  was  made  as  to  how  the  short-circuits  were  located  it  de- 
veloped that  the  attendant  had  been  testing  between  phases  with  a 
megohm-meter,  and  finding  no  insulation  resistance  between  phases, 
since  the  windings  of  the  three  phases  were  connected  together  at 
the  neutral  or  star  point,  he  immediately  assumed  that  this  was  due 
to  short-circuits  on  the  windings  of  the  transformer.  The  trans- 
former was  then  tested  at  full  voltage,  out  of  the  oil  as  it  was,  and 
no  fault  whatever  was  discovered,  the  entire  trouble  being  due  to 
the  ignorance  of  those  handling  the  apparatus. 
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AN  APPARATUS  FOR  TESTING  INSTRUMENTS 
CHAS.  A.  HOBEIN 

In  testing  alternating-current  switchboard  wattmeters  or  am- 
meters it  is  customary  to  arrange  a  lamp  bank  or  suitable  current 
transformer  in  order  to  obtain  the  desired  variations  in  load.  The 
following  is  a  description  of  a  simple  and  light  device  which  will 
vary  the  current  through  any  range  desired. 

On  most  switchboards  no  volt  alternating  current  may  be  ob- 
tained either  from  the  lighting  circuit  or  from  the  secondary  circuit 
of  potential  transformers  used  to  operate  voltmeters  or  wattmeters. 
A  small  transformer  with  no  volt  primary  and  two  or  four  volt 
secondary  is  required.  As  most  instruments 
F'n^^'S^  are  now  woundi  with  five  ampere  current  coils 
(An^     (k^  I  the  transformer  needs  a  capacity  of  only  20 

watts  in  order  to  give  maximum  load  on  a 
FIG.  I     ^  wattmeter,  or  maximum  scale  reading  on  an 

ammeter.  In  order  to  vary  the  current  it  is  necessary  to  have  a  re- 
sistance. This  can  be  made  by  winding  some  iron  wire  on  a  cylin- 
drical piece  of  slate  or  wood  covered  with  asbestos.  By  connecting 
the  resistance  in  the  circuit  as  shown  in  Fig.  i  the  flow  of  current 
can  be  regulated  as  desired. 

In  Fig.  I,  T  is  the  20  watt  transformer,  5"  a  standard  ammeter, 
and  A  the  ammeter  to  be  tested.  R  is  the  resistance,  5  is  a  rod  of 
copper  or  brass 'supporting  the  slides  S^  and  6\.  S^  is  insulated  from 
B  by  means  of  a  bushing  F,  while  Sn  is  in  contact  with  B.  It  will  be 
seen  that  large  variations  in  current  can  be  obtained  by  moving  slide 
S^,  while  small  variations  can  be  obtained  by  moving  S^.  This  ap- 
paratus is  portable.  The  amount  of  current  desired  can  be  quickly 
adjusted. 
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249 — ^Artificial     Loading     of    Al- 
ternator— Please    give    details 
and   description   of   method  of 
artificial   loading  of  a  350  k\v, 
three-phase  generator   for  pur- 
pose of  testing.  n.  p.  w. 
By  reference  to  the  Five-Year  Top- 
ical   Index   of   the    Journal   various 
articles   relating  to   this   subject  will 
be  found.    Note,  for  example,  as  fol- 
lows :     "Artificial  Loading  of  Large 
High     Voltage     Generators,"    N.    J. 
Wilson,    Nov.    '07,    p.    611.      "Water 
Rheostat  for  Treating  2200  Volt  Al- 
ternator,"  W.    S.   Durand,   Nov.   '08, 
p.  667.     'Test  at  80  per  cent.  Power- 
Factor,"    T.    Frazer,   Jan.    '08,    p.    51. 
"High-Tension  Water  Rheostat,"   N. 
C.  Olin,  April,  '08,  p.  231. 

250 — Cross-Connections  On  Sin- 
gle-Phase Motor  Armature — 
What  is  the  purpose  of  the 
cross-connections  on  the  arma- 
tures of  single-phase  railway 
motors?  H.  p. 

These   cross-connections   serve  the 
same    purpose    as    in    direct-current 
generators  and   motors,  viz. :  to  pre- 
vent an  unbalanced  condition  in  the 
armature  due  to  unequal  air-gaps  at 
the    respective    poles.        This    is    ex- 
plained   in    No.    54   in    the   Journal 
for  May,  1908,  and  subsequently  com- 
mented upon  in  'No.   161   in  the  No- 
vember issue.  c.  R. 
251 — Creeping  of  Induction  W^\tt- 
METER — In  examining  a  certain 
high-torque     integrating    watt- 
meter   for    use    on    a    iio-volt, 
60-cycle,    single-phase   circuit  it 
was  observed  that  with  no  load 
on  the  circuit  to  which  it  was 
connected  and  no  current  flow- 
ing  in   the   series   coils   of  the 
meter,  it  still  continued  to  oper- 
ate slowly.     Pleasie  give  an  ex- 
planation   of   this   and    suggest 
a  remedy.                        s.  s.  v. 
This    action   is   what    is   known   as 
"creeping"    in    a    meter.     The    cause 


and  means  of  compensating  for  the 
action  is  given  in  an  article  on  "In- 
tegrating Wattmeters,"  by  Mr.  H. 
Miller,  in  the  Journal  for  October, 
1907,  P-  595-  Slight  inaccuracy  from 
this  cause  may  be  corrected  by  an 
adjustment  provided  for  this  purpose 
in  the  various  commercial  forms  of 
instruments.  A  very  marked  action 
of  this  kind  is  probably  due  to  a 
short-circuit  in  the  series  coils  of 
the  instrument,  or  otherwise  to  the 
displacement  of  a  part  of  .the  iron  of 
the  magnetic  circuit  or  such  pieces 
as  brass  clamps  or  loose  screws.  If 
the  nature  of  the  trouble  is  such  that 
it  cannot  be  corrected  by  means  of 
the  ordinary  adjustment  provided  for 
this  purpose,  and  is  not  due  to  one 
of  the  suggested  difficulties  it  should 
receive  the  attention  of  the  manufac- 
turers, w.   B. 

252 — Shop  Tests  for  Railway  Mo- 
tors— In  order  to  make  a  com- 
plete set  of  tests  on  some  35 
hp   railway  motors,  what  tests 
should  be  made  and  how  should 
they  be  conducted?      m.  e.  s. 
This  subject  is  treated   in  the   fol- 
lowing articles  which  have  appeared 
in     the     Journal: — "Railway  Motor 
Tests,"  by  R.  E.  Workman,  Oct.,  '04, 
Vol.  I,  p.  551 ;  "Loading  Back  Large 
Direct-Current   Railway  jNJotors,"  by 
C.  J.  Fay,  Vol.  Ill,  p.  525,  Sept.,  '06, 
also,    an  editorial,   "Testing   Railway 
Motors,"  Wm.  Cooper,  Sept.  '06. 

253 — Braking  Action  of  Motors 
in  Parallel — We  have  several 
five-ton  electric  locomotives, 
each  equipped  with  two  15  hp 
220-volt  series  motors,  perma- 
nently connected  in  parallel. 
When  the  controller  is  turned 
to  the  "off"  position  and  the 
locomotive  is  coasting  at  a  fair 
speed,  it  has  repeatedly  been 
observed  that  if  the  reversing 
handle  is  thrown  over,  the  oper- 
ating handle  not  being  moved, 
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the  locomotive  is  quickly 
brought  to  a  standstill  in  about 
the  same  manner  as  though  the 
brakes  were  applied  with  some 
force  and  then  released  just 
before  stopping.  It  is  evident 
from  the  fact  that  the  operat- 
ing handle  is  not  used  that  the 
•  motors  did  not  receive  line 
current,  and  from  the  diagram 
of  connections  it  would  appear 
that  both  motor  circuits  are 
open.  T.  s.  w. 

With  the  controller  handle  set  as 
stated  above,  the  sonnection  between 
the  two  motors  is  such  that  the  fields 
and  armatures  of  the  two  machines 
are  all  in  series  but  disconnected  from 
the  line.  Both  machines  pick  up  as 
generators.  The  residual  field  mag- 
netisms of  the  two  motors  are  rarely 
exactly  the  same,  therefore,  one  of  the 
machines  generates  a  higher  voltage, 
overpowering  the  other  machine  and 
running  it  as  a  motor.  The  condi- 
tions are  tlien  virtually  those  of  a 
dyiiamic  braking  system,  the  braking 
power  being  sufficient  to  check  the 
speed  of  the  loconiotive.  As  the  brak- 
ing effect  is  proportional  to  the  speed, 
it  is  evident  that  when  the  locomo- 
tives come  nearly  to  a  standstill  the 
braking  action  is  very  sligiit  and  tlie 
effect  is  apparently  that  of  releasing 
the  brakes.  f.  e.  w. 

254'— Tel- Harmonic  Generators — 
What  is  the  construction  of  the 
high-frequency  generators  used 
in  the  tel-harmonic  system  for 
transmission  of  music  by  elec- 
tricity? G.    H.    s. 

These  generators  are  constructed 
for  operation  at  the  various  speeds 
corresponding  to  the  number  of  vi- 
brations of  the  various  musical  notes 
transmitted  by  the  apparatus.  They  are 
laminated  with  special  care,  and  the 
iron  used  in  their  construction  pos- 
sesses especially  good  magnetic  qual- 
ities. This  is  necessary  in  order  to 
obtain  pure  quality  of  tone  and  also 
in  order  that  satisfactory  operation 
may  be  obtained  at  the  high  frequen- 
cies involved  in  the  operation  of  the 
generators  corresponding  to  the  tones 
of  higher  pitch.  A  complete  and  in- 
teresting description  of  this  appar- 
atus is  given  in  an  article  by  Mr.  A. 
S.    McAllister    on    "Some    Electrical 


Features  of  the  Cahill  Tel-Harmonic 
system,"  in  the  Electrical  World  for 
January  5th,  1907. 

255 — Oil  on   Motors — What   is  the 
best   method   for   removing   oil 
from    the    armatures    or    field 
coils    of  motors?     Would  the 
insulation      be      damaged      by 
•spraying    or    forciilig    gasoline 
under      pressure       over       and 
through   the  affected   parts   by 
means  of  a  small  pump?  r.  h. 
When   the   outside  coating   of  var- 
nish on  the  coils  is  intact,  gasoline  or 
benzine    may    be    used    and    will    re- 
move the  oil  as  satisfactorily  as  any- 
thing of  which  we  know.     When  the 
outside  varnish  is  worn  away  and  the 
coil  has  been  treated  with  an  asphalt 
compound  before  being  varnished,  the 
gasoline  and  benzine  will  dissolve  the 
compound.  R.  A.  Mcc. 

256 — Selection  of  Phases  for  Syn- 
chronizing— Referring  to  No. 
157  in  the  October,  1908,  issue 
please  explain  whether  it  is  not 
possible  in  phasing  out  a  two- 
phase  synchronous  motor  to 
get  the  lamps  crossed  in  such 
a  way  that,  although  they  may 
all  light  up  and  go  out  at  the 
same  time,  they  will  still  be 
connected  to  the  wrong  sides 
of  each  phase.  b.  l. 

The  statement  in  the  reply  to  No. 
157  is  correct,  and  single-phase  or 
polyphase  circuits  may  be  phased  out 
for  synchronizing  by  this  means 
without  uncertainty.  However,  as 
the  lettering  of  the  terminals  of  a 
synchronous  miachine  does  not  fol- 
low any  standard  rule,  this  cannot 
be  used  as  a  guid^  in  selecting  the 
phases  for  synchronizing  without  first 
phasing  out  as  indicated  in  No.  157. 
Considering  further  the  method  out- 
lined therein,  one  set  of  bus-bars  is 
represented  in  Fig.  256  (a)  by 
Ai,  A2  and  A3,  respectively,  the 
other  set  being  represented  by  Bi 
B2  and  B.I.  One  lamp  is  con- 
nected between  Ai  and  Bi,  a 
second  between  A2  and  B-,  and  a 
third  between  A3  and  B3.  At  a  cer- 
tain instant,  the  e.  m.  f.  between  Ai 
and  A2  is  the  same  as  that  between 
B,  and  B2.  If,  at  the  same  instant, 
the  e.  m.  f.  between  Ai  and  An  is  the 
same  as  that  between  Bi  and  B3,  it 
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follows  that  the  three  e.  m.  f.'s  on 
one  set  of  bus-bars  will  all  be  equal 
to  the  corresponding  e.  m.  f.'s  on  the 
other  set,  and  the  lamps,  of  course, 
will  not  light;  but  if  A3  has  an  'e. 
m.  f  dififerent  from  that  of  B3,  the 
lamp  between  A3  and  B3  will  be 
bright  and  the  others  will  be  dim, 
carrying  a  smaller  current.  An  in- 
stant later  the  lamip  between  A2  and 
B2  will  be  bright  and  the  others  dim, 
etc.  In  this  case,  it  should  be  neces- 
sary only  to  interchange  two  con- 
nections on  one  set  of  busses, — for 
example,  interchange  Ai  and  A2,  and 
the  sequence  of  phases  will  be  re- 
versed. Inasmuch  as  there  are  only 
two  orders  in  which  the  phases  of  a 
three-phase  circuit  can  follow  each 
other,  if  it  is  wrong  the  hrst  time 
it  must  be  right  the  second  time. 
When  all  the  lamps  get  bright  and 
dark  together,  the  two  circuits  must 
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FIG.  256  (a) 


have  the  right  phase  relations,  and 
the  two  bus-bars  between  which  any 
lamp  is  connected  may  be  connected 
together.  When  one  of  the  machines 
is  a  synchronous  motor  it  is  necessary 
to  drive  it,  by  some  mechanical  means, 
at  approximately  synchronous  speed 
to  generate  the  necessary  e.  m.  f.  for 
phasing  out.  This  method  is  like- 
wise applicable  to  two-phase  circuits. 
If  the  two  phases  are  separate,  i.  e., 
are  not  interconnected,  the  terminals 
of  the  two  phases  of  the  machine 
may  be  determined  by  means  of  a 
voltmeter;  the  voltage  readings  will 
be  equal  on  the  two  phases  when  the 
proper  terminals  have  been  selected. 
This  applies  likewise  to  two-phase, 
interconnected  machines.  In  this  case 
if  the  voltmeter  be  connected  across 
phases,  i.  e.,  to  one  terminal  of  each 
phase  the  voltage  reading  will  be 
found  to  be  1.41  times  the  voltage 
across  one  phase.  After  the  proper 
phases  have  thus  been  selected  the 
foregoing  method  of  phasing  out  for 


.synchronizing  may  be  applied.  The 
phase  relations  are  not  changed  by 
the  introduction  of  step-down  trans- 
formers, as  required  in  case  of  high 
voltage.  The  directions  of  currents 
remain  the  same  as  though  the  cir- 
cuit were  continuous.  This  is  shown 
in  Fig.  3  of  article  on  "Standard 
Connections"  in  the  Journal  for 
May,  1908,  Vol.  V.,  p.  261.  See  also 
article  on  "Synchronizing"  in  the 
Journal  for  Dec,  '04,  Vol.  I.,  pp. 
682-3.  H.  w.  B. 

257 — Inductance  for  Merccry  Va- 
por  Lamps— Why   is   there  an 
inductance  coil  included  in  the 
circuit    of   two    Cooper-Hewitt 
lamps  burning  in  series,  of  the 
tvpe    which    is    started   by  tip- 
ping?     What    is   the  effect   of 
an    inductance    coil    used    thus 
on    a    direct-current   circuit? 
s.  s.  V. 
When  running  on  current  less  than 
about    four    amperes,    and    especially 
when  cold,  the  direct-current  mercury 
vapor   lamp,    or    any   mercury    vapor 
apparatus,  experiences,  at  regular  in- 
tervals,   a    momentary    tendency    td 
drop  out.     This  results  probably  from 
the  irregularities  of  the  motion  of  the 
bright  spot  on  the  surface  of  the  neg- 
ative   electrode,    (In   this   connection, 
see  article  by  Mr.   R.    P.  Jackson   in 
this     issue),     and     is    probably    also 
connected  with  the  condition  of  high 
resistance  to  starting,  which  makes  it- 
self ^evident  at  the  surface  of  the  neg- 
ative  electrode    (usually   called    neg- 
ative  electrode    starting    resistance). 
There  is  a  tendency  toward  re-estab- 
lishing    this;     resistance     during     the 
running    of    the    apparatus,    but    the 
momentary   tendency  to  go   out   dis- 
appears when  larger  currents  flow  or 
the  electrode  gets  hot.     A  choke  coil 
in    series    with    one    or    more    lamps 
operating  on  the  usual  currents,  viz. : 
about    three    and    one-half    amperes, 
will  resist  this  tendency  to  go  out,  by 
producing    a    high    voltage    impulse 
lasting  until   the   tendency  is  past — a 
very  short  time.     Such  a  coil  is  used 
in   all   commercial   constant   potential 
mercury   vapor   lamps.        This   effect 
occurs  in  both  alternating-current  and 
direct-current    lamps    and     rectifiers, 
when    operating   on    small    currents; 
this  use  of  a  choke  coil  being  entirely 
independent  of  the  function  of  keep- 
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ing  a  rectifier  alive  over  the  zero 
point  of  the  alternating  or  pulsating 
supply  current.  The  same  coil  may, 
however,  serve  both  purposes. 

p.     H.     T. 

258 — WiKiNG      OF      Buildings— Can 
you  give  a  rule  for  use  in  figur- 
ing   the    amount   of    wire    and 
conduit  to  be  used  in  the  wir- 
ing  of  a   building   for   electric 
lighting,  etc.  ?  A  familiar  meth- 
od is  to  measure  the  building 
or  the  plans,  as  the  case  may 
require.     A  rule  using  the  size 
of  the   building  or   number   of 
■outlets  would  be  of  great  con- 
venience. E.  F.  B. 
We    do   not   know   of   any  general 
rule    which    would    be_  of    service    in 
such  calculations.  It  is  common  prac- 
tice for  electrical  contractors  to  keep 
a  record  of  the  costs  and  material  re- 
quired for  the  various  work  handled 
from  month  to  month,  and  from  this 
information  to   derive  empirical   for- 
mulas by  which  estimates  may  quickly 
be   made   on   various   classes   of   new 
work.   As  each  job  has  features  pecu- 
liar to  itself,  judging  the  cost  is  a  mat- 
ter of  experience,  and  it  is  difficult  to 
obtain  a  general  rule  applicable  to  all 
cases.       Many    valuable     suggestions 
may  be  obtained  troni  various  books 
on  electrical  wiring,  such  as  that  by 
Cecil    P.    Poole.    Power    Publishing 
Company,  N^ew  York  City,  N.  Y. 

c.    B.    A. 
259 — Conductivity  of  Water  Jets — 
I  have  a  thesis  on  the  conduc- 
tivity of  water  jets  on  high  po- 
tential lines.     I   should   like  to 
obtain   references   to   any   arti- 
cles which  have  been  published 
in  the  Journal  on  this  subject 
or    any    other    information    of 
which  you  know.       s.   H.   s. 
The  water  jet  type  of  lightning  ar- 
rester is  used  in  various  forms  by  a 
iiumber    of    transmission    companies 
in    Italy,    France     and    Switzerland'. 
This   apparatus   is   referred  to  in   an 
article    on     "Protective     Apparatus," 
by  Mr.  N.  J.  Neall,  in  the  Journal 
for  December,   1905,  pp.  760-761.     It 
is   also   referred   to   in   an   article  on 
"Italian  Power  Plants,"  in  the  Jour- 
nal for  Februrary,   1909,   p.   79.     In 
an   article   on   'Artificial   Loading  of 
High    Voltage    Generators,"    by    Mr. 
N.  J.  Wilson,  in  the  Journal  for  No- 


vember, 1907,  Volume  IV,  p.  616,  is 
given   a  table   showing  the  variation 
in   conductivity   of   water   from   vari- 
ous  sources,  the   dift'erence   in   resis- 
tance  being   due   to   the   presence   or 
absence   of   various   chemical    impur- 
ities.    This   is   likewise   applicable   to 
the    conductivity   of   water   jets,    and 
herein   lies   one  of  the   main  difficul- 
ties  of   using   water   as   a   means   of 
conducting     electrical     currents,    un- 
less   the    source    of    supply    is    such 
that    the    conductivity    of   the    water 
will   remain   constant.     A   character- 
istic of  water   such  as  that  obtained 
from  the  mountain  streams  in  Swilz- 
erlsnd,    for    example,    is   its    extreme 
purity  and  consequent  high  electrical 
resistance;  hence  the  success  of  this 
type    of    lightning    arrester    in    these 
localities.     A  series  of  tests  was  re- 
cently conducted  by  the  Pennsylvania 
Railroad  at  Altoona,  Pa.,  to  determine 
the  risk  to  the  life  of  firemen  hand- 
ling fire  streams,  in  the  event  of  the 
water   jet   coming   in   contact   with   a 
trolley    line   or   high   voltage   circuit. 
See    "Handling    of    Line   Wires    and 
Fire  Streams"  in  Tlie  Electrical  Re- 
view  and    Western  Electrician,   No- 
vember 7th,  1908,  p.  690.       s.  Q.  H. 
260 — Single-Phase  Railway  Load 
ON  Three-Phase  Gener.ator— 
A  single-phase  railway'  load  is 
supplied     from     a     sub-station 
equipped  with  a  motor-genera- 
tor set.     The   motor  is  driven 
froni    a    direct-current    source. 
The  generator  is  a  6  600-voit, 
three-phase,  star-connected  ma- 
chine.    The  load  is  taken  from 
one   phase    and    the    switching 
apparatus  is   so  arranged  that, 
in  case  of  breakdown,  the  load 
may  be  transferred   to   one  of 
the  other  phases.     Would  this 
be    considered    good    practice, 
and,  if  not,  what  trouble  would 
be  likely  to  occur  ?     s.  G.  MacD. 

The  practice  of  using  a  three-phase 
generator  and  transferring  a  single- 
phase  load  of  this  character  from  one 
phase  to  another  in  case  of  troubl* 
is  entirely  allowable,  and,  in  fact, 
is  sometimes  considered  very  good 
practice.  On  the  other  hand,  the  rea- 
son for  using  a  single-phase  sys- 
tem when  there  is  a  direct-current 
source  of  power,  thereby  necessitat- 
ing   a    motor-generator     set     cit     the 
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sub-station,  is  not  at  all  obvious.  The 
only  condition   under  which   such  an 
arrangement       might      be     advisable 
would  be   in  case  the  railway  is  of 
considerable     length     and     the     cars 
operate      at      only      long      intervals, 
thereby    rendering    the    simple    high- 
voltage      alternating-current      trolley 
circuit  much  cheaper.  In  other  words, 
under  these  conditions,  such  a,  single- 
phase  system  might  be  found  to  give 
more    satisfactory    operation    as    re- 
gards   transmission    losses    and   volt- 
age regulation   with  a   minimum  ex- 
penditure  for  copper.  f.   e.   w. 
261 — Phantom  Ground — In  a  2300- 
volt,  60-cycle  three-phase  pow- 
er plant  the  generator  is  a  200- 
kw  star-wound  machine  with- 
out neutral,  there  being  on  the 
switchboard  an  indicating  volt- 
meter connected  to  a  250-watt 
transformer,   having   a   ratio  of 
20  to   I.      This  transformer   is 
so    arranged    that    the    voltage 
between    any    two    phases    can 
be  obtained;   also  so  that   the 
primary  will   be   connected  be- 
tween    any     one     phase     and 
ground.     When  plugged  in  the 
latter    way,    the    voltage    indi- 
cated  on   any  phase   is   practi- 
cally   58   percent    of    the    volt- 
age   between    the    two    phases. 
At  first   I   thought  this   appar- 
ent  ground    might    be    due    to 
static  or  leakage   effects,    and, 
therefore,  connected  two  32  c. 
p.    lamps    in    parallel    with   the 
voltmeter.      This,    however,  did 
not  remedy  matters.  Please  ex- 
plain the  cause  of  this  appar- 
ent  ground.      The   distribution 
circuit   consists    of    a    iio-volt, 
three-phase    secondary    circuit, 
and  a  220-volt  primary  circuit, 
each  connected  in  "V."     f.  p.  r. 
This  apparent  ground  may  be  due 
either   to   "static"    (i.   e.    line   charg- 
ing)  or  leakage  effects.     The  trans- 
former ratio  is  20  to  I,  and  a  current 
of  two  amperes  flows  in  the  second- 
ary; so  that  only   i/io  ampere  flows 
in    the    primary     from    the     line    to 
ground.      On    a    well    insulated    6a- 
cycle  circuit  it  would  seem  probable 
that  it  is  due  to  line  charging,  rather 
than  to  leakage.                     h.  w.  b. 
262 — Field    Transfer    Switch    for 
Inverted  Rotary   Conv'erter — 
In    a    well-known    handbook    I 


have  noticed  the  following : 
"When  a  rotary  converter  is 
run  inverted  (i.  e.,  to  convert 
direct-current  into  alternating- 
current),  provision  must  al- 
ways be  made  for  starting  the 
rotary  from  the  direct-current 
side.  A  field  transfer  switch 
should  be  provided  for  use  in 
starting."  "Rotary  converters 
started  from  the  direct-current 
side  require  a  field  transfer 
switch.  These  are  usually  pro- 
vided with  the  direct-current 
panel.  A  double  reading  amme- 
ter is  usually  provided  or  else 
other  provision  is  made  to  pre- 
vent damage  to  the  meter  by 
reversal  of  current."  Please 
explain  the  use  and  meaning 
of  the  "transfer  switch."  Why 
is  it  used  in  tne  field  when  the 
rotary  converter  is  started 
from'  the  direct-current  .side 
and  not  used  when  it  is  started 
from  the  alternating-current 
side  ?  What  is  meant  by 
'"starting  switch  ?"    e.  w.  p.  s. 

When  a  rotary  converter  runs  in- 
verted without  any  other  alternators 
on  the  same  line,  its  speed  is  gov- 
erned by  the  same  laws  which  gov- 
ern the  speed  of  an  ordinary  shunt 
motor.  In  starting  up  such  a  rotary 
converter  from  the  direct-current 
side  full  field  is  used,  the  same  as 
with  any  direct-current  shunt  motor. 
If  it  is  feeding  into  an  alternating- 
current  line  on  which  there  are  other 
alternators,  it  must  be  synchronized, 
and  will  then  run  as  a  synchronous 
machine.  However,  when  feeding  in- 
to an  alternating-current  line  for 
which  it  is  the  only  source  of  sup- 
ply, its  speed  is  no  longer  synchron- 
ous, but  will  vary  as  the  direct-cur- 
rent line  voltage  varies,  and  as  its  own 
field  strength  varies.  If  a  heavy  lag- 
ging current  be  drawn  from  such  a 
rotary  converter  this  current  has  a 
large  demagnetizing  effect  on  the 
field,  and  hence  the  speed  of  an  in- 
verted rotary  is  apt,  under  such  con- 
ditions to  reach  a  dangerous  point. 
Separate  excitation  of  the  field  must 
be  resorted  to  in  this  case,  and  this 
is  usuallly  done  Ijy  mounting  an  ex- 
citer on  the  same  shaft.  If  the  ro- 
tary tends  to  speed  up,  the  exciter 
also  speeds  up  and  its  electro-motive 
force  is  raised,  thereby  producing  an 
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increase  in  field  current  on  the  rotary 
itself.  A  speed  limiting  device  is 
generally  used  in  addition  to  the  sep- 
arate exciter.  In  the  diagram,  Fig. 
262  (a),  the  rotary  converter  is 
shown  with  its  field  connected  to  the 

To  Thr«-Phase  Mains 

R    Shunt  Field 

Exciter 


FIG.  262   (a) 

main  direct-current  bus-bars.  When 
the  rotary  is  up  to  full  speed  the 
field  transfer  switch  is  thrown  in 
such  a  manner  as  to  secure  field  exci- 
tation from  the  exciter.  The  field 
transfer  switch  is  so  arranged  that 
one  side  of  the  switch  does  not  leave 
the  switch  jaws  until  the  other  side 
has  made  contact,  thus  avoiding  any 
break  in  the  main  field  of  the  rotary. 
The  only  precaution  necessary  is  to 
see  that  the  polarity  of  the  exciter 
connections  is  correct  relative  to  the 
main  bus-bars,  and  that  its  voltage  is 
the  same  as  that  of  the  bus-bars. 
The  starting  switch  is  diagramati- 
cally  shown  and  is  nothing  more  than 
a  combined  switch  and  starting  re- 
sistance. The  blade  of  the  switch 
short-circuits  successively  the  various 
portions  of  the  starting  resistance. 
This  form  of  switch  is  described  and 
illustrated  in  article  by  Mr.  Wm.  O. 
Alilton  in  the  Journal  for  Dec,  1907, 
Vol.  IV.,  p.  704.  E.  s.  z. 

263 — Fly-Wheel  for  Reducing 
Fluctuations — Given    an    in- 

'  terurban  trolley  line  nine  miles 
long,  with  average  grades, 
curves  and  schedule  speed ; 
three  30-ton  cars  on  line  equip- 
ped with  four  40-hp.,  500-volt 
direct-current  motors  each,  and 
power  to  be  supplied  by  a 
60  000-voIt,      60  mile,      60-cycle 


transmission  line  with  2500  kw 
generator  capacity ;  please  ad- 
vise if  a  fly-wheel  on  the  mo- 
tor-generator set  supplying 
the  direct-current  railway  load, 
would  absorb  the  fluctuations 
satisfactorily  so  as  not  to  in- 
terfere with  lighting  service 
from  the  transmission  line,  or 
would  storage  battery  regula- 
tion be  necessary  in  such  a 
case?  '         F.    c. 

It  is  assumed  from  the  statement 
of  the  question  that  the  lighting  load 
is  to  be  used  only  on  cars  and  in  sta- 
tions, etc.,  and  not  for  residence 
lighting.  The  requirements  of  the 
latter  are  much  more  exacting,  and 
an  arrangement  of  motor-generator 
set  and  fly-wheel  of  reasonable  size 
probably  would  not  be  sufficient  to  ab- 
sorb the  fluctuations  due  to  varying 
railway  load,  as  the  latter  would 
appear  to  be  fifty  or  sixty  per- 
cent of  the  total  load,  and  the  light- 
ing load  about  forty  percent.  Such 
fluctuations  would  not  be  so  serious 
as  to  be  prohibitive  in  case  only  rail- 
waj'  lighting  is  required.  Calculations 
for  a  given  case  would  require  com- 
plete information  regarding  the  con- 
ditions and  requirements  of  the  ser- 
vice, and  would  be  a  somewhat 
lengthy  and  laborious  task.  The  final 
arrangement  decided  upon  is  even 
then  one  requiring  judgment  and  ex- 
perience. A.   K. 

ERRATUM 
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Feeder  No.  2 
FIG.    179  (a) DEC.    1908 

In  order  to  correctly  indicate  in- 
stantaneous values,  that  line  of  each 
feeder  circuit  containing  series  trans- 
formers should  be  connected  to  the 
same  bus-bar,  as  indicated  herewith, 
instead  of  as  shown  in  the  question. 
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111  selecting  a  motor  for  a  definite  service  or  in  lay- 
Cost  of         "^§  ^^^^  ^  general  power  system  for  industrial  pur- 
Motor    Power  P05cs,  how  important  is  it  to  economize  in  the  first 
and  Product    ^^^^  *^^  ^^^^  motor  and  in  the  amount  of  power  to  be 
used?     The  reason   for  installing  and  operating  a 
motor  is  usually  to  produce  a  better  or  cheaper  product.     The  first 
cost  of  the  motor  and  the  cost  of  the  power  which  drives  it  are  ele- 
ments in  the  total  cost  of  production.    And  yet  the  cost  of  the  motor 
and  of  the  power  are  often  in  themselves  of  so  little  importance  that 
to  economize  in  them  may  be  wasteful  and  foolish. 

As  an  illustration,  it  will  be  assumed,  for  convenience, 
that  for  a  typical  case  the  cost  of  the  motor  is  $25.00  per  horse- 
power, that  the  annual  cost  of  the  power  required  to  drive  it  is 
$25.00  per  horse-power  of  its  rated  capacity  and  that  the  cost  of 
power  is  five  percent  of  the  total  cost  of  production,  which  is,  there- 
fore, $500.00  for  each  horse-power  of  motor  capacity.  If  the  in- 
terest, depreciation  and  repair  to  the  motor  be  taken  at  the  high 
figure  of  20  percent,  then  the  fixed  charges  per  year  will  be  20  per- 
cent of  $25.00,  or  $5.00  per  year.  This  is  one  percent  of  the  as- 
sumed total  cost  of  production.  These  figures  are  assumed  in  order 
that  the  following  discussion  may  have  a  concrete  basis.  The  cost 
of  a  motor  per  horse-power  will,  of  course,  be  much  greater  for 
small  motors  and  less  for  large  one;.  The  cost  of  power  per  kilo- 
watt-hour varies  considerably  and  the  amount  of  power  used  per 
rated  horsc-jiowcr  capacity  depends  upon  the  load  factor.  The 
cost  of  power  is  in  many  manufacturing  operations  much  less  than 
five  percent  of  the  total  cost  of  production,  although  in  other  cases 
such  as  electro-chemical  industries,  it  is  much  higher.  The  annual 
charge  of  20  percent  on  the  first  cost  of  the  motor  is  much  too  high, 
but  it  is  a  convenient  figure  to  use  and  a  lower  value  would  only 
increase  the  force  of  the  conclusion  which  is  reached. 

First,  to  what  extent  is  it  economical  to  economize  in  the 
amount  of  power  used?    The  assumed  cost  of  power  at  five  percent 
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of  the  total  cost  of  the  product  allows  a  considerable  increase  in 
the  cost  of  the  power,  provided  even  a  relatively  small  saving  can 
be  effected  in  the  cost  of  the  other  elements.  For  example,  if  an 
increase  of  20  percent  in  the  amount  and  cost  of  power  used  enables 
the  output  to  be  increased  by  only  five  percent  the  result  is  well  worth 
while,  for  on  the  above  basis  there  will  be  an  additional  cost  of  20 
percent  of  $25,  or  $5.00,  for  power  and  a  saving  of  five  percent  of 
$500.00,  or  $25.00,  giving  a  net  saving  of  $20.00.  In  general  the 
problem  is  not  how  to  use  as  little  power  as  possible,  but  how  to 
apply  as  much  power  as  can  be  used  effectively.  It  is  the  cost  of 
labor  and  the  quantity  of  output  which  can  be  secured  from  a  given 
f?ctory  equipment  which  are  usually  the  large  factors  in  the  cost. 
In  the  case  above  assumed,  it  would  be  economical  to  double  the 
amount  of  power  used  if  by  increasing  the  output  or  reducing  the 
labor  charge  there  would  be  a  resulting  reduction  of  more  than  five 
percent  in  the  total  cost. 

Second,  to  what  extent  is  it  economical  to  economize  in  pur- 
chasing a  motor  equipment?  The  annual  charge  resulting  from  the 
first  investment  in  a  motor  is,  in  the  above  assumption,  one  percent 
of  the  total  cost  of  production.  The  question  now  arises  whether 
a  different  motor  equipment  could  cause  a  reduction  in  the  final 
cost.  Suppose,  for  example,  that  the  facility  for  exact  speed  con- 
trol would  enable  the  motor  speed  to  be  adjusted  so  that  it  would 
operate  the  machinery  which  it  drives  at  exactly  the  maximum  speed 
permissible.  The  adjustment,  which  may  be  dift'crent  under  differ- 
ent conditions  and  require  varying  at  intervals,  may  enable  the 
average  speed  to  be  increased  so  that  there  is  an  increased  output 
and  a  reduction  in  labor  cost  which  in  a  given  case  may  amount  to, 
say  three  percent  of  the  total  cost  of  production.  This  will  justify  an 
additional  expenditure  for  the  motor  equipment  up  to  three  percent 
of  the  total  cost  of  production,  or  $15.00  per  year,  which  is  three 
times  the  annual  charge  assumed  for  the  first  cost  of  the  equipment, 
which  in  turn  would  justify  an  initial  investment  of  $100.00  instead 
of  $25.00.  In  other  words,  when  the  atmual  fixed  charge  for  an 
ordinary  motor  is  $5.00  per  year  for  a  production  amounting  to 
$500.00  per  year,  it  would  be  profitable  to  invest  several  times  as 
much,  if  an  equi]^ment  can  be  secured  which  will  enable  the  total 
cost  of  the  production  to  be  reduced  by  even  a  relatively  small  per- 
cent. Thus,  if  through  facility  for  exact  speed  control,  or  con- 
venience in  making  speed  adjustments,  or  if  an  indicating  or  auto- 
matic  device   be    su])pliefl    for   determining   the    speed    at   which    a 
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motor  can  be  run,  or  if  exact  adjustment  of  speed  secures  a  more 
uniform  or  superior  ])roduct,  or  if  a  sturdy  and  reliable  motor 
secures  a  continuity  of  service  which  i)revents  uncertainty  and  de- 
lay, or  if  any  other  advantages  can  be  gained  by  purchasing  a  motor 
and  controlling  device  which  may  cost  several  times  that  of  an 
or<Hnary  e(|uipnu'nl.  then  the  investment  would  be  justified  if  it 
will  result  in  a  saving  of  even  five  or  ten  percent  in  the  other  ele- 
ments which  make  up  the  total  cost. 

In  general,  there  are  few  operations  or  processes  which  are 
not  callable  of  improvement  in  quantity  or  quality  of  output  by 
modifications  in  the  method  of  supplying  power.  The  electric  mo- 
tor has  successfully  superseded  other  sources  of  power  not  merely 
because  it  is  usually  able  to  deliver  a  given  amount  of  power  at  less 
cost,  but  because  it  results  in  indirect  but  very  considerable  economy 
in  its  convenience,  cleanliness,  facility  for  increased  or  exact  ad- 
justment of  speed,  reliability  or  continuity  of  service.  All  these 
are  elements  which,  directly  or  indirectly,  constitute  the  real  rea- 
sons why  the  niolor  is  so  successful,  llence,  in  the  application  and 
use  of  motors,  it  is  essential  to  make  a  careful  study  of  the  condi- 
tions which  have  limited  the  cpiantity  and  quality  of  the  output  and 
to  determine  how  these  may  be  best  overcome  by  new  methods 
v.diich  may  be  made  possible  by  the  motor.  Under  ordinary  condi- 
tions the  actual  cost  of  the  power  used  is  insignificant,  provided  a 
comparatively  small  percent  reduction  in  the  cost  of  labor  can  be 
eilected.  It  is  quite  astonishing  to  find  that  one  is  justified  in  pay- 
ing several  times  as  much  for  a  motor  and  its  control  apparatus 
provided  it  is  even  a  tritlo  more  efi'ective  in  performing  the  work 
it  is  to  tlo. 

The  efticiency  of  a  nujtor  is  quite  dilTerent  from  effective  per- 
formance ;  a  gain  of  one  percent  in  efticiency  is  a  gain  in  power  con- 
sumption, on  the  foregoing  supposition,  of  one  percent  of  $25.00,  or 
25  cents  \)Qv  rated  horse-power  per  year,  wdiile  a  gain  of  one  percent 
in  reducing  the  total  cost  of  the  product  is  one  percent  of  $500.00, 
which  is  $5.00.  Efficiency  in  power  consumption,  important  in 
itself,  is  of  trivial  consequence  compared  with  effectiveness  in  per- 
formance. Cn.\s.  F.  Scott 
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The  ^^^^  actual  results  otained  from  the  use  of  an  in- 

Motor=         teresting   and   comparatively   recent   application  of 

Generator       the  electric  drive  to  mine  hoists  are  presented  in 

Fly=WheeI      ^i^^  article  on  the  "Operation  of   ^line  Hoists  by 
Svstdn 

Electric  Motors",  by  Air.  C.  V.  Allen,  in  this  issue 

of  the  Journal.  These  hoists  recjuire  rapid  acceleration  and  run- 
ning, together  with  ease  and  accuracy  of  control.  The  steam  engine 
meets  these  conditions  admirably  and  for  many  years  was  the  best 
and  only  method  available.  It  is  beginning  to  be  superseded  by  the 
electric  motor  in  hoisting  work  as  it  has  been  in  many  other  lines. 

An  electric  motor  may  be  applied  to  a  mine  hoist  and  receive 
its  power  directly  from  the  line.  When  so  applied,  however,  it 
places  large  peak  loads  on  the  line,  and  this  is  objectionable  espe- 
ciall}-  with  motors  of  large  capacities.  When  used  in  this  way  close 
control  of  speed  is  not  easily  obtained.  To  overcome  these  ob- 
jections, the  motor-generator  fly-wheel  system  described  by  Air. 
Allen  has  been  developed.  In  this  system  a  motor-generator  set  is 
interposed  between  the  hoist  motor  and  the  line.  Such  a  set  con- 
sist.s  of  a  motor  taking  its  power  from  the  line  and  driving  a  direct- 
current  generator  which  supplies  the  necessary  power  to  operate 
the  hoist  motor.  On  the  same  shaft  with  these  two  machines  is 
mounted  a  heavy  fly-wheel.  By  suitable  control  of  the  speed  of  the 
driving  motor,  energy  is  stored  up  in  the  fly-wheel  at  times  of  light 
load  on  the  motor.  This  energy  is  given  up  to  the  generator  at  times 
of  heavy  load  on  the  hoist  motor.  In  this  way  the  maximum  peak 
load  from  the  line  is  reduced  and  a  comparatively  uniform  amount 
of  power  recjuired  from  the  line.  This  result  is  particularly  desir- 
able on  long  transmission  lines  where  such  motors  are  often  in- 
stalled. The  use  of  direct-current  generators  and  hoist  motors 
m;^kcs  it  possible  to  use  an  extremely  simple  and  reliable  system  of 
voltage  control  for  speed  and  direction  of  rotation.  An  interesting 
feature  is  the  range  of  variation  in  performance  that  can  be  ob- 
tained by  merely  changing  the  adjustment  of  the  apparatus. 

The  results  obtained  in  the  El  Oro  plant  indicate  how  satis- 
factory such  an  ecpiipment  may  become  in  actual  practice.  It  ap- 
])ears  from  the  results  already  obtained  that  hoist  equipments  of 
the  character  described  open  up  possibilities  in  the  way  of  more 
economical  production  in  mining  that  should  excite  the  attention 
of  mine  owners  and  operators,  especially  in  cases  where  the  cost  of 
steam  power  is  high  and  water  power  is  available. 

W.  A.  Dick 
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"To  tax  water  powers  for  the  purpose  of  provid- 
Water  Power  ^"§  ^^'^^  waterways,  from  a  broad  economic  stand- 
and  point,  is  a  policy  which,  before  adoption,  should  be 

National  compared  carefully  with  the  plan  of  imposing  tolls 
Conservation  '•U^on  all  users  of  inland  waterways  and  using  the 
proceeds  to  develop  water  powers  and  secure 
ciieaper  power  for  our  manufacturing  industries." — This  sentence, 
from  a  strong  paper  on  "Electricity  and  the  Conservation  of  En- 
ergy", by  Air.  L.  B.  Stillwell,  published  in  the  ]\Iay,  1909,  Proceed- 
ings of  the  American  Institute  of  Electrical  Engineers,  proposes  to 
shift  by  180  degrees  the  ordinary  attitude  toward  the  use  of  our 
streams. 

It  is  commonly  assumed  that  the  use  of  canals  and  rivers 
for  purposes  of  transportation  is  in  the  nature  of  a  public  utility  in 
which  all  are  concerned.  The  development  and  maintenance  of 
public  waterways  has  therefore  been  regarded  as  a  proper  subject 
for  public  taxation.  On  the  other  hand,  the  generation  of  power 
from  water  falls  and  systems  for  its  transmission,  distribution  and 
use  have  been  regarded  in  the  nature  of  private  enterprises  of  little 
or  no  public  concern  and  as  suitable  objects  for  taxation. 

j\Ir.  Stillwell  points  out  that  the  annual  gross  output  of  our 
factories  and  mills  is  about  $17000000000,  representing  approxi- 
mately 16000000  horse-power  installed,  while  the  gross  receipts  of 
our  railways  is  approximately  $2325000000  or  about  14  percent 
of  the  value  of  the  manufactured  products;  that,  as  the  object  of 
constructing  inland  waterways  is  to  reduce  the  cost  of  transporta- 
tion, the  suggested  taxing  of  water  power  developments  in  order 
to  construct  waterways  would  impose  a  tax  which  would  tend  tO' 
increase  the  cost  of  manufactured  products  in  order  to  attain  an 
indefinite  advantage  in  reducing  the  cost  of  transportation,  which 
is  only  about  one-seventh  of  the  amount  involved  in  manufactur- 
ing. This  proposition  is  made  although  the  manufacturing  costs  in 
America  are  much  higher  than  in  Europe,  while  our  cost  of  trans- 
poration  per  ton-mile  is  materially  lower. 

The  interests  of  the  public  in  power  developments  are  not  gen- 
erally understood.  Power  is  not  a  luxury,  but  an  essential  element 
in  modern  life.  Its  cost  enters  into  the  cost  of  manufactured  prod- 
ucts and  is  therefore  a  factor  in  the  cost  of  practically  every  manu- 
factured article  which  we  use.  The  cost  of  power  is  often  a  funda- 
mental condition  upon  which  depends  the  development  of  a  useful' 
irio.ustry  or  the  building  up  of  a  community. 
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The  supply  of  electric  power  for  purposes  other  than  manu- 
facturing must  not  be  overlooked.  The  electric  lighting  of  streets 
and  houses,  the  varied  applications  of  electric  current  for  heating, 
the  growing  use  of  the  motor  in  the  house  and  office  and  store  and 
small  place  of  business,  and  the  electrical  operation  of  pumps  and 
elevators,  street  and  interurban  cars — these  applications  of  electric 
current  in  daily  life  are  making  the  general  supply  of  cheap  power 
a  public  necessity,  and  the  use  of  electricity  a  decade  from  now  will 
be  many  times  as  great  if  the  present  rate  of  increase  continues. 

Modern  civilization  has  the  steam  engine  as  its  basis.  Our 
methods  of  transporation  by  land  and  sea,  our  methods  of  manu- 
facture by  machinery  instead  of  by  hand,  our  every-day  convey- 
ance by  electric  cars  and  elevators,  our  illumination,  ventilation, 
refrigeration,  all  these  and  many  more,  are  based  upon  the  steam 
engine.  The  electric  system  of  transmission  allows  the  distant 
water  power  to  be  substituted  for  the  engine  and  its  boiler.  It  sub- 
stitutes the  water  fall  for  the  coal  pile. 

The  first  concern  in  a  wise  movement  for  conservation  of  na- 
tional resources  should  be  to  conserve  the  diminishing  supply  of 
precious  coal  by  utilizing  fully  the  wasting  energy  of  the  ever-rlow- 
ing  river.  Mr.  Stillwell  shows  that  the  electric  power  furnished  by 
one  of  the  companies  at  Niagara  Falls  last  year  saved  loooooo 
tons  of  coal.  Will  not  the  general  supply  of  electricity  for  light 
and  heat  and  power  to  the  next  generation  for  domestic  and  manu- 
facturing and  general  purposes  be  almost  as  essential  as  the  public 
supply  of  water  for  like  purposes?  Is  it  not  time  that  power  be 
considered  no  longer  a  private  commodity,  but  a  public  utility? 
Would  not  subsidy  be  wiser  than  taxation? 

Chas.  F.  Scott 


OPERATION  OF  MINE  HOISTS  BY  ELECTRIC 
MOTORS 

WITH  SPECIAL   REFERENCE  TO  THE   INSTALLATION   OF  THE  EL  ORO  MINING 
&  RAILWAY  COMPANY,  LTD. 

C.  V.  ALLEN 

A  POWER  COMPANY  engaged  in  selling  power  to  various 
interests  concerns  itself  not  alone  with  the  greatest  load  it 
can  connect  to  its  circuits,  but  with  the  nature  of  that  load. 
A  company  supplying  a  strictly  lighting  load  with  the  usual  heavy 
peak  for  two  or  three  hours  out  of  the  24  is  a  poor  money  maker. 
It  is  the  motor  load  which  keeps  the  plant  busy  the  rest  of  the  day 
that  improves  the  load  factor  and  increases  the  profits.  In  a 
country  like  Mexico,  where  about  60  percent  of  the  industry  is  min- 
ing,  the   power   companies   find   a  greater  part  of  their   customers 


FIG.    I — MOTOR-CENKRATOR   KLV-WHEEL   SET 

Comprising  350  k\v,  250  volt  direct-current  generator;  350  lip,  3000 
volt  alternating-current  motor  and  40000  lb.  fly-wheel. 

among  this  class,  and,  as  gold  and  silver  are  the  principal  metals 
mined,  the  ore  is  generally  milled  on  the  property.  This  subdivides 
the  power  consumed  by  this  class  of  customers  into  mining  and 
milling  service.  The  latter  is  an  ideal  power  user,  with  practically 
a  constant  load  almost  every  hour  in  the  year  with  the  resultant 
high  load  factor.  With  mining,  while  the  pumping,  haulage,  air 
compressing,  ventilating,  etc..  is  as  a  rule  a  steady  load,  the  hoisting 
load  is  far  from  uniform. 

Hoisting,  with  its  objectionable  peaks  at  time  of  acceleration, 
has  long  been  a  disturbing  element,  especially  wdiere  the  hoists  are 
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large  in  proportion  to  the  power  plant  capacity,  or  where  they  are 
located  at  the  end  of  a  long  transmission  line.  Many  methods  have 
been  devised  to  try  to  overcome  this  peak  feature,  the  most  suc- 
cessful and  practical  of  which,  where  alternating  current  is  the 
source  of  supply  as  is  almost  invariably  the  case,  is  the  motor-gen- 
erator fly-wheel  system.  While  this  method  is  by  no  means  new 
it  is  practically  so  as  applied  to  hoisting  in  this  continent.  A  de- 
scription of  its  application  may  be  of  interest,  the  principal  object 
of  this  article,  however,  being  to  refer  to  a  particular  installation, 

that  of  the  El  Oro 
M  i  n  i  n  g  &  Railway 
Company,  Ltd.,  in 
Mexico,  showing  ac- 
tual results  obtained. 

The  El  Oro  camp  is 
the  largest  electric 
power  -  consuming  dis- 
trict in  Mexico,  there 
being  installed  over 
30000  horse-power  of 
electrical  apparatus, 
with  a  total  load  con- 
sumption of  about  one- 
third  of  that  amount 
at  the  present  time, 
with  a  resultant  load 
factor  of  over  90  per- 
cent. Power  for  this 
camp  is  supplied  by  the 
Mexican  Light  and 
Power  Company.  It  is 
located  171  miles  from 
the  source  of  power,  there  being  a  total  of  about  4000  horse-power 
in  motors  installed  for  hoisting  service  alone.  Of  these  hoisting 
outfits  there  are  four  motor-generator  fly-wheel  sets  in  use,  with 
a  fifth  under  construction.  The  largest  of  these  five  fly-wheel 
hoisting  sets,  of  400  horse-power  capacity,  has  been  in  operation 
for  one  and  a  half  years,  and  is  the  one  considered  in  this  article. 

Eor  its  own  protection,  in  preventing  disturbances  on  its  sys- 
tem, a  power  company  naturally  must  establish  a  limit  beyond 
which  an  ordinary  induction  hoist  motor  will  not  be  permitted  on 


J.   2 — CLOSER   VIEW    OF   SAME   FLY-WHEEL   SET   . 
IN    FIG    I. 

Showinsf  flv-wheel  and  brake  attacliment. 
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its  circuits.  For  these  heavier  hoisting  conditions,  which  arc  getting 
heavier  with  time  as  the  shafts  become  deeper  and  tiie  hoisting, 
speed  consequently  increased,  the  motor-generator  fly-wheel  system- 
adapts  itself  admirably.  While  admitting  the  comparatively  higb 
first  cost  on  account  of  the  number  of  machines  employed,  economy/ 
and  perfect  control  are  compensating  features,  the  former  more  par- 


FIG.    3 ALTKKNATlXG-LLKKIi.NT  ESD   CiK    MUTUK-GK.NEKATUK   KLV-WlIEliL   SET 

ticularly  where  the  operation  is  quite  continuous. 

The  fly-wheel  set  installed  at  the  incline  shaft  of  the  El  Oro- 
Mining  &  Railroad  Company's  property,  consists  of  a  350  horse- 
power, alternating-current,  50  cycle,  three-phase,  3  000  volt,  induc- 
tion motor,  and  a  320  kw,  direct-current,  250  volt,  interpole  genera- 
tor, with  a  40000  lb.  fly-wheel  9  feet  in  diameter,  mounted  on  a> 
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common  shaft  between  the  two  machuies;  the  no-load  speed  of  this 
set  being  480  r.p.m.  A  17  kw,  125  volt  exciter  is  belted  to  a  pulley 
on  the  main  shaft  of  the  set  at  the  side  of  the  fly-wheel. 

At  the  shaft  where  the  greatest  amount  of  ore  is  taken  from 
the  mine,  which  is  inclined  62  degrees  from  the  horizontal,  there  has 
been  in  operation  for  many  years  a  double,  flat  drum,  steam  hoist, 
which  has  been  slightly  modified  to  adapt  it  to  motor  drive.  In 
order  not  to  disturb  the  crank  discs  and  their  connection  to  the  for- 
mer steam  cylinders,  a  new  shaft,  fitted  with  bearings  and  pinions. 


FIG.    4 — DIRECT-CURRENT    END    OF    MOTOR-GENERATOR    FLV-WHEEL    SET 


was  placed  on  the  back  of  the  hoist,  to  which  was  coupled  a  400 
horse-power,  250  volt,  225  r.p.m.,  direct-current,  shunt  wound 
motor.  By  thus  retaining  the  steam  cylinders  and  their  drive  intact, 
it  is  possible  to  use  the  steam  end  as  an  air  compressor  to  act  as 
an  auxiliary  brake  for  the  hoist,  the  braking  thus  bsing  controlled, 
to  a  fineness  impossible  with  the  usual  brake  bands,  by  a  small  valve 
on  the  hoist  platform  which  controls  the  amount  of  compression. 

While   the  above  method  is  in   use  with  other  hoists,  at  this 
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particular  incline  hoist,  steam  was  employed  for  a  short  time  in 
the  four  auxiliary  cylinders  used  for  operating  the  brake  bands  and 
clutches ;  this  work,  however,  is  now  being  done  by  hydraulic  pres- 
sure, the  water  being  taken  from  an  elevated  tank  located  consid- 
erably above  the  hoist.  The  electric  braking  feature  possible  with 
such  a  motor-generator  fly-wheel  set  is  utilized  and  is  no  little  econ- 
omy, as  well  as  furnishing  extra  safety,  in  that  the  hoist  motor  when 
coming  to  rest  delivers  power  back  to  the  set,  and  thence  to  the  line. 

In  the  operation  of  this  system  as  a  whole,  the  purpose  of  em- 
ploying a  motor-generator  set  is  to  permit  the  use  of  a  fly-wheel 
as  a  means  of  providing  a  storage  of  energy  which  can  be  drawrt 
upon  at  the  time  of  the  acceleration  of  the  hoist  load  when  the  most 
objectionable  peaks  are  encountered.  By  this  arrangement  the  imput 
to  the  alternating-current  motor  on  the  set  is  maintained  nearly 
constant,  depending  in  part  upon  the  size  of  the  fly-wheel.  If  the 
fly-wheel  is  to  give  up  its  stored  energy  at  the  proper  time  it  is 
essential  that  some  method  be  employed  to  vary  the  amount  of  slip 
in  the  alternating-current  motor  which,  in  the  set  in  question,  is 
accomplished  by  an  automatic  arrangement  which  provides  for  cut- 
ting in  and  out  resistances  connected  to  the  secondary  of  the  motor. 
In  this  case  the  slip  amounts  to  about  20  percent.  The  resistances 
are  of  the  grid  type  and  the  automatic  switches  used  with  them 
are  of  the  multiple  control  type  and  divided  into  three  units.  These 
sv>itches  are  operated  by  compressed  air,  the  valves  being  controlled 
by  direct-current  magnets. 

This  exciter  is  used  to  excite  the  fields  of  both  the  generator 
on  the  set  and  the  hoist  motor,  there  being  in  the  circuit  of  the  motor 
field  a  field  rheostat  for  varying  the  strength  of  the  field.  This  is 
located  on  the  hoist  platform,  thereby  enabling  the  operator  to  vary 
the  speed  of  hoisting,  but  when  once  set  for  the  proper  speed,  the 
rheostat  is  ordinarily  left  in  this  position,  unless  it  is  desired  to 
change  the  speed  for  special  reason.  A  discharge  resistance  is  also 
permanently  connected  across  the  terminals  of  the  motor  field. 

In  the  field  circuit  of  the  direct-current  generator  is  connected 
a  controller  which  is  located  on  the  hoist  platform  and  employed 
for  varying  the  field  of  the  generator  from  zero  to  maximum  and 
also  for  reversing.  This  gives  a  fixed  strength  of  field  correspond- 
ing to  a  fixed  speed  with  constant  armature  current  in  the  motor. 
A  resistance  is  also  so  connected  that  the  field  of  the  generator  is 
at  all  times  shunted  by  it,  so  that  if  the  supply  circuit  is  interrupted 


332 


THE  ELECTRIC  JOURNAL 


the  generator  field  will  discharge  through  this  resistance.  In  order 
to  get  quick  operation  in  the  generator  field,  as  well  as  for  the 
purpose  of  adjustment,  an  external  resistance  is  also  employed,  con- 
nected between  the  supply  circuit  and  the  controller;  this  latter  re- 
sistance being  mounted  on  the  switchboard. 

The  armatures  of  the  hoist  motor  and  the  generator  are  elec- 
trically connected  together,  and  the  reversal  in  speed  of  the  hoist 
motor  is  obtained  by  reversing  the  field  of  the  generator.  When 
the  hoist  is  at  rest  the  controller  is  in  the  ofif  position  and  the  gen- 


FIG.    5 — INCLINE   SHAFT    HOIST   AS   AT    PRKSENT    OPERATED 

Except  motor  pinion  shaft  is  at  back  of  hoist  instead  of  front, 
as  shown. 

erator  field  open,  thus  giving  zero  field  on  it  and  zero  voltage  on 
its  armature,  and  therefore  on  the  motor  armature.  In  starting  a 
load  the  generator  field  is  closed  with  all  resistance  in  circuit  and 
this  resistance  gradually  cut  out  by  the  operator  until  the  maximum 
voltage  is  obtained;  when  full  voltage,  250  volts,  is  applied  to  the 
motor  terminals. 

In  the  supply  circuit  between  the  exciter  and  the  other  appara- 
tus is  located  a  circuit  breaker  provided  with  an  overload  trip  pro- 
tecting the  exciter  from  short-circuit  or  ground.  This  breaker  is 
also  provided  with  an  underload  trip  placed  in  series  with  the  field 
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of  the  direct-current  motor,  so  that  in  case  the  motor  field  circuit 
becomes  open  at  any  time  the  circuit  l)reaker  trips,  thereby  reducing 
the  generator  voltage  to  zero,  to  prevent  the  running  away  of  the 
motor  by  losing  its  field. 

On  the  switchboard  are  located  the  alternating-current  volt- 
meter, wattmeter,  ammeter  and  circuit  breaker  connected  with  the 
main  source  of  supply.  There  are  two  series  transformers  between 
the  circuit  breaker  and  the  motor  for  operating  the  tripping  coils 
of  the  breaker;  a  third  series  transformer  being  connected  to  a 
compensator  which  is  used  to  feed  the  current  relays.  These  relays 
varv  the  amount  of  resistance  in  the  secondarv  circuit  of  the  motor 


fu'cfo'h 


FIG.   6 — VIEW  OF  SWITCHBO.XRD,  RESISTANCES   AND  ELECTRO-PNEUMATIC   SWITCHES 


by  means  of  the  eighteen  electro-pneumatic  switches.  One  of  these 
relays  when  closed  causes  the  switch  to  short-circuit  the  resistance 
step  by  step  to  reduce  the  slip  of  the  motor,  thereby  causing  the 
motor  to  take  full  current  for  which  the  compensator  is  set.  The 
other  relay  when  closed  retains  the  resistance  switches  in  a  closed 
position  after  the  first  relay  has  closed  them.  At  any  time  when  the 
current  reaches  the  value  for  which  the  compensator  is  set  the  first 
relay  is  drawn  up,  opening  its  circuit  and  preventing  any  more  re- 
sistance switches  from  closing.  If  the  current  continues  to  increase 
in  value  the  second  relay  lifts,  opening  its  circuit  and  thus  causing 
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the  resistance  switches  to  open  in  the  reverse  order,  thus  increasing 
the  shp  of  the  motor. 

Across  two  of  the  lines  connecting  the  primary  of  the  induction 
motor  to  the  circuit  breaker  is  located  a  second  shunt  transformer 
which  energizes  the  coil  of  the  line  relay.  This  line  relay  is  closed 
as  long  as  there  is  a  voltage  on  the  primary  of  the  induction  motor, 
the  contacts  of  this  relay  supplying  current  to  the  electro-pneumatic 
switches.  Should  the  circuit  breaker  open,  or  for  any  other  reason 
the  supply  circuit  to  the  primary  of  the  induction  motor  be  inter- 


FIG.  7 — CURVES  PLOTTEn  FROM  READINGS  TAKEN  WHILE  HOISTING  BUCKETFULL 
OF  ORE  FROM  LOWEST  LEVEL^  EQUAL  TO  A  VERTICAL  LIFT  OF  75O  FEET, 
UNBALANCED 

Relays  set  so   as  to  operate  the  control  switches  when  the  alternating- 
current  load  reaches  170  kw. 

rupted,  this  line  relay  opens,  cutting  off  the  direct-current  power 
supply  to  the  electro-pneumatic  switches  and  thus  causing  all  of 
them  to  open  so  that  when  the  motor  again  starts  it  will  have  all  of 
the  resistance  in  the  secondary  circuit  and  the  acceleration  will  be 
automatic. 

The  direct-current  for  the  electro-pneumatic  switches  comes 
from  two  sets  of  storage  batteries,  either  or  both  of  which 
can  be  used  at  the  same  time,  the  object  of  the  two  sets  being  to 
allow  one  to  be  charged  while  the  other  is  in  service.  The  air  sup- 
plied in  this  installation   for  operating  the  switches  is  taken  from 
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the  main  supply  for  the  entire  plant.  However,  a  small  individual 
motor-driven  compressor  outfit  can  be  employed  for  this  purpose 
in  an  isolated  plant  where  desirable. 

The  motor-generator  set  is  started  by  closing  the  circuit  breaker 
on  the  switchboard  which  causes  the  induction  motor  to  start  with 
ail  of  the  secondary  resistance  in  circuit;  the  current  relays  pre- 
venting the  cutting  out  of  this  resistance  until  the  line  current  has 


FIG.  8 — CURVES  SHOWING  CONDITIONS  WHEN   HOISTING  BUCKET 
OF     ORE     FROM     NEXT     TO     LOWEST     LEVEL,     UNB.\L.\NCED 

Relays    set    to    operate    on   about  22^  k\v  alternating- 
current   load. 


dropped  to  the  proper  value.  The  first  three  or  four  of  the  electro- 
pneumatic  switches  are  for  use  in  starting  the  motor,  and  in  operat- 
ing it  they  are  seldom,  if  ever,  in  use.  The  circuit  breaker  between 
the  exciter  and  the  motor  and  generator  fields  is  left  open  until  the 
set  has  reached  full  speed. 

The  drums  of  the  hoist  are  eight  feet  in  diameter  and  the  sin- 
gle reduction  gearing  between  the  motor  shaft  and  hoist  drums  has 
a  gear  ratio  of  6.2  to  i.     The  lost  curves  shown  in  Figs.  7,  8.  9,  lO 
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and   II  are  plotted   from  readings  taken  by  ]\Ir.  E.  L.  James,  the 
erecting  engineer,  at  wliich  times  the  hoisting  conditions  were : 

Normal   speed  of  hoisting,  goo   ft.   per   minute. 

Weight  of  skip 3845  lbs. 

Weight  of  ore 7  000  lbs. 

Weight  of  cable 600  lbs. 

Total  load 1 1  44.=^  lbs. 

In  Figs.  7  and  8  tlie  conditions  during  hoisting  are  shown. 
Some  time  is  lost  at  the  start  in  getting  up  to  speed  and  the  skip  is 
slowed  down  within  60  or  70  feet  of  the  top  to  insure  an  accurate 
stop  at  the  exact  point  desired,  as  the  skips  are  self-dumping 
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I-IG.    9 — CURVES    SHOWING    OPERATTON    OF    RELAYS    OX    COXFROLLER 

The  resistance  in  series  with  the  field  of  the  hoist  motor  is 
adjusted  so  as  to  give  a  speed  slightly  above  225  r.p.m.  at  no  load 
in  order  to  allow  for  the  drop  in  speed  at  full  load.  In  the  tests 
made  the  relays  were  set  to  allow  the  unit  switches  to  begin  cutting 
in  the  resistance  in  the  secondary  of  the  alternating-current  motor 
when  its  load  had  reached  250  kw.  With  the  relays  thus  set  it  was 
not  considered  practicable  to  adjust  the  generator  field  resistance 
so  as  to  allow  for  the  drop  in  voltage,  inasmuch  as  in  the  case  of 
lowering  an  empty  bucket  the  generator  voltage  might  reach  too 
high  a  value.  Advantage  may  be  taken  of  the  fact  that  when  lower- 
ing buckets  the  hoist  motor  feeds  back  to  the  motor-generator  set 
and  thence  to  the  alternating-current  line. 
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In  all  tests  made,  as  well  as  at  all  times  since  during  the  opera- 
tion, the  commutation  of  both  the  direct-current  generator  and  hoist 
motor  has  been  absolutely  perfect  and  most  satisfactory  operation 
has  resulted.  Since  its  operation  no  repairs  whatever  have  been 
made  outside  of  the  usual  attention  given  to  the  brushes  of  any 
direct-current  machine. 

The     tests    shown    in    Fig.    9    are    interesting,    as    showing 


FIG.   10 — TEST  MADE  WITH   AUTOMATIC  CONTROL  CUT  OUT  AND  MOTOR  COLLECTOR 
RINGS    SHOKT-CIRCUITED 

the  drop  in  speed  of  the  set  as  the  load  comes  on  the  hoist,  at  the 
same  time  showing  this  speed  change  in  connection  with  the  auto- 
matic switches  operating  on  the  resistance  in  the  secondary  of  the 
alternating-current  motor.  Fig.  10  shows  what  the  operation  is 
with  the  motor  on  the  set  running  as  an  ordinary  induction  motor. 
In  this  test  the  automatic  introduction  of  slip  in  the  motor  is  not 
taken  advantage  of,  consequently  the  stored  energy  in  the  fly-wheel 
is  not  utilized. 

The  set  consumes  approximately  2=,  kw  when  running  empty 
and  with  the  power  shut  oft  it  will  rotate  for  over  an  hour  before 
coming  to   rest.     For  this  reason  a  brake  attachment  is  provided 
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which  stops  the  set  in  less  than  five  minutes  when  a  shut  down  of 

any  length  of  time  is 
to  be  made. 

Another  advantage 
of  this  system,  which 
should  not  be  lost 
sight  of,  is  the  possi- 
bility of  working  the 
hoist  for  a  short  time, 
in  case  of  emergency, 
after  the  power  has 
been  suddenly  cut  off 
the  line  by  accident 
or  otherwise.  This 
feature  is  shown  by 
the  test  curves  in  Fig. 
II  and  is  especially 
valuable  in  cases 
a  blast  has 
been  set  and  the  men 
below  are  depending  upon  the  hoist  to  reach  the  upper  levels.  It  is 
for  this  reason  that  the  exciter  is  driven  from  the  set  instead  of 
separately,  in  order  that  the  exciting  voltage  may  be  maintained  as 
long  as  sufficient  momentum  remains  in  the  set  to  generate  current. 
In  this  test  it  is  to  be  noted  that  the  alternating-current  breaker 
was  opened  at  the  instant  the  test  was  begun  and  that  full  load  was 
lifted  corresponding  to  a  vertical  height  of  595  feet.  With  the 
skip  loaded  with  men  the  distance  would  have  been  very  much 
greater. 

The  costs  of  the  hoisting  with  this  outfit  have  been  very  satis- 
factory, amounting  to  but  seven  cents,  Mexican  money,  per  i  000 
foot-ton ;  the  former  cost  of  hoisting  by  steam  having  been  many 
times  the  present  cost  by  electric  power. 


FIG.    II — CURVES    SHOWING   OPERATION   OF    HOIST 
ENTIRELY  BY  FLY-WHEEL  EFFECT  OF  THE  SET 

Alternating-current  power  was  cut  off  at  the    where 
instant  the  test  was  begun. 


ILLUMINATION  COST  FACTORS* 

MAX  HARRIS 

IN  investigating  the  cost  of  operating  lighting  systems,  in  order 
to  determine  which  system  has  the  lowest  operating  cost,  the 
following  factors  should  be  considered : 

I — Efficiency  or  cost  of  current  consumed. 

2 — Cost  of  renewals  or  maintenance. 

3 — First  cost  or  investment. 

Investment  is  placed  last,  because  any  difference  in  first  cost 
that  is  justified,  is  based  on  the  relative  total  cost  of  operation 
consisting  of  items  i  and  2.  One  method  in  vogue  is  to  determine 
costs  on  the  basis  of  cost  per  candle-hour.  At  once  the  question 
arises,  what  is  meant  by  candle-hours,  and  in  fact  we  are  imme- 
diately plunged  into  a  discussion  as  to  what  is  the  correct  method 
of  rating  light  sources.  Some  contend  that  the  only  correct  basis 
of  comparison  for  all  purposes  is  the  consumption  of  current  per 
mean  spherical  candle-power,  others,  mean  hemispherical  candle- 
power.  What  matters  it  which  contention  is  correct  so  far  as  prac- 
tical results  in  illumination  are  concerned?  \Miat  is  important  and 
essential  is  not  to  determine  the  relative  efficiency  of  the  light 
sources  employed  to  obtain  good  illumination,  but  the  relative  ef- 
ficiency of  the  various  systems  employed.  In  an  article  on  "The 
Problem  of  Efficiency  in  Illumination, "f  ^Mr.  Arthur  J.  Sweet  cov- 
ers the  ground  thoroughly,  pointing  out  the  importance  of  properly 
installing  and  equipping  light  sources  so  as  to  obtain  good  illumina- 
tion, and  further  pointing  out  that  at  the  present  time  we  have  no 
"unit  of  efficiency"  for  comparing  the  efficiencies  of  various  systems 
of  illumination  other  than  to  compare  the  amount  of  energy  re- 
(juired  by  various  systems  to  produce  equivalent  "good  illumina- 
tion" for  similar  areas  under  similar  conditions.  It  is  to  be  re- 
gretted that  Mr.  Sweet  did  not  give  data  on  the  efficiency  of  sys- 
tems, in  view  of  the  fact  that  he  closes  an  otherwise  very  able 
article  by  furnishing  a  table  of  efficiencies  of  various  light  sources, 
based  on  their  mean  spherical  efficiency,  which  table,  however,  may 
be  considered  by many  as  an  indication  as  well  of  the  relative 
illumination    efficiencies    of    the    various    light    sources    mentioned. 


*From    a    lecture    delivered    at    Tlie    Electric    Club,    on    >ray    3rd,    1909. 
fin  the  Journal  for  March,  1909. 
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Many  able  papers  have  been  written  fully  describing  what  is  meant 
by  good  illumination,  and  outlining  various  methods  of  obtaining 
good  illumination.  A  recent  paper  by  Mr.  J.  R.  Cravath  covers  the 
ground  and  points  out  the  advantages  and  disadvantages  of  direct 
and  indirect  systems  of  illumination. 

Several  years  ago  Prof.  A.  J.  Wurts  suggested  that  the  proper 
method  of  determining  the  relative  illumination  efficiencies  of  vari- 
ous light  sources  was  by  strictly  comparative  methods.  Slowly  but 
surely  this  method  is  coming  into  vogue.  At  the  present  time 
tungsten  lamps  are  being  offered  in  connection  with  prismatic  re- 
flectors with  claims,  for  the  diff'erent  combinations  as  systems  of 
illumination,  of  certain  mean  hemispherical  efficiencies,  with  the 
further  recommendation  that  they  be  installed  on  the  basis  of  so 
many  "lumens  per  watt"  or,  to  obtain  a  desired  quantity  of  illumina- 
tion, there  must  be  employed  or  used  a  specific  quantity  of  current 
per  square  foot  of  area  to  be  illuminated.  The  manufacturers  rep- 
resent for  the  tungsten  system  (clear  lamps  and  clear  reflectors) 
that  to  obtain  an  illumination  of  four- foot  candles  in  a  large  room 
having  light  walls  and  ceiling,  it  is  necessary  to  use  one  watt  of 
energy  for  every  square  foot  of  floor  area  to  be  lighted,  and  that, 
under  similar  condition  using  the  same  type  of  lamps,  but  instead 
of  using  a  clear  prismatic  reflector  an  enameled  prismatic  reflector, 
(although  the  mean  spherical  efficiency  of  the  light  source  remains 
the  same)  the  illumination  efficiency  of  the  system  has  been  de- 
creased and  it  becomes  necessary  to  use  one  and  one-sixth  watts 
per  square  foot  to  obtain  equal  illumination.  This  may  be  carried 
a  little  further  by  assuming  that  it  is  desired  to  light  an  area  of  lOO 
by  lOO  feet,  used  for  commercial  purposes  and  wired  one  outlet  per 
bay,  that  the  intensity  on  the  plane  of  reference  is  to  be  four  foot- 
candles  and  that  several  systems  are  to  be  considered  as  follows : 

I — Tungsten  lamps  equipped  with  clear  prismatic  reflectors. 

2 — Tungsten  lamps  equipped  with  enameled  prismatic  re- 
flectors. 

3 — Tungsten  lamps  as  used  in  the  "I"  comfort  system. 

4 — Westinghouse  Nernst  lamps  equipped  with  alabaster  balls. 

5 — Direct-current  enclosed  arc  lamps. 

According  to  the  table  of  efficiencies  in  Mr.  Sweet's  paper,  the 
efficiencies  of  these  various  light  sources,  or  the  number  of  candles 
per  kilowatt  are  in  the  following  order : 

I — Tungsten  lamps. 

2 — Direct-current  enclosed  arc  lamps. 
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3 — Westinghouse   Nernst  lamps. 

If  these  figures  were  based  on  mean  lower  hemispherical  ef- 
ficiency the  following  would  be  the  order: 

I — Tungsten  lamps  with  clear  prismatic  reflectors. 

2 — Westinghouse  Nernst  lamps. 

3 — Tungsten  lamps  with  enameled  prismatic  reflectors. 

4 — Direct-current  enclosed  arc  lamps. 

5 — Tungsten  lamps  with  "I"  comfort  reflectors. 

As  the  result  of  many  tests  of  commercial  installations,  coupled 
with  data  furnished  by  manufacturers,  it  has  been  found  that  the 
wattage  required  to  illuminate  the  space  considered  would  be  as 
follows : 

I — Westinghouse   Nernst   lamps  with  light  opal  ball,    io8  ooo. 

2 — Tungsten  lamp  with  clear  prismatic  reflectors,          loSooo. 

3 — Tungsten  lamps  with  enameled  prismatic  reflectors,  124000. 

4 — Tungsten  lamps   "I"   comfort   system,  144000. 

5 — Direct-current   enclosed    arc   lamps,  148  500. 

Here  again  it  will  be  noted  that  although  in  cases  2,  5  and  4 
lamps  having  a  mean  spherical  efficiency  of  1.62  watts  per  candle 
were  employed,  that  on  account  of  their  treatment  in  cases  ?  and  4, 
the  consumption  of  energy  required  was  greater  than  in  case  /, 
where  Westinghouse  Nernst  lamps  were  considered  having  a  mean 
spherical  efficiency  of  2.25  watts  per  candle. 

For  all  practical  purposes,  therefore,  the  efficiency  of  the  220 
volt  Westinghouse  Nernst  lamps  for  interior  illumination  may  be 
placed  as  being  equal  to  that  of  the  tungsten  system  consisting  of 
a  combination  of  clear  prismatic  glassware  and  tungsten  lamps 
operating  at  1.25  watts  per  mean  horizontal  candle-power.  The 
above  figures  are  based  on  new  lamps  and  reflectors,  and  no  allow- 
ance made  for  depreciation  in  illumination  due  to  decrease  in  can- 
dle-power of  light  sources  or  from  dirt  accumulating  on  the  reflect- 
ing devices. 

Again  if  it  is  desired  to  reproduce  the  quantity  of  illumination 
in  this  room  with  either  Westinghouse  Nernst  or  tungsten  lamps, 
what  should  be  known  is  not  so  much  the  efficiencies  of  the  lamps 
themselves,  but  of  the  systems  under  consideration.  Therefore,  in 
determining  the  cost  of  current,  it  should  be  based  on  the  wattage 
consumption  for  equal  illumination,  or  the  relative  illumination  ef- 
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ficiencies  of  the  systems,  regardless  of  the  efficiencies  of  the  Hght 
sources  employed. 

COST  OF  RENEWALS  OR   MAINTENANCE 

Too  little  consideration  is  given  this  most  important  subject. 
It  is  immaterial  whether  it  costs  0.5  or  2.5  cents  per  kw-hr.  or  per 
c-p-hr.  to  maintain  a  high  efficiency  system,  such  as  the 
tungsten,  when  considering  it  in  competition  with  low  efficiency 
systems,  such  as  the  carbon  filament  systems,  but  it  becomes  a  very 
important  factor  when  considering  the  relative  cost  of  operation  of 
two  high  efficiency  systems,  whose  illumination  efficiencies  are  ap- 
proximately equal.  It  is  the  author's  belief  that  the  proper  method 
of  computing  renewal  costs  is  on  the  basis  of  cost  per  kw-hr. 
Energy  consumed  by  lighting  systems  is  generally  metered,  and  the 
buyer  of  current  for  illumination  purposes,  especially  in  this  coun- 
try, has  been  educated  to  purchase  it  at  a  rate  per  kw-hr.  He 
knows  what  that  means.  He  would  readily  understand  a  proposi- 
tion to  maintain  an  installation  of  lamps  at  0.5  cents  per  kw-hr. 

.  Assuming  that  a  user  of  current  were  considering  the  installa- 
tion of  ten  four-light  clusters  equipped  with  100  watt  tungsten 
lamps,  or  ten  three-glower  Westinghouse  Nernst  lamps  and  wanted 
a  guarantee  on  the  cost  of  upkeep.  Having  satisfied  himself  that 
the  illumination  from  either  proposed  system  was  satisfactory  and 
knowing  that  he  would  have  to  pay  for  current  consumed  at  ten 
cents  per  kw-hr.,  he  could  readily  understand  a  guarantee  of  0.5  per 
kw-hr.  Presuming  that  he  was  guaranteed  an  average  life  of  800 
hours  from  each  tungsten  lamp  and  a  cost  of  $1.20  per  lamp,  the 
rate  for  tungsten  lamp  maintenance  would  figure  out  1.5  cents 
per  kw-hr. 

Before  going  further  into  this  question  of  cost,  it  is  well  to 
consider  what  is  meant  by  renewals  or  maintenance.  Dees  it  mean 
simply  the  cost  of  lamp  renewals?  VC\\.\\  many  salesmen  of  incan- 
descent lamp  units  that  is  just  what  it  does  mean,  but  as  a  matter 
of  fact  the  cost  of  lamp  renewals  is  only  one  item  in  the  cost  of 
maintenance.  The  labor  item  is  an  important  one,  and  labor  to 
periodically  clean  lamps  and  reflectors  is  just  as  essential  to  the 
maintenance  of  good  illumination  efficiency  in  incandescent  lamp 
systems  as  it  is  in  the  case  of  arc  and  Nernst  systems  which  are 
periodically  inspected  and  cleaned,  as  well  as  renewed  when  neces- 
sary. It  is  a  fact  that  any  system,  which  because  of  its  design  and 
inherent  characteristics  demands  periodical  inspection  accompanied 
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by  periodical  cleaning  of  diffusing  or  reflecting  apparatus,  will  de- 
liver a  higher  mean  illumination  efficiency  than  a  system  which  does 
not  because  of  its  design  make  periodical  inspection  a  necessity. 

In  the  case  of  systems  employing  prismatic  reflectors,  it  has 
been  found,  as  the  result  of  tests,  that  decreases  in  illumination 
reaching  as  high  as  40  percent  occur,  due  to  failure  to  clean  the  re- 
flecting surfaces,  so  that  not  to  employ  labor  to  clean  such  systems 
means  loss  in  efficiency,  and,  when  this  is  recognized  and  labor  is 
employed,  it  becomes  an  item  in  the  total  cost  of  upkeep. 

As  an  example  of  what  this  means,  there  are  employed  in  a 
large  mercantile  establishment  four  men  who  maintain  an  installa- 
tion of  5  200  Nernst  lamps.  Each  lamp  has  one  piece  of  glassware. 
Any  incandescent  system  employing  prismatic  reflectors  would  re- 
quire at  least  twice  this  number  of  pieces  of  glassware,  and  as  in 
many  bays  large  units  are  employed  which  would  require  the  use 
of  two  or  more  units  to  replace  the  present  ones,  it  is  estimated  that 
instead  of  having  5  200  pieces  of  glassware  to  keep  clean  (if  not 
only  from  an  efficiency  standpoint  at  least  from  a  hygienic  stand- 
point) there  would  be  at  least  12  500  pieces  of  glassware  to  keep 
clean. 

The  cost  of  maintenance  does  have  an  important  bearing  on  the 
cost  of  illumination,  even  where  there  is  a  marked  difference  in 
illumination  efficiencies  when  cost  of  current  is  low.  For  large 
propositions  it  is  useless  to  consider  current  at  eight  or  ten  cents. 
In  the  case  of  large  department  stores,  in  most  of  our  northern 
cities,  current  is  purchased  at  from  2.25  to  four  cents  per  kw-hr.  In 
a  recent  instance  a  department  store  using  five  ampere  direct-current 
enclosed  arc  lamps,  after  making  tests  with  Westinghouse  Xernst 
and  tungsten  lamps,  decided  that  it  was  possible  to  replace  the  en- 
closed arc  lamps  with  either  tungsten  lamps  or  Westinghouse  Nernst 
lamps  by  substituting  for  each  arc  lamp  (consuming  550  watts)  a 
unit  or  units  consuming  approximately  400  watts.  Current  was 
purchased  for  2.6  cents  per  kw-hr.  without  maintenance  and  the 
enclosed  arc  lamps  were  to  be  maintained  at  0.4  cents  per  kw-hr.  if 
retained  The  Westinghouse  Xernst  lamps  wtve  to  be  maintained 
under  agreements  at  0.65  cents  per  kw-hr.  and  tungsten  mainte- 
nance was  1.5  cents  per  kw-hr. 

The  following  are  the  resultant  cost  figures  per  hour : 

Arc  lamps 550  watts  at  3c     per  kw-hr.  z=  $0.0165    P^r  ^n- 

Tungsten  lamps 400      "      "  4.1c     "  "      =    0.0164       "     " 

Westinghouse   Xernst  lamps.  396      "      "  3.25c  "  "      :=    0.01287     "     " 
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The  average  hours'  use  of  the  lamps  per  year  was  estimated  at 
I  500  hours,  so  that  the  Westinghouse  Nernst  system  indicated  a 
saving  of  $5.44  per  lamp  per  year  over  the  enclosed  arc  lamp,  where- 
as the  tungsten  system  showed  no  saving  where  the  intensity  of 
illumination  from  the  enclosed  arc  lamps  was  the  set  standard  of 
illumination.  Large  installations  of  alternating-current  Nernst 
lamps  are  maintained  by  the  manufacturers  at  a  rate  of  0.4  cents 
per  kw-hr.  and  direct-current  installations  at  0.6  cents  per  kw-hr. 

Assuming  a  life  of  800  hours  for  each  tungsten  lamp  pur- 
chased, and  not  considering  any  charge  for  labor  the  user  would 
have  to  purchase  tungsten  lamps  at  prices  indicated  in  Table  I  to 
place  the  two  systems  on  an  equality  so  far  as  total  cost  of  opera- 
tion is  concerned. 


TABLE  I. 


Size. 

Kw  Consumption   during 

Life. 

Tungsten 

lamps  vs. 

Life. 

D.  C.  Nernst. 

A.  C.  Nernst. 

25  Watt 

Soo 

20 

$0.12 

$0.08 

40      " 

800 

32 

0.192 

0.128 

60      " 

800 

48 

0.288 

0.192 

100      " 

800 

80 

0.^8 

0.32 

250      " 

800 

200 

1.20 

0.80 

First  cost  or  investment  should  be  considered  purely  from  the 
standpoint  of  earning  power.  In  the  determination  of  this  ques- 
tion, however,  due  consideration  must  be  given  to  the  possibilities 
of  the  future,  but  in  view  of  the  present  high  illumination  efficien- 
cies of  the  latest  systems,  with  the  consequent  low  cost  of  illumina- 
tion, the  buyer  is  justified  in  basing  his  determination  on  obtaining 
five  years'  service  from  any  system  before  replacing  it  wdth  a  new 
system  that  may  have  either  higher  etficiency  or  may  appeal  to  the 
buyer  for  other  reasons.  So  far  as  replacing  a  system  by  another 
of  higher  efficiency,  the  new  system  would  have  to  show  a  sufficient 
saving  to  justify  a  further  investment  and  would  therefore  be 
judged  on  its  own  merits.  Again  the  history  of  the  art  indicates 
that  five  years  is  only  too  short  a  period  between  the  perfection  of 
one  system  and  the  advent  and  perfection  of  newer  systems.  En- 
closed arc  lamps  have  been  in  service  for  over  ten  years  and  in 
many  cases  on  account  of  short  burning  hours  and  low  cost  of  cur- 
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rent,  the  saving  that  might  be  effected  by  changing  to  one  of  the 
newer  systems  would  not  justify  the  investment,  providing,  of 
course,  the  quahty  of  the  ilhimination  from  the  arc  system  was 
satisfactory. 

In  the  case  of  the  department  store  before  referred  to,  on  ac- 
count of  the  long  burning  hours  a  good  saving  was  indicated,  yet 
some  users  would  not  consider  the  saving  sufficient  to  justify  the 
investment.  Assuming  that  the  investment  in  this  instance  was 
$12.00  per  outlet,  if  interest  be  figured  at  five  percent  it  would 
take  two  years  and  six  months  to  earn  the  investment,  but  there- 
after there  would  be  a  net  saving  of  $5.44  per  outlet  per  year,  or 
if  the  user  decided  that  a  20  percent  depreciation  charge  per  year 
would  be  a  reasonable  one,  the  figures  would  indicate  an  annual 
saving  of  $2.44  per  outlet  per  year.  Again,  if  we  assume  that  the 
proposed  tungsten  installation  would  have  cost  from  $2.00  to  $5.00 
per  outlet  less  than  the  Westinghouse  Nernst,  the  additional  cost 
would  be  more  than  justified  by  the  additional  earning  power  of 
the  Westinghouse  Nernst  units. 

A\'hile  on  the  subject  of  investment  and  first  cost  it  seems  ad- 
visable to  say  a  few  words  to  clear  up  what  is  a  general  misunder- 
standing of  the  first  cost  of  Westinghouse  Nernst  lamps.  Because 
of  the  general  knowledge  that  a  100  watt  tungsten  lamp  can  be 
purchased  for  from  $1.25  to  $1.75  per  lamp,  and  smaller  sizes  at 
lower  prices,  the  impression  prevails  that  it  is  a  low  first  cost  sys- 
tem, whereas  the  Westinghouse  Nernst  lamps,  because  the  single 
glower  units  are  listed  at  $7.50,  are  generally  believed  to  be  a  high 
first  cost  system.  \\'here  small  units  are  to  be  used,  although  there 
is  some  difference  between  the  cost  of  the  single  glower  lamps  and 
the  100  watt  tungsten  unit  when  equipped  with  a  prismatic  shade, 
even  this  difl'erence  disappears  when  a  comparison  of  the  large 
Westinghouse  Nernst  units  are  made  with  the  equivalent  wattage 
of  the  tungsten  equipment  required.  For  example,  four  100  watt 
lamps  equipped  with  prismatic  reflectors  sell  for  approximately 
$8.00.  To  this  must  be  added  the  cost  of  a  four-light  fixture  or 
cluster.  Any  cluster  or  fixture  which  would  be  in  keeping  with 
the  design  and  appearance  of  the  three-glower  Westinghouse  Nernst 
unit  costs  from  four  to  six  dollars,  so  that  we  have  a  total  cost  of 
from  twelve  to  fourteen  dollars  for  the  tungsten  equipment.  The 
three-glower  lamp  lists  at  $22.50  and  this  with  a  minimum  discount 
of  45  percent  makes  the  maximum  price  to  the  consumer  $12.37. 
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Again,  the  Nernst  Company  Is  marketing  a  four-light  chandelier 
equipped  with  four  88  or  no  watt  burners  and  is  selling  them  at 
approximately  $15.00,  and  any  combination  of  tungsten  lamps,  re- 
flectors and  fixtures  of  equal  quality,  would  cost  at  least  as  much. 
In  conclusion,  Tables  II  and  III  are  given,  indicating  the  meth- 
ods used  in  figuring  the  cost  of  illumination  of  two  assumed  propo- 
sitions.    A  study  of  the  tables  will  illustrate  the  points  made. 

TABLE  II— PROPOSITION  i— DRUGSTORE 

Installation  consists  of  ten  five-ampere  direct-current  enclosed  arc  lamps, 
furnished  free  by  the  lighting  company  (tests  having  determined  that  either 
a  four  light  cluster  of  100  watt  tungstens  or  a  three-glower  Westinghouse 
Nernst  should  be  employed).  Rate  for  current  four  cents  per  kw-hr.,  which 
includes  arc  lamp  maintenance.  Net  price  of  current  3.6  cents  per  kw-hr. 
Burning  hours  3  000  per  year. 

I — 10  Arc  lamps   at  550   watts  ^  5  500X3  000  hrs.  =  16  500  kw-hrs.  @  4c  = 

$660.00. 
2 — 10  Tungsten  clusters  at  400  watts  =  4  000  hrs.X3ooo  hrs.  =  12000  kw-hrs. 

@  S-3C  =  $636.00. 
3 — 10  3-GI.  W.  N.  lamps  at  396  watts  =  3  960  x  3  000  hrs.  =  11880  kw-hrs.  @ 

4.25c  =  $504.90. 

First  cost — Tungsten,  $120.00 — Saving  per  year  with  tungsten $  24.00 

First  cost — W.  Nernst,  $123.70 — Saving  per  year  with  Nernst i550o 

TABLE    III— PROPOSITION   2— WHOLESALE    GROCERY    HOUSE 

Same  conditions  as  to  installation  of  lighting  units.  Cost  of  current  ten 
cents,  including  arc  lamp  maintenance.  Net  cost  of  current  9.5  cents.  Hours 
burning  360  per  year. 

I — 10  Arc  lamps  550  watt  =  5  500  x  360  hrs.  =  i  980  kw-hrs.  @  loc  =  $198.00. 
2 — ID  Tungsten  clusters  400  watts  =  4000  X  360  hrs.  =  i  440  kw-hrs.  @  11.2c 

=  $161.28. 
3 — 10  W.  N.  3-GI.  lamps  396  watts  =  3  960X360  hrs.  =  i  425  kw-hrs.  @  10.15c 

=  $144.63. 

First  cost — Tungsten,  $120.00 — Savings',  with  tungsten  per  year $36.00 

First  cost — W.  Nernst,  $123.70 — Saving  with  Nernst  per  year 54-00 


SELF-STARTING  SYNCHRONOUS  MOTORS 

JENS  BACHE -WIIG 

THE  use  of  synchronous  motors  for  service  previously  per- 
formed almost  exclusively  by  induction  motors  has  largely 
increased  recently  owing  to  the  beneficial  effect  of  syn- 
chronous motors  on  systems  having  low  power-factors.  In  most 
cases  the  motors  have  been  made  self-starting  on  account  of  the 
simplicity  of  this  method.  The  increasing  use  of  self -starting  motors 
for  a  great  variety  of  purposes  involving  widely  different  starting 
conditions  makes  the  question  of  starting  performance  of  much  im- 
portance.  Polyphase  synchronous  motors  can  be  made  so  that  they  are 


FIG.    I — SELF-STARTING   SVXCHKONOUS    MOTOR   WITH   DIRI-X'T-CONXKCTED   EXCITER 

250  k.v.a.,  25  cycle,  6300  volls,  500  r.p.ni. 

self-starting  in  the  same  manner  as  induction  motors  of  the  sc[uirrcl 
cage  type.  This  is  usually  accomplished  by  the  use  of  a  cage  wind- 
ing similar  in  construction  to  that  used  for  induction  motors.  The 
bars  of  the  cage  winding  are  placed  in  slots  punched  in  the  caps  of 
projecting  field  poles,  and  the  ends  of  these  bars  are  joined  together 
by  means  of  continuous  rings.  The  only  dift'crence,  therefore,  be- 
tween such  a  winding  and  a  cage  winding  on  an  induction  motor  is 
that  the  bars  are  omitted  in  the  spaces  between  the  poles.     These 
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open  spaces  may  cause  "dead  points,"  i.  e.,  the  motor  may  not  start 
equally  well  for  all  positions  of  the  rotor.  However,  if  the  rings 
extend  all  the  way  round,  thus  joining  the  poles  together  and  if  the 
pole  caps  cover  from  75  to  80  percent  of  the  pole  pitch,  dead  points 
are  practically  eliminated. 

In  case  an  alternating  electromotive  force  is  applied  to  the  arma- 
ture winding  of  such  a  motor,  currents  will  flow  and  a  magnetic  flux 
will  be  set  up  in  exactly  the  same  way  as  in  an  induction  motor. 
This  flux,  cutting  the  bars  of  the  cage  winding,  will  set  up  currents 
in  them  and  develop  a  torque  proportional  to  the  square  of  the  cur- 
rent in  the  cage  winding  and  its  resistance.  Besides  this  main 
torque,  there  will  be  torques  set  up  by  hysteresis  and  by  eddy-current 
losses  in  the  field  iron,  and  these  will  materially  assist  the  torque 
produced  by  the  currents  in  the  cage  winding  in  bringing  the  motor 
up  to  speed. 

These  several  torques  follow  difl-'erent  laws  with  increase  of 
motor  speed.  The  torque  due  to  the  currents  in  the  cage  winding, 
on  account  of  the  relatively  low  resistance  of  this  circuit,  wiU  be 
small  at  standstill,  will  rapidly  increase  as  the  speed  increases  reach- 
ing a  maximum  at  a  point  not  far  below  synchronous  speed,  and 
will  then  more  rapidly  decrease,  becoming  zero  again  at  synchron- 
ous speed.  This  is  the  familiar  speed-torque  curve  of  an  induction 
motor  with  a  low  resistance  cage  winding.  The  torque  due  to  the 
eddy  currents  in  the  rotor  core,  while  produced  in  the  same  way  as 
the  torque  due  to  the  cage  winding,  will  vary  difiierently  with  speed 
on  account  of  the  high  resistance  of  the  iron  core  compared  with  the 
copper  cage  winding.  The  torque  will  be  maximum  at  standstill 
and  will  decrease  gradually  with  increase  in  speed  following  the  same 
law  as  an  induction  motor  with  a  high  resistance  cage  winding.  The 
torque  due  to  hysteresis  will  remain  approximately  constant  until 
synchronous  speed  is  reached  when  it  suddenly  drops  to  zero. 

It  is  not  difficult  to  understand  how  the  synchronous  motor 
starts  by  means  of  the  several  torques  just  described.  It  is  some- 
what more  difficult  to  understand,  and  to  explain,  how  the  motor 
"pulls  into  synchronism,"  how  it  overcomes  the  slip,  considering  its 
action  as  an  induction  motor.  There  is  an  essential  dift'erence  be- 
tween the  synchronous  motor  and  induction  motor  in  that  the  syn- 
chronous motor,  although  it  starts  exactly  as  an  induction  motor, 
goes  a  step  beyond  the  induction  motor  and  pulls  into  synchronism. 
It  does  this  even  before  there  is  any  field  excitation,  before  there  is 
any  additional  element  that  would  obviously  explain  the  dift'erence 
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in  operation.  However,  the  difference  in  operation  can  only  be  ex- 
plained by  some  difference  in  construction.  The  most  plausible  rea- 
son is  the  dift'erence  in  the  magnetic  circuits  of  the  rotors.  In  the 
induction  motor  the  rotor  presents  a  uniform  face  to  the  armature 
and  a  uniform  magnetic  circuit.  In  the  synchronous  motor  the 
rotor  has  projecting  poles  so  that  in  some  positions  the  magnetic 
conditions  are  more  favorable  than  in  others.     The  magnetic  flux 

set  up  by  the  primary 
current  tends  to  close 
itself  through  the  field 
core  in  such  a  way  that 
the  magnetic  resistance 
of  the  circuit  becomes 
a  minimum.  This  is 
the  case  every  time  a 
projecting  field  pole  is 
opposite  a  magnetic 
armature  pole ;  when 
the  field  pole  drops  be- 
hind the  armature  mag- 
netic pole,  the  resist- 
ance increases  and  is  a 
maximum  when  the 
field  pole  is  halfway  be- 
tween armature  poles. 
At  synchronous  speed 
the  relative  rotation  be- 
tween the  field  and  the 
armature  becomes  zero, 
the  field  poles  remain 
opposite   the    magnetic 

FIG.   2 — DF.T.MLS   OF  WINDING  OF   ST.MOU   AND  ROTOK     amiatUrC   polcS,  tllC  fluX 

View  of  same  machine  as  shown  in  Fig.  1,  taken  becomes     a     maximum 
from  exciter  end  of  motor  with  end  bells  removed. 

and   tends  to   hold  the 

field  in  this  position.  The  torques  already  described  will  bring  the 
rotor  up  to  full  speed  and  the  action  of  the  magnetic  field  toward  the 
projecting  poles  of  the  rotating  field  will  cause  the  latter  to  lock  in 
synchronism  and  hold  it  there. 

It  will  be  seen  from  the  above  that  it  is  important  that  the 
speed  of  the  rotating  field  be  brought  up  as  near  as  possible  to  syn- 
chronous speed  in  order  that  the  field  shall  lock  in  synchronism.    In 
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other  words,  it  is  necessary  to  make  the  resistance  of  the  cage  wind- 
ing small.  This,  however,  is  antagonistic  to  a  condition  of  large  ini- 
tial starting  torque.  The  cage  winding  further  acts  as  a  damper 
during  operation  to  prevent  hunting  and  this  requires  a  certain 
amount  of  copper  in  order  that  the  damping  shall  be  effective.  Thus 
the  design  of  the  cage  winding  is  necessarily  a  compromise  between 
the  best  starting  performance  on  the  one  hand,  and  the  ability  to 
pull  into  synchroism  and  the  damper  action  on  the  other,  since  these 
functions  require  opposite  characteristics  of  the  cage  winding. 

In  all  cases,  during  starting,  the  maximum  torque  required; 
will  be  either  at  the  moment  of  starting,  to  overcome  the  static  fric- 
tion, as  in  the  case  of  a  motor-generator  set,  line  shafting,  or  an 
air  compressor,  or  the  maximum  torque  required  will  be  near  or  at 
synchronous  speed  as  in  the  case  of  a  centrifugal  pump  or  fan.     In 


FIG.    3 — ROTOR    OF    A    SELF-STARTING    SYNCHRONOUS     MOTOR 

the  first  case,  with  large  initial  starting  torque  the  cage  winding 
can  be  designed  with  a  greater  resistance,  to  secure  the  necessary 
initial  torque  without  encountering  difficulty  at  full  speed,  since  at 
full  speed  the  required  torque  will  be  relatively  small.  Under  these 
conditions  the  starting  current  may  be  relatively  small.  In  the  case 
of  a  motor  driving  a  centrifugal  pump  or  fan,  the  resistance  of  the 
cage  winding  will  necessarily  be  made  small  in  order  that  synchron- 
ous speed  may  be  obtained.  Fortunately,  the  torque  required  to 
overcome  the  static  friction  is  small  compared  with  the  required 
torques  at  high  speed,  and  the  current  at  the  moment  of  starting 
will  still  be  relatively  small  in  spite  of  the  cage  winding  of  small 
resistance.  The  starting  current,  however,  will  be  greater  than  in 
the  first  case. 

Synchronous   motors   of   this   type   are  ordinarily   designed  to 
develop  a  starting  torque  of  about  30  percent  normal  running  torque 


SELF-STARTING  SYXCHROXOUS  MOTORS        851 


with  a  current  (from  the  line)  of  alx)ut  one  and  one- fourth  times 
normal  rated  current.  The  motor  alone  will  require  about  15  per- 
cent normal  torque  to  start  and  the  current  from  the  line  during 
starting  will  thus  be  less  than  the  normal  rated  current.  The  time 
required  for  such  a  motor  to  reach  synchronous  speed  will  be  about 
30  seconds.  In  the  case  of  a  motor  driving  a  direct-current  gen- 
erator, the  starting  torque  required  is  approximately  15  percent -|- 
15  percent  ^30  percent  and  the  current  drawn  from  the  line  ap- 
proximately one  and  one- fourth  times  normal  current.  The  time 
required  to  start  will  be  less  than  one  minute.  In  the  case  of  an 
air  compressor  the  torque  will  be  approximately  15  percent  -|-  35 
percent  =  50  percent,  and  the  current  from  the  line  less  than  twice 
normal  current;  synchronous  speed  will  be  obtained  in  about  one 
minute.  When  the  motor  is  connected  to  a  fan,  the  load  coming 
on  as  the  speed  increases  and  normal  full-load  torque  being  required 

at  full  speed,  the  current  drawn  from 
the  line  will  be  from  three  to  four  times 
the  normal  current,  depending  upon  the 
starting  devices  used.  It  is  evident  that 
such  starting  conditions  require  different 
devices  from  those  first  named. 

A  high  voltage  would  be  induced  in 
the  field  winding  during  starting  if  the 
field  circuits  were  left  open,  hence  it  is 
for  bar  necessary  to  provide  some  means  for  tak- 
ing care  of  this  condition.  In  stationary 
field  machines,  such  as  rotary  converters,  the  field  coils  can  be  divi- 
ded into  several  groups  so  that  they  can  be  insulated  to  withstand 
the  voltage  induced  in  each  group.  In  revolving  field  machines  this 
is  not  feasible  and  some  other  means  must  be  used.  A  double-throw 
field  switch  is  provided,  so  that  with  the  switch  in  the  starting  posi- 
tion the  field  winding  and  the  field  rheostat  form  a  closed  circuit, 
and  with  the  switch  in  the  running  position  the  field  winding  is 
connected  with  the  exciter.  The  field  rheostat  is  left  in  the  circuit 
with  the  field  winding  during  starting  to  limit  the  current  which 
would  otherwise  reduce  the  starting  torque.  With  this  starting 
arrangement  it  is  not  necessary  to  increase  the  field  coil  insulation 
or  test  voltage  above  that  required  by  a  corresponding  generator. 
It  is  often  recommended  that  the  field  winding  be  insulated  for  5  000 
volts  insulation  test  and  left  open  during  starting.  As  the  voltage 
induced  in  the  field  coils  at  starting  may  be  even  greater  than  this 


FIG.   4 — POLE    PIECE     OF     SYX- 
CHRONOUS    MOTOR 

Showing'     slot 
winding'. 
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voltage,  it  is  evident  that  the  extra  insulation  does  not  afford 
proper  protection  in  case  the  motor  is  started  under  these  conditions. 

The  usual  method  of  starting  is  by  means  of  auto-transformers 
by  which  reduced  voltage  is  applied  to  the  stationary  armature 
winding  of  the  motor.  The  transformers  are  usually  connected  in 
V.  For  smaller  motors  and  in  cases  where  the  starting  torque 
required  does  not  exceed  30  percent  of  the  normal  full-load  torque, 
a  double-throw  switch,  by  means  of  which  first  the  starting  and 
then  the  running  voltage  is  applied  to  the  motor,  will  be  sufficient. 
The  starting  voltage  will  be  from  one-third  to  one-half  the  full 
line  voltage.  At  this  voltage  and  required  torque  the  motor  will 
come  up  to  the  speed  and  lock  in  synchronism  without  field  excita- 
tion. The  field  switch  may  then  be  closed  on  the  exciter  circuit 
and  the  exciting  current  adjusted  to  that  corresponding  to  no-load, 
full  voltage,  whereupon  the  starting  switch  can  be  quickly  thrown 
over  to  the  running  position  without  a  noticeable  rush  of  current. 
Large  motors  should  have  at  least  a  three-point  starting  switch  so 
that  the  voltage  can  be  applied  in  steps  of  one-third,  two-thirds, 
and  full  line  voltage.  This  should  be  done  in  order  to  keep  down 
the  rush  of  current  when  throwing  over  from  one  step  to  the  other. 
In  case  more  than  30  percent  normal  torque  is  required,  the  number 
of  steps  should  be  increased  for  this  same  reason.  In  cases  where 
a  step-down  transformer  is  used  with  the  motor,  taps  giving  the 
desired  voltage  can  be  brought  out  from  the  secondary  winding 
and  thus  the  auto-transformers  omitted. 

It  is  evident  from  the  above  that  the  starting  performance  of 
self-starting  synchronous  motors  approximates  that  of  Induction 
motors  with  fairly  low  resistance,  cage  wound  rotors.  This  nat- 
urally follows  from  the  similarity  in  construction.  It  may  be  taken 
as  a  general  rule,  therefore,  that  self-starting  synchronous  motors 
can  be  applied  where  it  is  possible  to  apply  cage  wound  induction 
motors  with  small  slip,  with  the  additional  limitations  in  the  case 
of  the  synchronous  motor  imposed  by  the  necessity  of  overcoming 
the  "slip"  and  pulling  into  synchronism.  Where  a  phase  wound 
induction  motor  with  external  secondary  resistance  must  be  used 
because  a  cage  wound  induction  motor  would  not  be  satisfactory, 
then,  for  the  same  reason,  a  synchronous  motor  of  the  self-starting 
type  would  not  be  satisfactory  and  should  not  be  used. 


THE  ILLUMINATION  OF  STREETS 

C.  E.  STEPHENS 

WHILE  the  advances  have  not  been  uniform,  the  art  of  illu- 
mination often  remaining  stationary  for  a  time  and  at 
other  times  moving  rapidly  forward,  tlie  use  of  artificial 
light  has  progressed  w^ith  our  civilization  until  it  seems  to  have 
reached  an  advanced  stage  of  development.  In  fact  the  develop- 
ment along  the  lines  of  electrical  appliances  for  the  production  of 
artificial  light  has  been  so  rapid  that  it  has  become  difficult  for  any 
one  who  does  not  make  a  special  study  of  the  subject  to  keep  thor- 
oughly posted.  Thus  the  street  lighting  department  of  an  electric 
lighting  company  is  an  important  one  and  requires  the  attention  of 
specialists  in  the  art  of  illumination. 

The  problem  in  street  lighting  is  to  produce  a  uniform  illumina- 
tion of  low  intensity.  This  comprises  the  consideration  of  the  light 
source,  the  light  intensity,  the  distribution  of  the  light  flux,  etc.  It 
may  not  be  amiss,  therefore,  to  define  the  illuminating  engineering 
unit  in  general  use.  The  unit  universally  used  in  expressing  the 
light  intensity  of  any  source  is  the  candle.  From  recent  scientific 
researches  it  has  been  determined  that  the  mechanical  equivalent  of 
white  light  is  approximately  0.07  watt  per  candle.  This  unit  of 
light  intensity  is  a  unit  ordinarily  reproduced  by  comparison  with 
maintained  standards,  and  is  the  intensity  of  light  from  one  stand- 
ard British  candle,  which  is  a  candle  reproduced  from  specifications. 
The  light  intensity  of  a  source  in  the  majority  of  cases  is  not  uni- 
form, i.  e.,  the  intensity  of  light  is  different  in  different  directions. 
It  is  common  practice,  therefore,  in  considering  the  merits  of  a 
light  source  for  a  particular  service  to  refer  to  its  distribution  curve 
of  light  intensity,  and  in  some  cases  to  its  mean  spherical  or  hemi- 
spherical candle-power.  The  use  of  the  candle-power  for  express- 
ing the  value  of  the  light  intensity  at  any  particular  angle,  charac- 
terizes the  distribution  of  the  light  flux  for  a  particular  purpose,  but 
does  not  indicate  the  total  flux  of  light  from  the  light  source. 

The  density  of  the  flux  of  light  is  expressed  in  lumens  and  is 
the  flux  of  light  in  a  beam  of  one  unit  solid  angle  (one  square  meter 
at  a  radius  of  one  meter)  in  which  the  intensity  is  0.88  of  a  stand- 
ard British  candle.  The  light  flux  density  is  often  expressed  in 
terms  of  foot-candles,  as  its  value  is  a  function  of  the  intensity  and 
distance  in  feet. 
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Inasmuch  as  the  result  desired  in  street  lighting  is  a  uniform 
illumination  of  low  intensity,  the  light  flux  should  be  distributed  in 
a  particular  manner.  When  the  height  of  the  lamp  and  distance 
between  lamps  is  considered,  that  source  of  light  is  preferred  which 
gives  the  most  of  the  light  flux  between  the  horizontal  and  25  de- 
grees below  the  horizontal.  For  the  sake  of  economy  it  is  of  course 
desirable  to  select  a  lamp  whose  initial  distribution  of  light  flux  is 
as  near  the  desired  value  as  possible,  thus  making  it  unnecessary  to 
use  reflectors. 

A  correct  theoretrical  arrangement  of  light  sources  to  produce 
a  uniform  illumination  does  not  necessarily  mean  a  satisfactory 
illumination,  since  the  results  are  in  all  cases  judged  by  the  effect 
produced.  It  is  necessary  to  arrange  the  light  sources  in  such  a 
manner  that  the  eye  of  the  observer  will  not  be  exposed  to  their 
direct  rays.  If  the  intense  rays  of  light  emitted  from  the  lamp  are 
allowed  to  come  within  the  field  of  vision,  they  cause  the  pupil  of 
the  eye  to  contract,  thus  limiting  amount  of  light  flux  entering  the 
eye  from  the  objects  which  it  is  desired  to  distinguish.  This  is  the 
reason  for  the  difiiculty  experienced  in  clearly  distinguishing  ob- 
jects beyond  a  street  lamp.  It  is  apparent,  therefore,  that  theoretic- 
ally more  satisfactory  street  illumination  can  be  obtained  by  de- 
creasing the  brilliancy  of  the  light  unit  and  placing  it  as  high  as 
practicable.  Decreasing  the  brilliancy  of  light  units  ordinarily  means 
that  a  greater  number  of  lamps  must  be  used. 

By  spacing  small  candle-power  lamps  near  together,  more 
uniform  distribution  of  light  may  be  obtained.  At  the  same 
time  the  cost  of  installation  and  maintenance  must  be  considered 
and  this  to  a  certain  extent  has  a  bearing  upon  the  size  of  units  se- 
lected. The  use  of  a  large  number  of  small  units  increases  the  in- 
stallation cost  and,  unfortunately  in  dealing  with  street  lighting 
problems,  municipalities  in  general  regard  the  question  of  cost  as 
of  more  importance  than  the  quantity  and  quality  of  light. 

In  the  thickly  populated  European  cities  the  cost  of  street  illu- 
mination per  inhabitant  is  comparatively  low,  notwithstanding  the 
fact  that  the  standard  of  illumination  is  considerably  higher  than  in 
the  average  American  city.  Further,  the  low  labor  cost  abroad 
makes  it  possible  to  use  flaming  carbon  arc  lamps,  the  yellow  light 
from  which,  on  account  of  its  high  illumination  intensity,  is  quite 
satisfactory.  When  it  is  necessary  on  account  of  cost  to  reduce  the 
illumination  to  as  small  a  value  as  is  common  practice  in  this  coun- 
try, the  illuminating  engineer  is  handicapped  by  the  fact  that  he 
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must  use  a  white  light.  The  flaming  carbon  arc  for  street  service 
also  has  been  handicapped  on  account  of  its  extremely  high  mainte- 
nance cost,  particularly  in  this  country  where  labor  costs  are  com- 
paratively high  and  the  carbons  used  are  expensive  and  of  short  life. 
Furthermore,  the  curve  of  light  distribution  is  a  maximum  at  a 
point  directly  beneath  the  lamp  and  it  is,  therefore,  not  suitable  for 
producing  uniform  illumination. 

A  source  of  light  giving  an  ideal  distri])ution  for  street 
illumination  is  one  producing  no  light  in  the  upper  hemi- 
sphere, whose  maximum  candle-power  is  at  an  angle  ap- 
proximately 15  degrees  below  the  horizontal  and  whose 
minimum     candle-power     in     the     lower     hemisphere     is     directly 

Ijcneath  the  lamp.  Such  a  dis- 
tribution makes  it  p(;)ssil)le  to 
hang  the  lamp  high,  raising  the 
arc  above  the  direct  line  of 
vision,  thus  eliminating  the  glare 
in  the  eyes  of  people  on  the 
street,  and  at  the  same  time 
maintaining  a  more  nearly  uni- 
form illumination  of  the  street. 
Furthermore,  in  hanging  the 
lamp  high  the  shadows  of  ob- 
jects along  the  street  are  short- 
ened, the  illumination  directly 
under  the  lamp  is  reduced  ap- 
preciably and  the  eye  fatigue 
eliminated  in  that  it  then  be- 
comes unnecessary  for  the  eye  to  adjust  itself  for  the  alternate 
bright  and  dark  spots. 

In  comparing  the  several  types  of  electric  light  sources  for 
street  illumination  they  ^^liould  be  judged  by  the  effective  illumina- 
tion produced  at  a  point  midway  between  adjacent  lamps,  i.  e.,  at 
the  point  where  the  illumination  intensity  is  of  the  lowest  value. 

Quite  a  great  deal  of  confusion  has  been  caused  by  the  various 
methods  used  in  rating  arc  lamps.  In  the  early  days  of  arc  lighting 
an  open  direct-current  arc  lamp,  consuming  9.5  amperes  and  48 
volts  at  the  arc,  was  known  as  a  2  000  candle-power  lamp.  It  was 
soon  discovered  that  this  rating  was  in  error  and  the  word  "nominal" 
was  added  to  the  candle-power  rating.  So  long  as  it  was  generally 
known   that  the   term   "j  000   nominal   candle-power"   was  a   mere 
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rating  which  applied  to  the  only  street  lamp  in  general  use,  this 
method  of  rating  was  fairly  satisfactory,  since  any  two  lamps  of 
the  same  type  and  using  the  same  carbons  and  consuming  the  same 
energy  at  the  arc  will  give  approximately  the  same  amount  of  light 
at  the  same  points  on  the  distribution  curve.  The  development  of 
the  enclosed  type  of  carbon  arc  lamp,  the  high  candle-power  in- 
candescent lamps  and  the  metallic  flame  type  of  arc  lamp  has  made 
it  necessary  to  adopt  other  methods  of  rating  lamps.  It  is  quite 
difficult  to  make  a  satisfactory  comparison  of  street  lamps  by  using 
the  old  rating,  since  the  later  types  of  arc  lamps  such  as  the  metallic 
flame  lamp  consumes  only  approximately  60  percent  of  the  energy 

used  in  the  open  direct-current 
arc,  and  give  far  superior  curves 
of  light  distribution  for  street 
illumination. 

The  present  practice  of  basing 
the  comparison  on  the  candle- 
power  and  the  distribution  curve 
of  the  light  is  a  decided  improve- 
ment over  the  old  in  that  arc 
lamps  are  generally  used  for 
illuminating  large  areas,  and  if 
the  shape  of  the  light  distribu- 
tion curve  is  known,  the  calcula- 
tion of  the  illumination  which 
will  be  produced  becomes  a  very 
simple  problem.  The  various 
conditions  which  affect  the  light 
distribution,  such  as  the  diame- 
ter, position  and  quality  of  the 
carbons,  are  so  numerous  that  it  is  only  possible  to  note  the  typical 
shape  of  these  curves  for  the  several  types  of  arcs. 

The  typical  shape  of  the  light  distribution  curve  for  a  direct- 
current  open  arc  is  given  in  Fig.  i.  The  maximum  light  is  radiated 
at  an  angle  of  approximately  45  degrees  below  the  horizontal.  The 
light  is  emitted  from  the  incandescent  crater  of  the  positive  carbon, 
which  accounts  for  the  direction  of  the  maximum  candle-power. 
Very  little  light  is  emitted  from  the  short  non-luminous  arc,  and 
the  light  intensity  near  the  horizontal  is  comparatively  small.  The 
use  of  this  type  of  lamp  for  street  service  is  very  objectionable  on 
account  of  the  fact  that  it  is  almost  impossible  to  approach  a  uni- 
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form  illumination  of  the  street.  It  produces  a  very  disagreeable 
and  dancing  shadow  immediately  under  the  lamp,  and  an  intensely 
illuminated  area  a  short  distance  from  the  lamp,  beyond  which  point 
there  is  comparatively  no  light. 

The  light  distribution  curve  of  an  alternating-current  open  arc 
is  approximately  the  same  above  and  below  the  horizontal,  as  is 
shown  in  Fig.  2.  The  light  radiated  above  the  horizontal  is  useless 
for  all  practical  purposes  unless  suitable  reflectors  are  used  to  divert 
it  downward.  It  is  not  practicable  to  design  a  reflector  that  will 
operate  at  a  maximum  efficiency  with  all  positions  of  the  arc 
throughout  the   life  of  a  pair  of   carbons.     Furthermore,   there  is 

always  a  loss  in  the  reflection 
depending  upon  the  material 
used  for  the  reflector.  It  is  ap- 
parent, therefore,  that  the  al- 
ternating-current open  arc  for  a 
street  illuminant  is  inferior  to 
the  direct-current  open  arc. 

The  development  of  the  en- 
closed carbon  arc  resulted  in  a 
great  operating  economy,  since 
the  life  of  the  carbon  and  the 
saving  of  labor  in  trimming  and 
caring  for  for  the  lamps  was 
greatly  increased.  A  typical 
light  distribution  curve  of  the 
direct-current  enclosed  arc  is 
given  in  Fig.  3.  On  account  of 
the  fact  that  in  an  enclosed  arc 
the  ends  of  the  carbons  are  flat  and  have  a  comparatively  large  area, 
the  crater  can  only  occupy  a  small  portion  of  this  area  at  a  par- 
ticular instant.  The  distribution  curve  is  consequently  very  irregu- 
lar since  the  amount  of  light  in  a  given  direction  varies  with  the 
position  of  the  crater  on  the  end  of  the  carbon.  In  general  the 
effect  of  this  wandering  arc  can  be  eliminated  to  a  great  extent  by 
the  use  of  an  opal  enclosing  globe  which  not  only  steadies  the  illu- 
mination, but  decreases  the  intrinsic  brilliancy  of  the  arc.  The 
development  of  the  enclosed  carbon  arc  was  a  decided  advance  re- 
gardless of  the  fact  that  the  efificiency  of  the  lamp  as  a  light  pro- 
ducer was  considerably  reduced.  The  energy  consumption  is  the 
same  as  for  the  open  arc,  the  total  light  flux  is  somewhat  less,  but 
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FIG.  3 — TYPICAL  LIGHT  DISTRIBUTION  OF 

A    DIRECT-CURRENT    ENCLOSED    ARC 

WITH    OPAL  GLOBE. 
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the  curve  of  light  distribution  is  considerably  superior  to  that  of 
the  open  carbon  arc. 

During  the  last  few  years  we  have  been  going  back  to  the  open 
arc  principles  to  a  very  marked  degree.  Arc  lamps  have  been  de- 
veloped which  use  the  so-called  flame  carbon.  The  typical  light 
distribution  of  the  flame  carbon  lamp  is  given  in  Fig.  4.  Lamps  of 
this  type  produce  large  quantities  of  fumes  and  smoke,  to  dispose 
of  which  necessitates  an  open  burning  condition.     The  maximum 

light  intensity  is  emit- 
ted directly  under  the 
lamp  and  it  is  quite  im- 
possible to  produce  a 
uniform  illumination 
over  a  large  area.  Fur- 
thermore, owing  to  the 
short  life  of  the  car- 
bons, the  care  and  at- 
tention required  is  very 
large  and  the  conse- 
quent high  maintenance 
cost  prohibits  its  use 
as  a  street  lamp. 

More  recently  there 
has  been^  developed  a 
type  of  arc  lamp  which 
consumes  metallic  elec- 
trodes. This  lamp  is  of 
the  flame  type  in  that 
it  has  an  open  burning 
condition  and  the  light 
emitted  comes  almost 
entirely  from  the  lumi- 
light  is  shown  in 
almost     pure      white 
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-TYPICAL   LIGHT   DISTRIBUTION    OF   A   DIRECT- 
CURRENT   CARBON   FLAME   AKC. 


nous  flame.  This  distribution  of  the 
Fig.  5.  The  color  of  the  light  is 
which  has  been  found  to  be  the  ideal  light  for  such  low  illumination 
mtensities  as  are  found  in  the  average  American  municipality. 
Since  the  larger  portion  of  the  light  comes  from  the  flame,  it  is 
radiated  near  the  horizontal,  very  little  above  the  horizontal,  and 
has  a  comparatively  low  value  immediately  under  the  lamp.  The 
maintenance  cost  of  this  lamp  compares  very  favorably  with  that  of 
the  enclosed  carbon  arc,  and  altogther  it  is  the  most  important  de- 
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velopment  resulting  from  experiments  having  as  their  objeet  an  arc 
lamp  of  high  efficiency  with  an  almost  ideal  curve  of  light  distribu- 
tion for  street  illumination. 

Regarding  the  various  requirements  of  street  lighting,  it  is  the 
usual  practice  to  classify  the  different  districts  as  follows: 
P-usiness. 
Residential. 
Parks,  etc. 

The  problem  of  propcrl}-  illuminating  the  Inisiness  section  of  a 
municipality  is  extremely  difficult  and  the  number  of  lamps,  their 
position  and  height,  etc.,  must  be  determined  almost  entirely  by  the 
local  conditions.  There  can  be  no  definite  system  or  arrangement 
\\hich  will  apply  to  all  cities.  The  intensity  of  illumination  should 
be  higher  than  in  residential  districts  on  account  of  the  congested 

trafiic.  The  arcs  in  all  cases 
should  not  be  hung  lower  than 
25  feet  from  the  street.  They 
should  be  as  near  the  middle  of 
the  streets  as  possible,  since  the 
lights  in  the  store  fronts  ordi- 
narily illuminate  the  sidewalks 
sufficiently. 

In  residential  districts  the 
most  serious  problem  to  solve 
in  properly  illuminating  the 
streets  of  any  city  is  usually 
the  one  of  avoiding  obstruc- 
tions, trees,  etc.  There  are  very  few  streets  in  our  cities, 
])articularly  in  the  residential  section,  that  are  not  lined  on 
both  sides  with  trees  bearing  dense  foliage.  For  the  majority  of 
cases  the  use  of  low  candle-power  units  along  the  curb  would  give 
satisfactory  illumination.  It  is  necessary,  however,  to  hang  the 
lamps  low  in  order  to  clear  the  trees,  which  results  in  a  high  illu- 
mination of  the  walks  in  spots,  and  an  objectionable  glare  is  pro- 
duced in  the  eye  on  account  of  the  lamps  being  in  the  line  of  vision. 
If  the  lamps  are  supported  near  the  luiddlc  of  the  .street  they  can 
be  raised  considerably  higher  and  still  the  light  will  not  be  obstructed 
by  the  trees.  With  this  method  of  suspension  the  light  is  in  the  cen- 
ter of  the  area  to  be  illuminated. 

In  the  lighting  of  residential  districts  and  parks  particularly 
the   illuminating  engineer  is   further  handicapped   in  his  efforts  to 
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give  good  illumination  by  the  demand  for  ornamental  poles  and  lamp 
fixtures,  the  increased  cost  of  which  in  too  many  cases  subtracts 
from  the  total  appropriation  for  illumination,  which  in  turn  reduces 
the  light  efficiency  of  the  system. 

Incandescent  series  lamps  can  be  used  very  successfully  in  cases 
where  the  result  obtained  are  to  be  at  a  minimum  expense,  and 
where  the  conditions  will  not  permit  of  high  candle-power  units  of 
the  arc  type. 

The  service  requirements  of  a  series  system  of  incandescent 
street  lamps  are : 

I — An  efficient  series  lamp. 

2 — An  efficient  and  satisfactory  device  for  automatically  regu- 
lating the  current. 

3 — Some  automatic  device  for  cutting  out  a  lamp  when  the 
filament  breaks. 

The  recently  developed  tungsten  incandescent  series  lamps  are 
a  great  improvement  over  the  low  efficiency  carbon  filament  lamps. 
The  lamps  are  furnished  in  various  candle-powers  from  25  to  80 
and  give  an  average  life  of  from  i  200  to  i  800  hours  in  commercial 
service.  They  show  but  little  reduction  of  candle-power  during 
their  normal  life,  the  quality  of  the  light  remaining  excellent,  and 
the  filament  does  not  become  yellow.  There  are  in  general  use  to- 
day two  systems  of  series  tungsten  lighting,  the  choice  of  which  de- 
pends upon  the  local  conditions  and  to  some  extent  upon  the  num- 
ber of  lamps  to  be  installed.  These  are  known  as  the  "adjuster 
socket"  and  "regulator"  systems. 

The  adjuster  socket  system  consists  of  a  series  of  lamps  con- 
nected across  the  high  tension  alternating-current  mains  with  an  im- 
pedance coil  connected  in  shunt  to  each  lamp  for  maintaining  the 
continuity  of  the  circuit  when  a  lamp  burns  out.  The  ampere 
capacity  of  all  the  lamps  in  one  series  must  be  the  same  and  the  sum 
of  the  voltages  of  the  lamps  must  equal  the  voltage  of  the  circuit  to 
which  they  are  connected. 

The  regulator  system  differs  from  the  adjuster  socket  system 
in  that  the  series  of  lamps  is  controlled  by  a  constant  current 
regulating  transformer  which  automatically  controls  the  current  of 
the  circuit,  ^^'ith  this  system  each  lamp  is  furnished  with  a  socket, 
the  clips  of  which  are  insulated  with  a  suitable  insulating  film, 
which  will  withstand  the  voltage  of  the  lamp,  ^^''hen  the  lamp  fila- 
ment breaks  the  full  voltage  of  the  regulator  is  impressed  on  the 
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insulating  film  which  is  punctured,  thus  short-circuiting  the  lamp 
and  closing  the  circuit  again. 

In  this  connection  it  might  be  well  to  mention  that  considerable 
improvement  has  been  made  in  the  reflectors  used  with  series  in- 
candescent lamps  by  which  the  effective  illumination  has  been  ma- 
terially improved.  The  series  incandescent  lamp  does  not  come  into 
competition  with  the  arc  light  which  is  required  for  different  con- 
ditions of  service.  Its  field  of  application  is  in  outlying  districts, 
parks,  densely  shaded  areas,  etc.  It  is  in  direct  competition  with 
gas  lamps,  and  it  has  thoroughly  demonstrated  that  it  is  far  superior 
for  these  reasons : 

I — On  a  basis  of  cost  for  ecjuivalent  illumination. 

2 — The  incandescent  series  lamps  give  sufffcient  light  under  the 
lamps,  whereas  with  the  gas  lamps  there  is  practically  none. 

3 — Where  the  lamps  are  to  be  widely  scattered  incandescent 
lamps  can  be  installed  more  readily  and  at  a  less  expense  than  a 
similar  installation  of  gas  lamps. 

4 — The  light  of  incandescent  lamps  is  white  and  for  low  in- 
tensities is  superior  to  gas. 

5 — They  can  be  lighted  and  extinguished  from  a  distance. 

6 — They  can  be  hung  in  the  middle  of  the  street. 

7 — A\'here  it  is  necessary  to  support  them  over  the  sidwalk  or 
curb,  they  can  be  hung  high,  while  with  the  gas  lamp  this  would  be 
impracticable  on  account  of  increased  cost  of  poles  and  the  inac- 
cessibility of  the  lamps  for  lighting  and  extinguishing. 


AUTOMATIC  CONTROL  OF  MOTORS  OPERATING 
OPEN  HEARTH  TILTING  FURNACES 

AT  THE  WORKS  OF  THE  JONES  &  LAUGHLIN  STEEL  COMPANY.  PITTSBURG.  PA. 

I.  DELTSCH 

THE  Jones  &  Laughlin  Steel  Company  have  recently  com- 
pleted the  installation  of  four  225  ton  open  hearth  furnaces. 
These  are  arranged  in  a  continuous  line  in  a  large  buildin^^ 
known  as  "Open  Hearth  No.  3."  A  number  of  features  of  interest  to 
electrical  men  have  been  included  in  this  installation  as  it  is  almost 
entirely  motor  operated.    Provision  has  been  made  for  charging  the 


FIG.    I FLOOR   CHARGING    MACHINE  FUK   OPEN    HEARTH    FURNACE 

furnaces  either  with  molten  metal  from  the  blast  furnaces  or  with 
scrap,  or  both.  The  furnaces  are  operated  continuously,  about  75 
tons  being  poured  at  one  heat.  The  iron  is  brought  by  locomo- 
tives from  the  blast  furnaces  in  another  building  on  ladle  buggies 
to  the  mixers  which  serve  as  receptacles  for  the  casts  from  several 
furnaces.  From  the  mixers  the  charge  is  conveyed  by  ladle  buggies 
to  the  open  hearth  furnaces.  These  furnaces  are  served  by  an  over- 
head crane  and  by  two  floor  chargers,  one  of  which  is  shown  in 
Fig.  I.    The  crane  is  used  to  place  the  spout  and  tilt  the  ladle  when 
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charging  hot  metal  and  the  charging  niacliines  are  used  for  placing 
the  materials  in  the  furnaces. 

Each  heat  requires  about  six  hours  when,  at  a  signal  from  the 
melter,  a  large  casting  ladle  is  placed,  by  use  of  an  overhead  crane, 
under  the  spout  of  the  furnace  on  the  opposite  side  from  the  charg- 
ing floor,  as  shown  in  Fig.  2.     The  furnace  is  then  tilted  forward 

by  electric  motors  until 
the  ladle  has  been  filled 
with  75  tons  of  hot 
metal,  when  it  is  again 
restored  to  the  level 
position.  The  crane 
then  conveys  the  ladle 
with  its  hot  metal  to 
the  ingot  moulds  in 
which  the  steel  is  al- 
lowed to  cool;  after 
which  the  moulds  are 
stripped  from  the  in- 
gots. The  ingots  are 
then  carried  as  needed 
to  the  soaking  pits  to 
be  heated  preparatory 
to  the  process  of  roll- 
ing into  finished  prod- 
ucts. 

As  only  about  one- 
third  of  the  contents  of 
the  furnace  is  poured 
at  one  time  and  as 
the  pour  must  be 
made  without  waste, 
the  operation  of  tilt- 
ing must  be  conducted  very  carefully  and  provision  must 
be  made  for  tilting  the  furnace  back  to  its  normal  position 
promptly  when  the  ladle  is  sufficiently  filled.  If  any  hitch  should 
occur  at  this  crucial  step,  it  would  be  likely  to  result  in  the  loss  of  a 
considerable  portion  of  the  charge  before  the  trouble  could  be  lo- 
cated and  rectified.  For  this  reason  the  tilting  machinery  and  the 
device  by  which  it  is  actuated  and  controlled  form  an  exceedingly 
important  factor  in  the  construction  and  operation  of  such  furnaces. 


FIG.  2 — VIEW  IX  BUILDING  No.  3  SHOWING 
POURING  EXD  OF  OPEN  HEARTH  FURNACE  AND 
100  TON  CRANE  EQUIPPED  WITH  AUTOMATIC 
MAGNET   SWITCH  CONTROLLERS 

The  ladle  is  used  to  convey  the  mct.d 
from  the  furnace  at  the  right  of  tlie  il- 
lustration to  the  ingot  moulds. 
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Formerly  hydraulic  power  was  used  to  operate  the  tilting  ma- 
chinery, but  recently  electric  motors  have  come  into  use  for  this 
purpose.  In  this  particular  instance  the  use  of  motors  was  de- 
cided upon  on  account  of  the  elimination  of  trouble  which  might  be 
experienced  if  the  water  in  the  pipe  lines  leading  to  the  hydraulic 
cylinders  should  freeze,  and  also  by  reason  of  the  necessity  for  ex- 
act parallel  operation  of  the  tilting  macliinery  at  each  end  of  the 
furnace  in  order  to  avoid  twisting  stresses  in  the  furnace  structure. 
A  front  view  of  one  of  the  furnaces  and  the  tilting  machinery 


FIG.   3 — VIEW   OF   CHARGING   SIDE   OF  OPEN    HEARTH    FURNACE 
AT   JONES    &    LAUGHLIN    STEEL   CO.,   PITTSBURG 

The  ladle  is  moved  to  position  before  one  of  the 
charging  doors  by  means  of  the  shifting  engine  and  is 
tipped  by  means  of  the  overhead  crane. 


is  shown  in  Fig.  4.  The  foundations  of  the  furnaces  are  of  con- 
crete sunk  about  40  feet  below  the  fioor  level  and  capped  at  each 
end  of  each  furnace  by  bed-plates.  These  plates  form  tracks  or 
runways  for  two  series  of  steel  rollers  which  support  the  entire 
weight  of  the  tilting  portion  of  the  furnace.  On  each  set  of  rollers 
rests  a  box  girder  built  of  I-beams  which  in  turn  supports  seg- 
mental castings  forming  the  supports  for.  the  furnace.  Owing  to 
the  curved  shape  of  these  castings  the  furnace  will  be  tilted  by  any 
lengthwise  motion  of  the  box  girders.  Motion  of  the  furnace  except 
around  the  desired  axis  is  prevented  by  large  flanged  rollers  jour- 
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nailed  in  bearings  supported  directly  from  the  foundation  and  lo- 
cated at  the  front  and  rear  on  the  center  lines  of  the  end  supports, 
as  shown  in  Fig.  4.  This  construction  definitely  fixes  the  center  of 
rotation  relative  to  the  stationary  parts  and  thus  facilitates  the  ar- 
rangement of  the  inlet  and  outlet  ports  at  the  ends  of  the  furnace 
through  which  the  gas  and  air  are  introduced  from  the  re-heater 
and  drawn  oft'  after  combustion  has  taken  place  above  the  surface 
of  the  metal.  A  steel  screw  is  journalled  in  bearings  between  each 
pair  of  I-beams  forming  a  box  girder  and  held  by  thrust  bearings 


FIG.   4 — VIEW    SHOWING    ARR.\NGEMENTS   FOR   TILTING   OPEN    HEARTH. 

FURNACE 

SO  that  no  lengthwise  motion  can  take  place.  The  screw  engages 
a  nut  wdiich  is  trunioned  to  the  I-beams  so  that  when  the  screw  is 
rotated  the  girder  is  moved  forward  and  backward,  depending  upon 
the  direction  of  rotation  of  the  screw.  Two  motors  are  connected 
to  one  end  of  each  of  these  screws  as  shown  in  Fig.  5.  By  operating 
these  two  sets  of  motors  the  furnace  may  be  tilted  in  either  direc- 
tion ;  when  the  motors  are  started  forward  the  girders  are  moved 
inward  thereby  tilting  the  furnace  forward;  by  reversing  the  motors 
the  furnace  may  be  tilted  backward. 

The  motors   each   have  a   ca])acity  of  30   horse-power  at  220' 
volts  and  are  connected  two  in  parallel  to  each  screw.     The  four 
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motors  are  operated  and  controlled  by  an  automatic  magnetic 
switch  controller,  Fig.  6,  provided  with  two  master  switches  and 
an  interlocking  switch.  Each  master  switch  is  so  connected  that 
when  its  handle  is  turned  in  one  direction  the  furnace  is  tilted,  and 
by  reversing  the  furnace  may  be  restored  to  the  normal  level  posi- 
tion. One  of  the  master  switches  is  located  on  the  front  side  of  the 
furnace  so  that  the  operator  will  be  in  a  position  to  watch  the  pour- 
ing of  the  cast.  The  other  master  switch  is  at  the  rear  where  the 
operator  can  watch  the  tilting  of  the  furnace  to  run  off  slag  and 
facilitate  charging  with  hot  metal.  The  interlocking  switch  is  so  ar- 
ranged that  only  one  master  switch  is  in  circuit  at  one  time.  This 
makes  it  impossible  for  two  operators,  located  at  the  respective  mas- 


FIG.    5 — DETAILS    OF    TILTING    AkUAi\(.,hi\l  ;-,in  L     L  ,M)i  R    ONE    END    OF 
FURNACE,    SHOWING   MOTORS 

ter  switches  on  the  opposite  sides  of  the  furnace  and  out  of  view 
of  each  other,  to  operate  both  switches  at  the  same  time. 

Referring  to  the  diagram  of  connections  of  the  outfit,  Fig.  7,  it 
may  be  seen  that  the  armatures  of  motors  i  and  2  are  connected  in 
parallel  and  included  in  the  circuit  with  a  series  limit  relay,  A,  and 
a  starting  resistance,  Rr,-Ri.  The  armatures  of  motors  5  and  4  are 
similarly  inter-connected  with  a  relay,  B,  and  a  resistance  R\-R\. 
The  fields  of  all  four  motors  are  connected  in  parallel,  as  shown. 
When  it  is  desired  to  tilt  the  furnace  forward  at  minimum  speed, 
the  handle  of  the  master  controller  No.  i,  for  example,  is  thrown 
to  the  forward  contact  U-i.  In  the  diagram,  the  interlocking 
switch  is  shown  as  a  "developed"  drum  controller,  all  shaded  rec- 
tangular contacts  being  mounted  on  the  drum  and  moving  with  it. 
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With  it  set  in  position  C,  magnet  switches  2  and  4  will  close  and 
current  will  pass  from  the  positive  line  to  contact  .S',  on  switch  2, 
through  the  four  fields  to  5*1  on  switch  4,  then  through  the  starting 
resistances,  limit  relays  and  motor  armatures  to  the  negative  line. 
The  motors  will  now  run  at  lowest  speed  forward. 

To  obtain  moderate  acceleration,  the  handle  of  master  switch 
No.  I  is  thrown  to  contact  2,  when  switches  5  and  5a  will  close  and 
cut  out  sections  i?o-/?i  and  R'.,-R\  of  the  starting  resistance.    This 

operation  may  be  continued,  if 
desired,  until  all  of  the  starting 
resistance  is  cut  out  or,  as  is  cus- 
tomary, the  master  switch  handle 
may  be  thrown  from  the  off  posi- 
tion to  full-on  (contact  5),  and 
the  motors  will  automatically  ac- 
celerate to  full  speed  as  follows : 
Line  switches  2  and  4  close  first, 
as  already  mentioned,  and  the 
motors  start.  The  starting  cur- 
rent is  sufficient  to  lift  the  relays 
A  and  B  and  open  circuits  33-34 
and  51-52.  As  the  motors  ac- 
celerate the  current  decreases 
until  the  relays  drop  and  again 
bridge  the  contacts  33-34  and 
51-52.  Switches  5  and  5a  then 
close  and  cut  out  sections  R.-R^ 
and  R'o-R\  of  the  starting  re- 
sistance, wdiich  causes  a  current 
rise  sufficient  to  again  lift 
the  relays.  When  the  current 
reaches  the  normal  value  the  relays  drop  and  switches  6  and  da 
close,  thereby  short-circuiting  sections  R^-R^  and  R\-R\  of  the 
starting  resistance,  lifting  the  relays  and  accelerating  the  motors  to  a 
still  higher  speed.  When  the  current  peak  caused  by  the  closing  of 
these  switches  has  passed,  the  relays  drop  and  the  cycle  is  automat- 
ically continued  until  switches  6"  and  8,,  have  been  closed  and  the 
motors  are  connected  across  the  line  and  running  at  normal  speed. 

The  motors  are  reversed  by  throwing  the  master  switch  han- 
dle to  the  reverse  position,  when  switches  /  and  3  will  close,  instead 
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of  2  and  4,  which  remain  open,  and  the  current  passes  from  tlie 
positive  line  to  contact  S-^  on  switch  /;  through  the  four  fields  in  the 
reverse  direction  to  S^  on  switch  5;  then  through  the  resistances, 
relays  and  armatures  to  the  negative  line. 

The  relays  A  and  B  are  so  wound  that  they  will  respond  to 
small  variations  from  normal  current,  and  are  accurately  adjusted 
for  uniform  load.  If  the  motors  do  not  possess  the  same  inherent  ac- 
celerating characteristics,  i.  e.,  if  one  set  has  a  tendency  to  run  ahead 
of  the  second  and  take  a  greater  current  from  the  line,  the  relay 
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■eiG.  7 — DIAGRAM  OF  CONNECTIONS  OF  MOTORS  OPERATING  TILTING  FURNACE, 
MASTER  CONTROLLERS,  DOUBLE-THROW  INTERLOCKING  SWITCH,  AND  STARTING 
AND   REVERSING    MAGNET    SWITCHES. 

governing  the  first  set  will  lift  and  prevent  further  acceleration  un- 
til the  second  set  has  had  a  chance  to  catch  up,  thus  obviating  the 
possibility  of  torsional  stresses  in  the  framework  of  the  furnace, 
.due  to  unequal  operation  of  the  two  sets  of  tilting  mechanisms. 
Moreover,  in  order  to  obviate  any  possibility  of  similar  trouble  in 
case  the  two  ends  of  the  furnace  require  different  amounts  of  driv- 
ing power  as  a  result  of  unequal  friction  or  mechanical  imperfec- 
tion, motors  /  and  3  are  geared  to  the  tilting  mechanism  at  one  end. 
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and  motors  2  and  4  to  that  of  the  other.  In  this  way  the  current 
through  each  relay  is  proportional  to  the  load  at  both  ends  of  the 
furnace  so  that  each  relay  takes  one-half  of  the  total  load. 

With  the  interlocking  switch  set  in  position  D,  Fig.  7,  it  will 
be  apparent  from  the  diagram  that  the  operation  of  the  control  cir- 
cuits from  master  switch  No.  2  will  be  the  same  as  that  described  in 
connection  with  master  switch  No.  /.  By  tracing  the  circuit  from 
the  point  of  connection  to  the  positive  line,  it  w'ill  be  seen  that  there 
is  a  connection  to  the  contact  on  the  interlocking  switch  marked  -\-. 
When  this  is  thrown  to  position  D,  contact  is  made  between  -|-  and 
-f-n,  the  latter  being  connected  with  -{-  on  master  switch  No.  2. 
When  the  handle  of  master  switch  No.  2  is  thrown  to  the  position 
5  and  U,  current  passes  from  -|-  to  U ;  thence  to  Un  and  U  on  the 
interlocking  switch ;  from  this  contact  to  the  magnet  switch  inter- 
locking contacts  13-14  and  7-d;  to  coils  Co  ^  and  Cg  5  on  switches 
4  and  2;  to  interlock  contacts  18  and  ip  on  switch  8;  to  36-^/  on 
switch  (S'a  and  from  here  to  the  negative  line. 

When  magnet  switches  2  and  4  close,  the  control  circuit  is  set 
for  switches  5  and  5a,  the  circuit  again  being  from  the  positive  line, 
through  the  interlocking  switch,  to  the  master  controller  contacts 
-j-  and  2;  then  back  again  to  the  interlocking  switch,  contacts  2^  and 
2;  to  the  starting  switch  interlock  contacts  12  and  p;  to  coil  C^^  m 
on  switch  5  and  C05  og  on  switch  5a;  to  interlock  contacts  30-31  and 
48-4P,  respectively,  on  these  switches ;  through  the  relay  contacts  A 
and  B,  and  finally  to  the  negative  line.  When  these  switches  close 
the  control  circuit  is  set  for  switches  6  and  da-  The  control  circuits 
for  the  remaining  switches  may  be  traced  in  a  similar  manner,  con- 
sidering the  master  switch  contacts  -f-  and  4  for  closing  accelerating 
magnet  switches  7  and  7a  and  finally  considering  contacts  +  and  5 
for  closing  switches  8  and  8^- 

In  case  too  heavy  a  current  is  drawn  by  the  motors  when 
switches  5  and  5a  are  closed  and  the  resultant  peak  lifts  relays  A 
and  B  these  accelerating  switches  do  not  drop  out,  for  the  reason 
that  with  series  limit  acceleration  each  resistance  switch  is  provided 
with  a  transfer  or  holding-in  circuit  as  follows :  When  magnet 
switch  5  is  in,  the  circuit  is  changed  from  30-31  and  33-34  to  30  and 
2g,  etc.,  and  then  to  the  negative  line  ;  that  is,  after  a  given  accelerat- 
ing magnet  switch  (excepting  7  and  7a)  is  once  closed,  the  accelerat- 
ing relay  has  no  further  efifect  upon  its  operation  until  the  entire 
operation  is  agaf*^".  repeated. 


PROFITABLE  DAY  LOADS  FOR  THE  CENTRAL 
STATION 

S.    A.    FLETCHER  i 

THE  habit  of  electric  living  which  follows  the  introduction  of 
electrical  devices  for  domestic  convenience  and  use  among 
the  customers  of  electric  light  companies  is  significant,  both 
from  the  point  of  view  of  the  general  public  and  that  of  the  central 
station.  It  is  a  matter  of  education  and  expansion.  Little  by  little 
from  the  use  of  a  small  amount  of  current  for  lighting  for  a  short 
time  in  the  evening  to  the  use  of  current  for  numerous  motors  and 
heating  devices,  principally  through  the  day,  the  advance  is  con- 
tinued. Jt  is  notable  that  the  average  person  must  be  shown  the 
practical  utility  of  the  various  devices  offered.  He  is  not  apt  to 
follow  of  his  own  accord  the  directions  laid  down  in  alluring  ad- 
vertisements either  in  a  newspaper  or  in  an  attractive  circular,  al- 
though these  may  prove  beyond  peradventure  how  greatly  his  own 
interests  will  be  furthered  by  acquiring  and  using  the  various  con- 
veniences which  are  presented.  Human  nature  does  not  work  this 
way.  It  requires  something  additional.  This  is  shown  by  the 
rapidity  with  which  certain  electrical  habits  are  acquired  after  a 
sample  has  been  presented  and  a  trial  has  been  made.  This  is  nota- 
bly demonstrated  in  the  case  of  the  electric  iron,  in  which  some 
central  stations  have  developed  an  extensive  use  by  placing  sample 
irons  with  thousands  of  their  customers  and  encouraging  their  use 
on  trial  for  a  few  months. 

The  development,  during  the  past  few  years,  of  devices  for  the 
domestic  use  of  electricity  is  one  of  the  notable  commercial  ad- 
vances in  the  electrical  business.  It  means  much  for  convenience 
and  completeness  of  home  life  and,  on  the  other  hand,  it  has  a  vital 
importance  to  the  central  station.  No  intelligent  person  raises  any 
question  as  to  whether  a  central  station  should  or  should  not  have 
a  day  load,  but  the  problem  which  confronts  the  central  station 
manager  is  how  to  obtain  the  day  load.  The  day  load  may  be  car- 
ried with  practically  no  increase  in  fixed  charges  and  only  a  trifling 
and  almost  inappreciable  increase  in  operating  expenses.  Hence, 
the  income  from  the  day  load  goes  almost  entirely  to  increase 
the  profit.  It  is  therefore  good  business  for  the  central  station  to 
conduct  the  educational  campaign  which  will  cultivate  the  habit  of 
electric   living  and  it  may,  on  the  other  hand,  have  the   satisfac- 
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tion  of  feeling  that  this  is  a  truly  missionary  function  in  bringing 
comfort  and  convenience  and  ease  to  the  modern  home.  Many  of 
the  fields  of  the  present  application  of  electricity  in  lighting  and  in 
the  application  of  power  to  various  industries  have  come  about 
through  the  missionary  activities  of  electrical  pioneers  who  have 
made  a  common  cause  of  the  interests  of  the  prospective  customer 
and  of  themselves. 

In  modernizing  the  methods  of  the  home  and  the  shop,  the 
small  factory  and  the  large  industry,  it  is  essential  that  attention  be 
given  not  only  to  the  characteristics  of  electrical  devices  and  of  the 
operations  which  they  are  to  perform,  but  also  to  human  nature  as 
presented  by  the  prospective  customer. 

The  following  are  some  of  the  fields,  both  domestic  and  com- 
mercial, which  are  particularly  attractive  as  applications  of  electric 
current,  at  the  same  time  serving  to  accelerate  the  speed  of  the  sta- 
tion w^attmeter  during  the  daylight  hours : 

First  there  is  the  electric  flatiron,  already  mentioned.  These 
irons  have  been  introduced  with  marked  success  in  many  localities. 
Wdien  placed  in  homes  on  trial,  after  first  having  been  demonstrated, 
the}'  speedily  make  friends,  especially  in  hot  weather.  Tuesday  is 
a  particularly  good  day  for  the  distribution  and  demonstration  of 
irons.  If  the  meter  reader  or  solicitor  will  enquire  every  month  or 
so  if  all  the  apparatus  is  entirely  satisfactory,  the  central  station 
may  be  kept  in  close  touch  with  the  consumer  and  opportunities  will 
often  be  found  for  placing  new  labor-saving  and  current-consum- 
ing devices. 

The  sewing  machine  motor  is  an  excellent  means  of  introducing 
electric  devices  in  the  home.  While  it  uses  very  little  current,  it  is 
such  a  source  of  satisfaction  to  the  user  that  it  leads  to  the  adoption 
of  other  electric  devices.  It  also  serves  as  a  constant  reminder  to 
the  business  man  that  electric  power  in  his  factory,  store  or  office 
is  the  best  possible  power  for  operating  all  sorts  of  machines.  The 
introduction  of  these  motors  among  dressmakers  and  seamstresses 
is  particularly  easy,  as  they  find  that  the  little  motors  enable  them  to 
do  considerably  more  work  in  a  day.  The  loan  of  one  to  a  church 
sewing  circle  is  a  particularly  good  means  of  advertising. 

A  device  which  helps  in  the  easy  preparation  of  a  meal  directly 
on  the  table  is  the  electric  toaster.  That  type  of  toaster  on  which 
several  kinds  of  cooking  may  be  accomplished  is  more  easily  intro- 
duced than  any  other. 

Then  there  are  luminous  radiators,  shaving  mugs,  coft'ee  per- 
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colators,  silver  buffing  motors,  washing  machine  motors  and  many 
more  apphances  which  may  be  introduced  in  residences. 

A  recent  development,  which  is  bringing  in  considerable  reve- 
nue to  the  central  stations,  is  vacuum  cleaning.  Within  the  past 
year  or  two  a  great  number  of  devices  have  been  placed  on  the 
market  for  residence  vacuum  cleaning.  The  vacuum  cleaning  prin- 
ciple has  certainly  come  to  stay  because  the  public  appreciates  the 
advantages  of  taking  the  dirt  out  instead  of  merely  stirring  it  up. 
The  cleaners  have  become  so  attractive  to  manufacturers  that  a  small 
army  of  hand  operated  devices  are  appearing  which  promise  to 
find  a  ready  field  among  residences  unless  the  central  station  is 
active  in  promoting  the  sale  of  motor-driven  devices  or  at  least 
their  use  by  renting  them  to  their  customers  at  a  reasonable  price 
for  the  service.  The  motors  are  all  operated  from  the  lighting  cir- 
cuits. 

The  opportunities  for  the  sale  of  power  among  manufactur- 
ers are  dependent  upon  the  community  served  by  the  central  station, 
but  there  are  practically  no  territories  where  some  possibilities  do 
not  exist. 

One  application  which  offers  a  good  load  is  the  pumping  of 
v/ater  for  the  city,  for  manufacturers  or  for  residence  service.  Not 
infrequently  special  fire  service  mains  are  supplied  with  water  from 
central  station  driven  pumps,  or  sewage  is  pumped  in  periods  of 
high  water  by  special  plants.  Hydraulic  elevators  are  often  sup- 
plied with  water  from  central  station  driven  pumps.  In  many  cases 
these  pumps  may  be  controlled  automatically  by  special  float  or 
pressure  regulators  which  will  eliminate  all  special  attendance  of  an 
engineer. 

The  development  of  the  day  load  may  be  carried  on  very 
readily  among  blacksmiths  and  others  who  require  forge  fires,  as 
electrically  driven  blowers  furnish  a  better  supply  of  air  than  is 
possible  by  hand.  The  load  is  not  large,  but  is  on  practically  all 
day. 

A  similar  steady  load  which  lasts  all  day  is  furnished  by  cash 
carriers  in  department  and  other  stores,  where  small  motors 
operate  the  carrier  systems  directly  or  by  an  air  compressor  and 
pneumatic  tubes.  A  moderate  sized  store  of  several  departments 
on  one  floor  would  take  about  a  quarter  or  half  horse-power  motor. 

A  particularly  good  load  in  the  summer  months,  when  the  con- 
sumption for  light  is  decreased,  is  furnished  by  electrically  operated 
refrigera*'ing  machines.   These  are  used  by  druggists,  grocers,  butch- 
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ers,  cafes,  restaurants,  hotels,  and  in  large  residences.  The  com- 
pressors operate  either  24  hours  or  ten  hours  per  day.  If  desired, 
special  arrangements  may  be  made  to  keep  the  load  off  the  peak. 
The  size  of  motor  required  varies  according  to  the  amount  of  space 
to  be  cooled  and  the  length  of  time  the  compressor  is  to  be  run. 
For  a  500-pound  refrigeration  set  to  be  run  24  hours  and  produce 
the  equivalent  of  melting  500  pounds  of  ice,  a  one  or  one  and  one- 
half  horse-power  motor  would  be  used.  If  the  same  amount  of 
refrigeration  were  to  be  obtained  by  running  one-half  the  time,  a 
larger  com.pressor  would  be  required  with  a  two  horse-power  motor. 
Such  a  compressor  would  maintain  a  room  8  by  10  by  10  feet  at  a 
temperature  of  approximately  40  degrees  F.  There  is  a  distinct 
economy  in  using  these  machines  except  in  the  smallest  sizes. 
But  in  all  cases  the  elimination  of  the  dirt  and  general  nuisance 
connected  with  the  supply  of  ice  proves  a  strong  factor  in  effecting 
the  sale  of  this  type  of  apparatus. 

General  machine  and  repair  shops  offer  an  excellent  field  for 
the  sale  of  power,  as  the  application  of  motors  to  machine  tools,  if 
pr'-perly  made,  increases  the  productive  capacity  of  the  tools.  If 
an  inexpensive  installation  is  desired,  the  group  system  of  drive  is 
employed  and  the  line  shafts  already  installed  driven  by  motors.  It 
is  preferable  to  reduce  the  lengths  of  the  longer  shafts  and  thereby 
reduce  the  friction  loss.  For  some  of  the  tools  individual  adjust- 
alile  speed  motors  are  far  preferable,  as  for  lathes,  drills,  boring 
mills  and  others,  so  that  direct-current  motors  are  necessary.  For 
group  drive  the  squirrel  cage  induction  motor  is  entirely  satisfactory. 
The  connection  of  an  individual  motor  to  each  machine  tool  is  the 
method  recommended  for  new  installations  as  it  permits  the  loca- 
tion of  the  machines  wherever  the  manufacturing  sequence  requires 
without  reference  to  the  power  supply.  This  permits  of  the  utiliza- 
tion of  space  otherwise  wasted  and  reduces  the  handling  of  ma- 
teria! to  the  minimum. 

\'entilating  and  exhaust  fans  are  being  more  and  more  de- 
manded for  all  places  where  people  congregate,  as  in  schools,  halls, 
theaters,  churches,  as  well  as  in  factories  where  fumes  and  smoke 
are  present,  and  in  other  places  where  the  air  needs  constant  re- 
newing. These  ventilating  fans  run  often  as  much  as  ten  hours 
each  day.  The  size  of  motor  required  is  dependent  upon  the  amount 
of  air  to  be  handled  and  can  be  easily  obtained  from  any  manufac- 
turer of  fans.  Shunt  motors  or  squirrel-cage  induction  motors  are 
ordinarily  employed. 
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In  every  central  station  territory  one  or  more  printing  estab- 
lishments may  be  found  where  motors  can  be  installed  to  drive 
printing  presses,  job  presses,  stitchers,  punches,  etc.  The  conven- 
ience of  electric  motor  drive  is  one  of  the  most  important  reasons 
for  equipping  such  plants  electrically  as  each  press  may  be  entirely 
independent  of  all  others  and  this  is  impossible  with  mechanical 
drive.  The  individual  motor  system  is  used  exclusively  on  all  up-to- 
date  installations  in  preference  to  group  drive.  If  direct-current  is 
available  shunt  and  compound  motors  are  used,  the  latter  where 
the  starting  conditions  are  severe  or  where  the  motor  is  liable  to 
sudden  overloads  as  in  a  paper  shear.  Alternating-current  motors 
are  used  frequently  with  wound  secondaries  to  obtain  dif^ferent 
speeds  for  various  classes  of  work.  Direct-current  motors  with 
armature  and  field  control  are  also  used.  The  use  of  glue  pots, 
electrically  heated  bookbinders'  tools,  metal  heaters  for  monotype 
and  linotype  machines,  and  a  number  of  other  heating  devices  adds 
materially  to  the  day  load  of  the  station.  One  of  the  latest  devices 
in  a  minute  and  forty-five  seconds  under  an  almost  instant  heat  of 
300  degrees,  which  may  be  raised  to  500  or  even  600  degrees  in 
emergency.  It  formerly  took  from  12  to  24  minutes  for  this  opera- 
tion. In  this  case  the  saving  in  time  in  getting  out  a  big  newspaper 
makes  the  electric  drier  a  very  valuable  feature  regardless  of  ex- 
pense. 

P"ew  communities  are  without  a  planing  mill  or  some  sort  of 
woodworking  establishment  for  the  preparation  of  material  for 
carpenters,  building  contractors,  etc.  These  plants  are  good  pros- 
pects for  electrical  power  from  the  central  station,  although  the 
load  may  be  rather  irregular.  In  a  new  plant  a  considerable  reduc- 
tion in  the  investment  is  effected  by  buying  power ;  in  an  old  plant 
it  frequently  happens  that  electric  power  may  be  put  in  when  some 
change  becomes  necessary,  such  as  the  replacement  of  a  boiler  or 
an  engine,  or  the  addition  of  a  new  machine  which  would  overload 
th>t  engine.  The  refuse  may  frequently  be  baled  or  sold  for  nearly 
as  much  as  the  cost  for  power.  Low  pressure  boilers  are  used  for 
the  kilns  and  for  heat  in  the  winter,  and  if  desired  the  refuse  may 
be  burned  for  these  months.  Frequently  the  cost  of  electric  power 
will  be  less  than  the  wages  formerly  paid  to  an  engineer  to  run  the 
steam  plant.  If  the  plant  uses  shaving  collectors  the  load  will  be  a 
particularly  profitable  one  for  the  central  station,  as  the  blowers 
run  steadily  all  day  long.     Auxiliaries  in  the  shape  of  electrically 
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heated  glue  pots  are  often  overlooked  in  woodworking  plants.  It  is 
a  steady  load  for  practically  the  full  day. 

The  only  motors  which  are  ordinarily  considered  for  wood- 
working plants  are  the  short-circuited  secondary  induction  type. 
For  some  machines  with  large  starting  torque  the  wound  second- 
ary type  of  motor  is  used.  An  occasional  installation  is  made  using 
shunt  and  compound-wound  direct-current  motors,  but  in  these 
cases  it  is  necessary  to  enclose  the  motors  to  keep  out  dust  and 
shavings. 

There  are  a  great  many  more  applications  of  a  general  nature, 
such  as  coffee  grinders,  meat  grinders  for  grocers  and  butchers, 
adding  machines  for  banks,  mercantile  establishments,  horse  groom- 
ers  for  livery  and  other  stables,  small  air  compressors  and  pumps 
for  druggists  and  doctors,  which  may  be  secured  if  a  little  time  is 
spent  in  studying  the  requirements  of  the  individual  cases. 

There  are  many  industries  which  are  of  a  more  or  less  special 
nature  so  that  a  central  station  may  have  but  one  in  the  entire  ter- 
ritory in  which  case  the  advice  and  assistance  of  motor  manufac- 
turers may  be  employed  very  successfully  as  their  experience  cov- 
ers a  very  wide  territory  and  puts  them  in  a  position  to  advise  on 
motor  applications  of  every  description. 
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PARALLELING  DIRECT-CURRENT  GENERATORS 

SOME  time  ago  the  writer  was  called  to  an  isolated  plant  to 
find  out  why  two  direct-current  generators  would  not  run  in 
multiple.    The  machines  were  both  of  75  kw  capacity  direct- 
connected  to  high  speed  automatic  engines  and  had  been  in  service 
some  time  and  had  been  regularly  operated  in  parallel  on  the  same 
bus-bars.    The  plant,  located  in  a  small  theater  building,  was  in  charge 
of  a  very   inferior    engineer  and  had  no  proper    switchboard    or 
meters.     On  questioning  the  engineer  nothing  could  be  learned  ex- 
cept that  the  machines  would  run  perfectly  and  deliver  normal  out- 
put separately  but  would  not  run  in  parallel.     The  engineer  insifted 
that  nothing  unusual  had  happened  and,  as  is  usually  the  case,  re- 
marked that  No.  2  machine  never  was  any  good  and  was  the  one 
that  made  the  trouble.    The  plant  was  not  ordinarily  run  daring  the 
daytime,  such  light  as  was  needed  being  furnished  by  connecting  the 
city  lighting  circuit  to  the  bus-bars.    As  the  engine  room  was  lighted 
by  open  arc  lamps,  it  occurred  to  the  writer  that  some  data  could  be 
obtained  and  conclusions  drawn  without  "Mr.  Engineer"  being  any 
the  wiser.    One  machine  was  started  and  connected  to  the  bus-bars. 
The  station  arc  circuit  was  then  connected  to  the  bus-bars  and  it  was 
observed  that  the  crater  of  the  arc  in  a  nearby  lamp,  which  could  be 
observed,  was  in  the  proper  carbon,  the  light  being  thrown  down- 
ward.    The  machine  was  then  disconnected  and  the  second  machine 
connected  to  the  bus-bars  and  lights  in  the  same  way,  when  it  was 
noticed  that  the  crater  was  reversed.     It  was  thus  evident  that  the 
second  machine  had  been  reversed,  although  it  was  difficult  to  ac- 
count for  this.     Both  machines  were  now  running  and  No.   i   was 
again  connected  to  its  load.    The  armature  leads  of  No.  2  were  dis- 
connected and  a  "testing  circuit"  of  lamp  cord  was  connected  to  its 
field  to  reverse  the  polarity  which  had  first  been  tried  privately  with 
pocket  compass.    The  armature  leads  were  then  reconnected  and  No. 
2  was  tried  again  on  the  arc  circuit,  now  showing  proper  polarity. 
The  engineer  was  all  this  time  airing  his  grievances  against  this  No. 
2  machine  as  having  weak  insulation,  sparking,  taking  extra  steam, 
etc.,  etc.     Without  informing  him  that  anything  had  been  done  to 
correct  matters,  he  was  met  with  a  flat  statement  that  the  machine 
was  all  right  and  that  the  two  machines  would  run  together  and 
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before  he  had  fully  recovered  his  breath  they  were  doing  so,  having 
been  quietly  switched  together  by  the  writer.  The  entire  absence  of 
any  voltmeters  or  ammeters  prevented  any  investigation  of  the  rea- 
sons for  this  reversal  of  field. 

The  machines  were  shut  down  and  the  city  lighting  circuit 
thrown  on.    The  arc  light  was  then  observed  to  burn  reversed. 

The  engineer  was  already  in  a  somewhat  penitent  frame  of 
mind  and  became  absolutely  tame  when  told  that  the  whole  trouble 
was  due  to  his  carelessness  in  throwing  city  power  on  the  bus-bars 
without  disconnecting  No.  2  machine.  As  he  already  had  a  guilty 
conscience  in  regard  to  such  an  incident  this  proved  the  final  straw. 
Further,  he  was  informed  that  a  suitable  switchboard  would  have 
prevented  such  an  incident  and  that  a  voltmeter  would  have  at  once 
indicated  the  reversed  polarity.  The  result  of  this  incident  was  that 
an  order  was  placed  for  an  up-to-date  switchboard. 


MEETING  EMERGENCIES 
C.  R.  DOOLEY 

WHILE  it  is  never  a  practice  to  be  recommended,  it  some- 
times appears  to  be  necessary  to  operate  125  volt  direct- 
current  motors  from  550  volt  circuits.  Such  an  arrange- 
ment was  recently  used  where  it  was  desired  to  operate  an  air  pump 
and  only  a  125  volt  motor  and  a  500  volt  circuit  were  available.  The 
air  pump  was  used  to  maintain  an  air  pressure  of  about  25  lbs.  per 
square  inch,  and  hence  it  was  very  desirable  that  the  operation  of 
the  motor  be  made  automatic  so  that  it  would  start  up  and  run  as 
long  as  was  necessary  to  keep  up  the  pressure  and  then  be  stopped 
until  the  pressure  dropped.  An  automatic  switch  was  arranged  so 
that  it  would  close  the  motor  circuit  when  the  air  pressure  dropped 
below  20  lbs.  and  would  open  the  circuit  when  the  pressure  reached 
30  lbs.  The  check  valve  was  only  about  ten  feet  from  the  pump  and 
thus  the  motor  was  required  to  exert  nearly  full-load  torque  at  start. 
In  order  to  determine  the  resistance  required  to  operate  the 
motor  on  the  higher  voltage  the  motor  was  taken  to  a  place  where  it 
could  be  operated  under  its  normal  load  from  a  125  volt  circuit,  and 
readinge  were  taken  of  the  field  current  and  armature  current  by 
placing  meters  temporarily  in  the  circuit.  With  this  information  it 
was  a  simple  matter  to  determine  that  approximately  normal  cur- 
rent would  flow  w^hen  the  motor  was  placed  on  the  500  volt  circuit 
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with  a  resistance  of  lOO  ohms  in  the  armature  circuit  and  500  ohms 
in  the  field  circuit. 

These  resistances  were  procured  and  placed  in  position  and  the 
motor  started  and  apparently  everything  was  satisfactory.  The  fol- 
lowing, however,  illustrates  in  a  general  way  the  sort  of  unexpected 
trouble  that  the  electrician  is  continually  meeting.  The  expert  of 
long  experience  will  avoid  many  troubles  through  his  superior 
knowledge,  but  such  knowledge  cannot  be  acquired  in  a  day  nor  can 
it  be  secured  from  text  books.  The  motor  started  and  apparently 
was  running  as  well  as  could  be  expected.  When  full  pressure  in 
the  reservoir  was  reached,  the  automatic  cut-out  switch  operated, 
but  the  current  continued  to  flow  across  the  one-half  inch  switch 
gap  with  a  burning  arc.  It  was  then  seen  that  a  switch  suitable  for 
125  volts  would  not  work  on  a  500  volt  circuit.  It  was  suggested 
that  a  relay  be  used  or  that  the  switch  be  remodeled  so  that  it  would 
open  with  a  larger  gap.  This  would  have  involved  complete  re-de- 
sign. Finally  a  simple  series  blow-out  coil  was  arranged  by  mount- 
ing an  electro-magnet,  obtained  from  the  ruins  of  an  old  arc  lamp, 
near  the  switch  gap. 

Operation  for  a  short  time  revealed  the  fact  that,  with  the  re- 
sistance connected  in  series  with  the  armature,  the  motor  would  not 
give  sufficient  initial  torque  to  start  the  air  compressor  against  the 
twenty  pounds  pressure  in  the  supply  pipe,  especially  if  the  piston 
of  the  pump  had  stopped  at  the  beginning  of  the  pressure  stroke.  In 
other  words,  the  resistance  which  had  been  inserted  in  the  armature 
circuit  was  too  great  to  allow  sufficient  armature  current  to  flow. 
This  resistance  was  reduced  until  the  motor  would  start,  but  with 
this  combination  the  motor  attained  an  excessive  speed  and,  more- 
over, the  current  necessary  to  start  the  outfit  was  so  large  that  there 
was  danger  of  overheating  the  armature  resistance  box.  The  first 
decision  was  that  a  new  and  larger  resistance  box  be  obtained,  which 
would  have  meant  discarding  the  first  one,  costing  approximately 
eight  dollars,  and  purchasing  another  at  perhaps  twice  the  cost. 
It  was  also  suggested  that  a  smaller  pulley  be  used  on  the  motor 
shaft  but  this  would  have  resulted  in  reduced  operating  speed, 
though  it  might  possibly  have  permitted  the  motor  to  start  the  pump 
under  load.  However,  the  pulley  in  use  was  only  two  inches  in 
diameter  so  that  it  was  a  question  whether  the  belt  would  cling  to  a 
smaller  pulley.  As  is  usual,  the  simplest  and  best  remedy  was 
thought  of  last  of  all. 
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The  difficulty  was  avoided  rather  than  remedied.  A  relief 
valve  was  inserted  in  the  air  pipe  between  the  pump  and  the  check 
valve,  the  stem  of  the  relief  valve  being  connected  to  the  armature 
of  an  electro-magnet — (here  again  the  ruins  of  an  arc  lamp  furnish- 
ed the  necessary  magnet  parts).  The  magnet  was  mounted  on  the 
wall  directly  over  the  valve.  The  magnet  coils,  which  were  wound 
with  heavy  wire,  were  connected  in  series  with  the  motor  armature 
and  switch  blow-out  coil.  It  was  an  easy  matter  to  arrange  this  ap- 
paratus so  that  the  valve  would  be  closed  when  the  magnet  was 
energized  but  otherwise  would  remain  open.  The  operation  of  the 
whole  apparatus  was  then  as  follows :  As  soon  as  the  full  pressure 
is  reached,  the  automatic  switch  cuts  out;  the  relief  valve  opens, 
since  the  retaining  magnet  is  no  longer  acting ;  the  check  valve  pre- 
vents the  air  in  the  reservoir  from  escaping,  and  the  pump,  together 
with  about  ten  feet  of  pipe  between  the  pump  and  the  check  valve, 
is  entirely  relieved  of  back  pressure.  When  the  pressure  in  the 
reservoir  falls  to  20  pounds,  the  automatic  switch  closes,  and  allows 
current  to  flow  which  closes  the  relief  valve,  and  the  pump  starts 
under  practically  no  load.  The  capacity  of  the  pipe  from  the  pump 
to  the  check  valve  was  sufficient  to  allow  the  motor  to  attain  its 
speed. 

Sometime  after  the  ecjuipment  was  started  the  automatic  switch 
w^as  almost  totally  destroyed.  At  first  it  seemed  certain  that  some 
one  had  been  tampering  with  it,  as  the  damage  was  done  when  no 
one  in  charge  was  about  the  place.  Close  examination  revealed  the. 
fact  that  there  was  a  ground  on  the  line.  The  bracket  supporting  the 
automatic  switch  was  necessarily  grounded  through  the  air  pipe,  to 
which  it  was  attached  through  the  connection  to  the  controlling  dia- 
phragm. The  nose  of  the  blow-out  coil  had  worn  through  its  taped 
insulation  so  that  it  had  come  in  contact  with  the  switch  bracket  and 
therefore  was  grounded,  hence  the  accident.  The  switch  was  re- 
paired and  insulated  from  the  air  pipe  by  placing  an  insulated  gas 
pipe  coupling  in  the  pipe  line  just  below  the  controlling  diaphragm 
after  which  satisfactory  operation  was  resumed. 
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264 — Effect  of  Short-Circuit  on 
Separately  Excited  Field  of 
Alternator — If  a  short-cir- 
cuit occurs  on  a  line  to  which 
power  is  supplied  by  an  alter- 
nator, the  field  of  which  is  sep- 
arately excited  from  a  shunt 
generator,  what  reaction  will 
occur  in  the  alternator  field? 

A.    F.    E. 

The  self-induction  of  the  alternator 
will  limit  its  current  to  about  two  or 
three  times  the  full  load  value,  but 
the  power-factor  will  be  low.  This 
means  that  a  short-circuit  will  pro- 
duce sudden  and  strong-  demagnetiza- 
tion of  the  field,  which  will  result, 
through  transformer  action,  in  a  cor- 
responding sudden  rise  in  the  field 
current,  regardless  of  the  ordinary 
source  of  supply  of  the  field  excita- 
tion. See  also  No.  155  in  the  Oct., 
'c8,  issue.  H.  M.  s. 

265 — Power-Factor — The  armature 
of  an  alternator  is  hotter  than 
the  field  when  the  power-factor 
of  the  load  is  high.  The  field 
is  hotter  than  the  armature 
when  the  power-factor  is  low. 
Assuming  constant  load  with 
these  two  conditions,  what  is 
the  explanation?  What  is  the 
explanation  when,  light  or 
heavy  load  is  the  cause  of  low 
or  high  power- factor  in  the 
case  of  induction   motors? 

A.  F.  e. 
If  by  constant  load  is  meant  a  con- 
stant k.  V.  a.  output  {i.  e.,  both  the 
voltage  and  amperage  remaining  the 
same),  an  explanation  will  be  found 
in  No.  142  in  the  Journal  for  Sep- 
tember, '08.  If  constant  kw.  is  meant, 
the  lower  power-factor  will  mean 
more  armature  current,  and,  there- 
fore, more  armature  beating.  It 
would  be  inferred,  however,  from  the 
comparative    temperatures    of    arma- 


ture and  field  given,  that  constant 
current  output  is  meant  and  not  con- 
stant power,  the  percent  rise  in  tem- 
perature with  decrease  in  power-fac- 
tor, being  due  to  the  extra  excitation 
necessary  to  overcome  the  demagnet- 
izing efifect  of  the  lagging  (wattless) 
component  of  the  current.  In  the  case 
of  induction  motor  load  the  wattless 
component  is  largely  magnetizing 
current  for  the  motors,  and  is  practi- 
cally constant  for  all  loads,  although 
the  power-factor  decreases  as  the 
working  current  is  lowered.  The  de- 
magnetizing efifect  of  this  lagging 
component  will,  therefore,  remain 
constant,  and  the  only  increase  in 
field  current  required  with  increase  of 
load  will  be  that  needed  to  force  the 
required  working  current  through  the 
impedance  of  the  generator,  line  and 
motors.  In  connection  with  the  sub- 
ject of  Power-Factor  refer  to  Nos. 
78,  126-129  inclusive,  and   165. 

H.    M.    s. 

266 — Power-Factor — '(a) — In      case 
of  alternating  currents  supply- 
ing   inductive    loads,    does    the 
exciting  current   flow  in   phase 
with    the    e.    m.    f .  ?      (b) — In 
case  of  parallel  circuits  having 
different     inductances,     is     the 
current   in   each   circuit   apt  to 
have  a  dififerent  angle  of  lag? 
(c) — Why  is  it  that  by  chang- 
ing   the    excitation    of    a    syn- 
chronous motor  the  power-fac- 
tor  of  the   generator   is   made 
to  lag  or  lead?     How  does  the 
field    flux    change    the    power- 
factor?  J.  D. 
(a)     The  exciting  current  does  not 
flow  in  phase  with  the  e.  m.  f.     This 
explains  the  low  power-factor  of  an 
induction   motor  connected  to   a  line 
and  running  without  a  load.     Under 
such    conditions    the    current    drawn 
from  the  line  is  practically  all  excit- 
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ing  current,  (b) — Yes.  (c) — The 
voltage  is  fixed  by  that  of  the  line. 
The  speed  is  fixed  by  the  frequency 
of  the  circuit,  therefore,  the  net  ex- 
citation is  fixed.  The  lagging  com- 
ponent of  the  current  demagnetizes 
the  field,  and,  hence,  the  stronger  the 
field  the  greater  the  lag,  relative  to 
the  counter-e.m.f.  of  the  motor,  or 
lead,  relative  to  the  generator  e.  m.  f. 
In  a  corresponding  manner,  a  de- 
crease in  field  strength  of  the  motor 
requires  the  leading  component  of  the 
current  to  supply  the  discrepancy  and 
keep  the  net  excitation  constant.  See 
the  following  articles  in  the  Jour- 
nal: "Synchronous  Motors  for  Im- 
proving Power-Factor,"  and  edito- 
rial, Aug.,  1907,  p.  425 ;  also  "A 
Graphic  Calculator"  and  editorial, 
Nov.,  1907,  p.  627.  Refer  also  to 
No.  265.  H.  M.  s. 

267 — Transmission  Line  Losses — ■ 
With  two  three-phase  6  6oo-volt 
transmission  circuits,  transmit- 
ting 250  kw  over  a  distance  of 
12  miles,  how  much  greater 
will  be  the  inductive  loss  with 
the  three  lines  of  the  circuit 
arranged  in  the  form  of  a  24- 
in.  equilateral  triangle,  and  ar- 
ranged in  one  plane  on  a  single 
cross  arm  carrying  four  insu- 
lators, it  being  proposed  to  run 
the  three  lines  on  insulators  I, 
2  and  4  for  five  spans  and  on 
insulators  T,  3  and  4  on  the 
next  five  spans,  etc.,  so  that  the 
distance  between  the  middle 
wire  and  the  two  outside  wires 
will,  on  the  average,  be  equal. 
Insulators  i  and  2,  and  also  3 
and  4,  are  20  in.  apart,  and  in- 
sulators 2  and  3  are  i8-in. 
apart.  There  is  a  complete 
transposition  of  the  three  wires 
at  four  equidistant  points  upon 
the  line.  e.  b.  n. 

With  the  wires  on  a  single  cross 
arm,  the  loss  will  be  about  ten  percent 
greater  than  with  the  three  wires  at 
the  vertices  of  an  equilateral  triangle. 
The  inductive  loss  with  the  triangular 
arrangement  is  calculated  as  follows  : 
If  equal  currents  are  carried  in  the 
three  wires  A.  B  and  C,  the  induced 
e.  m.  f.  in  any  one  of  the  three  phases 
such,  for  example,  as  BC,  is  made 
up  of  two  components,  viz.,  that  due 
to  current  in  B  and  that  due  to  cur- 


rent in  C.  As  B  and  C  are  symetri- 
cally  located  with  respect  to  A  there 
is  no  e.m.f.  induced  by  the  current 
in  A.  The  e.  m.  f.  due  to  current  in 
B  at  25  cycles  is  approximately  0.0096 

log  — o-   volts  per  ampere  per  1,000 

ft.  of  line,  where  d  is  the  distance  be- 
tween B  and  C,  or  24  inches,  and  r 
is  the  radius  of  the  wire. 

In  order  to  get  numerical  values 
for  the  inductive  loss  by  the  two 
methods  of  transmission  it  is  neces- 
sary to  assume  the  size  of  wire  and 
the  frequency.  Assume  a  circuit  as 
shown  in  Fig.  267  (a)  with  the  wires 
arranged  in  a  triangle  of  24  in.  to  the 


FIG.  267   (a)   AND   (b) 

side.  Assuming  the  wires  to  be  No. 
4,  B.  &  S.  (0.204-inch,  in  diameter), 
tile  transmission  of  250  kw  at  100 
percent  power-factor  will  give  a  cur- 
rent of  approximately  22  amperes  per 
wire. 

At  25  cycles  the  inductive  drop  or 
loss  in  any  phase  such  as  AC,  Fig. 
267  (a)  is  made  up  of  three  corn- 
poncnts,  viz.,  those  due  to  current  in 
each  of  the  three  wires.  As  B  is 
equidistant  from  A  and  C  the 
component  of  induced  e.m.f.  in 
AC  due  to  current  in  B  is 
zero.     The  component  due  to  current 

in  A  is  equal  to  0.0096  log   ^  _gj.     or 

0.102  volts  per  i.ooo  ft.  per  ampere, 
where  d  is  the  distance  between  the 
wires  A  and  C.  or  24  in.  and  r  is 
the  radius  of  A  in  inches.  The  com- 
ponent due  to  current  in  5  is  of  the 
same  numerical  value  but  is  60  de- 
grees out  of  phase  with  that  due  to 
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current  in  A.  The  vector  sum  of 
these  two  values  is  at  right  angles  to 
the  e.  m.  f.  between  //  and  C,  and  is, 
therefore,  the  inductive  drop.  The 
formula  is  given  for  natural  logar- 
ithms   as  follows  :  0.0096  log  — ^^ 

0.78x0.102 

=0.0548  volts  per  I  000  ft.  per  ampere 

=induced  e.m.f.  due  to  A  or  C.  The 
total  due  to  both  A  and  C  =  1.73X 
0.0548  =  0.095  =  inductive  loss  per 
ampere  per  i  000  ft.  or  132  volts  for 
22  amperes,  12  miles. 

If  the  wires  are  located  as  in  Fig. 
267  (b)  on  the  same  cross-arm  there 
will  be  different  induced  voltages  in 
the  three  phasies  unless  transpositions 
are  made.  In  AC  the  induced  volt- 
age will  be  as  follows :  Due  to  cur- 
rent in  A   =  0.0096  log     — ^^ 

0.78x0.102 

due  to  current  in  5  =  0.0096  log  — 

due    to    current 

58 
0.78x0.102  ■ 

in  B  will  be  cancelled  because  of  the 
fact  that  the  arrangement  shown  in 
Fig.  267  (b)  holds  for  only  one-half 
the  distance,  while  for  the  other  half 
B  is  20  in.  from  A  and  38  in.  from  C. 
Assuming  first  no  tranispositionjs 
except  the  shifting  of  the  position  of 
B,  the  e.  m.  f.  induced  in  AC  is  the 
vector  sum  of  the  e.  m.  f.'s  due  to 
A  and  to  C  which  are  60  degrees 
apart  in  phase.    Then  1.73x0.0096  log 

rg 

■—-^ =   O.I  I    =    induced    volts 

0.78x0.102 

per  1,000  ft.  per  ampere. 

In  AB  the  induced  voltage  is : 

I— Due    to    A    first    half    distance  = 


C    =   0.0096   log 
That  part  due  to  current 


0.0096 


log 
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2  "  0.78x0.102 

2 — Due  to  A  second  half  distance  = 

0.0096  ,  20 

^-  log  — ^ 

2  0.78x0.102 

3— Due    to    B    first    half    distance  = 


0.0096 


log 


38 


2  '°  0.78x0.102 

4 — Due.  to  B  second  half  distance  = 

0.0096  ,  20 

-    ^~-  log  — o 

2  0.78x0.102 

5— Due    to    C    first    half  distance  = 

0:0096  Jq„  58^ 

2  °  20 


6— Due  to  C  second  half  distance  = 
0.C096  1       58 

The  phase  relations  are  such  that 
/  and  2  are  at  60  degrees  angle  from 
3  and  4,  and  5  and  6  are  at  right  an- 
gles to  the  resultant  of  the  first  four. 
The  vector  sum  of  the  above  is  0.0975 
volts  per  1,000  ft.  per  ampere.  With 
transpositions  the  e.  m.  f.  in  each 
phase  will  be  the  average  of  the  val- 
ues found  above  for  AB  and  AC,  or 
0.104  volts  per  ampere  per  thousand 
feet.  For  12  miles  and  22  amperes 
per  wire  the  induced  e.  m.  f.,  or  in- 
ductive loss  is  145  volts.  This,  then, 
is  about  ten  percent  greater  than 
the  loss  with  the  wires  arranged  in  a 
triangle. 

This  method  will  be  seen  to  be  an 
application  of  the  principles  outlined 
in  articles  in  the  Journal  for  Dec, 
'05,  p.  713 ;  June,  '06,  and  Aug.,  06,- 
pp.  334  and  437,  respectively. 

A.   W.   C. 

268 — Oil  Immersed  Condenser  for 
Tesla  Coil^ — In  constructing  an 
oil  immersed  condenser  for  use 
with  a  4  kw,  40  000  volt,  60- 
cycle,  transformer  and  induc- 
tion coil,  what  margin  and 
thickness  should  be  used  for 
the  glass  or  mica  dielectric  ;^ 
and  what  size  of  sheet  copper 
plates  to  give  a  total  of  160  or 
180  square  inches  on  the 
plates?  M.  L.  E. 

We  judge  from  your  statement 
that  you  are  expecting  to  use  a  con- 
denser composed  of  alternate  plates- 
connected  in  multiple  to  apply  to  an 
induction  coil  circuit  as  represented 
in  Fig.  268  (a)  or  Fig.  268  (b)  ;  the 
source  of  power  in  either  case  being 
an  alternating-current  transformer. 
Fig.  268  (a)  represents  a  method  of 
connection  using  a  mechanical  inter- 
rupter, consisting  of  a  toothed 
wheel  revolved  at  a  rapid  rate,  alter- 
nately making  and  breaking  the  cir- 
cuit. Condenser  A  is  so  made  that 
the  capacity  can  be  adjusted  by  in- 
creasing or  decreasing  the  number 
of  plates  in  order  to  obtain  a  condition 
of  resonance,  i.  e.,  tuning  to  give  a 
high  frequency  discharge  across  the 
spark  gap  to  which  the  secondary  or 
high-tension  terminals  of  the  coif 
are  connected.  With  the  connections 
represented  in  Fig.  268   (b)   the  high 
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frequency  oscillations  are  obtained 
by  tuning  tbe  circuit  containing  the 
secondary  of  transformer  No.  i,  con- 
denser A,  and  spark  gap  S.  With 
a  condition  of  resonance  in  this  cir- 
cuit, the  circuit  connecting  to  con- 
denser B  is  also  adjusted  by  increas- 
ing or  decreasing  the  capacity  of 
condenser  B  until  the  condition  of 
maximum  discharge  is  obtained 
across  the  spark  gap  to  which  the 
secondary  of  the  induction  coil  is 
connected.  In  either  case  it  will  be 
seen,  that  it  is  necessary  to  obtain'  a 
proper  condition  of  resonance  by  ad- 
justment of  the  condenser  capacity, 
in  short,  b\-  what  is  known  as  "tun- 


Induction 
Coil 


■"'IrO' 


riB 


-C- 


Induction 
Coil 


(b) 
FIG.   268    (a)    AND    (b) 

ing."  It  is  therefore  impossible  to 
state  definitely  regarding  the  proper 
number  of  plates  to  be  used;  this 
must  be  determined  by  experiment. 
To  obtain  the  total  area  of  plates, 
equal,  for  example,  to  180  sq.  in., 
any  convenient  size  of  plate  may  be 
chosen,  c.  g.,  ten  plates  3  by  6  inches 
could  be  used ;  or,  two  plates  9  by  10 
inches  would  give  the  same  total 
area.  If  it  is  desired  to  use  glass 
plates  for  the  dielectric,  care  should 
1)6  taken  to  select  glass  that  is  clear 
and  free  from  flaws.  Glass  of  ap- 
proximately one-fourth  inch  thick- 
ness would  probably  be  found  to  be 
sufficient  to  withstand  the  potential 
of  40000  volts.  Mica  of  about  one- 
lialf  the  thickness  would  give  the 
.equivalent   in   dielectric  strength   and 


would  have  the  advantage  of  increas- 
ing the  capacity  for  a  given  area 
of  plates  because  of  the  correspond- 
ing decrease  in  distance  between  cop- 
per plates.  The  margin,  measured 
over  the  surface  of  the  dielectric 
from  the  edge  of  one  copper  plate 
to  the  other,  should  be  from  eight 
to  ten  inches,  i.  e.,  four  or  five  inches 
from  copper  plate  to  the  edge  of  the 
dielectric.  The  margin  on  the  side 
at  which  the  terminals  from  the  cop- 
per plate  is  brought  out  should  be 
twice  that  on  the  other  sides  in  or- 
der to  insure  against  breakdown  at 
this  point.  s.  m.  k.  and  a.  e.  r. 

269 — Compensator  for  Arc  Lamp — 
In  connection   with   the  design 
of    an    auto-transformer    with 
laminated  core   to  be   used   as 
a  means   of   regulating  the  volt- 
age   and    current    of    an    arc 
lamp,  I  wish  to  obtain  a  form- 
ula  for  calculating  the  induct- 
ance of  such  a  coil.  The  react- 
ance   is,    of    course,    equal    to 
2-  nL,  but  how  is  L  derived  ? 
The  transformer  will  be  used 
on  a   iio-volt,  6o-cycle  circuit. 
Please      designate     where      to 
make  the  taps  on  the  coil  nec- 
essary to  secure  15,  22,  29,  36, 
43,  52  and  60  amperes  respect- 
ively. H.  J.  W. 
It   is   evident   that  what   is  desired 
is     to     compute     the     current    drawn 
from  the   line  by  an   arc  lamp  oper- 
ated   from    an    auto-transformer,    by 
calculating    the     impedance     of     the 
transformer.  However,  the  reactance 
of     an     auto-transformer     is     not     a 
function     of     the     total    number     of 
turns  but  follows  a  complex  formula 
involving   the    number    of    turns    on 
each    side   of    the   tap   used,   the   di- 
mensions  of   the   iron   core,   the   ar- 
rangement of  the  coils,  the  space  be- 
tween coils,  etc.,  too  long  to  be  fully 
explained   in    the   Question    Box.      It 
may  be  stated,   however,  that  for  an 
auto-transformer  of  the  size  required, 
five  percent  will  be  a  fair  value  for 
the     impedance.       This     means     that 
when     the     arc     lamp'     carbons     are 
brought    together,    thereby    short-cir- 
cuiting part  of  the  auto-transformer, 
the   current  will   rise  to   100  percent 
-^  5  percent  or  20  times  the  full-load 
value.     The   voltage  which    will    be 
impressed    on   the   arc   will    bear   the 
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same  ratio  to  the  line  voltage  as  the 
number  of  turns  included  between 
the  taps  to  the  lamp  bears  to  the  to- 
tal number  of  turns.  It  is  impossi- 
ble to  say  what  current  is  produced 
by  a  given  voltage  through  an  arc, 
as  this  will  depend  on  the  length  of 
arc,  the  amount  of  the  resistance  in 
series  with  the  arc  (ballast),  etc. 
The  best  scheme  probably  would  be 
to  bring  out  several  taps  between  40 
and  60  volts  and  then  select  the 
proper  one  by  trial.  a.  p.  b. 

270 — Alternating  and  Direct- 
CuRRENT  Solenoids  —  Please 
give  a  formula  for  obtaining 
the  attractive  force  in  lbs.  ex- 
erted between  the  winding  and 
core  of  a  solenoid  with  an  iron 
core  of  given  length  and  di- 
ameter; the  current  flowing  in 
the  winding,  the  number  of 
turns  in  the  coil,  the  fre- 
quency, the  relative  position  of 
the  core  and  all  the  other  di- 
mensions and  conditions  being 
known.  I  have  consulted  many 
text  books,  but  can  find  no 
principle  directly  applicable  to 
this  case.  Will  the  force  ex- 
erted be  different  if  the  solen- 
oid is  operated  on  direct- 
current  instead  of  alternating 
current?  e.  p.  n. 

Alternating-current  solenoids  differ 
radically  from  direct-current  in  that 
in  the  former  the  flux  or  number  of 
lines  of  force  is  not  at  all  depend- 
ent on  the  length  of  gap  or  other 
conditions  of  the  circuit  but  only  on 
the  number  of  tvirns  in  the  coil,  the 
frequency,  and  the  voltage  impressed 
on  the  coil  terminals.  Since,  for  or- 
dinary cases,  these  are  constant  in  a 
given  case,  it  follows  that  the  flux 
will  be  constant  throughout  the  range 
of  the  magnet,  i.  e..  as  the  magnet 
pulls  up,  the  flux  and  pull  will  not 
increase  as  in  a  direct-current  solen- 
oid. In  the  latter,  the  current  flow- 
ing will  depend  only  on  the  resist- 
ance of  the  coil  and,  neglecting 
the  effect  of  heating  in  changing  the 
resistance  of  the  coil,  the  current 
will  remain  constant.  In  an  alternat- 
ing-current magnet,  however,  the 
current  is  very  heavy  at  the  begin- 
ning of  the  stroke  when  the  magnetic 
circuit  is  open,  and  is  choked  down 
when  the  magnetic  circuit  closes  and 
the  core  pulls  in.  In  an  alternating- 
current  magnet,  therefore,  the  posi- 


tion of  the  core  does  not  eft'ect  the 
pull  but  governs  the  heating,  while 
on  direct-current  the  opposite  is  the 
case.  The  total  flux  in  an  alternat- 
ing-current magnet  is  equal  to  Ex 
10-'-^  4.44  fN,  where  £  =  Volts  at 
terminals,  /=  frequency,  and  iV  =: 
number  of  turns  on  the  coil.  Now 
if  the  area  of  the  covq^A,  then  Ex 
10-*  -^  4.44  fN.  =  B,  and  the  pull  in 
lbs.  =  AB-  -^  y2  134  000.  In  practice 
a  magnet  without  a  return  circuit 
for  the  magnetic  flux  would  not 
prove    practical ;     alternating-current 

/ 


FIG.  270  (a) 

solenoids  are  usually  made  with  a 
laminated  circuit  to  reduce  eddy  cur- 
rents, and  in  all  solenoids  for  pulling 
purposes  it  is  best  to  make  a  return 
circuit  as  shown  in  Fig.  270  (a),  the 
plunger  also  being  laminated,  except 
in  case  of  small  capacity ;  for  these,  ' 
cast  iron  offers  sufficient  resistance 
to  the  eddy  currents  to  prevent  seri- 
ous overheating.  A  single-phase 
magnet  is  apt  to  be  quite  noisy  and, 
accordingly,  various  patented  schemes 
are  used  to  reduce  this  trouble ;  it 
is  practically  impossible,  however,  to 
eliminate  it  completely.  For  further 
information  on  this  subject  see  vari- 
ous handbooks  for  electrical  engi- 
neers. F.  \V.  H.  AND  E.  E.  L. 

NOTE 

In  the  article  on  "Meter  and  Re- 
lay Connections"  in  the  Journal  for 
May,  1909,  the  following  two  lines 
were  omitted  and  should  be  inserted 
between  the  first  and  second  lines, 
P-  305 : — "circuit  90  degrees,  the 
wattmeters  have  been  made  in  indi- 
cate wattless  volt-amperes  instead  of 
true  watts.  This  is  accomplished  on 
the." 
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The  literature  of  the  power  plant  and  of  the  vari- 
Condensers      ^^^^   elements   which   enter   into  the  make-up   of  a 
for  plant,  is  fairly  extensive,  and  has  treated  in  an  ex- 

Steam  haustive  manner  nearly  all  of  the  principal  elements 
Power  Plants  ^vhich  are  found  in  plants  of  modern  design.  While, 
of  course,  the  last  word  has  not  been  said  on  the  de- 
sign and  operation  of  the  boilers,  or  even  on  the  theoretical  and 
practical  phases  of  the  design  and  operation  of  prime  movers,  there 
is  ample  information  at  hand  to  enable  the  power  plant  engineer 
to  select  with  certainty  the  best  apparatus  for  the  conditions  which 
he  has  to  meet.  This  is  also  true,  though  to  a  less  extent,  of  the 
literature  concerning  the  auxiliary  apparatus  whuch  is  a  necessary 
part  of  every  power  plant.  By  reference  to  the  various  indexes 
of  engineering  publications,  numerous  articles  will  be  found  bear- 
ing upon  the  problem  of  feed  water  heating  by  open  and  closed 
heaters,  of  the  use  of  economizers,  of  the  relative  efificiency  of 
natural  and  mechanical  draft  and  the  like.  Unfortunately,  the  de- 
sign and  operation  of  condensers  have  not  received  their  fair  pro- 
portion of  discussion.  The  lack  of  literature  available  for  reference 
by  the  engineer  who  is  making  a  choice  of  condensers  for  a  particu- 
lar location  is  doubly  unfortunate  for  the  reason  that  while  the 
condenser  is  a  simple  piece  of  mechanism  and  performs  a  simple 
thermal  function,  the  problem  of  obtaining  high  vacua  is  by  no  means 
easy  of  solution.  Troubles  often  arise  with  the  condenser  system 
where  they  are  least  looked  for,  with  the  very  common  result  that 
while  a  system  may  be  designed  for,  say,  a  28-inch  vacuum,  not  more 
than  26  or  2~  inches  are  actually  obtained  in  practice.  Further  than 
this,  the  use  of  large  volumes  of  cooling  water  of  an  inferior  grade 
subjects  the  system  to  rapid  deterioration  by  corrosion,  which  must 
be  guarded  against  in  the  choice  and  arrangement  of  the  condenser, 
if  failures  and  shut-downs  are  to  be  avoided. 

The  JoTRXAL  is  fortunate  in  being  able  to  present  to  its  readers 
the  contribution  a])j)eariiig  in  this  nnnibcr  1)y  Mr.  I'Vancis  llodgkin- 
son  on  "The  Choice  of  a  Condenser."  .Mthough  written  by  a  scien- 
tific designing  engineer,  the  article  is  not  in  the  nature  of  a  scientific 
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treatise.  It  is  by  far  the  best  article  bearing  on  the  subject  which 
has  appeared  recently.  It  should  be  of  great  assistance  to  power 
plant  engineers  in  deciding  on  the  test  type  of  apparatus  for  any 
given  plant. 

Among  other  features  of  the  article,  the  surface  condenser, 
which"  some  years  ago  was  more  largely  recommended  than  at  pres- 
ent, is  shown  to  be  both  theoretically  and  practically  the  inferior  of 
the  jet  condenser,  except  under  certain  conditions  where  the  neces- 
sity of  returning  the  condensate  to  the  boiler  feed  system  outweighs 
other  considerations,  and  where  the  power  required  for  its  operation 
must  be  reduced  to  a  minimum.  Except  for  these  special  conditions, 
it  is  probable  that  as  time  goes  on  the  surface  condenser  will  be 
even  less  in  favor  than  at  present. 

In  the  discussion  of  the  jet  condenser  a  distinction  is  drawn 
between  the  plain  jet  condenser  and  the  barometric  and  ejector 
types.  It  is  a  common  error  to  use  the  word  "jet"  condenser  as 
synonymous  with  "barometric"  condenser.  One  often  sees  the  state- 
ment in  the  technical  periodicals  that  a  "jet  or  barometric  condenser 
was  used." 

While  it  is  not  so  stated  in  Mr.  Hodgkinson's  article,  it  would 
appear  that,  all  things  considered,  the  centrifugal  jet  condenser 
has,  for  the  average  installation,  the  greatest  number  of  points  in 
its  favor.  The  long  exhaust  pipe  which  not  infrequently  is  a  neces- 
sity with  the  barometric  condenser  has  disadvantages  which  must 
be  reckoned  with  but  which  may  be  guarded  against  in  laying  out 
the  plant.  The  barometric  type  has  the  advantage  that  the  circulat- 
ing pump  handles  the  cooling  water  on  its  way  to  the  condenser  and 
before  it  is  heated  by  the  condensed  steam,  which  is  an  im- 
portant factor  in  reducing  the  inevitable  wear  and  corrosion  of 
the  circulating  pump,  which  in  the  other  case,  handles  hot  water, 
particularly  if  the  pump  is  of  the  centrifugal  type. 

Incidentally,  Mr.  Hodgkinson's  article  gives  a  very  interesting 
review  of  air  pump  design  and  states  in  a  concise  manner  a  great 
many  things  which  power  plant  engineers  should  know.  The  proper 
place  of  the  economizer  in  the  boiler  feed  system  is  also  touched 
upon  and  emphasis  is  laid  upon  the  undesirability  of  omitting  some 
form  of  feed  water  heater  and  utilizing  the  economizer  as  both  a 
heater  and  a  purifier.  The  open  heater  is  an  excellent  dumping 
ground  for  those  impurities  in  feed  water  which  are  released  at 
ordinary  temperatures  of  hot  feed,  while  the  economizer  is  a  very 
poor  place  for  this  deposit  to  accumulate  owing  to  the  difficulty  in 
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keeping  the  tubes  clean.  For  this  reason  the  economizer  is  not  a 
substitute  for,  but  rather  an  auxiHary  to,  the  feed  water  heater. 
And,  as  further  pointed  out,  its  greatest  usefulness  is  realized  in 
those  cases  where  mechanical  draft  can  properly  be  installed. 

R.  A.  Smart 


J\Ir.   Reed's  paper  on  "Distributing  Transformers" 

Development    '^^eals   with   a   hackneyed   subject  in   an   interesting 

Qf  way.     The  small  transformer  is  one  of  the  simplest 

Small  ^'""^  most  common  kinds  of  electrical  apparatus.     It 

Transformers  '^'^^  undergone  a  panoramic  series  of  improvements 
resulting  in  new  transformers  almost  annually  for 
a  score  of  years.  Simple  as  it  is,  there  is  scarcely  another  piece  of 
apparatus  which  has  a  greater  variety  of  conditions  to  meet.  In 
design  it  is  dependent  upon  the  properties  of  materials  and  methods 
of  construction.  In  performance  it  must  be  a  compro- 
mise between  first  cost  and  the  requirements  of  operating  com- 
panies. Its  mechanical  construction  and  mounting  are  determined 
by  various  matters  of  convenience  in  installation  and  handling.  A 
change  in  any  one  of  these  important  factors  is  apt  to  lead  to  im- 
portant modifications.  For  example,  the  introduction  of  oil  as  an 
insulating  and  cooling  medium  and  the  recent  improvements  in 
transformer  steel  have  led  to  important  changes  in  design. 

One  of  the  especially  interesting  points  in  J\Ir.  Reed's  paper  is 
the  analysis  of  cost,  in  which  it  is  shown  that  too  great  attention  to 
low  hysteresis  loss  may  lead  one  to  overlook  the  losses  resulting 
from  the  exciting  current  which  may  in  certain  cases  considerably 
exceed  the  hysteresis  loss. 

Another  feature  of  special  interest  is  the  curves  of  tempera- 
ture rise  showing  the  method  of  determining  from  one  test  curve  the 
rise  of  temperature  under  other  conditions  of  load  and  time.  There 
are  probably  but  few,  even  among  those  already  well  informed  upon 
the  subject,  who  will  not  find  points  both  of  novelty  and  interest  in 
Mr.  Reed's  paper. 


Since  The  Journal  Question  Box  was  started  a  year 

The  Journal    'i"^'  '^  '^'^''  '^S*^-  t.here  have  been  received  and  an- 

Ouestion        swered    four    hundred    and    twenty-five    questions. 

Box  most  of  which  have  been  published.    The  questions 

not   yet   published    have   either   been    crowded   out 

owing  to  lack  of  space,  or  have  not  been  of  general  interest  and 

have  been  given  a  personal  reply.     It  is  interesting  to  find  that  the 
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inquiries  have  come  from  some  thirty  states,  and  from  a  number  of 
foreign  countries,  such  as  AustraHa,  Canada,  England,  Hawaii, 
Japan  and  Mexico.  Numerous  questions  have  been  received  with 
the  urgent  plea  for  haste  in  securing  a  reply,  as  the  questioner 
wished  to  make  a  direct,  practical  application  of  the  answer.  In 
fact,  a  distinctive  feature  of  this  department  in  the  Journal  has  been 
that  the  questions  indicate  that  their  authors  are  attempting  to  se- 
cure the  solution  of  real  difficulties  in  their  every-day  work  rather 
than  of  academic  perplexities. 

The  Journal  has  always  aimed  to  be  of  practical  assistance  to 
its  readers  and  the  Question  Box  furnishes  an  additional  means  of 
keeping  in  personal  touch  with  the  wants  of  its  subscribers.  An 
excellent  method  of  co-operation  has  been  adopted  by  some  of  the 
more  prominent  libraries,  by  which  they  assist  individuals  or  com- 
panies in  search  of  information  by  securing  the  necessary  refer- 
ences. The  systematic  and  thorough  methods  in  effect  in  these 
libraries  are  of  great  value  in  securing  published  data.  But  a  large 
part  of  the  information  which  is  furnished  by  The  Journal  Ques- 
tion Box  is  not  to  be  found  in  books ;  first,  because  there  are  very 
few  books  furnishing  similar  information,  and  second,  because  many 
of  the  replies  relate  to  subjects  in  which  changes  and  improvements 
are  continually  being  made  Moreover,  many  replies  are  obtained 
from  or  approved  by  engineers  who  are  constantly  in  touch  with 
the  latest  developments  in  electrical  and  mechanical  engineering, 
and  are  specialists  on  the  questions  involved,  and  hence  the  replies 
are  several  years  ahead  of  regularly  published  books  obtainable  at 
libraries.  Some  questions  are  of  such  a  nature  as  to  be  answerable 
only  by  an  expression  of  preference  based  on  experience.  In  such 
cases  the  answers  are  open  to  discussion,  and  comments,  either  at 
variance  with,  or  in  corroboration  of,  replies  which  have  been  pub- 
lished, are  gladly  received  and  given  due  consideration. 

This  department  has  proven  to  be  an  excellent  source  of  sug- 
gestions for  future  articles.  For  example,  when  a  large  number  of 
questions  are  received  indicating  a  desire  for  information  on  certain 
topics,  advantage  may  be  taken  of  these  suggestions,  resulting  in  the 
publication  of  articles  or  a  series  of  articles  taking  up  the  subjects 
in  question  more  in  detail  than  is  possible  in  the  limited  space  as- 
signed to  the  Question  IjOx.  I<"or  instance,  a  number  of  questions 
have  been  received,  which  indicate  that  there  is  a  considerable  de- 
mand for  a  simple  and  practical  method  of  determining  the  proper 
connections  of  three-phase  wattmeters  regardless  of  the  power-fac- 
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tor  of  tlie  circuit  whose  power  is  to  be  nieasured.  In  view  of  this, 
the  contribution  by  Mr.  M.  M.  Rodda,  in  this  issue  of  the  Journal 
should  be  of  special  interest. 

Furthermore,  the  questions  and  answers  have  repeatedly  dem- 
onstrated the  value  of  many  articles  which  have  appeared  in  the 
earlier  issues  of  the  Journal,  as  many  of  the  newer  subscribers, 
who  have  not  all  these  copies  at  hand,  have  been  enabled  to  obtain 
very  complete  replies  by  securing"  single  issues  or  complete  back 
volumes. 


It  is  generally  understood  that  an  electric  car  can 
What  run  on  any  kind  of  a  track,  no  matter  how  many 

Grades  Mean  grades  and  curves  there  may  be.  and  there  are  cer- 
in    Electric      tainly  good  grounds   for  this  belief.     The  manner 
Traction        in  which  steep   hills   and  sharp  curves  are  negoti- 
ated by  electric  cars  is  certainly  little  less  than  mar- 
velous.    This  class  of  performance  has  become  so   familiar  to   us 
that  we  seldom  stop  to  consider  what  is  involvetl. 

There  is  one  very  peculiar  circumstance  in  connection  with 
operating  vehicles  of  any  kind  over  a  hill}-  road.  There  is  not  nec- 
essarily any  extra  expenditure  of  energy  in  propelling  the  vehicle 
up  the  grades,  as  the  energy  thus  employed  is  only  converted  to 
another  form ;  that  is,  the  weight  of  the  vehicle  has  been  raised  a 
certain  number  of  feet,  and  represents  just  so  many  foot-pounds. 
This  energy  would  not  be  again  converted  if  the  vehicle  did  not  go 
down  grade  and  in  so  doing  use  this  energy.  In  going 
down  grade,  it  may  be  used  in  overcoming  resistance 
through  motion  of  the  vehicle  within  the  limits  of  its  ordinary 
speed,  or  absorbed  by  the  friction  of  the  brakes  in  preventing 
excessive  s])ee(l.  From  this  it  is  evident  that  where  the 
down  grades  are  not  sutlicient  to  cause  the  vehicle  to  exceed  its 
safe  limit,  the  grades  may  Ije  neglected  in  calculations  of  power  con- 
sumption. The  amount  of  grade  required  to  cause  a  car  to  attain  a 
certain  speed  dci)ends  u])on  the  condition  oi  the  track,  the  frictional 
resistances  and  the  head  resistance  due  to  the  air.  .\11  of  these  fac- 
tors vary  to  .some  extent  inider  different  conditions.  Under  good 
operating  conditions  of  track  a  single  car,  weighing  50  or  60  tons, 
will  attain  a  speed  of  about  60  miles  ]xm-  hour  on  a  grade  of  one 
percent,  without  other  propelling  power  than  that  due  to  gravity. 
A  train  of  eig;ht  or  ten  such  cars,  under  the  same  conditions,  will 
attain  a  speed  of  90  or  100  miles  per  hour.     The  rea.son  for  this 
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difference  in  speed  is  that  the  air  resistance  is  much  greater  on  the 
front  car  than  on  a  traiUng  car.  The  head  resistance  increases 
rapidly  with  the  speed  and  is  very  small  at  slow  speeds.  On  the 
other  hand,  the  frictional  resistances  are  nearly  constant,  decreasing 
slightly  as  the  speed  increases.  At  slow  speeds,  the  frictional  and 
the  rolling  resistance  of  the  wheels  on  the  rails  ordinarily  amount 
to  about  six  pounds  per  ton;  that  is,  at  a  speed  of,  say,  five  miles 
per  hour,  there  will  be  required  six  pounds  pull  at  the  draw-bar, 
for  every  ton  of  weight,  to  keep  the  car  in  motion.  From  this  it 
follows  that  a  car  or  a  train  of  cars  will  move  at  about  five  miles 
per  hour  on  a  grade  of  three-tenths  of  one  percent. 

Now,  if  single  cars  are  operated  at  speeds  between  five  and 
sixty  miles  per  hour,  grades  of  from  three-tenths  to  one  percent, 
depending  upon  the  average  speed,  may  be  neglected  from  a  power 
consumption  stand-point.  Grades  greater  than  those  that  will  give 
these  average  operating  speeds,  increase  the  power  consumption  by 
exactly  the  amount  required  to  lift  the  weight  of  the  car  up  the 
grade.  This  is  modified  to  some  extent  where  the  grades  are  very 
short.  Thus  for  speeds  averaging  30  to  40  miles  per  hour,  grades 
greater  than  one-half  of  one  percent  must  be  taken  into  considera- 
tion when  determining  power  consumption.  As  at  moderate  car 
speeds  the  resistance  to  motion  is  only  ten  or  twelve  pounds  per  ton, 
grades  of  two  or  three  percent  mean  many  times  the  power  expen- 
diture that  will  be  required  for  operation  on  a  level. 

As  the  usual  grades  on  steam  railroads  are  very  much  less 
than  on  so-called  trolley  roads,  the  power  consumption  for  a  given 
service  is  very  much  less.  In  cases  where  steam  railroad  are  con- 
verted into  electric  roals,  the  motor  equipment  of  the  cars  shows  up 
to  a  very  much  better  advantage  in  point  of  total  weight  of  equip- 
ment and  power  consumption  than  on  ordinary  trolley  roads. 

William  Cooper 


THE  CHOICE  OF  A  CONDENSER 

FRANCIS    HODGKINSON 

NOW  that  steam  turbines  demanding  high  vacuum  appara- 
tus are  being  employed  in  all  modern  plants,  the  ques- 
tion is  often  asked,  what  is  the  best  kind  of  a  condenser 
to  use?  As  a  matter  of  fact,  the  prime  mover  has  scarcely  anything 
to  do  with  the  selection.  The  considerations  which  most  govern 
the  choice  of  a  condenser  depend  upon  such  things  as  the  follow- 
ing:— 

Purity  of  the  cooling  water  available. 

Elevation  and  location  of  the  cooling  water  with  reference  to 
the  power  plant. 

Rise  and  fall  of  tides  and  floods. 

Quality  and  cost  of  water  available  for  boiler  feed. 

How  much  feed  water  heating  is  required  to  be  done. 

The  steam  turbine  itself  has,  however,  one  bearing  on  the  situ- 
ation, due  to  the  fact  that  its  economy  is  so  enhanced  by  the  higher 
vacuum  that  considerable  money  may  be  expended  in  order  to  get 
this  higher  vacuum  and  still  remain  a  profitable  investment,  so  that 
after  having  given  due  weight  to  the  considerations  given  above, 
the  condenser,  regardless  of  the  type  selected,  should  be  the  best 
vacuum  making  machine  that  can  be  obtained  within  the  limita- 
tions of  cooling  water  and  its  temperature,  in  the  particular  loca- 
tion. This  is  much  more  true  in  the  case  of  a  turbine  than  a  recipro- 
cating engine  because  a  turbine  can  expand  steam  much  more  profit- 
ably and  to  much  lower  pressure  than  can  a  reciprocating  engine. 
It  niay  be  said  broadly  that  an  inch  of  vacuum  will  affect  the  steam 
consumption  of  the  turbine  from  three  to  six  percent  at  full-load, 
according  to  the  type  and  design  of  the  turbine.  At  fractional  loads 
the  effect  of  the  vacuum  is  even  more  marked. 

It  is  proposed  in  the  following  pages  to  discuss  the  different 
types  of  condensers  and  point  out  the  particular  applications  of 
each. 

PRINCIPLES 

The  function  of  a  condenser  is  primarily  to  condense  exhaust 
steam  by  means  of  cooling  water,  extracting  the  non-condensable 
vapors  by  means  of  a  pump,  thus  permitting  the  use  of  a  steam  en- 
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gine  or  turbine  designed  to  expand  the  steam  more  nearly  to  a  vac- 
uum and  reducing  the  steam  consumption  of  the  engine,  by  reason 
of  the  greater  degree  of  expansion.  This  is  obvious  from  the  fol- 
lowing facts : 

A  pound  of  dry  steam  expanded  from  140  pounds  gauge  steam 
pressure  to  atmospheric  pressure  is  capable  of  giving  up  131  650 
foot-pounds  of  energy.  If  it  is  expanded  further  to  a  28-inch 
vacuum  it  is  capable  of  giving,  up  247000  foot-pounds  in  its  ex- 
pansion from  140  pounds.  Hence  it  is  seen  that  about  twice  as 
much  energy  is  available  in  steam  by  the  use  of  a  condenser.  In- 
cidentally, there  is  sometimes  another  reason  for  using  a  condenser, 
in  this  case  a  surface  condenser,  viz.,  in  locations  where  no  suitable 
boiler  feed  water  is  available  and  the  condensed  steam  must  be  re- 
turned to  the  boiler,  as  on  shipboard,  for  instance.  While,  as  has 
been  shown,  the  condenser  increases  enormously  the  performance 
and  power  of  the  main  engine,  the  power  required  to  operate  the 
condenser  is  inappreciable  inasmuch  as  the  work  done  by  the  con- 
denser equipment  consists  in  handling  the  cooling  water ;  the  con- 
densed steam  now  reduced  to,  say,  1/.330  of  its  volume  as  steam, 
and  extracting  the  non-condensible  vapors,  all  of  which,  in  well 
designed  and  well  ventilated  plants,  are  inconsiderable  items.  The 
power  required  amounts  to  from  one  and  one-half  to  ten  percent  of 
the  total  power  of  the  plant ;  the  power  being  dependent  principally 
upon  the  amount  of  cooling  water  which  has  t(i  be  handled,  against 
what  head  it  must  be  pumped,  the  location  of  the  cooling  water, 
the  type  of  condenser  and  the  type  of  the  prime  mover  employed  to 
operate  the  condenser. 

CONDENSER  DRIVE 

Throughout  Europe  it  is  customary  to  employ  electric  motors, 
while  in  America  non-condensing  steam  engines  are  used  almost 
exclusively.  It  maybe  argued  in  the  case  of  motor  driven  condensers 
that  the  power  is  received  from  engines  doing  the  highest  possible 
permormance  and  hence,  allowing  for  the  motor  losses,  should  give 
a  horse-power  for  the  direct  driving  of  the  condenser  apparatus  for 
as  little  as  15  pounds  of  steam  per  horse-power  against,  say,  30 
pounds  in  the  case  of  a  small  non-condensing  steam  engine.  But 
so  long,  however,  as  tlie  exhaust  from  the  non-condensing  engine 
can  be  properly  used  in  heating  feed  water,  this  reasoning  in  favor 
of  the  motor  driven  outfits  fails,  as  the  thermal  efficiency  of  this 
non-condensing  engine,   regardless  of  what  its  steam  consumption 
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may  be,  becomes  something  like  87  percent.  Hence  as  long  as  this 
steam  is  used  for  feed  water  heating  it  does  not  matter  how  much 
power  is  required  to  operate  the  condenser. 

ECONOMIZERS 

Economizers  are  more  generally  used  in  Europe  than  in  Amer- 
ica. An  economizer  is  an  arrangement  of  tubes  placed  in  the  path 
of  the  flue  gases  after  leaving  the  boiler,  through  which  the  feed 
water  is  circulated  on  its  way  to  the  boiler.  In  well  arranged  plants 
feed  water  may  thus  be  put  into  the  boiler  at  temjieratures  as  high 
as  250  and  300  degreees  E.  In  all  modern  American  plants,  econo- 
mizers are  similarly  used,  but  with  this  flifterence — in  Europe  very 
little  feed  water  heating  is  done  before  the  water  enters  the  econo- 
mizer, because  the  amount  of  exhaust  steam  available  for  feed  heat- 
ing is  very  small,  as  the  condensers  are  motor-driven.  In  America, 
however,  it  is  usual  to  heat  the  feed  water  as  much  as 
possible,  say,  from  180  to  200  degrees,  before  the  water 
goes  to  the  economizer.  It  would  naturally  seem  that  the 
thing  to  do  would  be  to  have  enough  surface  in  the 
economizer  so  as  to  be  able  to  put  cold  water  in  it, 
heating  the  water,  on  the  one  hand,  to  the  desired  maxinunu  tem- 
perature and,  on  the  other  hand,  cooling  the  flue  gases  to  a  mini- 
mum, wdien  obviously  the  boiler  efliciency  would  be  that  much 
higher  simplv  due  to  the  fact  that  all  the  heat  in  the  gases  had  been 
extracted  down  to,  say,  normal  surrounding  temperatures.  But  if 
this  is  done  certain  troubles  will  be  encountered.  The  stack  temper- 
ature will  be  so  low  that  there  will  be  insufficient  draft  and  soiue 
mechanical  appliance  must  be  resorted  to.  Eor  natural  draft  a  stack 
temperature  of  600  degrees  E.  is  considered  good  practice  so  that, 
if  natural  draft  is  employed,  the  gases  caiuiot  be  cot)le(l  down  much 
below   this   amount. 

Considering  the  eft'ect  of  cold  feed  water  in  the  economizer, 
there   are    the    following  objections: — 

I — The  gases  impinging  on  cold  surfaces  cause  the  sulphurous 
acid  gas  formed  by  the  combustion  of  the  fuel  to  be  condensed  on 
the  tubes,  rapidly  corroding  them.  I'nrtlicrniore,  soot  is  deposited 
in  large  quantities,  thus  reducing  the  \'alue  of  the  heating  surfaces. 
This  latter  difficulty  is  overcome  by  providing  scrapers  which  are. 
mechanically  operated  and  which,  while  the  boiler  is  operating,  are 
being  continually  dragged  up  and  down  the  heating  surfaces,  scrap- 
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ing  off  the  soot  as  soon  as  it  is  formed.  This  apparatus  consists  of 
a  great  deal  of  gearing,  Hnkage,  etc.,  and  is  located  above  and  at 
the  rear  of  the  boilers  where  it  is  subjected  to  dirt  and  rust,  gets 
little  attention  and  is  an  endless  source  of  trouble  as  soon  as  it  be- 
gins to  wear  out.  Furthermore,  there  will  be  the  condensation  of 
tar  on  the  economizer  tubes  which,  with  the  soot  and  the  sweating, 
due  to  cold  surface  in  the  presence  of  the  gases,  forms  a  viscous 
mud,  causing  these  scrapers  to  stick. 

2 — At  certain  temperatures  carbonic  acid  in  the  feed  water 
corrodes  tubes  very  rapidly.  It  is  most  virulent,  it  is  supposed,  some- 
where between  120  and  150  degrees,  but  at  180  degrees  very  little 
trouble  is  experienced  from  this  source.  Hence,  it  is  desirable  to 
heat  the  feed  water  to  as  high  a  temperature  as  possible  before  it 
reaches  the  economizer. 

3 — There  are  also  in  different  feed  waters,  scale  forming  salts 
which  precipitate  at  temperatures  below  that  of  evaporation,  so  that 
if  an  open  heater  is  employed  much  of  this  scale  will  be  deposited 
in  the  heater,  where  it  may  be  readily  removed,  instead  of  in  the 
boiler  and  economizer. 

4 — Since  the  amount  of  air  that  is  held  in  suspension  in  water 
decreases  as  the  temperature  rises,  the  more  the  feed  water  is 
heated  in  an  open  heater  the  less  air  will  be  forced  into  the  boiler. 
This  latter  is  harmful  because  it  finds  its  way  to  the  condenser 
and  interferes  with  its  performance.  It  is  also  harmful,  as 
it  will  promote  corrosion  in  the  steam  engine  and  other  piping,  as  it 
may  sometimes  combine  with  other  elements,  forming  acid.  With- 
out oxygen  there  can  be  no  corrosion. 

STEAM  VERSUS  MOTOR  DRIVE 

All  of  the  above  may  seem  at  first  sight  very  foreign  to  the 
subject  of  the  choice  of  a  condenser,  but  careful  consideration  shows 
that  it  is  dependent  upon  such  matters,  remote  though  they  may 
seem.  The  discussion  shows  the  advantages  of  a  steam-driven  con- 
denser and  also,  in  some  cases,  how  inconsequential  is  the  power  re- 
quired to  operate  it.  Steam-driven  units  are  furthermore  generally 
considered  by  most  expert  operators  of  power  plants  as  being  more 
reliable  and  certain  than  electric  motors,  particularly  as  they  are 
o-enerally  located  in  basements  where  they  receive  little  attention 
and  are  subject  to  moisture.  In  big  turbine  power  plants  it  may 
be  stated  that  more  condenser  shut-downs  have  occurred  due  to  the 
failure  of  electrically-driven  hot  well  pumps  than  all  other  causes 


THE  CHOICE  OF  A  CONDENSER  395 

put  together,  and  in  these  stations  these  pumps  are  the  only  elec- 
trically driven  condenser  apparatus  employed. 

It  was  formerly  quite  customary  to  operate  condensers  with 
current  furnished  from  the  main  bus-bars,  and  sometimes  with 
results  disastrous  to  continuity  of  operation,  due  to  the  fact  that 
with  extra  heavy  loads  or  trouble  outside  the  power  house,  the 
main  units  would  slow  down,  there  would  be  a  fall  of  boiler  pres- 
sure and  a  corresponding  decrease  of  speed  in  the  motors  driving 
the  condensers,  and  hence  a  consequent  fall  of  vacuum  just  at  the 
time  when  the  vacuum  was  most  needed.  The  effect  is  usually 
cumulative,  often  resulting  in  the  whole  power  plant  going  over  to 
non-condensing.  In  the  case  of  one  big  power  plant  using  motor 
driven  jet  condensers  it  is  said  that  a  cycle  of  events  would  some- 
times occur  as  above  outlined,  resulting  in  one  unit  after  another 
going  to  non-condensing,  the  boiler  pressure  would  fall  rapidly,  due 
to  the  increased  steam  consumption,  which  made  it  necessary  to 
shut  down  the  plant  and  start  up  all  over  again. 

If  electrically  driven  condensers  are  to  be  used  at  all,  they 
should  be  operated  preferably  from  the  exciter  bus-bars,  in  which 
case  the  condensers  would  be  immune  from  the  above  objections 
so  long  as  the  main  exciter  units  had  adequate  capacity.  This  is 
doubly  secure,  as  in  all  first-class  plants  of  any  considerable  size 
the  exciter  plant  is  always  duplicated  and  frequently  supplemented 
by  storage  batteries  It  may  be  noted  that,  if  the  exciter  system 
fails,  vacuum  will  be  of  no  particular  value  to  the  system. 

■     CONDENSERS 

The  condensers  themselves  will  now  be  considered,  the  differ- 
ent types  pointed  out,  their  peculiar  applications,  and  the  work  to 
be  done  by  the  cooling  water  in  the  different  instances.  The 
arithmetical  calculations  which  determine  the  amount  of  cooling 
water  required  in  a  condenser  and  which  exhibit  its  performance, 
are  the  same  no  matter  what  tyi)e.  The  ideal  condenser  is  one 
which  will  discharge  its  cooling  water  at  the  same  temperature  as 
that  of  evaporation  at  the  pressure  of  the  exhaust  system.  Natural- 
ly such  a  performance  is  but  seldom  realized  in  practice,  although 
there  are  instances  of  its  being  nearly  so.  Under  proper  condi- 
tions Leblanc  condensers  have  been  known  to  reach  within  less 
than  two  degrees  of  this  ideal.  Ordinarily,  however,  only  first- 
class  jet  condensers  are  able  to  work  closer  than  ten  degrees,  fif- 
teen degrees  being  the  allowance  which  most  builders  provide  in 
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designing  jet  condensers.  Surface  condensers  cannot  come  as 
close  as  this  because  the  cooling  water  and  condensed  steam  are 
not  intimately  mixed.  Generally  speaking,  there  must  be  some  tem- 
perature difference  between  the  cooling  water  and  exhaust.  How- 
ever, the  writer  has  seen  tests  of  surface  condensers  in  Europe  in 
which  the  air  pumps  were  equipped  with  Parsons'  vacuum  aug- 
mentors,  when  as  low  as  four  degrees  difference  have  been  obtained. 
This  figure  of  temperature  difference,  it  is  to  be  noted,  is  the  real 
measure  of  the  performance  of  the  condenser.  Some  assumption 
for  this  figure  must  be  made  in  determining  the  amount  of  cooling 
water.     This  determination  is  as  follows : 

^  (t2-t3)-t, 

Where  Q— Pounds    cooling  water   required   per   pound   of    steam   condensed. 
ti=Temperature  of  the  available  cooling  water. 
tj=:The  temperature  of  evaporation  at  the  vacuum  desired. 
t3=The   temperature   difference  between   outgoing   cooling  water   and 

U-  as  outlined  above. 
r  =The  heat  of   evaporation  in  a  pound  of  the  exhaust  steam. 

Say,  for  example,  that  the  cooling  water  t^,  is  at  65  degrees, 
that  a  28-inch  vacuum  is  desired,  and  that  the  temperature  of 
evaporation  at  28  inches  vacuum  is  102  degrees.  Then  assume  that 
fg,  the  temperature  difference  expressing  the  performance  of  the 
condenser,  is  ten  degrees,  the  temperature  of  the  cooling  water  may 
be  raised  from  65  degrees  to  102 —  10;  i.  e..  from  65  degrees  to  92 
degrees.  Let  us  suppose  that  steam  is  being  condensed  from  a 
high  grade  engine.  It  is  then  safe  to  assume  that  in  expanding 
enough  of  the  latent  heat  of  the  steam  has  been  converted  into 
work  so  that  when  it  reaches  the  exhaust  pressure,  ten  percent  has 
been  condensed.  This  is  sufficiently  exact  wherever  a  high  grade 
engine  is  employed.  The  heat  of  vaporization  at  28  inches  vac- 
uum is  1043. 1  B.  t.  u.  Allowing  for  ten  percent  condensation,  the 
heat  to  be  extracted  from  the  steam  in  order  to  bring  it  to  water  of 
the  same  temperature  will  be  934  B.  t.  u.     Then  the  ratio  of  the 

amount  of  cooling  water  required  will  be     ^^      r=  34.6;   i.   e..    for 

every  pound  of  steam  condensed.  34.6  pounds  of  cooling  water  will 
be  required.  The  higher  the  vacuum  required  and  the  higher  the 
temperature  of  injection,  the  greater  will  be  the  quantity  of  cool- 
ing water  required.  This  varying  quantity  is  shown  graphically 
in  Fig.  I.  These  curves  are  drawn  up  for  a  perfect  condenser; 
that  is,  with  no  temperature  difference,  t.^  For  any  value  of  t^  it 
is  sufficient  to  shift  the  horizontal  scale  to  the  right,  thus  where  a 
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perfect  condenser  will  produce  29  inches  vacuum  with  60  degrees 
water  and  fifty  to  one  ratio,  the  actual  condenser,  say,  when  ^j=IO 
degrees  requires  105  volumes  for  the  same  vacuum.  These  curves 
show  how  rapidly  the  quantities  of  cooling  water  required  increase 
with  high  vacuum  and  water  temperatures. 

EFFECT  OF   AIR 

One  of  the  greatest  obstacles  to  successful  condenser  perform- 
ance is  the  leakage  of  air  into  the  vacuum  space.     This  need  not 
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FIG.    I — CONDENSER    WATER   RATIO   CHART 


necessarily  occur  in  the  condenser  itself  or  its  attendant  i)ii)ing  and 
valves,  but  in  portions  of  the  steam  engine,  glands,  etc.,  that  are 
subjected  to  vacuum.  A  not  uncommon  source  of  air  leakage  is  in 
the  main  feed  pumps,  either  through  their  glands  or  by  drawing 
air  along  with  the  water  through  the  suction. 

When  the  volume  to  whicli  a  quantity  of  air  will  expand  in  a 
high  vacuum  is  considered,  it  is  readily  seen  why  the  work  of  a 
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good-sized  air  air  pump  will  quickly  be  made  useless  by 
a  moderate  air  leak.  Air  mixed  with  steam  also  af- 
fects the  temperature  of  the  mxiture  generally  retarding 
condensation.  Steam,  i.  e.,  vapor  and  water  without  air, 
has  a  definite  temperature  according  to  the  pressure,  which 
may  be  found  in  any  steam  table.  There  is,  however,  a 
lower  but  just  as  definite  temperature  for  every  proportion  of  air 
present.  The  temperature  always  corresponds  to  the  pressure  of 
the  water  vapor  only  that  is  in  the  mixture,  but  the  pressure  of  the 
mixture  is  the  sum  of  both  the  vapor  pressure  and  the  air  pressure. 

Thus  if  with  a  mixture  of  water  vapor 
and  air  in  equal  parts  at  a  pressure  of 
one  pound  absolute,  the  pressure  of  the 
water  vapor  itself  is  at  0.5  pounds  per 
square  inch  and  that  of  the  air  at  0.5 
pounds  per  square  inch,  the  tempera- 
ture of  saturated  water  vapor  at  0.5 
pounds  absolute  pressure  is  a  little  less 
than  80  degrees,  which  will  be  found  to 
be  the  temperature  of  the  mixture.  The 
pressure  of  a  mixture  of  air  and  water 
vapor  is  the  sum  of  the  pressures  of  the 
constituent  air  and  water  vapor.  The 
temperature  of  the  mixture  will  corre- 
spond to  the  temperature  of  evaporation 
of  the  water  vapor  at  its  constituent 
pressure.  Table  I  will  be  useful  in  il- 
lustrating this  principle. 

In  the  passage  of  steam  through  a 
surface  condenser  to  the  air  pump  the 
temperature  within  it  will  become  less  and  less  as  the  relative  pro- 
portion of  air  to  water  vapor  becomes  higher  as  the  steam  is  con- 
densed. 

MEASUREMENT  OF  VACUUM 

It  is  conventional  to  measure  vacutun  in  inches  of  mercury 
below  atmospheric  pressure  corresponding  to  a  30-inch  barometer. 
It  would  be  more  sensible  to  refer  to  vacuum  in  pounds  absolute 
pressure  or  inches  of  mercury  absolute  pressure.  Generally  the 
measurement  must  be  made  with  the  atmospheric  pressure  as  a 
ba-si?  a4)(.l   ppjjyej-ted  to   absolute   pressure   afterwards   by  making 
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proper  correction  for  the  barometer.  There  is  one  instrument, 
however,  called  an  "Absolute  Vacuum  Gauge"  for  which  no  barome- 
tric correction  is  necessary.  It  consists  of  a  U-tube  like  Fig.  2  with 
one  end  sealed  and  filled  with  mercury  with  the  air  expelled  in  a 
manner  similar  to  a  mercurial  barometer.     The  absolute  pressure 
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in  inches  of  mercury  is  the  difference  in  levels  between  the  mer- 
cury in  the  two  sides  of  the  U-tube.  If  the  mercury  level  were  the 
same  in  each  it  would  be  reading  a  perfect  vacuum.  This  instru- 
ment is  not  very  reliable  as  a  portable  instrument,  as  the  least 
air  leakage  causes  material  error,  and  for  this  reason  it  is  not  much 
used. 
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Tn  reading  vacuum  by  means  of  a  mercury  column,  correction 
must  always  be  made  for  the  barometer,  and  sometimes  when  great 
accuracy  is  desired,  as  in  a  test^  correction  must  also  be  made  for 
temperature.  The  correction  for  the  barometer  is  the  difference 
between  the  actual  barometer  reading  and  30  inches,  the 
dift'erence  being  added  to  the  mercury  column  reading  when 
the  barometer  is  less  than  30  inches  and  subtracted  when  the 
barometer  is  greater  than  30  inches.  Thus  a  high  altitude  with 
a  24-inch  barometer,  for  instance,  a  22-inch  vacuum  reading  by 
mercury  column  would  correspond  to  a  28-inch  vacuum  at  sea 
level.  At  this  altitude  an  engine  exhausting  to  atmosphere  would 
actually  be  operating  with  a  six-inch  vacuum  referred  to  sea  level 
and  would  have  this  much  advantage  over  an  engine  operating  at 
sea  level. 

Regarding  temperature,  a  barometric  column  of  30  inches  in 
height  at  62  degrees  F.  corresponds  to  the  standard  atmosphere  of 
14.7  pounds  per  square  inch;  the  30  inches  height  varying  with  the 
specific  gravity  of  mercury  at  dift"erent  temperatures.  When  a  mer- 
curial barometer  is  used  and  it  is  located  in  close  proximity  to  the 
mercury  column,  no  temperature  correction  is  necessary,  as  it  would 
only  apply  to  the  difference  between  the  barometer  and  the  column 
and  would  hence  be  very  inconsiderable.  When  an  aneroid  bar- 
ometer is  used,  the  temperature  must  be  taken  into  account,  as 
these  barometers  are  usually  adjusted  to  read  the  atmospheric  pres- 
sure referred  to  32  degrees  F.,  which  is  the  basis  used  by  the 
Weather  Bureau. 

Sometimes  during  a  test  the  only  means  of  getting  a  barometer 
reading  is  to  call  up  the  local  Weather  Bureau.  In  doing  so  the 
government  observer  will  always  give  the  reading  referred  to  sea 
level  and  32  degrees  F.,  which  is  not  of  much  use  without  knowl- 
edge of  the  altitude.  A  point  to  look  out  for  in  tests  is  to  be  sure 
the  mercurv  is  pure.  Unscrupulous  men  representing  condenser 
builders  have  been  known  to  adulterate  mercury  with  tin  or  some- 
thing that  will  readily  amalgamate  with  mercury,  thus  reducing  its 
specific  gravity  and  making  the  condenser  appear  to  be  pulling  a 
better  vacuum  than  it  actually  does. 

{To  he  co)itituicd.) 


A  BROADER  TRAINING  FOR  ENGINEERS* 

CHARLES  WHITING  BAKER 
Editor,    Enijineering  News 

NO  man  builds  a  mill  to  jjroduce  even  such  staples  as  flour  or 
cotton  cloth,  without  carefully  examining  market  conditions. 
It  is  fitting,  therefore,  that  we  survey  the  market  conditions 
for  engineers.  How  stand  the  relations  of  demand  and  supply? 
\\'hat  sort  of  engineers  are  most  needed  to-day?  What  grade  of 
Hour  will  you  set  your  mill  to  grind? 

Perhaps  I  can  best  picture  to  you  market  conditions  in  the  en- 
gineering profession  if  1  draw  a  parallel  between  the  engineer  and 
one  of  his  favorite  materials — Portland  cement. 

A  quarter  of  a  century  ago.  Portland  cement  was  an  expensive 
and  little-used  article— just  like  the  engineer  of  a  somewhat  earlier 
period.  The  valuable  qualities  and  many  uses  of  Portland  cement 
were  little  appreciated  when  it  was  first  introduced.  The  pioneer 
engineers  sufi"ered  in  like  manner.  To-day  fifty  huge  mills  are  pro- 
ducing Portland  cement  where  there  was  one  a  generation  ago. 
So  where  there  were  four  small  struggling  schools  of  engineering  in 
the  United  States  in  1850,  there  are  to-day  more  than  fifty  times 
that  number.  Undoubtedly  the  increase  in  cement  mills  and  in  en- 
gineering schools  has  had  the  •effect  in  each  case  of  lowering  the 
price  of  the  product.  iUit  it  is  also  true  that  this  low  price  com- 
bined with  excellent  quality  has  enormously  increased  the  demand, 
both  the  demand  for  cement  and  the  demand  for  engineers. 

Is  the  engineering  profession  overcrowded?  Are  its  members 
unflerpaid?  If  you  submit  these  questions  to  a  jury  of  engineers, 
you  will.  I  am  sure,  receive  an  affirmative  verdict.  Ihit  I  suspect 
you  would  have  the  same  sort  of  answer  if  you  inquired  of  lawyers 
concerning  the  legal  profession  or  of  physicians  as  to  the  practice 
of  medicine. 

I  freely  subscribe  to  the  statement  that  the  engineering  pro- 
fession as  a  whole  is  ntjt  ])aid  in  proportion  to  the  responsibility 
it  carries  and  the  useful  service  that  it  renders  to  the  community; 
and  yet   I   cannot  believe  it   for  the  benefit  of  engineers  or  of  the 

*Condensccl  from  an  address  delivered  at  the  dedication  of  Smith  Hall 
of  Engineering-,  Northwestern  University,  Kvanston,  111..  May  7th.  1909.  An 
excellent  address  of  local  interest  was  also  delivered  by  tlie  director-elect 
of  the  new  engineering  college,  Mr.  John  F.  Hayford,  of  the  U.  S.  Coast  and 
Geodetic  Survey.  Mr.  Hayford  is  the  author  of  the  article  "Study  Men"  in 
the  Journal  for  October,  1907. 
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public  to  have  the  path  into  the  engineering  profession  made  too 
easy  or  the  rewards  for  the  lower  grades  of  engineering  work  too 
great. 

When  the  question  is  squarely  put  whether  there  are  too  many 
engineers,  I  am  obliged  to  answer,  there  are  none  too  many  good 
engineers  even  though  there  be  a  surplus  of  poor  ones.  If  engi- 
neers are  underpaid,  as  I  believe  they  are,  it  is  because  the  public 
which  employs  engineers  does  not  yet  appreciate  how  valuable  high- 
class  engineering  work  is.  Somebody  has  defined  an  engineer  as  a 
man  who  can  do  with  one  dollar  what  any  fool  can  do  with  two. 
When  all  members  of  the  profession  appreciate  and  act  on  that 
definition,  the  public  can  well  afford  to  pay  princely  salaries  to  its 
engineers. 

I  depreciate  that  competition  in  the  engineering  profession  which 
lowers  the  pay  of  engineers.  Competition  in  engineering  ought  not 
to  be  in  the  rate  of  pay  but  in  the  quality  of  service  A  few  days  ago 
I  received  a  letter  from  an  official  Board  asking  what  would  be  a 
proper  salary  to  pay  an  engineer  for  taking  charge  of  a  piece  of 
hydraulic  construction  involving  an  expenditure  of  a  million  dollars. 
I  replied  that  the  salary  they  should  pay  ought  to  depend  on  the 
sort  of  man  they  secured.  If  they  engaged  a  man  of  exceptional 
ability  he  would  probably  save  them  so  much  in  the  cost  of  the 
work  that  they  could  well  afford  to  pay  him  twice  or  thrice  what 
they  would  pay  an  ordinary  engineer. 

But  every  member  of  the  profession  who  has  reached  mature 
years,  held  large  rcsponsibilites  and  come  in  contact  with  engi- 
neers of  all  sorts  in  actual  work,  will  confess  that  a  very  large 
■amount  of  work  is  done  poorly  that  ought  to  be  done  well,  that 
many,  many  millions  of  dollars  are  wasted  that  might  be  saved  by 
better  design,  better  supervision,  better  execution.  Engineers,  let 
us  confess,  are  not  exempt  from  the  frailties  of  humanity.  Some 
of  us  are  lazy,  and  will  take  the  easy  course  and  let  things  run  on  in 
the  rut  of  routine  rather  than  make  the  effort  to  prepare  new  de- 
signs to  meet  changed  conditions.  Some  of  us  are  arrant  cowards, 
and  rather  than  run  any  risk  we  will  spend  money  like  water — so 
long  as  it  is  not  our  own  money.  I  have  seen  engineers  of  this 
type  take  credit  to  themselves  for  their  conservatism,  and  prate  in 
official  reports  about  the  high-class  construction  they  had  secured, 
when  the  fact  was  that  they  had  spent  thousEnds  where  hundreds 
would  have  satisfied  every  requirement. 
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I  am  perfectly  well  aware  that  there  are  men  who  defend  that 
type  of  engineering.  They  claim  that  an  engineer's  business  is  only 
to  look  after  accuracy,  strength,  permanence  and  safety  in  con- 
struction, to  use  only  the  best  materials  and  accept  nothing  but  the 
highest  class  of  work.  It  is  the  engineers  of  this  type  who  are  re- 
sponsible for  the  idea,  still  too  commonly  held,  that  to  put  an  en- 
gineer in  charge  of  work  means  a  great  increase  in  its  cost.  If  we 
had  less  such  engineering  there  would  be  a  greater  demand  for  en- 
gineers. 

Engineering  education,  like  any  other  education  worthy  of  the 
name,  is  a  process  of  growth.  Unless  a  boy  has  natural  abilities 
of  the  right  sort  you  cannot  make  him  into  a  good  engineer.  On 
the  other  hand,  boys  with  good  natural  abilities  who  cannot  af- 
ford a  college  training  are  going  out  into  the  working  world  all  the 
time,  beginning  at  the  bottom  rung  of  the  ladder  in  some  line  of  en- 
gineering industry,  educating  themselves  in  the  school  of  daily  ex- 
perience, aiding  that  development  by  study  in  their  night  schools 
and  correspondence  schools  and  by  wide  reading  and  observation. 
I  want  to  leave  a  wide  door  open  into  the  engineering  profession 
for  the  men  who  obtain  their  education  in  such  a  way. 

For  the  past  twenty  years,  the  engineering  colleges  of  the 
United  States  have  been  specializing  their  instruction  in  engineer- 
ing by  multiplying  the  number  of  their  courses,  by  trying  to  make 
men  expert  in  one  particular  branch  of  engineering  work.  I  am 
far  from  den}ing  that  there  is  a  large  demand  and  a  certain  field 
of  usefullness  for  such  special  courses;  but  I  believe  that  there  has 
been  too  much  s]:)ecialization  in  our  engineering  instruction.  We 
have  to-day  in  the  engineering  profession  many  specialists,  but 
too  few  men  with  broad  knowledge,  broad  abilities  and  a  broad 
outlook.  The  business  of  the  engineering  college  is  to  lay  a  broad, 
secure  foundation.  I  am  not  objecting,  mark  you,  to  schools  of  a 
different  sort.  There  is  room  and  need  for  correspondence  schools, 
for  night  schools,  for  industrial  schools,  for  schools  that  give  spe- 
cial instruction  in  special  fields.  But  to  give  young  men  an  educa- 
tion that  will  best  fit  them  for  high  and  responsible  positions  in 
the  engineering  world,  you  must  make  your  training  a  broad  foun- 
dation. 

The  country  to-day  needs  engineers  of  high  type  as  it  never 
has  needed  them  before.  Few  realize  the  enormous  change  that 
has  taken  place  in  the  relations  between  the  engineer  and  the  public. 
Go  back  less  than  a  century  and  you  find  the  engineer  almost  un- 
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known.  Civilization  and  industry  knew  his  prototype — the  mill- 
wright, the  builder,  the  miner ;  but  their  art  was  the  art  handed 
down  by  tradition.  The  application  of  science  and  the  scientific 
method  to  industry  had  barely  begun.  Civilization  now  finds  it- 
self face  to  face  with  a  multitude  of  perplexing  problems.  A  large 
number  of  these  problems  are  so  interwoven  with  our  industrial  de- 
velopment that  the  engineer  is  needed  to  aid  in  their  solution. 

I  want  to  see  more  engineers  who  are  able  to  wisely  solve  this 
problem,  "What  is  worth  while/'  in  a  hundred  lines  of  engineering 
work. 

Is  it  worth  while  to  spend  two  hundred  million  dollars 
to  build  one  kind  of  a  lock  canal  at  Panama,  or  three  hun- 
dred millions  to  build  the  one  we  are  now  completing,  or  five  or 
six  hundred  millions  to  build  a  sea-level  canal?  Is  it  worth  while 
for  the  government  to  spend  half  a  billion  dollars  on  waterway 
improvements?  Is  it  worth  while  for  a  state  to  spend  a  million 
or  ten  millions  on  good  roads? 

How  many  hundreds  of  millions  of  dollars  do  you  suppose  arc 
expended  annually  in  the  United  States  in  the  promotion  of  foolish 
and  absurd  inventions  or  enterprises  wrongly  planned  ?  It  has  long 
been  a  theory  of  mine  that  people  ought  to  be  saved  from  losing  their 
money  in  such  schemes  by  seeking  the  advice  of  engineers.  But  1 
have  found  that  before  my  theory  can  be  put  into  practice  we  must 
have  engineers  who  are  wise  enough  and  broad  enough  to  give  re- 
liable advice  on  such  matters.  And  the  public  must  learn  to  dis- 
criminate between  the  engineers  who  know  and  those  who  only  think 
they  know. 

I  know  engineers  who  shirk  these  questions ;  who  say  that  the 
engineer  should  take  a  humble  back  seat  while  the  statesman,  the 
lawyer,  and — if  you  please — the  ward  alderman  decide  these  ques- 
tions. This  is  a  huge  mistake.  The  opportunity  for  leadership  is 
open  to  the  engineer.  His  technical  knowledge  is  essential  to  the 
wise  solution  of  public  problems.  Can  he  couple  with  his  technical 
knowledge  those  other  qualities  which  are  essential.  And  what 
are  some  of  these  qualities.  First  of  all,  what  I  may  term  the 
judicial  spirit.  An  engineer  has  no  business  to  be  governed  by 
prejudice  or  partisanship.  His  sole  object  ought  to  be  to  find 
where  the  truth  lies.  He  constantly  makes  choices  in  his  daily 
work,  and  sound  judgment  in  such  choices  is  a  first  requisite.  Of 
course,  he  must  have  the  knowledge  on  which  to  base  a  judgment; 
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and  yet  when  1  am  asked  to  recommend  an  engineer  for  large  re- 
sponsibilities, I  look  first  of  all  for  a  man  of  l)roa(l  mind,  one  who 
is  able  to  weigh  matters  fairly  and  judge  without  prejudice. 

If  technical  students  can  have  developed  those  qualities  of  mind 
and  heart  and  character  which  will  in  later  years  ripen  into  sound 
judgment,  they  will  gain  something  much  more  rare  and  valuable 
than  knowledge  of  hydraulics  or  expertness  in  the  testing  labor- 
atory. 

I  grant  you  that  a  proper  mental  equipment  in  the  student  is 
essential  at  the  start ;  but  given  that,  ought  not  the  college  years — 
the  formative  period  of  a  man's  life — be  made  effective  in  cultivating 
just  such  qualities?  Do  not  our  American  colleges  and  universities 
miss  their  highest  opportunity  if  they  fail  to  develop  in  their  stu- 
dents a  broad  outlook,  fair-mindedness,  keenness  to  discern  error, 
love  of  the  truth? 

And  there  are  other  qualities.  Tact — the  combination  of  good 
judgment  with  good  taste  in  dealing  with  others;  self-confidence 
without  self-conceit;  a  personality  that  attracts  men,  wins  their  con- 
fidence, holds  their  loyalty. 

I  want  to  protest  against  the  too-common  standard  by  which 
we  rate  the  success  of  men.  You  tell  me  that  this  graduate  holds 
a  $25000  position,  that  another  owns  a  rich  copper  mine  and  a 
third  is  president  of  a  colossal  trust.  Have  they  achieved  success? 
\'ery  likely  ;  but  why  not  apply  to  them  the  same  standard  that  we 
apply  to  your  university? 

The  true  measure  of  success,  alike  for  the  university  and  for  its 
graduates,  is  the  test  of  public  service. 

I  know  an  engineer  who  has  through  long  years  guided  the 
destinies  of  a  great  city,  saved  to  its  taxpayers  untold  millions  of 
dollars,  fostered  its  development  in  a  way  that  will  benefit  genera- 
tions yet  unborn. 

I  know  an  engineer  who  has  turned  a  l)arren  desert  into  fruit- 
ful farms  and  has  made  possible  prosperity  and  hapi)iness  to  thous- 
ands and  tens  of  thousands. 

It  is  true  that  the  public  seldom  api:)reciates  the  value  of  such 
services  as  these,  and  those  who  render  such  service  often  receive 
only  meager  reward ;  and  yet  I  tell  you  that  it  is  ^Achievements  like 
these  that  best  deserve  the  name  of  .success. 
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AS  OF  INTEREST  TO  CENTRAL  STATIONS* 
E.  G.   REED 

THE  purpose  of  this  paper  is  to  briefly  trace  the  development 
of  the  distributing  transformer;  to  show  the  essential  re- 
quirements of  transformers  of  this  class;  to  discuss  their 
electrical  and  mechanical  characteristics,  and  to 
indicate  their  probable  future  development. 

In  the  early  days  of  the  transformer  it  was 
used  only  for  the  distribution  of  electric  current 
for  lighting,  directly  to  the  consumer,  but  as  the 
alternating-current  system  developed  other 
transformers  were  required.  The  term  "dis- 
tributing transformer,"  here  used,  is  intended  to 
apply  to  those  units  delivering  energy  directly 
to  the  user. 

HISTORICAL 


FIG.  I — G  A  U  L  A  R  D 
AND  GIBBS  TRANS- 
FORMER 

Original    British 
patents  dated  1882. 


From  the  classical  experiments  of  Joseph 
Henry,  published  in  1832,  was  developed  the  in- 
duction coil,  which  is  the  prototype  of  the  modern  transformer.    The 

first  practical  transformer  was  patented 
in  England  in  1882  by  Gaulard  and 
Gibbs  The  American  patent  rights 
were  purchased  in  1886  by  the  Westing- 
house  Company.  The  construction  of 
the  Gaulard  and  Gibbs  transformer  is 
shown  in  Fig.  i.  From  1883  to  1885 
William  Stanley,  Jr.,  while  in  the  em- 
ploy of  George  Westinghouse,  experi- 
mented with  the  converter,  the  name  by 
which  the  transformer  was  then  com- 
monly known.  In  1885  Stanley  built 
transformers  of  the  type  shown  in 
Fig.  2,  and  this  became  the  commercial 
form  used  by  the  Westinghouse  Company  for  many  years.  During 
the  year  1886  that  company  built  transformers  for  commercial  use, 


FIG.      2 — S  T  A  N  L  E  Y     TRANS 
FORMER    AS    BUILT    IN    l88S 


*P"rom  a  paper  read  before  the  National  Electric  Light  Association,  at  its 
32nd  AunuaJ  Cony^ni-XOn,  held  at  Atlantic  City,   N.  J.,  June  1-4,  1909. 
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FIG.     3 — EARLY     WESTINGHOUSE     TRANS- 
FORMERS,   MANUFACTURED   IN    1886 


of  the  type  shown  in  Fii;'.  3.  the  wincHng  and  magnetic  circuit  be- 
ing substantially  that  shown  in  Fig.  2. 

The  terms  "core"  and  "shell"  type  were  introduced  about  this 

time  to  denote  the  difference  between  transformers  like  that  of  Gau- 

lard  and  Gibbs,  in  which  the  iron  forms  a  core  or  center  portion  on 

which  the  windings  are  placed,  and  those  in  which  the  iron  encloses 

1?%  ^-..       ©  ^'''6  coWs.  like  a  shell,  as   in  the 

Stanley  form  shown  in  Fig.  2. 

In  the  years  1887  and  1888 
an  endeavor  was  made  to  secure 
legislation  against  the  use  of  al- 
ternating current  for  the  distri- 
bution of  power,  the  experience 
of  Mr.  Westinghouse  in  the  in- 
troduction of  the  alternating-cur- 
rent system  of  distribution,  be- 
ing, therefore,  somewhate  similar  to  his  experience  in  introducing  the 
air  brake  into  general  use.  The  Thomson-Houston  Company  brought 
out  a  shell-type  transformer  in  the  year  1888.  This  type  of  trans- 
former, shown  in  Fig.  4,  continued  to  be  used  down  to  as  late  as 
1895. 

After  the  first  commercial  transformers 
were  made,  the  immediate  developments 
were  improvements  in  detail  on  the  shell 
type  of  construction.  The  use  of  oil  as  an  in- 
sulating and  cooling  medium  was  generally 
adopted,  and  both  the  iron  and  copper  losses 
were  reduced  and  the  regulation  improved. 
The  transformers  were  modified  to  meet 
the  requirements  of  60-cycle  service,  the 
first  design  being  built  for  133-cycle  oper- 
ation, this  frequency  being  then  in  general 
use.  About  1899  to  1901,  designs  were  de- 
veloped indicating  a  close  approach  to  the 
ideal  transformer,  as  in  the  Berry  patents  taken  out  in 
England  about  this  time.  (See  Fig.  5.)  The  same  ideas, 
however,  were  foreshadowed  in  the  original  patent  (See  Fig.  6), 
granted  George  Westinghouse,  May  25,  1886.  The  original  con- 
ception has  been  developed  toward  the  ideal  construction,  which, 
however,  can  riot  be  completely  realized  on  account  of  limitations 


FIG.     4 — EARLY       THOM- 
SON-HOUSTON    TRANS- 
FORMER 

Made  in  1888. 
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in  the  materials,  iron  and  copper,  of  wliich  actual  transformers  are 
constructed. 

The  ideal  transformer  may  be  described  as  the  design 
in  which  the  mean  turn  of  both  iron  and  copper  will  enclose  a 
maximum  area  for  a  given  amount  of  material. 
This  will  result  in  a  design  of  the  least  amount  of 
material  and  lowest  cost  to  obtain  a  given  per- 
formance. The  ideal  transformer,  as  shown  in 
Fig.  7,  is  one  in  which  either  the  iron  or  the  wind- 
ing is  formed  into  an  annular  ring  and  the  other 
elements  into  a  circular 
form  about  this  ring 
completely  filling  its 
opening.  Further  limita- 
tions beyond  that  of  the 
materials  used  in  building 
transformers,  such  as 
hand  labor  and  the  re- 
quirements of  ventilation,  space  for  termin- 
als, and  other  details  of  construction,  pro- 
hibit the  actual  building  of  the  ideal  trans- 
former. 

Fig.  8  shows  the  construction  of 
the  latest  form  of  the  shell  type  for 
distributing  transformers  and  is  a  practical 
construction  approximating  the  ideal  shape. 
The  limitations  imposed  by  the  character  of  the  magnetic 
materials  used  is  aptly  offset  by  increasing  the  section  of 
the  magnetic  circuit  outside  of  the  winding.  This  permits 
an  increase  in  the  magnetic  circuit  without  a  corresponding 
change  in  the  conductors  which  would  have  been  necessary  with  the 


FIG.    5 — BERRY 

TRANSFORMER 


FIG.      b — EARLY     WESTING- 
HOUSE    TRANSFORMER 

Patent  date,  1886 


SHELL    TYPE  CORE    TYPE 

FK;.    7 — IDEAL    TRANSFORMERS 


other  forms  of  design.  The  core  type  of  design,  which  is  a  counter- 
part of  the  shell  form  in  Fig.  8,  is  shown  in  Fig.  9.  The  refine- 
ments found  in  the  best  modern  designs  of  core  and  shell  type  re- 
duce  considerably  the   difiference   which    formerly   existed  between 
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them.  In  high-voltage  work  the  core  type  of  construction,  depend- 
ing on  tlie  size  of  the  transformer,  finds  its  best  field,  and  hence 
both  forms  of  construction  are  justified.  The  efiicient  disposition  of 
the  insulation  possible  with  the  core-type  transformer  in  higher 
voltages  is  the  reason  for  its  use. 

The  simplicity  of  the  magnetic  circuit  in  the  best  design  of  this 
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FIG.    8 — LAIKST    FORM    OF    THE    SHELL-TYPE    TRANSFORMER 

improved  form  of  the  shell  type  is  illustrated  in  Fig.  lo  and  its 
merits  are  shown  by  the  test  results  given  in  Fig.  ii.  The  shell 
type  of  transformer  requires  one  group  of  coils,  instead  of  two  or 
four  as  in  the  core  type.  The  addition  of  the  two  iron  circuits 
to  the  former  shell  construction  protects  the  remaining  two  sides  of 

the   coil   and   the   winding   is   practically 
armored. 

The  comparatively  recent  advent  of 
silicon  or  alloy  steel  has  affected  both  the 
design  and  performance  of  distributing 
transformers.  Its  use  does  not  change 
the  relative  economy  of  the  different 
types  of  construction,  but  its-  increased 
cost  does  change  the  proportions  of  cop- 
l)er  and  iron  in  any  j)articular  design. 
The  lower  loss  per  unit  of  weight 
of  the  iron  would  naturally  al- 
low a  saving  of  material  for  a 
given  performance.  This  would  result  in  an  increase  of  the 
fiux  density  in  the  iron  and  of  the  current  densit}-  in  the  copper, 
their  upper  limits  being  set  b}-  the  magnetic  saturation  of  the  iron 
and  heating  of  the  copper.  The  general  cft'ect  of  the  better  material 
on  commercial  transformers,  howexer.  has  been  to  increase  their  ef- 
ficiency, better  their  regulation  and  to  reduce  their  size  and  weight 
without  increased  cost  to  the  bu\er. 


FIG.      9 — CORE     TYPE     TRANS- 
FORMER 

Counterpart      of      latest 
shell-type. 
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In   the   early   days   of   transformer   designing   the   proportions 
were  worked  out  roughly  by  rule  of  thumb,  the  main  requirement 

beng  to  build  trans- 
formers that  would  op- 
erate. For  a  consid- 
erable period  it  was 
thought  that  there 
were  so  many  quanti- 
ties involved  in  the  de- 
ifl  sign  that  it  would  not 
be  practical  to  take 
them  all  into  consider- 
ation and  make  a 
theoretical  design.  In 
]  the  manufacture  of 
^  modern  transformers 
this  method  of  treat- 
ment has  been  demon- 
strated to  be  the  only 
successful  one  to  use. 
The  relative  costs  of  iron  and  copper  are  taken  into  account,  and 
the  most  efficient  design 
is  made  for  the  existing 
market  value  of  these 
materials.  Mathematical 
methods  of  design  pro- 
duce transformers  that 
are  uniform  in  their 
characteristics,  the  sizes  J 
progressing  in 
sions,  weight  and  per- 
formance in  a  uniform 
manner.  This  is  indi- 
cated in  Fig.  II,  showing 
the  losses  for  a  line  of 
commercial   transformers. 


-MAGNETIC  CIRCUIT  OF  THE  LATEST  FORM  OF 
THE    SHELL-TYPE   TRANSFORMER 
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SERVICE    REQUIREMENTS 
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FIG.     TT — IRON     AND     COPPER     LOSS    CURVES 

Transformer  of  recent  design. 


The   service   require- 
ments    of     transformers     mounted     on     poles     or     in     manholes 
are   identical   as   to    performance,   but    differ    in    most   other  par- 
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ticulars.  Regarding  performance,  it  goes  without  saying  that 
the  iron  and  copper  losses  should  be  low ;  in  fact,  the  development 
of  distributing  transformers  during  the  past  twenty  years  has  been 

largely     one     of      reducing 
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FIG.     12 — REGULATION    CURVES. 

Transformer   of   recent   design. 


these  losses.  Low  iron  loss 
is  particularly  important, 
since  it  is  continuous  and 
therefore  should  be  smaller 
than  the  copper  loss,  which 
occurs  only  when  the 
transformer  is  loaded. 
Since  the  regulation  is  prac- 
tically proportional  to  the 
copper  loss,  the  extent  to 
which  the  iron  loss  of  a 
transformer  of  given  cost 
may  be  reduced  by  increas- 
ing the  copper  loss  is  limit- 
ed by  he  necessity  of  securing  good  regulation.  For  example,  the 
regulation  of  a  one  k.  v.  a.  transformer,  as  shown  by  the  curves  in 
Fig.  12,  is  2.62  percent,  which  value  can  not  be  greatly  increased 
without  rendering  the  transformer  unsuitable  for  ordinary  service. 
On  the  other  hand,  the  regulation  of  a  50  k.  v.  a.  transformer  is 
1. 15  percent,  and  this  value 
might  be  increased  without  jeop- 
ardizing satisfactory  service. 
The  iron  loss  might  be  reduced 
by  increasing  the  copper  loss  if 
this  cliange  would  result  in  a  net 
saving.  For  a  transformer  of 
given  cost,  as  the  iron  loss  is 
reduced  and  the  copper  loss  in- 
creased, a  point  is  reached  be- 
yond which  a  further  decrease 
in  the  iron  loss  can  be  made  only 
by      a     very      considerable      in-  ^ic.  13— curto  showing  relative  val- 

r.^^^^^    •„  <-t"  1       -ri  •      l-'ES  OF  IRON  AND  COPPER  LOSSES 

crease  in  the  copper  loss.     This 

is  shown  by  the  curve  in  Fig.  13,  which  represents  the  relation 
between  the  losses  which  can  be  obtained  with  various  designs 
having  the  same  cost.  The  curve  shows  that  if  the  iron  loss  be  de- 
creased to  90  percent  of  its  normal  value,  the  copper  loss  increases 


412  THE  ELECTRIC  JOURNAL 

to  113  percent  of  its  original  value.  However,  decreasing  the  iron 
loss  to  60  percent  of  its  normal  value,  would  increase  the  copper 
loss  to  183  percent  of  its  original  value.  This  should  be  taken  into 
account  in  proportioning  the  losses,  which  for  a  given  transformer 
should  be  so  related  that  the  cost  of  sup])lying  them  for  a  given 
period  shall  be  a  minimum. 

It  is  usual  to  consider  the  total  cost  of  sui)])lying  transformer 
losses  to  be  made  up  of  the  actual  cost  of  producing  current,  say 
one  cent  per  kilowatt-hour,  and  a  fixed  charge  for  interest,  deprecia- 
tion, and  the  like,  on  the  station  equipment,  of,  say,  $20  per  kilowatt- 
year.  The  total  cost  of  supplying  one  kilowatt-year  of  iron  loss  at 
one  cent  per  kw-hr.  for  365  days  of  24  hours,  amounts  to  $87.60 
plus  the  fixed  charge  of  $20,  or  a  total  of  $107.60.  Assuming  the 
daily  load  on  the  transformer  to  be  equal  to  four  hours  of  full 
load,  the  actual  cost  of  the  power  used  per  kilowatt  of  copper  loss 
will  be  one-sixth  of  the  cost  of  power  used  per  kilowatt  of  iron  loss, 
or  one-sixth  of  $87.60  equals  $14.60.  Thus  the  total  cost  per  kilo- 
watt-year of  rated  transformer  copper  loss  will  be  $14.60  plus  the 
fixed  charge  of  $20,  or  $34.60.  The  cost  of  supplying  the  losses  of 
a  modern  five  k.  v.  a.  transformer  having  an  iron  loss  of  45  watts 
and  a  copper  loss  of  93  watts,  will  be: — 

Cost  per  year  of  iron  loss  equals         0.045   X  $107.60  =  $4-84 
Cost  per  year  of  copper  loss  equals  0.093  X     $34-6o  =  '^i-22 


Total  Cost $8.06 

This  transformer  has  a  copper  loss  that  is  approximately  2.1 
times  its  iron  loss,  and  it  can  be  shown  theoretically  that,  for  the 
cost  of  power  as  given  above,  the  best  results  would  be  obtained 
if  the  copper  loss  were  2.4  times  the  iron  loss.  The  losses  of  a 
line  of  commercial  transformers  are  shown  in  Fig.  11,  in  which  the 
average  coj^per  loss  above  the  smaller  sizes  is  2.1  times  the  average 
iron  loss. 

The  query  next  arises,  Why  are  transformers  not  made  having 
lower  losses  than  those  just  referred  to?  The  answer  to  this  is 
that  improved  apjjaratus  is  not  readily  saleable  unless  the  saving 
resulting  from  its  use  is  more  than  the  cost  of  carrying  the  addi- 
tional investment.  If  the  five  k.  v.  a.  transformer  before  referred  to 
costs  $60  and  the  interest  and  depreciation  on  this  investment  is  15 
percent,  the  total  annual  cost  of  operating  this  iinit  is  $9.00  plus 
$8.06  =  $17.06.     If  it  can  be  shown  that  the  losses  of  this  trans- 
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former  can  be  reduced  at  a  cost  which  will  make  the  total  cost 
of  its  operation  less  than  $17.06  per  year,  a  more  economical  trans- 
former for  these  conditions  could  be  designed.  The  performance 
of  modern  transformers  is  more  the  result  of  a  growth  and  adjust- 
ment than  of  theoretical  considerations.  The  factors  entering  into 
the  cost  of  power  are  so  variable,  and  the  questions  of  transformer 
costs  so  intricate,  that  a  general  solution  is  hardly  possible.  It  is 
usual  for  transformer  manufacturers  to  carry  two  lines  of  trans- 
formers, one  having  relatively  lower  iron  losses  than  the  other,  the 
difference  in  price  being  approximately  15  percent.     The  curves  in 

Fig.  14  show  for  what 
cost  of  power,  fixed 
charges,  and  the  like,  it 
is  ecjually  economical  to 
use  either  grade  of 
transformer.  For,  in- 
stance, if  the  annual 
cost  of  the  ecjuipment  is 
$20  and  interest  and  de- 
preciation on  the  trans- 
former investment  is  15 
percent,  and  if  power 
costs  approximately  0.5 
cent  or  more  per  hour, 
FIG.   14-COST  CURVES  't  ^-^  "lore  economical  to 

Showing  relative  value  to  central  station  of  "■'^e  the  first-grade  trans- 
transformers  of  different  efticiencies  for  vari-  former.  These  curves 
ous  values  of  power  cost,  interest  and  depre-  ,    '  , 

ciation.  are  drawn  tor  a  partic- 

ular size  of  transformer, 
taking  into  account  its  actual  cost  and  losses  and  the  dift'erence  in 
co.st  and  performance  between  it  and  the  corresponding  size  of 
the  other  line.  The  general  results,  however,  will  ap])ly  to  a  whole 
line  of  transformers,  as  they  differ  in  all  sizes  by  ap])r<)ximately 
the  same  amount  in  cost  and  i)erf<»rmance. 

The  exciting  ctUTent  of  a  transformer  may  Ix,'  deliucd  as  the 
current  taken  l)y  the  high-tension  wimling  when  the  low-tension 
winding  is  not  loaded.  TTeretofore  the  magnitude  of  the  excit- 
ing ctirrent  of  distribuiing  transformers  has  not  been  given  much 
attention,  due  to  the  fact  that  with  the  older  grades  of  iron  a 
low  exciting  current  naturally  resulted  from  a  normal  design. 
The  use  of  silicon  steel  has  modified  designs   in  such  a  w^ay  that 
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without  considerable  care  in  design  and  manufacture  high  excit- 
ing current  result.  For  this  reason,  to-day  the  question  of  excit- 
ing current  must  be  considered  when  buying  transformers. 
It  is  not  generally  appreciated  that  the  exciting  current  of 
a  transformer  is  the  cause  of  a  copper  loss  in  the  line  and  in 
the  generator,  which  is  continuous  so  long  as  the  transformer  is 
connected  to  the  mains.  This  is  a  true  energy  loss  and  must  be 
placed  in  the  same  class  as  the  iron  loss.  With  a  load  having 
lOO  percent  power-factor,  the  loss  resulting  from  the  exciting  cur- 
rent is  constant  and  independent  of  the  value  of  the  load.  The 
lower  the  power- factor,  the  greater  will  be  the  copper  loss  due  to 
the  exciting  current.  For  example,  assume  that  a  distributing  line 
is  loaded  with  transformers  which  take  an  exciting  current  such 
that   the   magnetizing   component    is   five   percent  of   the    full-load 

current.      How  does  the 
operating     economy     of 
this    transformer     com- 
pare wnth  one  having  a 
magnetizing     component 
of,  say,    15   percent,  as- 
suming that  the  power- 
factor  of  the  load  exter- 
nal  to    the   transformer 
is   100  percent  and  that 
the    normal    line   loss   is 
15  percent  of  the  pow- 
er delivered?    Assuming 
further   that   the   trans- 
formers    have     a     nor- 
mal    iron     loss     of     one     percent,     the     first     case     will     result 
in    a    line    copper    loss    which    is    equivalent    to    increasing    the 
iron  loss  of  the  transformer  by  approximately  four  percent.     For 
the  second  case,  a  line  copper  loss  results  which  is  equivalent  to 
increasing  the  iron  loss  of  the  transformers  by  approximately  34 
percent.     In  the  case  of  a  60  percent  power-factor  ,the  first  trans- 
former produces   line  losses  equal  to  increasing  the  iron  loss  ap- 
proximately 125  percent  and  in  the  second  case  approximately  400 
percent.     In  the  case  of  the  transformer  having   15  percent  mag- 
netizing   component,    the     increase    in     line     loss    will    be    equal 
to     an      increase      in     transformer      iron      loss      from      a     mini- 
mum    of      30     percent     at      100     percent     power- factor     to      a 
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FIG.    15 — EXCITING    CURRENT    CURVE 

Transformer  of  recent  design. 
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maximum  of  400  percent  at  60  percent  power-factor,  hav- 
ing intermediate  values  depending  on  the  magnitude  of  the 
load  and  its  power-factor.  Hence  the  presence  of  large  mag- 
netizing current  will,  under  certain  conditions,  produce  much 
greater  loss  than  the  total  iron  loss  of  the  transformer  and  on  the 
score  of  efficiency  it  is  important  to  consider  magnetizing  current 
as  well  as  true  iron  loss.  The  exciting  current  of  commercial  trans- 
formers of  various  sizes  is  shown  in  Fig.  15. 

Aside  from  tliis  copper  loss,  a  considerable  portion  of  the  gen- 
erating equipment  must  be  operated  at  periods  of  light  load  on  the 
transformers  merely  to  supply  exciting  current.  The  use  of  trans- 
formers having  a  high  exciting  current  also  causes  a  lower  power- 
factor  on  the  whole  distributing  system,  thus  affecting  the  regula- 
tion not  only  of  the  transmission  line  and  the   transformers,  but 

the  generating  equip- 
ment as  well.  Thus, 
with  a  load  that  natural- 
ly has  a  good  power- fac- 
tor, the  introduction  of 
transformers  with  high 
exciting  currents  tends 
to  materially  reduce 
this  power-factor. 
Again,  with  loads  hav- 
ing low  power-factors, 
the  use  of  such  trans- 
formers will  still  fur- 
ther reduce  the  power- 
factor.  High  exciting 
current  indicates  that  the  iron  in  the  transformers  is  worked  near 
the  knee  of  the  saturation  curve,  or  a  little  past  the  knee.  Thus  an 
increase  in  the  voltage  of  the  system  will  run  the  saturation  of  the 
iron  beyond  the  knee  of  the  curve  and  produce  an  extremely  high 
exciting  current. 

OPERATIXG   CHARACTERISTICS 

The  relative  values  of  the  iron  and  copper  losses  in  a  trans- 
former may  be  varied  by  changing  the  voltage  impressed  on  its 
primary  winding,  the  load  current  also  being  changed  so  that  it!^ 
kilovolt-ampere  output  remains  constant.  The  output  of  a  trans- 
former is  regularly  rated  in  kilovolt-amperes,  or  the  products  of  the 
secondary  voltage  and  the  current  delivered  to  the  load.     Thus  if 


FIG.     16 — CURVES     SHOWING     CHANGE     OF     LOSSES 

WITH    VARIATIONS    IN    IMPRESSED   VOLTAGE 

WITH    CONSTANT   K.    V.   A.   OUTPUT 
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the  voltage  delivered  by  the  transformer  is  decreased,  the  current 
must  increase  if  its  output  is  to  remain  constant.  The  induction  in 
the  magnetic  circuit,  varying  with  the  impressed  voltage,  increases 
or  decreases  the  iron  loss.  When  the  voltage  is  low  the  current  in 
the  winding  is  large,  consequently  the  copper  loss  is  increased,  and 
when  the  voltage  is  high  the  current  and  the  copper  loss  are  low. 
The  curves  in  Fig.  i6  show  in  a  graphical  way  the  relation  between 
the  copper  and  iron  losses  and  their  sum  as  the  impressed  voltage 
varies;  the  kilovolt-ampere  output  remaining  constant.  It  is  ap- 
parent that  when  the  iron  loss  reaches  low  values  the  copper  loss 
increases  very  rapidly.  On  the  other  hand,  when  the  copper  loss 
in  turn  reaches  its  low  values,  the  iron  loss  does  not  increase  so 
rapidly  as  did  the  copper  loss.     It  is  interesting  to  note  that  as  the 

iron  loss  increases  and  the 
copper  loss  decreases,  the 
sum  of  the  losses  decreases 
until  a  minimum  is  reached, 
after  which  it  again  in- 
creases. It  is  apparent  that 
the  sum  of  the  losses  is  a 
minimum  somewhere  in  the 
region  of  equality  of  the 
iron  and  copper  losses.  In 
the  variation  of  the  losses 
by  changing  the  impressed 
voltage,  it  has  been  assumed 

FIG.     17— CURVE     SHOWING     CHANGE     OF     IRON     that      thc     VoltagC     chaUgC     IS 

LOSS  WITH  FREQUENCY  j^^^    limited    by   the    satura- 

tion of  the  iron.  In  a  practical  case,  the  saturation  of  the 
iron  might  prevent  any  considerable  variation  of  the  voltage  above 
normal.  The  relation  of  the  iron  and  copper  losses  in  any  trans- 
former, if  the  sum  of  their  losses  is  to  be  a  minimum,  is  that  the 
iron  loss  should  be  approximately  15  percent  greater  than  the  cop- 
per loss.  This  is  a  perfectly  general  relation,  and  for  a  transformer 
of  any  capacity,  voltage  or  frequency  and  of  any  type  of  design,  if 
the  losses  are  in  this  relation  their  sum  will  be  a  minimum. 

In  the  ])receding  case  the  losses  were  varied  by  changing  the 
impressed  voltage  and  keeping  the  output  and  frequency  constant. 
Fig.  17  shows  the  variation  of  the  iron  loss  for  a  given  transformer 
with  changing  frequency  at  the  supply  circuit.  The  question  is  one 
of  variable  iron  loss  only,  as  evidently  the  copper  loss  is  not  afifected 
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by  changing  the  frequency  of  the  current.  Assuming  the 
iron  loss  and  the  copper  loss  to  he  CDUstanl,  the  output 
of  a  transformer  is  related  to  the  fre([uency  at  which 
it  is  operated,  as  shown  in  {-"ig.  i8.  The  output  of  a  trans- 
former, for  example,  at  25  cycles,  is  ap])roximately  70  percent  of 
its  output  at  60  cycles,  h^ig.  iS  gives  the  out])ut  of  a  transformer 
at  various  frequencies  in  terms  of  its  output  at  60  cycles. 

It  can  also  be  shown  that  the  output  of  a  transformer  is  ap- 
])roximately  proportional  to  the  three-fourth  power  of  its  weight. 
This  assumes  that  the  loss  densities  in  the  materials,  iron  and  cop- 
per, making  up  its  structure  are  maintained  constant. 

Transformers  operating  at  a  temperature  of  100  degrees  C. 
will  ])robably  soon  fail,  and  assuming  an  average  temperature  of 
the  air  of  25  degrees  C,  this  limits  the  maximum  permissible  teni- 

perattu-e  rise  of  the  transform- 
er to  less  than  75  degrees  C. 
AlloW'ing  for  a  margin  of,  say, 
10  to  15  degrees  C,  gives  a  safe 
operating  temperature  rise  of 
from  60  to  65  degrees  C.  This 
refers  to  the  temperature  rise 
of  the  windings  and  not  that 
of  the  surrounding  oil,  whicVi 
obviously  must  be  cooler.*  In 
FIG.  18— CURVE  SHOWING  CHANGE  OF  OUT-  good  Commercial  transformers. 
PUT  WITH  FREQUENCY  IN   PERCENT  OF  depending  on  the   size  and  on 

OUTPUT    AT    60    CYCLES  ,  ,.  ^^     .  -         , 

the  coohng  eiticiency  of  the 
oil  flucts  through  the  wmdings.  the  temperature  of  the  windings  is 
from  five  to  15  degrees  above  that  of  the  hot  oil  in  tlie  upper  part 
(if  the  case.  The  temperature  guarantee  of  standard  distributing 
transformers  is  50  degrees  C.  rise  of  the  windings  after  continuous 
operation  at  normal  load.  If  this  guarantee  were  based  on  oil  tem- 
peratures, rather  than  that  of  the  windings,  a  guarantee  of  api)roxi- 
mately  40  degrees  C.  could  be  made,  instead  of  50  degrees  C.  In 
determining  the  permissible  load  at  which  commercial  transformers 
can  be  operated  for  a  given  time,  and  the  permissible  time  for  a 
given  load,  this  maxinnim  operating  tem]K'rature  must  not  be  ex- 
ceeded. Having  plotted  fmm  tests,  the  curves  showing  tlie  increase 
of  the  temperature  rise  <if  tlie  oil  and  windings  witli  time,  starting 
with  100  percent  transformer  load,  it  is  ])ossil)]e  to  tletermine  the 
corresponding  curves  for  any  other  load. 
*See  the  JouKNAi,  Question   P.<»x,   Xo.   276. 
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The  calculation  of  overload  temperature  curves  is  based  on 
the  fact  that  the  temperature  rise  of  the  oil  is  proportional  to  the 
total  loss  in  the  transformer  and  the  temperature  rise  of  the  wind- 
ings above  the  oil  is  proportional  to  the  copper  loss.  Suppose  it  is 
desired  to  draw  the  temperature  rise  curves  for  125  percent  load. 
Assunle  that  after  eight  hours  operation  at  100  percent  load  the  oil 
rise  is  34  degrees  C.  and  the  rise  of  the  windings  is  45  degrees.  If 
the  normal  iron  loss  of  the  transformer  be  33  percent  and  the  nor- 
mal copper  loss  be  66  percent  of  the  total  loss,  a  load  of  125  percent 
will  produce  a  copper  loss  of  104  percent,  the  copper  loss  increasing 
as  the  square  of  the  load.  The  total  loss  for  this  load  will  then  be 
137    percent,    therefore    the    temperature    rise    of    the    oil    will    be 
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1.37X34°  0.^^46°  C.  The  rise  of  the  copper  above  the  oil  will 
be  i.56Xii°^i7°  C.  The  temperature  rise  of  the  copper  will  then 
be  46 -|-  17  =  63  degrees  C.  This  procedure  can  be  repeated  for  a 
sufficient  number  of  points  to  enable  the  construction  of  the  com- 
plete temperature  curve.  The  temperature  rise  curve  of  the  wind- 
ings for  no-load,  that  is,  the  temperature  rise  due  to  the  core  loss 
only,  can  be  determined  by  the  same  method.  If  the  normal  core 
loss  is  33  percent  of  the  total  loss  ,  the  temperature  rise  of  the  oil 
and  the  winding  also  will,  in  this  case,  be  0.33X34=11  degrees  C. 
The  curves  given  in  Fig.  19,  which  show  the  rise  of  the  oil  at 
no-load  and  at  100  percent  load  and  the  copper  at  100,  125  and  150 
percent  loads,  have  been  determined  by  test,  and  they  check  up 
very  closely   with  the   theoretical   curves   as  outlined   above.     The 
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temperature  rise  of  the  oil  is  determined  by  a  thermometer  and  of 
the  windings  by  the  increase  of  resistance  method.  These  curves 
do  not  represent  any  particular  size  of  transformer,  but  rather  the 
characteristics  of  a  modern  line  of  distributing  transformers  of  from 
one  to  50  kilovolt-amperes. 

From  the  temperature  curves  shown  in  Fig.  19,  time  over-load 
curves  can  be  drawn,  an  example  being  shown  in  Fig.  20.  These 
indicate  the  time  required  for  any  load  to  increase  the  temperature 
of  the  transformer  to  any  specified  temperature  rise.  If  the  trans- 
former is  cold  when  the  load  is  applied,  it  will  require  a  slightly 
longer  time  to  reach  the  predetermined  rise  than  if  it  has  already 
attained  the  temperature  due  to  the  core  loss.  This  difference  is 
not  considerable  and  for  practical  purposes  may  be  ignored.     From 

the  curves  given  in  Fig. 
20,  it  is  possible  to  deter- 
mine the  temperature 
rise  of  a  transformer 
under  almost  any  condi- 
tions that  may  arise  in 
service.  There  are  two 
kinds   of  problems: — 

First — What  will  be 
the  temperature  rise  of 
a  transformer  under 
given  conditions  of  load 
for  a  certain  period  of 
time  ? 

Scco)id — What  period  of  time  will  a  transformer  carry  a  cer- 
tain load  without  exceeding  a  limiting  temperature  rise  ? 

As  an  example  of  the  first  case,  suppose  it  is  required  to  find  the 
temperature  rise  of  a  transformer  tint  is  operating  with  no-load 
and  then  receives  a  100  percent  load  for  four  hours,  followed  by  a 
150  percent  load  for  two  hours.  From  the  temperature  curves  in 
Fig.  19,  it  is  seen  that  the  winding  have  approximately  a  12-de- 
gree  rise,  due  to  the  iron  loss  only.  To  obtain  the  temperature  rise 
of  the  windings  after  four  hours  at  100  percent  load,  follow  the 
100  percent  load  temperature  rise  curve  forward  for  a  period  of 
four  hours  from  the  point  where  it  reached  a  temperature  rise  of  12 
degrees  C.  This  gives  a  temperature  rise  of  approximately  38  de- 
grees. When  the  150  ])crcent  load  is  placed  on  the  transformer  it 
has  a    temj)craturc    rise  of    38    degrees    C,    and    will  then    con- 
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tinue  to  rise  in  temperature  as  iiulicatcd  by  the  150  percent  load 
curve.  Starting  from  the  38  degree  C.  rise,  on  the  150  percent  load 
temperature  rise  curve,  a  transformer  at  the  end  of  a  two-hour 
period  will  have  reached  an  approximate  temperature  rise  of  63 
degrees  C.  In  this  case  its  original  temperature  rise,  due  to  its  core 
loss,  had  little  effect  on  its  final  temperature.  Although  it  had  a 
temperature  rise  of  12  degrees  C.  when  the  100  percent  load  was 
started,  this  increased  its  temperature  rise  only  2  degrees  C.  at  the 
end  of  the  four-hour  run  at  100  percent. 

As  an  example  of  the  second  phase  of  the  problem,  suppose 
it  is  required  to  determine  what  load  is  required  to  produce  a  tem- 
perature rise  of  70  degrees  C,  after  six 
hours'  run.  It  is  necessary  in  this  case 
to  refer  to  a  70  degree  time  overload 
curve.  P>om  the  curve  shown  in  Fig.  20, 
it  is  seen  that  a  load  of  137  percent  is  re- 
quired to  bring  the  transformer  to  the  re- 
quired rise. 

FUTURE    DKVELOPMENTS 

If  the  present  iron  is  used  at  a  higher 
induction  it  becomes  oversaturated,  giv- 
ing high  exciting  currents.  A  betterment 
of  the  permeability  would  allow  higher 
working  densities,  the  design  being 
modified  so  as  to  use  less  iron.  In 
designing  25  cycle  transformers  it 
is  necessary  for  magnetic  purposes 
FIG.  21-SECT10N  THROUGH  to  usc  uiore  iron  than  is  desired,  be- 
TEANSFORMER      MAGNETIC  causc    of    tlic    low    permeability    of    the 

CIRCUIT    AND    WINDING  .ili^on  jrOU. 

In  general,  a  betterment  of  iron,  without  improving  the  per- 
meability, can  only  result  in  lower  losses  and  not  a  reduction  of 
the  cost  of  the  transformers.  In  order  to  take  full  advantage  of  the 
reduced  true  loss,  it  would  be  necessary  to  increase  the  saturation 
beyond  permissible  values.  Higher  permeability  and  then  lower 
losses  will  ])ermit  ^i   distinct  improvement  in  transformers. 

Another  line  of  development  is  improvement  of  the  insulation 
so  as  to  require  less  space  (See  Fig.  21)),  permit  increased  tem- 
peratures and  act  as  a  heat  conductor.  This  would  allow  higher 
copper  density  than  is  now  permissible. 


SPEED  CONTROL  OF  INDUCTION  MOTORS  BY 
CASCADE  CONNECTION 

H.  C.  SPECHT 

THE  method  of  varying  the  speed  of  induction  motors  most 
generally  known  is  that  of  inserting  resistances  in  the  sec- 
ondary circuit.  The  great  disadvantage  of  this  method  is 
that  any  change  in  load,  with  a  given  amount  of  resistance  in  the 
secondary  circuit,  results  in  a  variation  in  speed,  and,  if  the  load  is 
removed,  the  motor  returns  to  its  synchronous  speed.  Hence,  for 
each  given  load  and  speed  a  different  amount  of  resistance  is  re- 
quired. In  addition  to  the  ahove  disadvantages  of  this  method,  these 
changes  in  speed  are  accompanied  by  changes  in  efficiency ;  the 
lower  the  speed  the  lower  the  efficiency,  and  vice  versa. 

For  the  cascade  of  "concatenated"  connection  the  motors 
are  ordinarily  of  the  type  with  wound  secondaries ;  the  last  motor  of 
the  set  may,  however,  be  of  the  squirrel-cage  type.  The  rotors  of 
such  a  set  are  either  mounted  on  the  same  shaft  or  connected 
mechanically  by  other  means.  The  primary  of  the  first  motor  is 
connected  to  the  line  circuit  and  its  secondary  winding  to  the  pri- 
mary winding  of  the  second  motor,  which  may  be  the  stator  or  the 
rotor.  The  secondary  of  the  last  motor  is  either  completely  short- 
circuited  or  connected  to  an  external  resistance.  The  maximum 
number  of  speeds  which  can  be  obtained  by  the  various  connections 
of  a  cascade  set  consisting  of  two  single-speed  motors  is  four.  Re- 
ferring to  Fig.  I,  when  either  motor  /  or  motor  //  is  running  with 
its  secondary  short-circuited  and  its  primary  connected  to  the  line, 
i.  e.,  operating  as  a  single  motor,  the  synchronous  speed  obtained 

,     ,      ^,     ,       ,-  ^1  .  ^.      ,  ^  ,  1      alternations 

corresiionds  to  tliat  ot  this  i:)articular  motor  and  e(|uals    , 

'  '  '■  poles 

1111  1      alternations  ...  ,.     , 

and.  under  load,  eciuals  -. X(i  —  slip). 

'  poles  ' 

If  the  two  motors  are  connected  in  direct  concatenation  a  speed 

•111         1  *    •        1       1  •    1     •  1   i     alternaticns    .  i  •   i     ^  i 

will  he  ol)taine(l  which  is  e(|iial  to  in  wlucli  p,  =  numl:)cr 

p.  M>^ 

of  ])oles  of  motor  /  and  p.,  ^-  number  of  i)oles  of  motor  //.    If  tlie 

two  motors  are  connected  in  differential  concatenation  a  speed  will 

1         1  .    •       ,       1  •   I     •  1  ,     alternations        ,-  i       •;•         x        r 

be  obtained  which  is  equal  to      .     J'or  example,  it  motor  / 

Pi— P2 

has  twelve  poles  and  motor  //  fonr  poles  and  if  the  frequency  of 
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the  line  is  25  cycles,  or  3  000  alternations,  the  following  synchron- 
ous speeds  will  be  obtained  : — 

M.       T  T           •         -1      25x120 
otor  11  running  single ;  -^ =  750  r.p.m. 

25  X  120 


2 — Motors  /  and  //  in  differential  concatenation;' 


12 — 4. 


375  r.p.m. 

TV/T    i.  r  •  -1         25X120 

3 — Motor  1  runnmg  smgle;  --  --       =  250  r.p.m. 

4 — Motors  /  and    //  in    direct    concatenation;       -  ,-     = 
^  '      12  +  4 

187.5  r.p.m. 
Two  motors  are  said  to  be  connected  in  direct  concatenation 
when  they  have  a  tendency  to  start  up  in  the  same  direction.  In  this 
case  both  machines  act  as  motors.  They  are  said  to  be  connected  in 
differential  concatenation  when  they  tend  to  start  in  opposite  direc- 
tions.   In  this  case  the  second  motor,  i.  e.,  the  motor  whose  primary 


ToLlrw 


FIG.    I — DIAGRAM    OF   CONNECTIONS   OF    MOTORS    ARRANGF.D    IN 
DIRECT    CONCATENATION 

is  connected  to  the  secondary  of  the  first  motor,  acts  as  a  frequency 
changer  and  generator.  If  motor  /,  having  the  greater  number  of 
poles,  is  connected  to  the  line,  then  motor  //  is  producing  a  rotating 
field  in  the  secondary  of  motor  /  opposite  to  that  of  its  primary.  If 
motor  //  is  connected  to  the  line,  its  effect  is  to  boost  the  frequency 
in  the  circuit  connecting  the  two  motors.  This  makes  it  possible  to 
obtain  a  speed  which  is  higher  than  the  speed  of  motor  /  running  as 
a  single  motor.  In  a  three-speed  cascade  set  motor  //  may  have  a 
squirrel  cage  rotor  if  a  constant  resistance  in  the  secondary  is  per- 
missible. 

In  some  cases  more  than  four  different  speeds  are  required,  in 
which  case  other  schemes  have  to  be  employed.  For  this  purpose  a 
three-motor  cascade  set  may  first  be  considered.  If  motor  /  has  14 
poles,  motor  //  six  poles  and  motor  ///  four  poles,  by  means  of  dif- 
ferent connections  the  following  synchronous  speeds  can  be  obtained, 
operating  on  a  60-cycle  circuit : — 
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I — Motor  ///  runnine:  single;      — — -   =  1800  r.]).ni. 
*•        °  4  ' 

TV  T  ^       Tf           •         -1      60x120 
2 — Motor  II  running-  smgle;  — ^ =  i  200  r.p.m. 

7. — Motor  /  and  //  in  differential  concatenation  ;  ^   :=: 

^  '     14 — 6 

900  r.p.m. 


4 — Motors  /  and  ///  in  differential  concatenation ; 


60  X  120 
14—4 
=  720  r.  p.  ni. 

5 — Alotors  /  and  //  in  dift'ercntial  concatenation,  and  mo- 

60  X  120 


14 — 6  +  4 


tors  //  and  ///  in    direct    concatenation; 

600  r.p.m. 

^      T\r   .L       T  ■         -1       60x120 

6 — iNlotor  I  runnnig  snigle  ;  — - —  =  514  r.p.m. 

7 — Motors  /  and  //  in  direct  and  motors  //  and  ///  in  dif- 

,         ,.   1  ^       ^.         60x120 

ferential  concatenation;       ,,       =4^0  r.p.m. 
'  14  +  6 — 4        ^^        '- 


FIG.   2 — DI.A.GRAM   OF  CONNECTIONS  OF  MOTORS  ARRANGED   IN 
DIFI'ERENTIAL  CONCATENATION 


60  X  120 
14  +  4 


60  X  120 
14  +  6 

60  X  120 

14x6  +  4 


8 — Motors  /  and  ///  in  direct  concatenation ; 

400  r.p.m. 
9 — Motors  /  and  II    in    direct    concatenation; 

360  r.p.m. 
10 — Motors  /,  II  and  ///  in  direct  concatenation; 
300  r.p.m. 
By  the  above  method  a  great  number  of  speeds  can  be  secured 
but  nevertheless,  such  a  method  is  not  practicable.     A  motor  set  of 
this  kind  would  be  rather  expensive  and  there  would  be  difficulty  in 
changing  over  from  one  speed  to  another.    A  much  cheaper  method 
and  one  superior  in  regard  to  change  of  speed  is  a  cascade  set  con- 
sisting of  one  single-speed  motor  and  one  two-speed  motor  or  con- 
sisting of  two  two-speed  motors.    For  example,  with  motor  /  having 
14  poles  and  motor  //  four  and  eight  poles,  the  following  synchron- 
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ous  speeds  can  be  obtained  when  the  set  is  operated  from  a  circuit 
having  a  frequency  of  60  cycles: — 

I — Alotor  //  running  single  on  four-pole  connection; — 

=  I  800  r.p.m. 
2 — Motors  /  and  //  with  eight-pole  connection  in  differ- 

^•1  i_       ..•       60X 120 

ential  concatenation  ;      -  „    =1  200  r.p.m. 

14 — 8  '■ 

3 — Motor    //    running    single    on    eight-pole    connection ; 

60  X  120 

— 5-      =  900  r.p.m. 

o 

4 — Motors  /  and  //  with  the  four-pole  connection  in  dif- 
ferential concatenation ;         "—  =  720  r.p.m. 

14 — 4 

TV  r     ^  T  ■  .        1         60  X  120 

5 — Motor  I  runnmg  smgle ; 514  r.p.m. 

14 

6 — Motors  /  and  //  with  four-pole  connection  in  direct  con- 

60x120 
catenation  ;  — - —  =  400  r.p.m. 

14  +  4 

7 — Motors  /  and  //  with  eight  pole  connection  in  direct 

60  x  120 

concatenation; ,  „     =  ^27  r.  i).  m. 

14  +  8  "^  ^       ' 

If  the  cascade  set  were  made  up  of  two  two-speed  motors  the 
maximum  number  of  speeds  which  could  be  obtained  would  be 
twelve.  All  the  foregoing  combinations  of  speeds  have  been  made 
on  the  assumption  that  the  motors  are  either  on  the  same  shaft  or 
coupled  directly.  In  some  cases  and  particularly  in  a  cascade  com- 
bination consisting  of  two  single-speed  motors  it  might  not  be  possi- 
ble to  obtain  the  exact  speeds  wdiich  are  desired,  that  is,  some  of  them 
might  be  the  ones  desired  while  the  remainder  would  not  be.  In 
such  a  case  the  mechanical  inter-connection  of  the  motors  might  be 
made  through  gears  or  chains,  belts,  etc.,  with  some  other  ratio  than 
one  to  one.  Assuming,  for  example,  that  speeds  of  i  075,  940,  500 
and  340  r.p.m.  are  desired  and  that  the  frequency  of  the  line  circuit 
is  25  cycles ;  the  closest  speeds  which  could  be  obtained  by  a  cascade 
set  consisting  of  two  single-speed  motors,  the  rotors  of  which  were 
flirectly  connected,  are  i  500,  750,  500  and  375  r.  p.  m.  The  corre- 
sponding number  of  poles  would  be  six  in  motor  I  and  two  in  motor 
//.  The  exact  speeds  which  are  desired  could  be  obtained  by  con- 
necting the  two  motors  by  means  of  gears  or  other  devices  giving  de- 
crease of  speed  in  the  ratio  2.8  to  2  and  furnishing  power  from  the 
shaft  of  the  motor  with  the  six  poles.  This  mechanical  connection 
would  amount  to  the  same  thing  as  having  both  motors  on  the  same 
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shaft,  i.  c,  the  cascade  set  would  then  be  equivalent  to  a  cascade  set 
of  which  motor  /  has  six  poles  and  motor  //.  2.8  poles.  The  no-load 
speeds  for  the  diiterent  connections  would  then  be  as  follows : — 

I — Motor  //  running  single ;  \^  ^     :=  i  071   r.  p.  m. 

2 — Motors  /and//   running  in   differential  concatenation ; 

3000  o 

g^:^=938r.p.m. 

3 — Alotor  /  running  single ;  ^—?-~   ^=  500  r.p.m. 

4 — Motors  /  and  //  running  in  direct  concatenation ; 
3  000 
6TT8  =  341  r.p.m. 

The  different  schemes  for  possible  speed  combinations  in  a  cas- 
cade set  having  been  described,  the  performances  at  the  dift'erent 
speeds  will  be  considered.  Two  motors  coimected  either  in  direct 
or  differential  concatenation  can  be  considered,  electrically,  as  if  they 
were  connected  in  series,  that  is,  with  the  staters  and  rotors  of  both 
motors  designed  for  the  same  voltage,  approximately  the  same  cur- 
rent will  flow  through  each  member.  In  case  of  lower  power- factor 
the  current  in  each  member  will  differ  somewhat,  the  current  in  the 
primary  of  motor  /  will  be  the  highest  and  that  of  its  secondary, 
which  at  the  same  time  is  the  primary  current  in  motor  II,  will  be 
lower  and  finally  the  secondary  current  of  motor  //  will  be  the  lowest. 
The  lower  the  power- factor,  the  greater  will  be  the  dift'erence  be- 
tween the  currents.  The  conclusion  to  be  drawn  from  the  above  is 
that  the  total  magnetizing  current  for  motors  in  concatenated  con- 
nection is  equal  to  the  sum  of  the  magnetizing  current  of  the  indi- 
vidual motors  whether  they  be  connected  in  direct  or  dift"erential 
concatenation,  i.  e..  the  total  magnetizing  current  is  the  same:  and. 
furthermore,  the  reactance  or  leakage  with  the  motors  connected  in 
cither  direct  or  differential  concatenation  is  equal  to  the  sum  of  the 
reactances  of  the  sej^arate  motors.  I'Toni  these  two  facts  it  is  clear 
that  the  power-factor  and  maxinuim  output  is  lower  with  concaten- 
ated operation  than  by  having  motors  o])erating  independently.  There- 
fore, a  cascade  set  is  generally  more  expensive  than  one  singie-speecl 
or  two-speed  motor,  and  for  this  reason  the  application  of  cascade 
sets  is  somewhat  limited ;  but,  nevertheless,  in  many  cases  the  re- 
quired number  of  speeds  cannot  l)e  obtained  by  other  means  without 
complications  and  without  running  the  cost  higher  than,  or  at  least 
as  high  as,  that  of  the  cascade  set.     l''urther.  iu  a  good  manv  cases 
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the  conditions  of  operation  are  of  such  a  character  that  the  cascade 
set  is  superior  to  the  other  schemes. 

As  a  rule  the  operation  and  control  of  the  cascade  set  is  simple 
and  safe.  For  example,  several  speeds  can  be  obtained 
without  breaking  the  main  circuits.  This  has  a  great  advan- 
tage over  any  multi-speed  motor  in  which  the  changes  in  speed  re- 
quire opening  of  the  main  circuit  before  the  new  connection  can  be 
made,  unless  choke  coils  or  other  complications  are  employed.  Par- 
ticularly on  motors  of  large  capacity  or  of  high  voltage  the  opening 
and  closing  of  the  main  circuits  is  very  undesirable. 

The  diagram,  Fig.  3,  shows  the  connections  of  a  cascade  set  in 
which  two  speeds  can  be  obtained  in  a  very  simple  manner  without 
breaking  any  of  the  main  circuits.  The  full  lines  represent  the  con- 
nections when  the  motors  are  operating  at  low  speed,  i.  e.,  in  direct 


am 


Li-.-tfe^,  FIG.  3 

concatenation,  with  some  resistance  in  the  secondary  circuit  of  motor 
//.  When  the  motor  set  is  to  be  run  at  a  higher  speed  the  resistance 
at  B  will  be  short-circuited ;  the  short-circuiting  connections  on  re- 
sistance A  will  be  opened  step  by  step ;  the  points  a,  b  and  c  will  be 
short-circuited,  and  finally  resistance  A  will  be  short-circuited  to  the 
point  giving  the  desired  speed.  The  change  from  high  speed  to  the 
low  speed  is  accomplished  by  reversing  the  above  operation.  It  is 
obvious  that  with  this  method  of  control  the  changing  from  one 
speed  to  another  can  be  done  in  a  very  smooth  and  safe  way  without 
opening  any  of  the  main  circuits.  It  is  possible  to  obtain  a  greater 
number  of  speeds  without  adding  greatly  to  the  complication  of  the 
connections  and  still  keep  the  main  circuits  closed  throughout. 

In  order  to  obtain  some  idea  of  the  simplicity  of  the  control 
of  the  different  combination  in  a  cascade  set,  the  number  of  motor 
leads  which  are  required  for  three-phase  cascade  sets  consisting  of 
two  motors,  is  given  below  : — 
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I — Cascade   set  in  which  motor   /  has  a  wound   rotor   and 
motor  //  a  squirrel  cage  rotor;  nine  leads  arc  required 
and  a  maximum  of  four  speeds  is  possible. 
2 — Cascade  set  in  which  each  motor  has  a  wound  rotor;  12 
leads  are   required  and   a  maximum  of   four   speeds   is 
possible. 
3 — Cascade  set  in  which  motor  /  is  a  single-speed  wound- 
rotor  type  machine  and  motor  //  is  a  two-speed  squirrel 
cage  motor;  12  leads  are  required  and  a  maximum  of 
seven  speeds  is  possible. 
4 — Cascade  set  in  which  each  motor  has  a  wound  rotor  and 
motor  //  is  a  two-speed  motor;   18  leads  are   required 
and   a  maximum  of   seven  speeds   is  possible. 
5 — Cascade  set  in  which  motor  /  is  a  two-speed  motor  with 
wound  rotor  and  motor  //  is  a  two-speed  squirrel  cage 
motor;    18   leads  are   required  and   a  maximum  of    12 
speeds  is  possible. 
6 — Cascade  set  in  which  each  motor  is  a  two-speed  motor 
with  wound  rotor;  24  leads  are  required  and  a  maxi- 
mum of   12  speeds  is  possible. 
As   compared   with   the   above   a   single   multispeed   motor  re- 
quires leads  as  follows*  : — 

I — Ordinary  two-speed  motor  with  squirrel  cage  rotor ;  pole 
ratio  1  :2 ;  at  least  six  leads  are  required  and  for  a  motor 
with  wound  rotor  twice  as  many. 
2 — Four-speed  motor  with  squirrel  cage  rotor;    12  leads  or 
more  are  rec[uired  and  for  a  motor  with  wound  rotor, 
at  least  24  leads  are  required. 
3 — Six-speed   motor   with   squirrel  cage   rotor,   having  4.   6, 
8,  12,  16,  or  24  poles ;  at  least  48  leads  are  required  and 
for  a  motor  with  a  wound  rotor,  9'5  leads.     The  num- 
ber of  leads  increases  with  the  number  of  poles. 
The   above   figures   show  that   the   multispeed   motor    requires 
a  much  more  complicated  controller  or  switching  device  than  the 
cascade  set. 

In  addition  to  the  foregoing  it  may  be  of  interest  to  discuss 
the  torque  of  cascade  sets,  both  initial  and  running.  The  amount 
of  total  torque  which  can  be  obtained  from  a  cascade  set  at  the 
same   real   input   and    primary   losses   is  equal   to   that  of   a   single 

*See  "Neuer  seches-stuhgcr  Motor  unci  die  Verwendung  der  Stufcn- 
motoren  zum  Antrieb  von  Stoffdruckniaschineii,"  by  O.  Knoptii,  in 
Elektrische  Fraftbctriebe  und  Bahncn  of  February  4  and  13,  1909. 
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motor  with  the  same  synchronous  speed,  i.  e.,  the  torque  for  cas- 
cade sets  may  be  expressed  as  follows : 

Torque  (in  lbs.  at  one  foot  radius)  ^=  T^2.y  X    (real  input  — 

prim,   losses)    X  ^  f^  • 
'  cycles 

For  example,  if  the  motors  of  a  cascade   set  are  starting  or 

running   in    direct    concatenation,   Lbs.    torque   at  one    foot   radius 

=  32.7  X    (real  input  —  prim,  losses)   X   -^^      ^"  •     When  motors 

are  connected  in  differential  concatenation.  Lbs.  torque  at  one   ft. 

radius  =  32.7   X    (real  input  —  prim,   losses)    X      ^\ .1       •     This 

shows  that  for  the  least  input  of  energy  the  highest  torque  is  ob- 
tained when  motors  are  connected  in  direct  concatenation  and  this 
connection  is  therefore  most  suitable  for  high  starting  torque  with 
the  least  amount  of  energy. 

The  torque  developed  by  each  motor  of  a  cascade  connection 
is  proportional  approximately  to  the  ratio  of  its  number  of  poles 
to  the  total  number  of  poles  of  the  set,  multiplied  by  the  total  torque. 
Thus,  with  two  motors  connected  in  direct  concatenation,  one  having 
ten  poles  and  the  other  four  poles,  the  torque  developed  by  the  first 

motor   will  be  —  of  the   total   torque  of  the  set  and  that  of  the 

second  motor  will  be  -  -  .  With  dift'erential  concatenation,  the 
torque  of  each  motor  will  be  the  same  but  as  they  act  in  opposition, 
the  total  resultant  torque  will  be  proportional  to  the  ratio  of  the  dif- 
ference of  the  number  of  poles.  Thus,  with  the  motors  considered! 
above,   the   total   torque    with    dift'erential   concatenation    would   be 

equal  to =  --    of  the  torque  developed  by  the  motors  when 

connected  in  direct  concatenation. 

The  differential  concatenation  gives,  in  general,  the  lowest 
starting  torque  and,  moreover,  if  the  motor  having  the  greater  num- 
ber of  poles  is  connected  to  the  line,  the  motor  set  will  not  come  up 
to  its  synchronous  speed  by  itself.  It  will  reach  the  synchronous 
speed  of  the  single  motor  which  is  connected  to  the  line  and  will  not 
exceed  this  speed.  Therefore  it  will  be  necessary  to  connect  the 
motor  having  the  smaller  number  of  poles  to  the  line  and,  when  the 
set  has  nearly  reached  full  speed  value  for  differential  connection, 
to  switch  over  to  the  normal  connection,  i.  e..  having  the  motor  with 
the  greater  number  of  poles  connected  to  the  line. 

It  should  be  mentioned  that,  if  neither  of  the  two  motors  has 
(i  less  number  of  poles  than  that  given  by  the  difference  between 
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the  number  of  poles  of  the  two  machines,  the  speed  of  the  ditfer- 
ential  concatenation  cannot  be  obtained  without  the  set  being 
speeded  up  by  separate  (h-ive  or  other  auxihary  means  :  i.  e..  the 
synchronous  speed  of  the  single  motor  which  is  connected  to  the 
line  should  be  higher  than  the  speed  which  is  to  be  obtained  by  dif- 
ferential concatenation.  In  most  cases  it  is  not  advisable  to  leave 
the  motor  having  the  smaller  number  of  poles  on  the  line  because 
the  frequency  in  the  circuit  connecting  the  motors  will  be  of  higher 
magnitude.  The  total  iron  losses  of  the  set  would,  therefore,  be 
considerably  greater,  causing  a  drop  in  the  efficiency  and  also  caus- 
ing a  higher  temperature  rise.  In  a  case  where  a  higher  iron  loss 
is  not  objectionable,  the  motor  with  the  smaller  number  of  poles 
may  remain  on  the  line. 

Since  the  practical  application  of  cascade  sets  involvc>?  so 
many  different  conditions,  this  phase  of  the  subject  has  been  left 
for  a  future  article.* 


"For  further  data  and  mathematical  discussion  on  cascade  operation,  see 
paper  by  the  author  on  "Induction  Motors  for  Multispeed  Service  with  Par- 
ticular Reference  to  Cascade  Operation,"  Proc,  A.  I.  E.  E.,  June,  1908,  p.  79F. 
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RELAYS  ADAPTED  TO  SPECIAL  USES 
HAROLD  W.  BROWN 

OF  the  various  kinds  of  relays  used  in  ordinary  service,  each 
has  certain  functions  that  it  is  especially  adapted  to  per- 
form, but  there  are  some  special  duties  that  may  be  as- 
signed to  relays  that  were  originally  intended  for  other  service.  The 
following  examples  will  be  suggestive  of  the  numerous  combina- 
tions that  may  be  utilized  to  obtain  various  results. 

PROTECTION  AGAINST  SHORT-CIRCUITS  AND  GROUNDS 

Overload  relays  connected  in  the  ordinary  way  operate  at  a 
predetermined  overload;  but  this  does  not  fully  protect  against 
short-circuits  because  a  partial  short-circuit  may  not  take  any  more 
current  than  the  normal  load.  By  the  use  of  an  extra  series  trans- 
former, however,  connections  may  be  made  so  that  the  action  of  the 
relay  depends  not  on  the  total  current  transmitted,  but  on  the  cur- 
rent that  is  lost  between  the  two  series  transformers.  These  trans- 
formers may  have  their  secondary  circuits  connected  either  so  that 
their  currents  are  opposed  to  each  other,  or  so  that  both  currents 
tend  to  flow  in  the  same  direction.  Figs,  i  and  2  illustrate  the  two 
methods  of  connection  applied  to  a  single-phase  circuit. 

Protection  of  Pozver  Transformers — In  Fig.  i  the  two  series 
transformers  A  and  B  tend  to  send  currents  in  opposite  directions. 
These  series  transformers  are  on  opposite  sides  of  the  power  trans- 
former, and  their  ratios  of  transformation  are  such  that  each  tends 
to  have  the  same  secondary  current  under  the  norma! 
operating  conditions.  If  the  transformers  are  designed  so 
that  under  these  conditions  the  e.m.f.'s  across  the  second- 
aries are  equal,  no  current  flows  in  the  secondary  circuit* ; 
but  if  there  is  a  short-circuit  or  a  partial  short-circuit  in 
the  power  transformer  the  current  in  its  secondary  has 
the  wrong  ratio  to  that  in  its  primary.  As  a  result,  one  of  the 
series  transformers  overpowers  the  other  and  sends  a  current 
through  the  relay,  thus  opening  the  circuit  breaker.f 


*\Vhen  no  current  flows  in  the  secondar}',  the  e.m.f.  is  the  same  as  if 
the  secondary  were  open,  so  that  the  two  series  transformers  must  be  de- 
signed  to  have  equal   secondary  e.m.f.'s  on   open  ciicuit. 

fThis  method  of  protection  was  referred  to  in  an  article  by  Mr.  M.  C. 
Rypinski  in  the  Journal  for  January,  1908,  p.  42. 
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The  secondary  connections  of  the  series  transformers  in  Fig, 
2  are  different  from  those  in  Fig.  i  in  that  the  transformers  are 
not  opposing  each  other  and  the  relay  is  not  directly  in  series  with 
the  two  transformers,  bnt  is  coimected  between  the  two  lines  that 
join  them.  There  is  no  necessity  that  the  open-circuit  e.m.f.'s  of 
the  two  transformers  be  equal,  because  the  transformers  never  have 
the  equivalent  of  an  open  circuit.  If  the  currents  in  H  and  L  are 
in  the  wrong  proportion,  one  of  the  series  transformers  has  a  larger 
secondary  current  than  the  other,  and  this  excess  current  flows 
through  the  relay  and  thus  operates  the  trip  coil. 

The  advantages  of  the  arrangement  shown  in  Fig.  i 
over  that  shown  in  Fig.  2  are:  (a) — that  there  is  no  cop- 
per    loss     in     the     line     or     transformers,     because     no     current 


To  Tripping  Circi 


To  Tripping  Circuit 
FIG.    2 


is  flowing,  and  (b) — that  there  is  no  danger  of  failure 
to  0])erate  on  account  of  short-circuits  between  the  second- 
ary lines,  for  such  a  short-circuit,  at  S,  for  example,  would 
cause  the  current  from  one  transformer  to  flow  through  the  relay, 
so  that  it  would  operate.  The  disadvantages  of  Fig.  i  in  favor  of 
Fig.  2  are  (a) — that  the  iron  loss  in  Fig.  i  is  high  because  the  iron 
is  saturated  when  the  current  flows  only  in  the  primary;  (b)  — 
that  the  relay  will  fail  to  operate  if  the  secondary  circuit  is  broken, 
for  if  there  is  an  oi)en  circuit,  at  O,  for  example,  no  current  flows 
in  the  secondary  circuit;  (c) — that  the  e.m.f.  between  the  lines  in- 
terconnecting the  series  transformers  may  be  dangerously  high,  be- 
cause of  the  virtual  open  circuit:  (d) — that  if  the  two  series  trans- 
formers are  not  identical  in  their  c  )nstruction,  or  if  the  iron  in  one 
ages  more  thai\  that  in  the  other,  their  e.m.f.'s  on  virtual  open  cir- 
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cuit  may  not  be  the  same,  so  that  a  current  may  circulate  through 
the  relay  and  make  it  operate  even  if  there  is  no  short-circuit. 

In  either  Fig  i  or  Fig.  2,  if  the  line  is.  liable  to  be  connected 
to  a  source  of  power  on  each  side  of  the  power  transformer,  cir- 
cuit breakers  must  be  inserted  on  both  sides  of  the  power  trans- 
former so  that  in  case  of  break-down  the  transformer  will  be  en- 
tirely disconnected  from  both  circuits.  Both  of  these  circuit  break- 
ers may  be  operated  from  the  one  relay,  the  trip  coils  for  this  pur- 
pose being  connected  in  series  across  the  tripping  circuit. 

Protection  of  Traiisiiiissio>i  Lines — A  transmission  line  may 
be  protected  against  short-circuit  in  the  same  manner  as  that  out- 
lined for  the  protection  of  transformers.  The  two  series  trans- 
formers, one  at  each  end  of  the  transmission  line,  are  connected  by 
means  of  an  auxiliary  circuit  according  to  one  of  the  methods 
shown  in  Figs,  i  and  2  and  operate  in  the  same  manner  as  when 
they  protect  power  transformers.  If  it  is  necessary  to  have  a  cir- 
cuit breaker  at  each  end  of  the  transmission  line,  two  relays  may 
be  provided.  When  connected  as  in  Fig.  3,  i.  e.,  with  the  trans- 
formers operating  in  series  with  one  another,  the  resistance  of  the 
circuit  through  the  relay  must  be  enough  higher  than  that  of  the 
secondary  circuit  from  one  series  transformer  to  the  other 
to  prevent  the  relay  from  being  operated  by  cwrrent  circulating  from 
the  adjacent  transformer  through  the  relay  and  back  to  the  trans- 
former without  flowing  through  the  remainder  of  the  secondary 
circuit,  which  includes  auxiliary  line  wires.  If  the  relay  circuit  re- 
sistance were  too  low  the  relay  would  operate  whenever  there  was 
current  flowing  in  the  series  transformer  whether  there  were  a 
short-circuit    or  not. 

Whenever  a  ground  occurs,  allowing  a  leakage  current  t )  flow, 
the  efl'ect,  of  course,  is  that  of  a  short-circuit;  thus  this  arrange- 
ment protects  against  such  grounds  as  well  as  against  short-circuits 
between  lines,  (^f  course,  if  a  circuit  is  grounded  at  only  one  point, 
no  appreciable  leakage  current  flows.  This  arrangement  would  not 
protect  against  such  a  ground. 

This  method  of  line  protection  has  been  applied  with  success 
to  several  important  transmission,  systems  both  in  this  c  untry  and 
abroad.  Its  aj^plication  is  not  confined  to  lines  of  short  length  as, 
1)v  the  use  of  series  transformers  of  such  ratio  as  to  gwe:  small  full- 
load  secondary  current  (and  relays  of  corresponding  design),  the 
])ower  lost  in  the  auxiliary  line  may  be^reduced  to  a  minimum.  The 
resistance  of  the   local   relay  circuits  may  be  adjusted   to   the   de- 
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sired  \alue  by  the  use  of  external  resistance.  The  jjoints  of  ad- 
vantage and  disadvantage  of  the  two  methods  of  ccninection  con- 
sidered with  reference  to  1"  igs.  i  and  2  are  hkewise  applicable  to  this 
case.  The  use  of  special  series  transformers  in  connection  with 
this  system  of  protection  prevents  the  grouping  of  instruments  on 
tlie  same  secondary  circuits,  unless  the  instruments  have  special 
windings. 

Application  to  Polyphase  Circuits — Polyphase  connections  may 
be  arranged  for  the  protection  of  banks  of  transformers  or  poly- 
phase transmission  lines  on  the  same  principles  as  those  outlined 
above  with  reference  to  single-phase  circuits.  The  three-phase  con- 
nections shown  in  Fig.  4  correspond  in  principle  to  those  of  Fig.  2. 
The  two  sets  of  series  transformers  are  Z-connected  in  order  to  pro- 
tect all  three  of  the  power  transformers.     Unequal  currents  in  cor- 
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FIG.    6 


responding  transformers  of  the  two  sets,  such  as  would  occur  in 
case  of  a  short-circuit  cr  ground,  would  result  in  a  flow  of  current 
in  one  or  both  of  the  relay  circuits,  causing  it  t  )  oiierate  and  trip 
the  circuit  breaker.  Fig.  5  shows  the  same  princi])le  adapted  to  a 
six-phase  diametrically-connected  circuit.  The  series  transformers 
are  delta-connected  in  this  case,  but  could  also  be  Z-connected.  as 
the  effect  of  trouble  on  the  power  circuits  would  be  the  same 
on  the  series  transformer  secondary  circuits  to  which  the 
rela\-  is  connected.  Fig.  6  sliows  the  application  to  a  six-phase 
double  delta-connected  circuit.  This  is  similar  to  the  connections 
for  three-phase,  but  six  series  transformers  are  rc(|uired  on  the 
six-phase  side.  The  sum  of  the  currents  in  two  of  the  six-phase 
lines  is  equivalent  to  one  current  on  the  three-phase  side.  The 
transformers  on  the   three-phase  circuit  are  Z-connected   in   pairs. 
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They  could  also  be  delta-connected  on  the  three-phase  side,  if  they 
were  delta-connected  in  pairs  on  the  six-phase  side. 

PROTECTION   AGAINST   BOTH   OVERLOAD  AND   SHORT-CIRCUIT 

If  a  relay  for  series  tripping*  instead  of  shunt  tripping  is  used, 
it  is  possible  to  protect  against  both  overload  and  short-circuit  on 
lines  or  transformers.  Fig.  7  illustrates  an  arrangement  offering 
such  protection  to  a  three-phase  system.  The  series  transformers 
in  each  set  are  Z-connected.  The  currents  from  the  series  trans- 
formers on  lines  A  and  B  flow  through  the  relays  numbered  i,  and 
the  currents  from  those  on  B  and  C  flow  through  the  relays  num- 
bered 2.  So  long  as  a  nor- 
mal current  flows  and  no 
short-circuit  exists,  the 
currents  from  the  trans- 
formers at  the  left  flow 
through  the  relays  at  the 
left.  The  Hue  resistance 
must  be  small  enough 
compared  with  the  resis- 
ances  of  trip  coil  circuits 
so  that  the  small  currents 
normally  shunted  through 
the  trip  coils  will  not  open 
the  circuit  breakers.  If  the 
secondary  currents  are  un- 
equal in  corresponding 
transformers  on  the  right 
and  left,  due  to  short-cir- 
cuit on  the  line  or  on  the  power  transformers,  the  differential  currents 
flow  through  the  trip  coils  and  open  the  circuit  breakers.  In  case  of 
overload  on  any  line  the  relay  contact  is  opened,  and  the  current 
flows  through  the  trip  coil  connected  to  that  relay,  thus  operating 
the  circuit  breakers.  If  the  relays  have  a  time  element  in  their 
operation,  the  protection  against  overload  has  the  time  element,  but 
the  protection  against  short-circuit  is  instantaneous  in  any  case,  be- 
cause the  action  is  then  dependent  only  on  the  trip  coil  and  not  on 
the  relay.  The  arrangement  of  Fig.  7  may  be  modified  to  adapt  it 
to  single-phase  or  tv.-o-phase  circuits. 

Two  instead  of  four  relays  may  be  used,  if  each  relay  has  two 


FIG.   7 OVERLOAD   INVERSE  TIME   LIMIT  RELAYS 

PROTECTING        S'VGAINST         OVERLOAD,  AND 

AGAINST     BREAK-DOWN     OF     POWER     TRANS- 
FORMERS 

In  case  of  overload  die  relays  act  with 
a  time  element ;  but,  in  case  of  break- 
down of  power  transformers,  the  trip 
coils  act  instantaneously,  independent  of 
the  relavs. 


''See  the  Journal  for  July,  1908,  p.  412,  Figs.  11,  12  and  13. 
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trip  coils  connected  to  it  in  series,  one  on  each  circuit  breaker. 
This  necessitates  the  use  of  two  extra  Hues  between  circuit  break- 
ers; hence,  if  the  circuit  breakers  are  far  distant  from  each  other, 
it  is  better  to  have  four  relays. 

RELAY    FOR    INSERTING   RESISTANCE 

A  series  trip  relay  may  be  connected  as  in  Fig.  8  to  switch  re- 
sistance in  and  out  of  a  circuit  such  as  the  field  circuit  of  a  gen- 
erator or  booster ;  the  relay  operating  in  case  the  current  becomes 
excessive.  The  capacity  of  the  relay  must  be  sufficient  for  the 
entire  current  unless  an  auxiliary  relay  is  used.  The  action  of  this 
relay  may  be  either  instantaneous  or  with  a  time  element. 

REVERSE    CURRENT    RELAYS    WITHOUT    OVERLOAD    FEATURE 

A  method  for  eliminating  the  overload  feature  from  an  alter- 
nating-current overload    and    reverse   current    relay    has    been   de- 
scribed in  a  previous  article  in  the  Journal.* 

OTHER  USES  OF  RELAYS 

The  difference  in  principle  between  the  meter  and 
the  relay  is  that  a  meter  indicates  a  measurement,  and  a 
relay  performs  an  operation.  A  relay  may  be 
made  to  correspond  to  nearly  every  type  of  meter, 
in  the  manner  that  an  overload  relay  corresponds  to  an  ammeter, 
and  an  over-voltage  relay  to  a  voltmeter.  For  example,  relays 
may  be  variously  connected  to  operate  on  any  kind  of  circuit  in 
case  of  (a) — grounding  one  line;  (b) — unbalanced  current,  or 
(c) — unbalanced  voltage;  but  such  use  of  relays  is  not  common. 


*See  "A  New  System  of  Sub-Station  Relays  for  Incoming  Transmis- 
sion Lines,"  by  [Mr.  Paul  MacGahan,  in  the  Journal  for  November,  1908, 
p.  638. 


EXPERIENCE  ON  THE  ROAD 

POLYPHASE  WATTMETER  CONNECTIONS 
M.   H.  RODDA 

ONE  of  the  troubles  which  have  been  encountered  more  or 
less    frequently    in    the    writer's   experience   comes    under 
the   heading   "Polyphase   Wattmeter    Connections."      The 
case  is  usually  somewhat  as  follows : — 

A  small  manufacturing  concern  will  have  one  or  more  induc- 
tion motors  installed  by  the  local  electric  power  company.  When 
the  motor  is  first  started  it  frequently  happens  that  the  only  avail- 
able load  is  the  line  shaft  or  the  motor  itself.  The  power-factor  of 
such  a  load  is  often  very  low,  in  fact  much  below  50  percent.  The 
local  meter  man  knows  that  a  single-phase  wattmeter  should  be 
installed  with  connections  made  so  that  the  disc  will  revolve  in  the 
positive  direction.  When  he  comes  to  connect  the  polyphase  meter 
he  adopts  the  same  practice.  Each  side  is  connected  singly  so  that 
the  disc  will  revolve  in  the  positive  direction.  This  check  for  con- 
nection is  correct  under  certain  conditions  of  load  and  power- 
factor.  If  so  connected  when  the  motor  or  motors  are  operating 
at  a  power-factor  below  50  percent  there  will  probably  be  some 
trouble.  Under  light  loads  the  meter  will  read  too  fast  and  under 
heavy  loads,  too  slow.  The  local  power  company  soon  finds  that 
its  charge  against  the  manufacturing  concern  for  power  seems  much 
too  small  considering  the  amount  of  work  being  done.  At  once 
the  correctness  of  the  meter  is  questioned  and  an  investigation  fol- 
lows. 

As  the  motor  is  now  connected  to  its  regular  load,  it  is  found, 
by  disconnecting  one  of  the  elements  of  the  meter  at  a  time  and 
noting  the  direction  of  the  rotation  of  the  disc,  that  it  revolves 
backward  with  one  connection  and  forward  with  the  other, 
the  number  of  revolutions  in  one  case  being  somewhat  less  than  in 
the  other.  The  resulting  speed,  therefore,  when  both  elements  are 
connected,  is  the  difference  and  not  the  sum  of  their  individual 
speeds. 

The  correct  connections  of  a  polyphase  wattmeter  on  a  three- 
yjhase  circuit  depend  on  the  power- factor  of  the  load  and  there  is 
a  well-known  rule  for  connecting,  which  reads  somewhat  as  fol- 
lows:— Wlien  the  power- factor  is  below  50  percent  connect  that 
element  of  the  meter,  which  gives  the  least  number  of  disc  revolu- 
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tions  in  a  given  time,  so  that  the  disc  will  rotate  in  the  reverse  di- 
rection. With  the  other  phase  connected  to  give  positive  rotation 
of  the  disc,  the  result  will  be  positive  rotation  of  the  disc  when,  both 
phases  are  connected. 

The  usual  method  of  connecting  a  polyphase  wattmeter  is 
shown  in  ¥\g.  i,  in  which  ll\  and  Wn  represent  the  two  elements 
of  the  meter.  Each  element  is  practically  a  single-phase  wattmeter 
and  each  measures  a  part  of  the  power  in  such  a  way  that  the 
sum  of  the  two  is  the  total  power.  The  element  W^  is  connected 
in  the  circuit  AC,  just  as  it  would  be  if  AC  were  a  single-phase 
circuit,  except  that  the  series  coil  carries  not  only  the  current  in 
phase  AC,  but  also  that  in  phase  AB,  as  both  currents  are  com- 
l)ined  in  the  conductor  A  giving  a  resultant  current,  in  a  symmet- 
rically loaded  circuit,  differing  in  phase 
by  30  degrees  from  that  in  phase  AC. 

Likewise  in  the  element  Wn,  the  re- 
sultant current  in  the  series  coil  of  the 
meter  is  displaced  in  phase  30  degrees 
from  the  current  in  the  phase  BC.  Hence 
the  two  elements  of  the  meter  act  as 
single-phase  wattmeters  in  which  the 
third  phase  AB  causes  displacements  of 
the  currents  in  the  series  coils  of  30  de- 
grees. In  one  case  the  displacement  is 
leading,  in  the  other  it  is  lagging.  With 
100  percent  power-factor  the  current  in 
one  series  coil  is  30  degrees  behind  the 
c.  m.  f.  impressed  on  the  shunt  coil  and  in 
degrees  in  advance  of  the  current 
shunt  coil.  The  torque 
each  element.  With  90  percent 
corresponding  to  a  lag  of  current  of  nearly 
behind  that  at  100  percent  power-factor,  the  current  in  one  meter 
element  instead  of  lagging  30  degrees  is  retarded  nearly  60  degrees, 
and  in  the  other  element  the  current  does  not  lead  the  e.  m.  f.  by 
30  degrees  but  is  nearly  in  phase  with  it.  Hence  the  torque  on 
one  element  is  reduced  while  that  on  the  other  is  increased.  With 
50  percent  power-factor,  corresponding  to  60  degrees  lag,  one  ele- 
ment carries  current  which  lags  (30  +  60)  or  90  degrees  behind 
its  e.  m..f.,  while  the  other  current  is  changed  from  30  degrees 
leading  to  30  degrees  lagging.     Hence  one  element  has  zero  torque 
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and  the  other  has  the  same  torque  that  it  would  have  on  the  same 
current  at  lOO  percent  power-factor.  At  50  percent  power-factor 
the  indication  is  reduced  not  by  reducing  the  torque  on  each  ele- 
ment by  half,  but  by  reducing  that  on  one  element  to  zero.  If  the 
lag  on  a  three-phase  circuit  is  greater  than  60  degrees,  as  when  the 
power- factor  is  below  50  percent,  then  the  lag  in  one  element  is 
more  than  90  degrees  and  thus  the  torque  is  reversed  in  direction 
and  this  element,  if  free  to  move,  would  run  backwards.  As  the 
torque  of  the  other  element  is  greater,  it  overbalances  the  ten- 
dency towards  reversal,  with  the  result  that  the  motion  is  positive 
and  the  torque  is  in  all  cases  proportional  to  the  total  power.  The 
values  and  relative  position  of  the  voltages  and  currents  may  be 
illustrated  by  the  use  of  the  vector  notation  :* 

For  example:  As- 
sume a  three-phase 
load  of  21  kw  at  200 
volts,  under  conditions 
of  70,  50  and  30  per- 
cent power-factor.  The 
various  currents  are 
calculated  as  follows : 
For  a  balanced  three- 
phase  circuit  the  pow- 
er in  each  phase  = 
kw  ^-  3  =  (volt-am- 
peres X  power-factor) 
-:-  3  X  I  000,  or  am- 
peres =  watts  -f-  3  X 
volts  X  power-factor. 
For  70  percent  power- 
factor  the  current  per  phase  is  21  000  ^  (3  X  200  X  0.7)  =  50 
amperes  per  phase.  Similarly  for  50  percent  power-factor  the  cur- 
rent per  phase  is  70  amperes  and  for  30  percent  power-factor  the 
current  per  phase  is  116.6  amperes. 

In  Fig.  2,  with  70  percent  power- factor,  Eab,  F.ca,  and  £bc 
are  the  three  voltage  vectors,  /ab,  /ca  and  /bc  are  plotted  as  lag- 
ging behind  their  respective  voltages  an  angle  whose  cosine  is  0.7 
or  about  45.5  degrees.  The  current  in  the  series  coils  of  ll\  (Fig. 
i)  will  be  the  resultant  of  the  currents  passing  from  C  to  A  and 
from  B  to  A.     These  two  currents  are  shown  in  Fig.  2  as  /ca  and 


I/fA" 


♦Described  by  Mr.  Chas.  H.  Porter  in  the  Journal  for  September,  1907. 
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Iba,  and  their  resultant  indicated  as  Ia'a'\  The  voltage  coil  of  IV ^^ 
is  connected  across  C  and  A.  The  current  Ia'a"  makes  an  angle  of 
less  than  90  degrees  with  its  voltage  iiCA.  A  perpendicular  from 
/a'a"  to  EcA  falls  at  the  point  IJl\,  a  distance  representing  45  am- 
peres from  the  center  of  the  vectors,  thus  IIV-^  equals  the  power  cur- 
rent or  current  in  phase  with  the  voltage. 

In  JP\,  the  current  to  be  measured  is  that  which  f^ows  from 
A  to  B  and  from  C  to  B.  Carrying  out  the  same  plan  as  for  IP\, 
/b'b"  is  the  resultant  current  and  should  be  measured  as  shown 
by  the  arrows  in  Fig.  i,  i.  e.,  from  C  to  B.  A  perpendicular  from 
/b'b"  to  EcB  falls  at  the  point  IIV^.  IIV\  scales  60  amperes.  A 
check  on  this  work  is  obtained  by  the  fact  that  45  -f  60  =105,  and 

105  X  200  =  21  kw, 
the  load  assumed. 
As  the  phase  displace- 
''"  ments  between  the  volt- 
age and  the  current  in 
\  both  cases  are  less  than 

^\  90  degrees,  the  consine 
",>*'bb  is  positive  and  the  disc 
should  revolve  in  a  posi- 
tive direction  with  either 
or  both  elements  con- 
nected. 

When  the  power- 
factor  is  50  percent.,  i. 
e.,  with  the  current 
lagging  60  degrees  be- 
hind the  voltage,  as  in 
3,  the  line  Ia'a"  makes  an  angle  of  exactly  90  degrees 
EcA.  Since  the  cosine  of  90  degrees  is  zero,  there 
be  no  tendency  of  the  disc  to  revolve  in  either 
direction  even  with  200  volts  impressed  on  the  voltage  coil 
and  a  current  equal  to  Ia'a"  in  the  series  coil.  Considering  the 
other  element  IVn,  UVo  scales  105  amperes  which  multiplied  by  200 
volts  give  21  kw.  Therefore,  the  element  U^.,,  will  record  the  total 
power  of  the  load.  Under  these  conditions  (which  seldom  exist), 
it  is  difficult  to  determine  the  correct  connections  of  \]\. 

On  passing  the  50  percent  power-factor  line,  the  current  in 
W^  swings  into  the  second  quadrant  (being  greater  than  90  degrees) 
and  is  negative  and  [F,  should  be  .so  connected  that  the  disc  will 
revolve  in  the  negative  direction.     By  the  same  method  as  before, 
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Ill'\  scales  45  amperes  and  Ill\.  150  amperes.  Subtracting  the  cur- 
rent in  Wi  from  that  in  W,,  150  —  45  =  105  amperes:  105  X 
200  ^21  kw.  If  the  cHsc  had  been  made  to  revolve  in  the  positive 
direction  for  both  phases,  the  result  would  be  45  -\-  150  :^  195 
amperes.     195  X  200  ^  39  kw,  an  incorrect  result. 

By  the  use  of  the  method  outlined  above,  the  shifting  condi- 
tions with  changing  power- factors  can  readily  be  followed. 

In  connecting  up  a  polyphase  wattmeter  the  following  method 
may  be  used  as  a  check  on  the  connections : — i — The  power-factor 
may  be  determined  as  follows :  Connect  the  current  coils  of  the  two 
elements  of  the  wattmeter  in  two  of  the  main  lines  at  W-^  and  W^, 
leading  to  the  load  ABC  to  be  measured,  as  shown  in  Fig  i,  but 

leaving  the  shunt  coils  discon- 
nected. The  shunt  terminals 
of  element  W-^  sliould  then  be 
connected  across  x4C  and  the  di- 
rection of  the  rotation  of  the 
meter  disc  noted.  Then  discon- 
nect at  C  and  connect  at  5.  If 
the  disc  then  revolves  in  the  op- 
posite direction,  the  power- fac- 
tor is  below  50  percent.  If  it 
revolves  in  the  same  direction, 
tests  should  be  made  with  the  el- 
ement ]]'.,  as  was  done  with 
U\,  placing  the  loose  voltage  terminal  first  on  C  and  then  on  A.  If 
with  these  connections  the  same  direction  of  rotation  is  observed, 
the  power-factor  is  above  50  percent:  if  in  the  opposite  direction, 
the  power- factor  is  below  50  percent.  If  the  power-factor  is  50  per- 
cent, rotation  will  take  place  with  one  connection  of  ll\  or  Wn  and 
not  with  the  other.  The  reasons  for  the  above  may  be  seen  by  re- 
ferring to  the  vector  diagrams,  Figs.  2,  3  and  4,  and  remembering 
that  a  given  positive  rotation  will  be  reversed  as  soon  as  the  phase 
angle  between  the  voltage  and  current  exceeds  90  degrees.  2 — Hav- 
ing determined  the  power- factor,  within  the  necessary  limits,  the 
final  connections  should  be  made  so  that  each  element  will  tend  to 
give  positive  rotation,  if  the  power-factor  is  above  50  percent.  For 
power-factors  below  50  percent  the  rule  already  given  applies.  If 
the  tests  should  indicate  a  power-factor  of  exactly  50  percent,  the 
load  should  be  changed  until  a  suitable  power-factor  is  obtained. 
If  series  and  shunt  transformers  are  used  to  reduce  the  current  and 
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voltage,  the  same  principles  apply  as  for  direct  connection.  The 
extra  voltage  connection  may  be  obtained  by  connecting  the  two 
shunt  transformers  in  \'.  If  it  is  necessary  to  reverse  the  direction 
of  rotation  of  an  element  to  secure  positive  rotation,  this  may  be  ac- 
complished by  reversing  the  connections  to  either  the  shunt  or  the 
series  eoils. 


TWO-PHASE— THREE-PHASE  TRANSFORMATION  USING  STANDARD 

TRANSFORMERS 

SETH  B.  SMITH  AND  E.  C.   STONE 

IT  was  desired  to  obtain  two-phase  power  at  300  volts.  The  only 
available  source  of  sup])ly  was  three-phase  at  2  300  volts,  and 
the  only  available  apparatus  was  standard  transformers  having 
ratios  of  2300/230-115  volts.  The  desired  transformation  was  ob- 
tained by  the  method  of  connection  shown  in  Fig.  1.  The  primaries 
of  three  transformers  of  equal  capacity  were  connected  to  the  three- 
fthase  line  in  ordinary  delta.  The  secondary  voltage  relations  are 
shown  in  Fig.  2.  One  of  the  two  ])hases  is  98  degrees  instead  of  90 
degrees  from  the  other,  but  this  does  not  interfere  with  the  opera- 
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tion  of  two-phase  motors,  nor  does  it  seriously  distort  the  three- 
phase  primary  side.  Transformers  connected  in  this  way  will  safely 
carry  about  90  percent  of  their  combined  rated  load.  On  account 
of  the  98  degree  relation  of  the  two  pha.ses.  the  three-phase  pri- 
mary currents  are  not  exactly  120  degrees  apart  and  the  current  in 
one  line  is  only  80  percent  of  that  in  the  other  two. 

If  a  three-wire,  two-phase  system  is  desired,  leads  A  and  /T, 
Fig.  I,  may  be  connected  together  and  the  common  wire  taken  from 
that  point.  Transformers  i  and  j  are  now  connected  in  open  delta, 
and  three-])hase  current  at  230  volts  may  be  taken  from  A,  B  and 
/•"/'  in  addition  to  the  two-phase  load.  The  combined  load,  however, 
in  this  case  should  not  exceed  85  per  cent  of  the  ratitig  fif  the  trans- 
formers, 


442 


THE  ELECTRIC  JOURNAL 


If  taps  on  each  half  of  transformer  2  were  available,  each 
one  being  13.4  percent  of  the  whole  winding,  perfectly  balanced 
two-phase  e.  m.  f.'s  would  be  obtained.  This  method  of  connection 
has  the  advantage  that  two-phase  current  may  be  obtained  from  a 
three-phase  circuit  by  the  use  of  three  ordinary  standard  single- 
phase  transformers  or  a   standard  three-phase  transformer. 


A  TWO-PHASE— THREE-PHASE  EMERGENCY  CONNECTION 
D.  C.  McKEEHAN 

THE  several  articles  which  have  recently  appeared  in  the 
Journal,  giving  standard  and  special  methods  of  obtain- 
ing two-phase — three-phase  transformation  have  been  both 
interesting  and  valuable.  The  method  represented  in  Fig.  i  was 
recently  devised  to  restore  service  on  a  system  using  the  standard 
method  of  two-phase — three-phase  transformation  described  by  Mr. 
Stone  in  the  Journal  for  October,  1908,  after  one  of  the  25  kw 
transformers  had  burned  out.     It  was  necessary  to  get  power  to 
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FIG.    I 

the  two-phase  circuit  supplied  by  the  transformer  bank  as  soon  as 
possible.  Having  two  spare  10  kw  transformers,  their  primaries 
and  secondaries  were  connected  up  in  multiple,  the  middle  taps  on 
the  high  tension  sides  being  joined  together,  as  shown,  and  connected 
to  the  86.6  percent  tap  of  the  "teaser"  transformer.  With  this  ar- 
rangement the  phases  were  found  to  be  practically  balanced  and 
operated  in  this  way  quite  satisfactorily  for  months. 
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accompanied  by  a  stamped  return  envelope. 

Address  all  questions  to  The  Journal  Question  Box,  care  of  The  Electric 
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271 — Trouble  With  Starting  Mo- 
tor FOR  Rotary  Converter — In 
a  local  station  there  has  re- 
cently been  erected  a  2  000  k\v, 
60-cycle,  six-phase  rotary  con- 
verter. The  weight  of  the 
armature  is  35  tons  and  the 
speed  (synchronous)  is  225 
r.p.m.  On  the  shaft  is  a  200 
hp  (nominal)  squirrel  cage  in- 
duction motor.  At  a  line  volt- 
age of  360  volts  this  motor 
draws  900  to  i  200  amperes ; 
the  rotor  gets  red  hot  after 
about  15  seconds,  and  the  steel 
studs  connecting  the  conduc- 
tors to  the  short-circuiting 
rings  split ;  yet  the  rotor  re- 
fuses to  move.  The  rush  of 
current  is  sufficient  to  cause 
the  lights  of  the  whole  city  to 
drop  five  to  eight  volts.  If  the 
rotary  converter  is  started  on 
the  direct-current  side  and  the 
starting  motor  circuit  is  con- 
nected after  the  armature  has 
attained  some  speed,  every- 
thing is  all  right.  If  the  volt- 
age is  reduced  (in  order  to  re- 
duce the  rush  of  current),  the 
torque,  which  is  already  in- 
sufticient,  is  of  course  reduced 
as  the  square  of  the  voltage. 
Would  it  not  be  more  satisfac- 
tory to  replace  the  squirrel- 
cage  rotor  by  a  slip  ring, 
phase  -  wound  rotor  which 
could  be  operated  by  means  of 
a  variable  resistance  of  per- 
haps two  or  three  steps? 

I.  L.  K-R. 

The  static  friction  in  the  bearings 
of  a  large  machine  such  as  that  im- 
der  consideration  is  very  large  com- 
pared with  the  friction  after  the 
machine  is  in  motion  and  the  film  of 
oil  has  been  established  between  the 
journal   and   the  bearing  surface.     A 


very  large  torque  is  therefore  re- 
quired in  the  starting  motor,  suffi- 
cient to  overcome  this  static  friction, 
which  is  not  required  after  the  con- 
verter has  turned  over.  It  is  neces- 
sary to  be  able  to  dissipate  in  the 
rotor  winding,  or  in  circuits  connect- 
ed with  it,  an  amount  of  energy 
equivalent  to  that  required  to  start 
the  rotating  parts  of  the  machine. 
As  the  squirrel-cage  rotor  of  an  in- 
duction motor  of  reasonable  size  can- 
not have  sufficient  capacity  to  dissi- 
pate this  amount  of  energy,  it  is 
necessary,  as  suggested  in  the  ques- 
tion, to  provide  a  wound-type  of  ro- 
tor, equipped  with  slip  rings,  for  a 
converter  of  this  large  size.  The 
necessary  heat  dissipation  is  then 
transferred  to  an  external  resistance 
which  may  be  designed  suf^ciently 
large  for  this  purpose.  This  resist- 
ance is  of  course  adjustable  and  may 
be  short-circuited  when  the  starting 
motor  reaches  full  speed,  whereupon 
the  motor  has  practically  the  same 
operating  characteristics  as  the  squir- 
rel-cage type  of  rotor.  See  charac- 
teristic curves  of  wound  secondary 
induction  motors  in  the  Journal  for 
July,   1908,  p.  383  F.  D.  N. 

2J2 — Re-Windixg  Induction  Mo- 
tor— The  rotor  of  a  S  hp,  six- 
pole,  three-phase  motor  was 
entirely  burnt  out.  It  was  or- 
iginally wound  with  two  con- 
ductors of  No.  ID  wire  and 
was  Y-connected.  In  rewind- 
ing the  motor  four  conduc- 
tors of  No.  2  solid  copper 
wire  were  used.  These  were 
soldered  into  heavy  cast  copper 
rings  milled  out  to  receive 
them.  The  motor  now  starts 
up  properly,  but  the  stator 
winding  quickly  overheats  and 
begins  to  smoke  in  less  than  a 
minute     after     starting.       The 
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stator  windings  are  Y-connect- 
ed.  They  have  not  been  dis- 
turbed and  are,  in  fact,  in 
good  condition.  Is  the  over- 
heating due  to  the  use  of  the 
larger  wires  in  the  stator? 
What  should  be  done  to  rem- 
edy the  trouble  ?  h.  p.  w. 

With  the  meagre  data  given,  it  is 
difficult  to  judge  as  to  the  cause  of 
the  overheating  of   the  stator  wind- 
ing.    It  may  be  due  to  the  fact  that 
the  low   secondary  resistance   obtain- 
ed   with    the    squirrel-cage    winding 
which   has   been    substituted    for    the 
resistance-wound     secondary     allows 
an  abnormal  starting  current  to  flow 
in   the   primary   of    sufficient   magni- 
tude to   quickly   overheat   that  wind- 
ing.    If  this  is  the  cause,  the  abnor- 
mal heating  should  disappear  shortly 
after     the     motor     has     attained     its 
speed.     The   trouble   may   be   due   to 
the    fact    that,    when    the    secondary 
burned  out,  the  heat  produced  caused 
the  primary  insulation  to  be  damaged 
and   to    break   down   inside   the    iron 
where     it     cannot   be    inspected,     the 
present  licating  being  due  to  a  short- 
circuit  in  the  primary  resulting  there- 
from.   In  either  case,  we  would  sug- 
gest that  the*  trouble  be  investigated 
by    starting    up    the    motor    without 
load,  I.   ('.,  with  the  belt  off,  and  al- 
lowing it  to  run  for  a  few  minutes. 
If    the    primary   cools    off    after   the 
motor  comes  up  to  speed,  this  would 
be   an  indication  of   the   first  trouble 
mentioned  above.     If  the  stator  con- 
tinues to  heat,  it  would  indicate  the 
second    condition.      In    case   the    first 
condition   proves   to  be  the   cause   of 
the  troulilc  it   could  be   remedied  by 
starting  the  motor  with  reduced  volt- 
age,   e.    (/.,    by    means    of    an    auto- 
starter  ;    or,    otherwise,    the    difficulty 
could   be   overcome   by  changing  the 
secondary    winding.      Again     if    the 
cross-section    of    the    end    rings   will 
allow  it  might  be  possible  to  increase 
the    secondary    resistance    sufficiently 
by  sawing  small  slots  in  these  rings, 
between  the  bars ;  but,  if  this  is  done, 
care   should   be   taken  to  leave   suffi- 
cient   cross-section    to   withstand   the 
mechanical  stresses  at  full  speed,  and 
the  cuts  should  be  made  of  uniform 
depth.     It  is  also  advisable  to  make 
the   cuts    in    one    ring   only,    at    first, 
and    then    if   the    trouble   is   not    en- 
tirely   overcome,    to    slot    the    other 
ring.     It  is  better  to  procure  the  ex- 


act results  desired  by  more  than  oiie 
cutting  than  to  reduce  the  cross-sec- 
tion more  than  is  necessary,     m.  w.  b. 

273 — Changing  i2o-Volt  Genera- 
tor TO  220- Volt  Motor — We 
have  a  700  r.p.m.,  120-volt 
compound  -  w'ound  generator 
which  we  intend  to  rewind  for 
service  as  a  220-volt  motor. 
Please  indicate  the  necessary 
changes.  w.  h.  w. 

In  order  to  maintain  constant  di- 
rection of  rotation,  it  is  necessary  to 
reverse  the  polarity  of  the  machine ; 
the  simplest  way  in  this  case  being 
to  reverse  the  armature  leads  where 
they  are  connected  to  the  brush  rig- 
ging (that  is,  inside  the  series  field 
connection).  If  a  simple  shunt  wound 
motor  is  desired,  the  series  field 
should  be  entirely  disconnected.  The 
shunt  may  be  adapted  to  the  higher 
voltage  by  introducing  an  external 
resistance  in  series  with  it  of  approx- 
imately the  same  effective  resistance 
as  that  of  the  field.  (In  this  con- 
nection, see  No.  29  in  the  February 
'08  Journal.)  This  will  introduce  a 
slight  loss  which  can  be  avoided  only 
by  rewinding  the  field  with  wire  of 
one-half  the  size  and  about  the  same 
total  weight.  As  noted  in  No.  29, 
tlie  armature  may  be  used  without 
rewinding  if  the  increased  voltage 
between  commutator  bars  does  not 
prove  to  be  too  great  to  give  satis- 
factory commutation.  In  this  con- 
nection, it  may  be  found  of  assist- 
ance to  bevel  the  brushes  a  little  in 
order  to  decrease  their  thickness.  If 
tlie  armature  is  used  without  rewind- 
ing, the  speed  of  the  machine  as  a 
motor  will  be  considerably  increased 
by  the  higher  impressed  voltage  be- 
cause, in  order  to  give  a  correspond- 
ing counter  e.m.f.,  the  speed  must 
be  increased  in  proportion.  If  the 
armature  is  to  be  rewound,  \yire  of 
one-half  the  size  and  approximately 
the  same  total  weight  should  be 
used.  This  will  give  about  twice 
the  number  of  turns  per  coil  which, 
with  twice  the  resistance  and  there- 
fore one-half  the  current,  will  give 
the  same  number  of  ampere-turns  in 
the  armature,  but  with  twice  the 
counter  e.m.f.  at  the  given  speed. 
Tlius  the  speed  would  remain  ap- 
nroximatelv  the  same  as  with  the  or- 
iginal winding  at  the  lower  voltage. 

F.  A.  R. 
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274 — 500-YoLT  ]\IoToi<  ON  230  Volts 
— What  changes  are  necessary 
to  adapt  a  500-volt,  two-pole, 
direct-current  motor  for  use 
on  a  230-volt  circuit  to  give 
full  capacity?  What  changes 
would  lie  required  if  it  is  to 
give  full  capacity  at  one-half 
speed?  If  the  armature  has 
to  be  re-wound,  what  changes 
should  be  made?  The  ca- 
pacity is  5  hp.  the  full  load 
armature  current  being  9  am- 
peres, and  the  normal  speed  of 
the  motor  when  operated  at 
500  volts  is  I  700  r.p.m.  There 
are  31  armature  slots,  the  coils 
being  arranged  in  two  groups 
of  two  layers  each.  No.  16 
wire  is  used,  the  leads  to  the 
commutator  being  connected 
alternately  to  the  left  and 
right.  The  commutator  has  62 
segments.  h.  p. 

To  adapt  tlie  motor  to  230  volts 
with  normal  full-load  capacity,  the 
armature  should  be  re-wound  with 
wire  of  double  the  cross-section  of 
that  used  at  present  and  half  the 
number  of  turns  per  coil.  This  may 
be  accomplished  by  using  the  same 
size  of  wire,  two  in  parallel,  or  by 
using  wire  three  sizes  larger.  To 
adapt  the  field  to  the  lower  voltage 
the  shunt  coils  could  be  connected  in 
parallel  or  re-wound  with  half  the 
nunil)er  of  turns  of  wire  three  sizes 
larger.  The  jjrush  section  should  be 
ddublvd  to  take  care  of  the  cor- 
res])()ndingly  large  current.  This  of 
course  means  to  obtain  half  speed 
without  a  corresponding  reduction  in 
capacity.  One-half  ca])acity  and  ap- 
I)roximately  half  speed  may  be  ob- 
tained by  simply  paralleling  the  field 
coils  and  operating  the  armature,  as 
wound  at  present,  on  the  230-volt 
circuit.  F.  .'\.  R. 

275 — Calculation  of  Size  of  Wire 
— 2000,  16  c-p  lamps,  60  watts 
per  lamp,  are  to  be  operated  at 
a  point  8000  feet  from  the 
generating  station.  The  pri- 
mary voltage  of  the  trans- 
former is  about  2080,  the  sec- 
ondary voltage  being  no.  The 
allowable  line  loss  is  ten  per- 
cent in  the  primary  circuit  and 
two  percent  in  the  low  volt- 
age   distril)Uting    circuit.      The 


transformer  efficiency  is  95 
percent.  1  find  the  following 
formula  for  the  calculation  of 
the  size  of  wire,  in  circ.  mils., 
required  for  the  transmission 
line,  but  it  does  not  take  into 
consideration  the  efficiency  of 
the  transformer: — (D  x  W)-^ 
(P  X  E^)  X  I  500  ==  circ,  mils., 
in  which  D  =  length  of  line 
from  the  power  house  to  step- 
down  transformers,  JV  =  total 
watts  delivered,  P  =  percent 
loss  in  the  line,  E  =  the  pri- 
mary voltage  at  the  trans- 
former, 1  500  being  the  con- 
stant used  for  single-phase 
transformers.  What  does  the 
loss  in  the  secondary  wiring 
have  to  do  with  the  size  of 
the  wire  in  the  transmission 
line  ?  A.  T.  A. 

For  ordinary  computation  tlie  effi- 
ciency of  the  transformer  and  the 
drop  in  the  secondary  circuit  may  be 
neglected  in  figuring  the  size  of  wire 
for  the  transmission  line  with  a 
given  allowable  drop.  The  power- 
factor  is  more  important,  but,  with  a 
transformer  of  ordinary  regulation 
on  a  non-inductive  lamp  load,  it  may 
be  assumed  to  be  100  percent.  The 
formula  would  then  be  (D  x  W)  -h 
(P  X  E")  X  2000,  which  gives  44300 
as  the  required  circular  mils.  No.  3 
wire  gives  52624  circular  mils,  with  a 
voltage  drop  equal  to  9  percent  of 
the  voltage  received  at  transformer. 
No.  4  wire  gives  41  734  circular  mils, 
and  a  corresponding  drop  of  11  per- 
cent. H.  M.  s. 

276 — DiSlNTKCRATION       AND      OPERAT- 
ING   Temperature    ok    Trans- 
former  Oil — To   what   percent 
is     the     insulating     quality     of 
transformer    oil    reduced    after 
a    short-circuit    in    the    trans- 
former?     Can    the   oil   still   be 
used    in   the   transformer?     At 
-    what    temperature    should    wa- 
ter-cooled transformers  be  op- 
erated? w.  R. 
An     ordinary    short-circuit    should 
not    affect    the    oil    unless    the   trans- 
former remains  connected  to  the  line 
until    the    fibrous    insulating   material 
is    burned    away    from    a   large   area. 
Carbonized     insulating     material,     if 
present  in  appreciable  quantities,  will 
accumulate   in    the   windings    and    on 
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the  terminal  boards  of  the  trans- 
former. Whenever  carbonized  ma- 
terial lies  beteween  points  of  consid- 
erable potential  difference  break- 
down from  surface  leakage  will  re- 
sult. Another  cause  of  trouble  lies 
in  the  accumulation  of  solid  particles 
in  the  oil  on  the  surface  of  the  cool- 
ing coils  of  water-cooled  transform- 
ers, which  increases  the  difierence 
in  temperature  between  the  water 
and  the  oil.  Filtering  the  oil  through 
two  thickness  of  unsized  cambric, 
after  a  short-circuit  has  occurred, 
should  remove  any  danger  of  trouble 
with  the  transformer,  from  this 
source.  However,  the  original 
trouble  is  often  caused  by  water  in 
the  oil.  To  eliminate  water  requires 
further  treatment  which  can  be  most 
easily  and  effectively  carried  out  by 
means  of  a  dehydrator  which  filters 
and  dries  the  oil  simultaneously 
without  heat.  If  there  is  no  dehy- 
drator available,  the  most  convenient 
method  of  drying  may  be  used,  the 
oil  being  filtered  also  to  remove  all 
solid  particles. 

The  question  concerning  the 
proper  temperature  for  operating 
water-cooled  transformers  does  not 
permit  of  a  direct  answer  since  dif- 
ferent transformers  vary  in  this  re- 
spect. When  in  service  the  temper- 
ature of  the  transformer  is  generally 
determined  by  the  thermometer  on 
the  tank.  This  measures  the  temper- 
ature of  the  oil.  Some  oils  will  not 
stand  70  degrees  C  without  disinte- 
gration, which  may  be  manifested  by 
a  deposit  gathering  on  the  cooling 
coils  in  such  quantities  as  to  retard 
the  absorption  of  the  heat,  the  water 
passing  through  the  coils  in  extreme 
cases,  with  little  or  no  rise  of  tem- 
perature, although  the  oil  may  be 
hot.  Oil  for  use  in  water-cooled 
transformers  should  be  specially  pre- 
pared to  prevent  the  formation  of 
this  deposit  at  any  temperature 
which  is  safe  for  fibrous  insulation 
and  should  not  throw  down  desposits 
at  70  degrees  C.  While  the  trans- 
former windings  are  always  hotter 
than  the  oil,  the  difference  of  tem- 
perature depends  on  the  design.  Lib- 
eral ventilating  ducts  between  the 
windings  may  keep  the  temperature 
of  the  copper  close  to  that  of  the  oil 
at  normal  load,  but  this  difference 
varies    approximately    as    the    square 


of  the  change  of  current  in  the 
windings.  A  transformer  designed 
to  run  at  rated  load  with  the  oil  at 
a  temperature  of  40  degrees  C  above 
the  entering  water  is  generally  also 
designed  to  run  at  125  percent  of 
rated  load  with  an  oil  temperature  of 
55  degrees  C  above  the  entering  wa- 
ter. The  standard  temperature  of 
the  entering  water,  when  making 
guarantees,  is  taken  at  15  degrees  C. 
This  would  result  in  oil  at  70  de- 
grees C.  When  designed  for  this 
oil  temperature  at  guaranteed  load, 
the  windings  will  be  at  a  safe  tem- 
perature. It  is  possible  to  run  this 
same  transformer  at  a  higher  over- 
load and  still  keep  the*  oil  at  70  de- 
grees C  by  the  use  of  colder  water 
or  by  increasing  the  surface  of  the 
cooling  coils — but  not  by  using  more 
water  at  15  degrees  C  and  the  same 
coils.  The  practice  of  forcing  a 
transformer  in  this  way  is  not  ad- 
visable, because,  although  the  oil  is 
maintained  at  normal  temperature, 
the  coils  may  have  an  unsafe  tem- 
perature due  to  the  fact  that  the  dif- 
ference between  copper  temperature 
and  oil  temperature  changes  approx- 
imately as  the  square  of  the  change 
of  load.  The  exact  coil  temperature 
depends  on  the  current  density  in 
the  coppei",  the  insulation  between 
the  copper  and  the  oil,  and  the  ar- 
rangement of  ventilating  ducts.  In 
general,  therefore,  it  is  unsafe  to  try 
to  rate  up  transformers  without  first 
consulting  the  manufacturers,  j.  e.  m. 

277 — Oil  Switches  ox  Direct 
Current  —  Are  oil  switches 
practicable  for  interrupting 
heavy  direct-current  circuits 
of  5000  to  10000  amperes  ca- 
pacity at  120  to  600  volts?  I 
have  been  successful  with  such 
switches  for  alternating-cur- 
rent circuits,  but  with  direct- 
current  the  oil  seems  to  be 
liable  not  to  extinguish  the 
arc,  the  result  being  that  the 
oil  takes  fire.  Do  you  know 
of  some  applications  where 
such  switches  are  operating 
satisfactorily?  F.  D. 

There  is  a  general  prejudice 
against  oil  breakers  for  direct-cur- 
rent service  for  the  reasons  men- 
tioned :  We  know  of  no  installations 
except    for    comparatively    low    cur- 
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rents.  In  the  switches  of  larger  ca- 
pacity, heavy  explosions  will  likely 
result,  due  to  the  formation  of  gas. 
They  are  very  generally  used  on  di- 
rect- current  arc  circuits  but  a  much 
larger  insulation  and  breaking  factor 
must  be  allowed  than  for  the  cor- 
responding alternating-current  volt- 
age. See  also  No.  94  in  the  Journal 
for  Tune,  1908.  f.  w.  h. 

278 — Old  Method  of  Co.xnecting 
Switchboard  Ammeter  and 
Integrating  W  at  t  m  e  t  e  r — 
How  can  the  current  and 
power  in  the  three  lines  of  a 
three-phase,  three-wire  genera- 
tor circuit  be  measured  with 
the  arrangement  of  circuits 
show  in  Fig.  278  (a),  using  t^vo 
series  transformers.  a.  h.  m. 
When  the  plugs  are  in  receptacles 
3   and   4   the    ammeter    indicates   the 
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FIG.  278  (a) 

current  in  the  left  hand  line.  When 
in  receptacles  7  and  4  it  indicates 
the  current  in  the  middle  line,  and 
when  plugs  are  in  receptacles  i  and 
2  the  ammeter  indicates  the  current 
in  the  right  hand  line;  while,  with 
plugs  in  receptacles  2  and  3  it  indi- 
cates zero.  This  represents  one  of 
the  old  methods  of  switchboard  con- 
nections and  has  the  advantage  of 
requiring  only  a  simple  form  of  plug 
and  the  disadvantage  of  requiring 
the   handling   of   a   number   of   plugs 


to  obtain  readings  on  the  respective 
lines  of  the  circuits.  A  polyphase 
indicating  wattmeter  may  be  con- 
nected to  the  same  two  series  trans- 
formers through  these  receptacles, 
using  the  necessary  shunt  transform- 
ers for  the  voltage  connections,  so 
that  the  total  power  on  the  three- 
phase  circuit  may  be  obtained  with 
any  of  the  combinations  referred  to 
above.  h.  w.  b. 

279 — Synchronizing  Belt-Connect- 
ed Alternators — In  the  sec- 
ond "Experience  on  the  Road" 
article  in  the  March,  1909,  is- 
sue, it  is  stated  that,  "These 
generators  were  belt-connected 
to  the  same  countershaft."  Is 
it  possible  to  operate  two 
alternators  in  parallel  when 
so  connected ;  if  so,  by  w^hat 
means  are  they  synchronized 
if  they  have  the  wrong  phase 
relations  at  starting?  How  are 
they  kept  in  place,  taking 
into  account  slipping  of  belts, 
etc.  ?  J.  G.  B. 

It  will  be  noted  that,  in  attempting 
to  remedy  the  trouble,  the  coupling 
was  bolted  together  in  order  to 
eliminate  the  friction  clutch,  as  it 
was  thought  that  the  latter  w-as  not 
effective  in  holding  the  machines  to- 
gether. This,  however,  was  not  the 
difficulty.  After  the  permanent  coup- 
ling had  been  made,  it  was  found  in 
this  particular  case  that  by  being 
brought  up  to  speed,  and  without 
being  electrically  inter-coiinected, 
the  two  machines  would  come  into  a 
condition  of  synchronism  at  inter- 
vals of  about  40  seconds,  the  differ- 
ence in  speed  probably  being  due  to 
slight  differences  in  the  effective 
sizes  of  the  pulleys.  It  was,  there- 
fore, possible  to  synchronize  without 
difficulty.  If  this  time  interval  be- 
tween two  machines  to  be  paralleled 
is  too  great  it  can  be  reducted  by 
temporarily  increasing  the  belt  slip 
on  one  of  the  machines.  This  is  ac- 
complished by  slightly  reducing  the 
belt  tension,  preferably  on  the  loaded 
machine;  re-adjustment  being  made, 
if  necessary,  after  the  process  of 
synchronizing  has  been  completed. 
in  order  to  obtain  proper  division  of 
load.  Two  alternators  which  have 
been  _  synchronized  and  are  thus 
electrically  inter-connected  will  con- 
tinue to  operate  satisfactorily  in  par- 
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allel  if  the  tension  of  the  two  beUs 
is  properly  adjusted,  as  any  tendency 
in  one  machine  to  pull  out  of  step 
causes  cross-currents  to  flow  be- 
tween the  two  machines,  which  have 
•the  effect  of  strengthening  the  tend- 
ency to  operate  in  parallel.  In  sim- 
ilar cases  it  has  sometimes  been 
found  necessary  to  reduce  the  size 
of  one  of  the  pulleys  very  slightly 
by  grinding  to  obtain  satisfactory 
operation,  in  parallel  without  excess- 
ive belt  slip.  c.  H.  s. 

280 — Effect  of  Ageing  of  Iron  on 
Ratio  of  Instrument  Trans- 
formers— Is  any  change  apt  to 
take  place  in  the  iron  of  trans- 
formers that  would  change  the 
ratio?  The  transformers  un- 
der consideration  are  used  in 
connection  with  portalile  in- 
struments used  in  testing 
work?  \v.  s. 

The  ratio  of  transformation  of  in- 
strument transformers  is  affected  by 
the  iron  loss.  '  That  of  the  shunt  or 
voltage  transformer  is  slightly  af- 
fected by  changes  in  the  iron  loss 
and  in  the  rcactice  e.m.f.  due  to  the 
magnetizing  current.  In  the  series 
or  current  transformer  the  iron  loss 
is  the  chief  cause  of  the  error  in  the 
ratio  of  transformation  and  of  the 
phase  displacement  between  the  pri- 
mary and  secondary  currents.  A 
change  in  the  iron  loss  of  the  instru- 
ment transformer  will  therefore  af- 
fect its  accuracy  to  a  greater  or  less 
degree.  Further  information  regard- 
ing this  may  be  obtained  by  refer- 
ence to  the  article  on  "Operation  of 
Series  Transformers"  by  Mr.  E.  L. 
Wilder,  in  the  Journal  for  Septem- 
ber, 1904,  p.  541.  See  also  article  on 
"Measurements  Involving  Use  of 
Series  Transformers"  by  Mr.  H.  B. 
Taylor,  April,  1907,  p.  234.  Tlic 
bearing  which  the  regulation  charac- 
teristics of  instrument  transformer^^ 
have  upon  their  use  in  the  case  of 
grouping  of  instruments  is  discussed 
in  the  October,  igo8.  installment  of 
the  series  on  "Meter  and  Relay  Con- 
nections" by  Mr.  H.  W.  Brown,  pp. 
597-8.  The  iron  or  core  loss  of 
transformer  sheet  steel  increases 
slightly  with  use.  This  is  called 
"ageing."  The  percentage  increase 
varies  with  the  grade  of  iron  and 
the  temperature  and  length  of   oper- 


ation. In  power  transformers  the 
iron  loss  is  usually  guaranteed  not 
to  increase  more  than  tive  percent 
after  one  year's  operation.  As  volt- 
age and  current  itransformers  for 
portable  testing  purposes  are  usu- 
ally designed  to  operate  with  a  very 
low  temperature  rise  and  are  also 
u.sed  only  intermittently,  the  ageing 
should  be  practically  negligible.  The 
alloy  steels  used  in  recent  designs  of 
transformers  are  practically  non- 
ageing.  See  also  No.  286  in  this  is- 
sue and  No.  147  in  the  September, 
1908,  issue.  A.  D.  F. 

281 — Drilling  Slate  and  Marble — 
What  is  the  best  method  of 
drilling  various  grades  of 
slate  and  marble?  At  what 
■speed  should  the  drill  lie  run 
and   what   feed   is  allowable? 

N.  p.  F.  D. 

Use  ordinary  twist  drills  for  holes 
lYz  inch  or  less  in  diameter,  giving 
the  lip  plenty  of  clearance ;  above 
this  size,  wing  cutters  will  give  bet- 
ter results.  Keep  tool  thoroughly 
wet  with  water  while  cutting,  and 
keep  clean  to  avoid  jamming.  A 
speed  of  400  r.p.m.  for  ^  inch  or 
less  and  200  r.p.m.  above  ^  inch 
will  be  found  satisfactory.  Feed  by 
hand  and  be  careful  when  nearly 
through,  as  the  material  is  apt  to 
break  off  in  large  pieces ;  for  this 
reason  a  machine  feed  is  not  desir- 
able. This  applies  to  both  slate  and 
marble.  o.  l. 

282 — Method  of  Loading  \\'att- 
METERS  VOR  Power-Factor 
Test — Please  suggest  a  s'niple 
method  of  obtaining  loads  at 
power-factors  varying  from 
100  to  50  percent  for  testing 
single  and  polyphase  watt- 
meters, to  be  used  on  a  three- 
phase    star-connected    circuit. 

M.  C.  H. 

A  good  method  is  described  by 
]\fr.  H.  B.  Taylor,  in  the  lirsr  article 
of  a  series  on  "The  Standardizing 
Laboratory"  in  the  Journal  for  No- 
vember,  1906,  p.  624.  H.  E.  B. 

Note— In  the  article  on  "Illumina- 
tion Cost  Factors"  in  the  June  issue 
on  page  341,  in  the  comparison  of 
five  sources  of  light,  the  tigures  for 
the  wattage  required,  in  each  case 
should  be  divided  by  ten  to  give  the 
correct   figures. 
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^f,  Every  advance  in  the   art  of   working  metals  has 

Advance        meant  ultimately  an  advance  in  civilization.     True, 
if,  in  past  ages  each  advance  was  used  in  the  making 

Metal  of  more  destructive  engines  of  war  with  which  to 

Working'       enslave  other   nations,   and   hence,   in   many   cases, 
caused  a  temporary  backward  step.     To-day  each 
new  method  marks  an  important  step  in  the  arts  of  peace,  and  be- 
comes an  immediate  factor  in  the  civilization  of  the  world. 

Just  such  a  factor  is  the  oxy-acetylene  blow-pipe,  giving  us 
a  new  tool  capable  of  producing  results  which  were  impossible  prior 
to  the  development  of  the  device.  The  use  of  this  tool  makes  it 
possible,  for  example,  to  produce  a  finished  vessel  of  homogeneous 
metal — a  single  kind  of  metal  in  a  single  piece — without  brazing,  or 
rivets  or  solder;  of  a  shape  previously  possible  only  with  cast  metal, 
and  of  a  quality  and  thinness  of  wall  possible  only  with  metals  that 
have  been  worked  into  sheet  form. 

Mr.  Auel's  article  on  "Autogenous  Welding"  in  this  issue  of 
the  Journal  gives  a  brief  and  specific  outline  of  the  art  as  it  stands 
to-day,  with  sufficient  information  to  guide  materially  those  who 
are  contemplating  the  use  of  this  process.  The  article  is  a  distinct 
contribution  to  the  literature  on  the  subject,  and  will  undoubtedly 
be  welcomed,  not  only  by  those  engaged  in  fields  of  metal-working 
where  the  process  will  be  applicable,  but  by  all  who  are  interested 
in  new  and  refined  applications  of  scientific  knowledge. 

To  those  familiar  with  the  wehHng  of  iron  and  other  metals 
by  the  ordinary  methods,  autogenous  welding  is  striking  from  its 
absence  of  the  spectacular.  The  blow  pipe,  almost  as  easily  ma- 
nipulated as  a  pencil,  with  a  working  flame  scarcely  half  an  inch 
long,  with  a  j^encil-like  point,  produces  a  heat  so  intense  that  all 
ordinary  metals  melt  before  it  in  a  few  seconds.  With  this  pencil 
of  flame  the  skilled  welder  advances  from  point  to  point,  with  a 
stri])  usually  of  the  same  metal  as  solder,  leaving  little  pools  of 
molten  metal  which  solidify  quickly  and  produce  a  solid  joint; 
or,  supplied  with  an  extra  stream  of  oxygen,  he  wields  the  torch 
as  a  knife,  and  cuts  the  hardest  metal  walls  almost  without  labor. 
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We  watch  the  process  with  fascination,  through  colored 
glasses,  and  wonder  what  ultimate  advantages  will  accrue  from  the 
use  of  this  method,  and  whether  it  may  not  mark  a  new  era  in  the 
metal- working  industr}',  such  as  some  of  the  early  discoveries  men- 
tioned in  the  article,  "How  the  Iron  Master  Has  Promoted  Peace," 
which  is  printed  in  this  issue. 

C.  E.  Skinner 


^.  "How   to   Progress"   was   the   ciuestion   which   was 

The 
.    .   ^   ^         uppermost  at  the  convention  of  the  American  In- 
A    I    E    F 

^  '   '     '  /*       stitute  of  Electrical  Engineers  at  Frontenac.     The 
Convention      ,.  r    ,  -  i      t^.         i  tit 

dnnier  of  delegates  from  the  Branches  of  the  In- 
stitute— from  Seattle  and  Los  Angeles  and  ^Mexico  City  to  Boston 
— ^was  of  such  rousing  interest  that  it  did  not  adjourn  for  the 
evening  technical  meeting.  Representatives  from  about  half  of  the 
fifty  local  centers  were  present.  Three  years  ago,  on  a  similar  oc- 
casion, the  work  of  the  branches  was  described  to  prove  that  their 
existence  was  justified;  this  year  the  discussion  was  constructive 
and  pointed  out  ways  of  larger  growth.  It  was  agreed  that  the 
local  strength  must  come  mainly  from  local  endeavor,  but  there  is 
need  of  the  general  assistance  which  an  officer,  such  as  a  general 
branch  secretary  could  give,  and  of  the  encouragement  which  a 
larger  publication  of  branch  papers  in  the  proceedings  would  af- 
ford. 

The  past-presidents  had  opportunity  to  draw  from  their  ex- 
perience and  wisdom  in  advising  the  incoming  president  as  to  the 
many  important  problems  he  should  solve,  when  they  breakfasted 
together  from  eight  o'clock  until  after  ten.  The  great  problem  is 
an  Institute  enlargement  which  will  do  for  the  various  diversified 
divisions  of  electrical  engineering  what  the  local  branches  are  doing 
for  the  geographical  problem. 

Electrical  engineers  are  divided  in  interest  into  many  groups, 
each  interested  in  its  own  particular  subject.  There  is  a  natural 
tendency  to  form  small,  independent  societies.  Shall  the  Institute 
resist  this  tendency,  or  (juietly  permit  active  independent  develop- 
ment to  draw  from  its  own  i)ro])cr  strength,  or  shall  it  foster  this 
development  within  itself?  If  so,  how?  Shall  it  l)e  by  technical 
sections,  or  'by  affiliated  societies?  These  are  some  of  the  questions 
which  were  discussed.  ' 

President-elect    Stilhvell,    when    introduced    to    the    Institute, 
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spoke  of  tlic  importance  of  development,  both  geographical  and 
technical,  and  of  the  larger  activity  and  influence  which  engineers 
and  engineering  societies  should  exert  in  relation  to  public  affairs. 
The  conditions  were  never  so  favorable  for  scientific  and  profes- 
sional men  and  societies  to  exert  an  influence  upon  the  world  of 
industry.  Many  of  the  most  important  national  problems  are  pri- 
marily engineering  problems.  The  improvement  of  waterways,  for 
example,  is  not  merely  political  or  commercial,  but  is  engineering. 
The  fundamental  factor — an  engineering  demonstration  that  trans- 
portation by  water  is  cheaper  than  transportation  by  rail  in  any 
given  case — is  often  overlooked  by  enthusiastic  promoters  of  water- 
ways. 

The  technical  meetings  were  good ;  the  social  and  recreation 
features  excellent,  being  favored  by  ideal  surroundings,  charming 
weather  and  the  guidance  of  a  committee  wdiose  happy  foresight 
and  tact  made  recreation  an  informal  pleasure  and  not  a  formal 
task. 

On  the  other  hand,  excellent  as  was  the  convention  in  many 
ways,  it  falls  far  short  of  what  a  convention  of  American  electrical 
engineers  should  be.  American  manufactures  are  doubling  every 
ten  years.  The  electrical  industry  doubles  every  five  years.  The 
Institute  membership  has  been  doubled  every  three  years,  and  yet 
this  annual  convention  at  which  about  200  members  were  present, 
was  smaller  in  attendance  and  not  notably  different  in  its  technical 
papers  from  the  conventions  of  ten  years  ag'o.  Some  important 
branches,  such  as  lighting  and  railway,  were  not  represented  in  the 
list  of  pa])ers.  One  reason  for  this  is  undoubtably  the  large  num- 
ber of  conventions  which  are  held  each  summer.  Conventions  of 
Electro-chemists,  of  Illuminating  Engineers,  of  the  National  I^lec- 
tric  Eight  Association,  and  the  .\merican  Street  and  Interurban 
Railway  Association,  all  make  demands  u])i)u  the  electrical  engineer, 
and  as  they  deal  with  concrete  branches  of  the  subject  they  draw 
a  large  attendance  from  those  wdio  are  specially  interested  in  their 
respective  subjects.  This  condition  emphasizes  tlie  importance  of 
a  new  attitude  toward  different  branches  of  electrical  engineering, 
and  of  means  of  their  concrete  development.  An  arrangement  by 
whicli  the  Institute  would  l)e  the  central  body  with  various  affiliated 
.societies  in  various  branches,  .somewhat  similar  to  the  American 
Association  for  the  Advancement  of  Science,  is  a  general  plan 
stron"iv  advocated  bv   1  )r.   Slcinnielz.     ]t  would  sfo   far  in  solving 
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the  convention  problem,  as  these  various  societies  could  hold  simul- 
taneous meetings  as  part  of  a  general  convention  which  would  be 
a  large  general  gathering  of  electrical  engineers. 

How  to  keep  pace  with  the  general  development  in  the  elec- 
trical industry  and  to  take  a  position  of  leadership  in  those  general 
interests  in  which  electrical  engineering  enters  as  an  important 
element  are  some  of  the  large  questions  by  which  the  Institute  is 
confronted  and  in  which  all  electrical  men  are  interested. 

CiiAS.  F.  Scott 


A  structure   fails — was  it  due  to  defective  design, 

The  or   defective  material,   or   defective   workmanship? 

Causes  Every  engineer,   every  manufacturer  of   materials, 

of  and    everyone    responsible    for    workmanship    has 

Failures        faced  these  questions  many  times.     How  many  of 

us  are  able  to  lay  aside  our  personal  point  of  view 
and  answer  them  strictly  in  accordance  with  the  facts?  And  even 
if  we  have  the  judicial  mind  to  so  answer  them,  can  we  always 
locate  or  define  the  line  between  these  three  main  causes  of  failure? 
Are  we  sure  the  material  was  at  fault,  or  was  it  improperly  used? 
Did  the  workmen  understand  and  carry  out  the  ideas  of  the  de- 
signing engineer,  or  were  these  ideas  impracticable  with  the  tools 
available  ? 

A  masterly  analysis  of  the  above  questions  is  presented  in  the 
recent  presidential  address  of  Dr.  Charles  B.  Dudley  before  the 
American  Society  for  Testing  Materials,  reprinted  in  another  part 
of  the  Journal.  Anyone,  whether  he  be  the  designing  engineer, 
the  maiuifacturer  of  raw  material,  the  manufacturer  of  the  finished 
product,  the  workman  at  the  bench  or  the  man  who  is  interested  in 
modern  industrial  methods,  cannot  but  have  a  broader  view  of  the 
problem  as  a  whole  and  his  own  personal  relation  to  it  by  the  reading 
of  this  address. 

^  Most  Journal  articles  are  on  specific  subjects,  and  hence  ap- 
peal only  to  those  interested  directly  in  these  subjects,  but  this  paper 
on  "Engineering  Responsibility"  will  appeal  to  all  readers,  from  the 
general  manager,  charged  with  the  duty  of  making  the  present  busi- 
ness pay  and  building  a  reputation  for  his  company  for  the  future, 
to  the  humblest  workman  who  is  really  desirous  of  rising  to  the 
best  that  is  possible  in  his  vocation. 

C.  E.  Skinner 


AUTOGENOUS  WELDING 

WITH  SPECIAL    REFERENCE  TO    THE  USE  OF  THE  OXY-ACETYLENE  PROCESS 

C.  B.  AUEL 

SINCE  the  advent  of  high  speed  steels  one  of  the  most  impor- 
tant advances,  to  the  engineerhig  industries  at  large,  is  the  de- 
velopment of  autogenous  welding.  By  this  is  meant  the  fusing 
together  without  pressure  of  two  metals,  simply  by  allowing  them  to 
melt,  then  to  mix  and  unite  as  they  cool.  While  this  can  be  accom- 
plished in  several  ways,  by  electricity,  by  oxy-hydrogen,  by  oxy-gas, 
or  by  oxy-acetylene,  the  last  mentioned  is  beginning  to  be  quite  gen- 
erally understood  when  reference  is  made  to  this  kind  of  welding. 
Eliminating  consideration  of  electrical  methods,  the  apparatus, 
briefly  outlined,  includes  a  suitable  blowpipe  with  facilities  for  ob- 
taining a  supply  of  oxygen  and  either  hydrogen,  coal  gas,  or  acetyl- 
ene, the  blowpipe  differing  somewhat  with  each  of  the  three  com- 
bustible gases.  Such  outfits  for  use  with  oxygen  and  hydrogen  have 
been  familiar  for  many  years  in  laboratories  where,  however,  almost 
their  sole  function  has  been  the  reduction  of  elements  rather  than 
the  welding  of  metals.  The  quite  recent  development  of  commer- 
cial methods  for  making  oxygen,  has  now  broadened  the  field  of  use- 
fulness of  this  apparatus  by  placing  within  reach  of  practically  all 
engineering  industries,  a  simple  and  very  inexpensive  means  of  join- 
ing together  similar  metals,  largely  eft'ected,  heretofore,  by  the  more 
complicated  and  less  satisfactory  processes  of  riveting  or  brazing. 
In  addition,  new  methods  of  manufacture  have  been  introduced 
along  many  lines  and  the  rej)airing  of  broken  or  defective  parts 
has  become  an  industry  in  itself. 

Considering  only  the  oxy-acetylene  process  and  describing  the 
apparatus  more  in  detail,  it  consists,  in  its  most  common  form,  as 
shown  in  Figs,  i  and  2,  of  a  blowpipe,  a  tank  containing  oxygen  un- 
der pressure,  an  acetylene  generator  and  its  storage  reservoir,  to- 
gether with  suitable  valves  and  hose.  A  nnu-e  complete  outfit  com- 
prises a  generator  and  a  tank  for  the  manufacture  and  the  subse- 
quent storage  of  the  oxygen.  This  equipment  may  be  still  further 
am])lified  by  the  addition  of  a  compressor  for  reaching  higlier  pres- 
sures, where  necessary,  than  can  be  obtained  from  the  oxygen  gen- 
erator direct. 

BLOWPIPE    OR    TORCH 

The  French  must  be  given  credit  for  the  development  of  the 
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first  commercially  successful  oxy-acetyleue  blowpipe  or  torch.  In 
1901.  Fouche  and  Picard  exhibited  before  various  French  Societies, 
a  torch  in  which  both  gases  were  supplied  under  high  pressure,  the 
acetylene  being  diluted  with  gasoline  or  ether  to  aid  in  preventing 
"back-fire."  In  1902,  Fouche  succeeded  in  developing  a  high  pres- 
sure torch  in  which  the  oxygen  could  be  used  with  the  acetylene  un- 
diluted. Practical  use  of  this  type  of  torch,  however,  soon  indicated 
an  inherent  defect,  in  that  the  pressure  of  the  issuing  gases  tended 
to  blow  away  the  metal  from  the  weld  as  fast  as  melted.  This  dif- 
ficulty accordingly  led  to  the  further  development,  also  by  Fouche 
(1903),   of   the   present   low    pressure   torch   now    so    largely    em- 


T — (.)xv-acetvl!-:ne   welding   outfit 


ployed.  In  this  latter  type,  the  oxygen  is  used  under  a  pressure 
ranging  from  nine  to  thirty  pounds  depending  upon  the  nature  of  the 
work,  while  the  acetylene  is  supplied  under  a  still  lower  pressure, 
varying  from  a  few  ounces  to  several  pounds  according  to  the  style 
of  torch  of  wdiich  there  are  a  number  now  being  exploited.  Figs.  3 
and  4  show  an  exterior  view  and  a  longitudinal  section  respectively 
of  one  of  these  torches.  The  oxygen  fiows  through  the  upper  pipe  di- 
rectly into  the  torch  to  the  small  mixing  chamber,  the  acetylene  be- 
ing conveyed  separately  through  the  lower  pipe  to  the  same  place 
where  the  gases  then  mix  and  pass  out  at  the  nozzle  or  tip.  As 
the  velocity  of  the  explosion  wave  is  extremely  high,  the  tendency 
to  *'back-fire"  must  be  guarded  against.     liv  making  the  acetylene 
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pipe  as  small  in  section  and  as  long  as  ])ossil)le,  and  further  by  giv- 
ing to  the  oxygen  a  velocity  of  not  less  than  500  ft.  ])er  second,  this 
is  effectually  acconi])lished.  The  capacity  of  a  torch  is  determined 
by  the  orifice  in  the  noz/dc.  In  some  makes  the  nozzle  is  according- 
ly removable  and  a  number  of  different  sizes  are  provided,  these  be- 
ing readilv  interchangeable  to  suit  the  work  ;  in  others,  the  nozzle 
is  fixed,  a  separate  torch  being  required  for  each  class  of  work.  The 


FIG.    2 — ACETYLENE  GENERATOR 

(Monarch  Acetylene  Co.) 
former  i>  tlie  more  llexible  ;  but,  where  large  (piantities  of  any  one 
kind  of  material  are  the  rule,  either  tnrch  mav  be  used   with  e([ual 
advantage. 

rKMI'KR.VTL'Kl-:  OF  i-i..\Mi-: 
From  the  equation  for  the    complete    combustion   of    acetylene 
CJi,  +  2.5  O,  =  2  CO,  +  ILO. 
it     will     be     observed      that     two     and     one-half      volumes     ol 
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oxygen,  0,  are  theoretically  required  to  one  volume  of  acety- 
lene, CoHr,,  producing  two  volumes  of  carbon  dioxide,  COo, 
and  one  volume  of  water  vapor,  H.^0.  The  amount  of  oxygen 
actually  consumed,  however,  is  considerably  less,  it  being  variously 
stated  as  from  one  and  one-tenth  to  one  and  eight-tenths  volumes, 
to  one  of  acetylene.  In  explanation  of  this  fact,  it  may  be  stated 
that  the  temperature  of  combustion  is  greatly  in  excess  of  that  at 
which  steam  dissociates.  As  a  result  the  hydrogen  in  the  acetylene 
does  not  unite  with  the  oxygen  from  the  torch  to  form  water  vapor, 
as  indicated  in  the  preceding  ecjuation,  but  passes  rather  to  the 
outer  edge  of  the  welding  flame,  where  it  comes  into  contact  with 
the  cooler  surrounding  air,  extracts  the  oxygen  from  it,  burning 
at  a  reduced  temperature,  and  forming  water  vapor  in  so  doing. 
It  is  further  probable  that  the  combustion  of  the  carbon  is  not  al- 
ways complete,  so  that  the  resulting  mixture  contains  at  times,  in  ad- 


FIG.    3 — WELDING    TORCH — EXTERIOR    VIEW 

(Fouche.) 

dition  to  the  hydrogen,  carbon  monoxide  and  carbon  dioxide  gases. 
The  welding  flame  proper  is  surrounded  by  an  irregular  semi-lumin- 
ous, pink  flame  of  lower  temperature,  which  not  only  serves  to  pro- 
tect it  from  loss  of  heat,  but  also  tends  to  prevent  oxidation  of  the 
metal  when  being  melted,  by  keeping  it  to  some  extent  from  contact 
with  the  air. 

CALCIUM   CARRIDE  AND  ACETYLENE 

Acetylene  when  burned  in  air  gives  rise  to  a  relatively  cool 
temperature  of  i8oo  degrees  F.  as  compared  with  2500  degrees  F. 
for  coal  gas  and  3500  degrees  F.  for  hydrogen.  If  these  were  the 
highest  temperatures  attainable,  neither  acetylene  nor  coal  gas  would 
be  especially  suitable  for  welding;  burned  in  oxygen,  however,  in- 
stead of  in  air,  quite  different  results  are  obtained,  particularly  in 
the  case  of  acetylene  which  then  gives  a  temperature  of  6300  degrees 
F.,  or  but  a  few  hundred  degrees  less  than  that  of  the  carbon  elec- 
tric arc,  while  under  similar  conditions  coal  gas  gives  3000  degrees 
F.  and  hydrogen  4800  degrees  F.     It  is,  of  course,  understood  that 
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the  several  temperatures  mentioned  are  approximations  only,  as  no 
exact  determinations  have  yet  been  made.  These  increased  tem- 
peratures will  be  the  more  readil}'  appreciated  when  it  is  remember- 
ed that  air  is  composed  of  nitrogen  and  oxygen  in  the  proportion  by 
volume  of  seventy-nine  parts  of  the  former  to  tw^enty-one  parts  of 
the  latter.  Since  nitrogen  is  an  inert  gas,  and  forms  such  a  great  pro- 
portion of  the  air,  the  heat  of  combustion  is  largely  expended  use- 
lessly upon  it,  thus  materially  lowering  the  temperature  of  the  flame ; 
wdiereas,  when  oxygen  is  substituted  for  air,  this  waste  of  heat  is 
entirely  avoided. 

Although  acetylene  was  first  produced  in  1836  by  Davy  (Ed- 
mund) from  a  by-product  obtained  in  the  production  of  metallic 
potassium,  and  its  further  production  direct  from  calcium  carbide 
was  announced  by  Woehler  in  1862,  it  is  exceedingly  interesting  to 
note  that,  outside  of  laboratory  work,  no  use  w-as  made  of  this 
knowledge  until  1892.     At  this  time  Thomas  Willson,  an  electrical 


FIG.    4 — WELDlXn    TORCH INTERIOR    VIEW 

(Fonche.  j 

engineer,  while  endeavoring  to  make  metallic  calcium  from  lime  and 
coal  tar,  through  the  medium  of  the  electric  furnace,  obtained  a 
dark  colored  slag  which  he  placed  in  water  in  order  to  cool  quickly, 
when  it  at  once  commenced  giving  off  gas.  It  was  thought  at 
first  the  slag  was  the  metallic  calcium  sought  and  the  gas  hydrogen. 
Upon  igniting  the  gas,  however,  it  burned  with  an  intensely  yellow 
flame  accompanied  by  a  large  amount  of  .soot.  The  experiment  was 
repeated  several  times  with  like  results.  Analysis  then  showed  the 
slag  to  be  calcium  carbide  and  the  gas  acetylene.  This  general 
method,  first  outlined  by  Willson,  is  followed  to-day  in  the  com- 
mercial production  of  calcium  carbide,  CaCy ;  lime,  CaO,  and  coke,  C, 
being  intimately  mixed  together  and  then  fused  in  the  electric  fur- 
nace, the  eruiation  being, 

CaO  4-  3  C  =  CaCo  +  CO. 
The  resultant  calcium  carbide  is  a  slag  of  a  dark  blue-gray  color. 
When  kept  dry  it  undergoes  no  change  whatever:  and.  in  this  con- 
dition, is  absolutely  safe  to  handle.    Exposed  to  air,  it  absorbs  mois- 
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tiire,  gradually  slaking  and  giving  off  acetylene,  which  last  fact  is 
readily  evidenced  by  a  peculiar  onion-like  odor.  The  gas  is  not 
actively  poisonous  when  inhaled  in  small  quantities.  It  is  only 
when  calcium  carbide  is  wet  that  there  is  any  possibility  of  its  be- 
coming dangerous ;  and  then,  only  wdien  the  resulting  gas  is  allow- 
ed to  mix  with  air  in  a  confined  space.     ^Mixtures  of  acetylene  and 


FIG.     5 — SECTIONAL     VIEW     OF     MONARCH     ACETYLENE     GENERATOR 

^j_Generator  tank.  B  and  C— Gas  holder.  D— Filter.  £— 
Carbide  hopper.  F  and  C7— Feeding  mechanism.  //—Acetylene  serv- 
ice snpplv  pipe.  / — Safety  blow-off,  ./ — Generator  water  tilling  valve. 
A'— Residue  agitating  paddle.  L— Residue  and  waste  water  discharge 
valve. 

air,  between  the  limits  by  volume  of  one  of  the  former  and  one  and 

one-quarter  to  twenty  of  the  latter,  will  explode  with  more  or  less 

violence  when  ignited  ;  in  which  respect,  however,  it  does  not  dift'er 

appreciably    from   common    ilhtminatir.g  or   any   other   combustible 

gas. 


AUTOGENOUS  WELDING  469 

When,  therefore,  calcium  carbide  is  brought  into  contact  with 
water,  acetylene  is  evolved,  as  indicated  by  the  equation, 

CaC,  +  2  H,0  ---=  QH,  -f  Ca  (OH), 
the  by-product  being  slaked  lime,  Ca  (OH ).,.  As  there  are  always 
certain  impurities  present,  either  in  the  carbide  or  in  the  resulting 
gas,  such  as  carbon,  sand,  hydrogen  sulphide,  ammonia,  etc.,  the 
yield  of  acetylene  at  atmospheric  pressure  from  a  i)ound  of  com- 
mercially pm-e  lump  calcium  carbide  ("quarter"  size  )  may  be  taken 
as  from  four  to  four  and  one-half  cu.  ft.  instead  of  five  and  one- 
half  cu.  ft.  as  would  be  the  case  were  the  carbide  absolutely  pure. 

In  the  commercial  manufacture  of  acetylene  either  of  two  meth- 
ods may  be  followed  ;  calcium  carbide  may  be  dropped  into  water, 
or  water  may  be  dropped  upon  carbide.  Generators  employing  the 
former  method  are  designated  as  "carbide-feed,"  those  making  use 
of  the  latter  are  known  as  "water-feed."  In  either  of  these  types 
the  gas  may  be  generated  at  pressures  ranging  from  six  ounces  to 
fifteen  lbs.  per  sq.  in.,  depending  upon  the  design. 

While  each  has  its  advantages,  the  carbide-feed  generator  is 
the  more  widely  used,  especially  in  connection  with  oxy-acetylene 
welding  plants.  Figs.  2  and  5  show  one  form  of  such  type.  It  consists 
of  two  principal  parts,  the  generating  tank,  in  which  the  acetylene 
is  produced,  and  the  reservoir  or  holder  where  it  is  stored.  The 
generating  tank  is  ])rovided  at  its  top  with  a  hopper  into  which  the 
charge  of  lump  carbide  is  placed  and  from  which  it  is  fed,  a  little  at  a 
time,  into  the  water  with  which  the  lower  part  of  the  tank  is  filled. 
The  storage  reservoir  or  gas  holder  is  of  the  usual  bell  pattern,  water- 
sealed,  its  top  raising  or  lowering  with  increase  or  decrease  of  gas 
pressure,  and  operating  in  so  doing,  a  simple  mechanism  of  levers 
and  cogs  by  means  of  which  the  feeding  of  the  carbide  from  the 
hopper  on  the  generating  tank  is  controlled.  Although  the  water 
in  which  the  acetylene  is  formed  and  through  which  it  bubbles,  acts 
as  a  cleanser,  an  additional  filter  is  provided  in  the  shape  of  a  small 
tank  filled  with  felt,  tlirough  which  the  gas  passes  after  leaving  the 
holder  on  its  way  to  the  service  pipes. 

In  the  water-feed  generator  the  carbide  is  placed  in  trays  ar- 
ranged either  one  alx)ve  the  other,  or  side  by  side,  in  such  manner 
that  water  floods  them  one  at  a  time,  the  speed  of  flow  being  gov- 
erned by  the  pressure  of  the  gas.  The  acetylene  then  passes  through 
a  filter  into  the  gas  holder,  which  must  be  of  larger  capacity  than 
for  the  coiresponding  size  of  carbide-feed  generator,  as  the  degree 
of  regulation  is  never  so  close  in  generators  of  the  water- feed  type, 
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and  the  holders  must,  therefore,  be  of  sufficient  size  to  handle  the 
''after-generation"  of  gas;  that  is,  the  gas  which  continues  to  be  pro- 
duced for  some  time  after  the  supply  of  water  has  been  shut  oft'  by 
the  rise  in  pressure. 

The  capacity  of  an  acetylene  generator  depends  upon  its  ability 
to  keep  down  the  heat  which  is  evolved  in  the  formation  of  the  gas. 
This  plainly  indicates  that  an  excess  of  water  should  at  all  times  be 
present  in  the  generating  tank,  so  that  the  heat  may  be  dissipated  as 
fast  as  created.  Where  such  is  not  the  case  overheating  takes  place, 
the  result  being  not  only  a  reduction  in  the  amount  of  acetylene, 
otherwise  usefully  available,  but  the  production  of  certain  tar  prod- 
ucts which  tend  to  clog  the  piping  and  thus  prevent  a  proper  work- 
ing of  the  apparatus,  particularly  the  torch.  As  to  wdiether  or  not 
the  generator  has  been  overworked  is  easily  determined  when  clean- 
ing it,  which  must  be  done  upon  the  exhaustion  of  each  charge  of 


FIG.    6 — DISSOLVED    ACETYLENE    STORAGE   TANK 

carbide.  If  the  residuum  which,  as  indicated  by  the  equation  already 
given,  should  be  slaked  lime,  is  of  a  yellowish  color  instead  of  white, 
it  shows  excessive  heating  has  occurred  and  the  necessary  steps  must 
be  taken  to  prevent  its  recurrence. 

DISSOLVED    ACETYLENE 

It  is  somtimes  necessary  to  reverse  the  customary  procedure 
and  to  transport  the  welding  plant  to  the  work  instead  of  bringing 
the  work  to  it.  In  all  such  cases,  dissolved  acetylene  is  used  in 
place  of  the  acetylene  generator.  It  would,  on  first  thought,  appear 
as  if  compressed  acetylene  were  the  most  natural  substitute,  but  ex- 
perience has  proved  that  when  compressed  to  more  than  two  atmos- 
pheres (30  lbs.)  acetylene  is  liable  to  explode  simply  by  concussion, 
and  for  this  reason  it  cannot  be  used  in  commercial  service.  To 
overcome  this  drawback  and  make  it  safe  to  handle,  advantage  has 
been  taken  of  its  solubility  in  acetone,  CM^O,  one  of  the  constitu- 
ents of  wood  alcohol,  which  has  the  very  extraordinary  property  of 
absorbing,  at  normal  temperature,  approximately  twenty-five  times 
its  own  volume  for  every  atmosphere  of  compression.  It  is  accord- 
ingly forced  into  this  liquid  at  ten  to  twelve  atmospheres  and  in 
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this  state  is  called  dissolved  acetylene.  Even  in  this  condition,  the 
further  precaution  must  be  taken  to  prevent  the  accumulation  of 
any  "free"  compressed  gas,  so  called,  into  pockets.  The  tank  in 
which  the  dissolved  acetylene  is  stored,  is  therefore  packed,  as 
shown  in  Fig.  6,  with  a  porous  material  like  charcoal  cement  or  with 
discs  made  from  a  paste  of  asbestos  fiber  and  sodium  silicate, 
Na.Si^O,^^,  carefully  prepared,  so  that  even  when  thoroughly  saturated 
with  the  liquid,  no  shrinkage  of  the  packing  can  occur.  The  necessity 
of  this  is  the  more  obvious  when  it  is  considered  that  the  volume  of 
the  acetone  increases  with  the  absorption  of  acetylene,  at  twelve  at- 
mospheres being  about  one  and  one-half  times  its  original  volume. 
At  this  latter  pressure  it  has  been  estimated  (Kuchel)  that  the  solu- 
tion will  occupy  64.3  percent  of  the  interior  of  the  tank,  the  packing 
20  percent  and  the  free  compressed  gas  15.7  percent.  When,  there- 
fore, acetylene  is  subsequently  withdrawn  from  the  tank,  and  the 
pressure  correspondingly  reduced,  the  acetone  shrinks  in  volume 
with  the  result  that  a  constantly  enlarging  space  would  be  left  for 
the  accumulation  of  free  compressed  gas,  were  it  not  for  the  pack- 
ing which  effectually  prevents  it.  Manufactured  and  stored  under 
such  conditions,  it  is  but  natural  that  the  cost  of  dissolved  acetylene 
should  be  considerably  in  excess  of  the  cost  of  acetylene,  made  and 
used  direct  from  a  generator.  In  partial  compensation  for  this  in- 
creased cost  must  be  mentioned,  however,  not  only  its  portability, 
but  its  low  freezing  point  as  w-ell  (It  can  be  used  at  temperatures 
as  low  as  — 49  degrees  F.)  which  permit  of  its  use  under  conditions 
quite  beyond  the  range  of  the  acetylene  generator. 

To  anyone  contemplating  the  purchasing  or  handling  of  an 
acetylene  plant,  it  is  recommended  that  the  rules  of  the  N'ational 
Board  of  Fire  Underwriters  be  studied.  These  have  been  compiled 
with  great  care  after  years  of  experience  and  accordingly  contain  in- 
formation which  will  prove  of  much  value  not  only  in  the  purchase 
but  also  in  the  installation  and  operation  of  the  plant  as  well. 

OXVGEX 

Oxygen  may  be  produced  in  several  ways,  either  from  liciuid 
air,  by  chemical  agencies,  or  from  the  electrolysis  of  water  ;  altliougli 
this  last  method  is  but  little  used  as  yet  commercially.  Oxygen  ob- 
tained in  any  of  these  ways  is  generally  of  a  high  degree  of  purity, 
varying  from  95  percent  to  chemically  pure.  A  plant  for  its  pro- 
duction from  liquid  air  involves  heavy  initial  expense,  though  the 
subsequent  manufacture  of  the  gas  can  be  carried  on  at  a  very  low 
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figure.  Such  a  plant,  therefore,  on  account  of  its  cost  cannot  be 
seriously  considered  by  the  average  consumer  and  he  has  left  the 
alternative  of  purchasing  the  compressed  oxygen  in  portable  tanks 
or  making  it  himself  by  chemical  means. 

The  apparatus  for  the  generation  of  oxygen  by  chemical  re- 
action consists  of  three  parts,  the  generating  tank,  the  scrubber  or 
washing  tank,  and  the  storage  reservoir,  with  sometimes  the  addi- 
tion of  a  compressor. 

In  one  method  (dry)  a  mixture  of  chlorate  of  potash,  A'C/Og, 
and  manganese  dioxide,  MnOn,  is  placed  in  the  generating  tank,  heat 
being  then  applied  externally.  In  the  ensuing 
reaction,  shown  by  the  equation, 
8  KCIO3  +  MnO.  =  8  KCl  +  MnO,  -f  8  O3 
oxygen  is  produced,  passing  as  fast  as  formed 
into  the  scrubber.  This  latter  is  a  tank  con- 
taining some  substance  such  as  pumice  stone 
or  pebbles,  impervious  to  the  action  of  the 
chemicals  used,  and  which  has  been  filled  with 
an  alkaline  solution,  usually  caustic  soda, 
NaOH.  The  oxygen  in  bubbling  through  is 
washed  of  any  impurities  and  is  then  drawn 
into  a  compressor  and  pumped  into  tanks  at 
any  desired  pressures.  A  slight  modification 
of  this  process,  which  eliminates  the  compres- 
sor, consists  in  first  adding  to  the  mixture  of 
chlorate  of  potash  and  manganese  dioxide,  a 
certain  amount  of  carbon,  after  which  magne- 
sium powder  or  a  similar  ingredient  is  in- 
troduced and  ignited.  The  combustion  is  con- 
tinued by  means  of  the  oxygen  which  is  con- 
stantly being  liberated  until  the  reaction  is 
complete.  The  resulting  gases,  under  a  pres- 
•sure  of  from  sixty  on  one  hundred  and  fifty  pounds  go  through  a 
scrubber  as  before  where  the  carbon  dioxide  (formed  from  the  com- 
bustion of  the  carbon)  and  any  other  impurities  are  absorbed,  the 
oxygen  passing  into  the  storage  reservoir. 

In  another  method  (wet)  a  solution  of  iron  sulphate,  Fi\SO^, 
is  allowed  to  flow  into  the  generating  tank  where  it  combines  in  a 
complicated  reaction  with  a  solution  of  copper  suphate,  CuSO^, 
and  calcium  hypochlorite,  CaOnCi^,  to  form  oxygen.  The  gas  is 
W.ashed  as  in  the  two  preceding  processes  and  then  compressed. 

It  should  af.  a].l  times  be  borne  in  mind  that  oil  forms  an  ex- 
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plosive  C()iniH)uii(l  with  oxygen,  so  that  it  must  nut  l)e  eniijloyed  as 
a  liibrieant  eitlier  in  eonneetion  with  the  compressor  or  with  any  of 
the  valves.  A  mixture  of  castile  soap  and  water  should  he  used  in- 
stead. 

OXVCtLCN   I'KKSSIIRE  RKDUCINC  VALVE 

In  welding"  (not  cutting)  the  oxygen  is  used  in  the  torch  be- 
tween the  limits  of  nine  and  thirty  pounds  only  ;  it  is.  therefore,  nec- 
essary to  reduce  the  pressure  at  which  it  is  usually  supplied  and  this 
is  effected  by  a  regulator,  one  form  of  which  appears  on  the  top  of 
the  oxygen  tank  in  Figs,  i  and  7.  Two  gauges  are  attached  to  it, 
as  shown,  the  larger  one  indicating  the  pressure  in  the  oxygen  tank, 
the  smaller  one,  the  pressure  after  passing  through  the  regulator 
and  as  it  is  in  the  torch.  Adjustment  of  pressure  is  obtained  by 
means  of  the  thumb-screw,  B.  Fig.  i,  wdiilo 
the  set  screw  at  the  top,  A,  shuts  it  off  en- 
tirely. V*)r  the  convenience  of  the  operator,  the 
larger  gauge  is  calibrated  to  show  both  pressure 
and  cubical  contents ;  the  smaller  gauge  to  indi- 
cate the  correct  pressure  to  employ  for  each  size 
of  torch  or  nozzle.  A  safety-valve  connecting 
with  the  low  pressure  side  is  located  at  the  left, 
C.  this  being  set  to  blow  at  a  pressure  slightly  in 
excess  of  the  highest  normal   working  pressure. 


FIG.  5 — ACETYLENE 
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Acetylene  may  be  generated,  as  before 
stated,  at  pressures  varying  from  a  few  ounces  to 
as  high  as  15  lbs.,  depending  upon  the  make  of  generator.  l*",xcept 
with  the  lowest  pressures  a  reducing  valve  similar  to  the  oxyger. 
pressure  reducing  valve  is  generally  used  which  maintains  the  sup- 
ply of  acet)lene  con>tant  at  some  ])ressure  beknv  the  maximum. 

ACETVI.EXE   ]'..\CK    I'RI'.SSl'RE  VALVE 

From  what  has  already  been  said,  it  is  perfectl}"  obvious  that 
it  i<  nece>sar\-  to  prevent  either  air  or  oxygen  from  passing  back 
through  the  ])ipes  into  the  acetylene  generator.  This  is  accom- 
plished ])y  an  hydraulic  valve,  which  operates  as  indicated  in  Fig. 
8.  the  travel  of  the  acetylene  being  normally  in  the  direction  of  the 
arrows.  Should  the  generator  l)e  not  working  or  the  nozzle  of  the 
torch  be  clogged,  there  would  be  a  tendency  for  air  in  the  tir>t  in- 
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stance  and  oxygen  in  the  second,  to  flow  back  into  the  generator. 
This,  however,  is  prevented  by  the  water  in  the  valve,  part  of 
which,  when  the  pressure  is  sufficiently  high,  is  forced  into  the  pipe 
leading  to  the  generator,  thus  sealing  it,  while  part  is  forced  into 
the  relief  pipe  to  the  chamber  at  the  top  where  the  pressure  is  re- 
leased, the  water  falling  back  into  the  pipe. 

ADJUSTMENT  OF  FLAME 

In  lighting-  the  torch,  the  acetylene  is  first  turned  on  and  ignited, 
then  the  oxygen,  the  small  gauge  on  the  oxygen  tank  being  set  to 
correspond  with  the  size  of  torch  or  nozzle  used.  No  further  ad- 
justment of  the  oxygen  is  necessary;  the  acetylene  may,  however, 
require  some  regulation,  this  being  easily  accomplished  by  the  valve 
controlling  the  supply.  In  extinguishing  the  torch  the  acetylene  is 
turned  off,  then  the  oxygen.  When  the  gases  are  properly  propor- 
tioned. Fig.  9,  a  small  intensely  blue  cone  of  flame  is  produced  di- 


FIG.    9 WELDI^■G    FLAME  FIG.    10 WELDI^•G    FLAME 

Gases   properly  proportioned.  Acetylene   in   excess. 

rectly  at  the  tip  of  the  torch,  being  always  accompanied  by  the  en- 
veloping, semi-luminous,  pink  flame,  already  described.  An  excess 
of  acetylene.  Fig  lo,  is  indicated  by  the  formation  of  two  small 
cones  (plainly  visible  throtigh  colored  glasses)  one  extending  be- 
yond the  other,  the  light  being  very  white;  the  metal  is  also  car- 
bonized and  a  deposit  of  carbon  settles  about  the  weld.  Too  much 
oxygen  is  indicated  when  sparks  are  given  off  freely,  showing  ox- 
idation of  the  metal,  and  the  flame  takes  on  a  violet  tint  which, 
however,  is  not  easily  distinguished ;  the  weld  has,  further,  a  fine 
spongv  appearance.  From  the  preceding  it  is  quite  evident  that 
either  a  neutral,  an  oxidizing,  or  a  reducing  flame  may  be  obtained 
as  desired.  Except  in  very  special  cases,  a  flame  as  nearly  as  pos- 
sible neutral  in  character  leaning,  if  anything,  to  the  reducing, 
should  be  employed. 

WELDING 

In     welding,    cleanliness     is    of    the    very    first    importance, 
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and  the  necessity  for  this  cannot  be  too  strongly  emphasized  It 
should  permeate  everything.  Inability  to  obtain  the  best  results  may 
oftentimes  be  traced  to  impurities  cither  in  the  chemicals  used,  or 
in  the  gases ;  it  may  also  be  due  to  carelessness  in  handling  or  car- 
ing for  the  apparatus,  or  it  may  even  be  the  result  of  failure  to 
clean  the  metal  where  the  weld  is  to  be  made.  There  is  another  and 
almost  equally  important  point  to  which  attention  should  be  called, 
namely,  the  tendency  to  overdo  welding.  Owing  to  the  comparative 
facility  with  which  welds  can  be  made,  it  not  infrequently  happens 
that  repairs  of  this  kind  are  effected  on  castings,  etc.,  which  should 


FIG.    II — WKLDEK    AT    WOKK 


properly  be  consigned  to  the  scrap  pile  antl  which  would  be.  were 
the  relative  costs  of  repairs  and  new  materials  estimated  in  advance. 
Figure  ii  shows  a  weld  being  made.  It  will  be  noted  that  no 
protection  is  needed  for  the  operator  except  for  the  eyes,  the  pro- 
cess differing  markedly  in  this  respect  from  arc  welding  where  the 
entire  body  must  be  covered.  The  workman  holds  the  torch  in  one 
hand,  the  welding  stick  in  the  other,  the  two  almost  touching  and 
practically  forming  an  angle  wdiose  apex  (including  the  blue  cone 
of  flame)  is  within  1/32  to  1/4  inch  of  the  metal  being  heated.     As 
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the  metal  melts,  the  torch  and  the  welding  stick  still  forming  the 
same  angle  are  moved  along,  the  operation  being  continued  until  the 
welding  is  completed.  Where  great  strength  is  required  the  section 
of  the  metal  at  the  weld  may  be  enlarged.  If  it  be  desired  to  give 
the  metal  a  closer  grain,  thereby  toughening  it,  the  weld  may  be  ham- 
mered after  being  made  and  while  still  soft.  Annealing  is  also  very 
beneficial  though  it  is  not  necessary  in  the  general  run  of  work.  In 
the  repairing  of  cracks,  it  is  positively  essential  that  the  metal  either 
be  chipped,  machined,  or  burned  down  to  the  bottom  of  the  crack  be- 
fore commencing  to  weld.  In  this  way  only  will  a  perfect  weld  be  se- 
cured. When  in  the  course  of  a  machining  operation  a  defect  is  dis- 
covered which  can  be  remedied  by  welding,  it  is  advisable  to  weld  at 
cnce  without  continuing  to  rough  finish    the  piece  so  that  if  warping 


FIG.     12— TVPJCAL    WELDS    SHOWING    JOINTS 

does  occur,  as  is  likely  to  be  the  case,  no  harm  wdll  be  done.  Hollow 
castings,  of  whatever  metal,  should  be  well  packed  with  perfectly 
dry  moulding  sand,  not  only  to  aid  against  warping  but,  when  weld- 
ing holes,  to  serve  as  a  Ijackground  for  the  metal  being  adtled. 

SIIF.ET    IROX    AND    STEEL 

Sheet  iron  may  be  welded  even  more  satisfactorily  than  sheet 
steel  and  should  be  used  in  preference  to  it  whenever  possible.  In 
sheet  metal  work,  the  welds  are  practically  all  "butt"  instead  of 
"la])."  When  the  tliickness  of  metal  is  more  than  3/16  inch, 
the  abutting  edges  should  be  beveled  either  on  one  or  both  sides.  It 
is  sometimes  even  advisable  to  bevel  sheets  but  3/32  inch  thick,  as 
experience  will,  from  time  to  time,  demonstrate.    If  the  shape  of  the 
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piece  does  not  permit  of  this  being  clone  by  machine,  wliicli  is  usual- 
ly the  chea]iest  method,  it  must  be  done  with  the  aid  of  the  torch, 
otherwise  the  weld  will  be  imperfect  in  that  it  is  confined  more  or 
less  to  the  surface  and  does  not  extend  entirely  through  the  metal. 
It  will  very  often  be  necessary  to  spread  the  two  sheets  apart  at  one 
end,  holding  them  rather  loosely  in  a  clamp  ;  otherwise,  as  the  weld- 
ing proceeds,  the  edges  will  tend  to  overlap.  The  sheets  may  also 
be  placed  with  advantage,  on  a  slight  angle  in  such  a  way  that  the 
welding  travels  up  hill,  as  it  were,  thus  allowing  the  metal  when 
melting  to  \\ow  back  against  the  fiame,  thereby  making  a  slightly 
more  uniform  joint.  The  sketches  given  in  Fig.  12,  which  have  been 
compiled  from  various  sources,  illustrate  some  of  the  many  ways  of 
making  joints.     The  welding  stick    is    usually    of    small  Norway  or 


FIG.     13 — WKLDED     SHKliT     MET.VL    TAXKS 


Svv'edish  iron  wire  ;  a  good  substituie  for  this  is  sheet  iron  (made 
from  muck  bar  )  when  sheared  into  thin  strips.  Ordinarily  no  llux 
is  recpiired.  b'igs.  13  and  14  show  a  variety  of  welded  sheet  metal 
tanks. 

WROUGHT   IKOV 

Wrought  iron  is  as  easily  welded  and  the  results  obtained  as 
satisfactory  as  with  sheet  iron,  the  same  method  being  followed  in 
detail. 

CAST    IKOX 

Tn  the  welding  of  cast  iron,  especially  when  the  sections  are 
thin,  it  is  necessary  to  preheat  the  castings  slowly  to  a  dull  red,  to 
make  the  welds  while  in  this  cdudition,  then  to  allow  ef[ually  slow 
cooling.     Onl\-  in  this   way  will  shrinkage  strains  be  equalized  or 
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reduced  and  cracks  avoided.  Preheating  may  also  be  resorted  to 
as  a  means  of  minimizing  the  consumption  of  acetylene  and  oxygen, 
thereby  lessening  the  cost.  Figures  15  and  16  show  a  torch  and  a 
furnace  for  two  methods  of  preheating.  In  the  one  instance  a  gen- 
erous flame,  usually  of  coal  gas  and  air,  is  directed  upon  the  casting, 
heating  it  over  a  considerable  area  and  especially  in  the  vicinity  of 
the  weld.  When  the  proper  temperature  has  been  reached  the  gas 
is  temporarily  shut  ofl:  and  the  weld  made,  after  which  the  heating 
flame  is  again  directed  upon  the  casting,  being  gradually  reduced  in 
amount.  In  the  second  and  more  complete  method  of  preheating, 
a  temporary  furnace  of  fire  brick  is  built  about  the  casting  so  that 
it  is  entirely  enclosed.     The  casting  is  then  heated  to  the  proper 

temperature,  the  gas  shut 
ofif,  one  or  more  bricks  op- 
posite the  place  to  be  welded 
are  removed  and  the  weld  is 
made.  The  bricks  are  next 
replaced  and  the  casting  al- 
lowed to  cool  off  gently.  A 
welding  stick  rich  in  ferro- 
silicon  is  recommended ; 
copper  wire  may  likewise  be 
used  with  excellent  results. 
A  good  flux  consists  of  red 
oxide  of  iron,  Fc^O.,  and 
borax,  Na,Bo^O,  +  H^O,  in 
the  proportion  by  weight  of 
fifteen  to  twenty-five  parts 
of  the  former  to  eighty-five  to  seventy-five  parts  of  the  latter. 
Borax  or  common  salt,  NaCl,  may  even  be  used  without  the  addition 
of  any  other  substance,  though  the  tendency  of  the  latter  is  to 
harden  the  weld. 

MALLEABLE   IRON 

The  same  procedure  as  with  cast  iron  should  be  followed 
throughout,  but  at  best  the  welds  will  not  be  very  satisfactory. 

CAST    STEEL 

Cast  steel  is  welded  in  practically  the  same  manner  as  cast  iron, 
except  that  the  preheating  is  not  absolutely  necessary,  though  al- 
ways helpful. 

BRASS 

Brass  is  rather  hard  to  wel4  Qwing  to  its  low  melting  point. 


14 — WELDED       SHEET       METAL      TANK — 
SHOWING    DETAILS    OF    WELD 

(Tank  20  in.   x   45   in.) 


AUTOGENOUS  WELDING 


469 


The  metal  generally  requires  to  be  supported  to  prevent  its  losing 
shape  and  the  torch  must  be  applied  intermittently.  Soft  brass 
wire  in  preference  to  spelter,  should  be  employed  as  a  welding  stick. 
It  is  necessary  to  use  a  flux  to  prevent  volatilization  of  the  zinc, 
borax  answering  the  purpose  admirably. 

ALUMINUM 

Aluminum  is  without  doubt  the  most  difficult  of  the  more  com- 
mon metals  to  weld,  due  to  the  formation  of  a  film  of  oxide  over 


FIG.    15 — PKE-HE.\TING    TORCH 

its  surface  which  has  until  very  recently  resisted  all  efforts  to  re- 
move it.  Several  authorities  have  lately  outlined  schemes  of  over- 
coming the  difficulty  and  the  problem  now  seems  in  a  fair  way  of 
being  solved.  According  to  one  method,  the  metal  is  quickly  heated 
to  a  ])lastic  condition  in  the  vicinity  of  the  proposed  weld  and  is 
then  puddled  or  worked  with  an  aluminum  rod  in  order  to  disinte- 
grate the  film  of  oxide.  In  another  method  which,  however,  is 
more  suited  for  the  welding  of  rods  by  the  Thomson  (electric)  pro- 
cess, the  metal  is  quickly  heated  to  a  plastic  condition  and  the  parts 
are  then  suddenly  shoved  together,  th^  object  being  the  same  as  in 
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the  first  method,  namely,  to  break  up  the  oxide.  Other  authorities 
recommend  the  use  of  fluxes,  these  usually  being  composed  of  po- 
tassium chloride,  KCl,  or  sodium  chloride,  NaCl,  sometimes  both, 
and  lithium  chloride,  LiCl,  or  lithium  tluoride,L/F/,  in  varying  pro- 
portions, the  mixture  being  melted  and  pulverized  before  being  used. 

CUTTING    OF    JNIETALS 

In  addition  to  welding,  the  oxy-acetylcne  torch  can  be  used  for 
the  cutting  of  steel  or  iron  (not  cast  iron).  Though  not  quite  so 
economical  as  oxy-gas,  the  process  can  be  substituted  in  many  cases 
for  machining,  the  work  being  done  at  reduced  cost,  in  less  time, 
with  almost  ecjual  smoothness,  with  as  little  and  sometimes  less  loss 
of  material,  and  with  no  injury  to  the  metal.  Furthermore,  irregu- 
lar shapes,  bevels,  etc.,  which  are  en- 
tirely beyond  the  capabilities  of 
standard  machine  tools,  can  readily 
be  cut.  The  torch  differs  somewhat 
from  the  one  used  for  welding,  in 
that  it  is  provided  with  an  addition- 
al nozzle  for  oxygen,  as  shown  in 
Fig.  17.  It  is,  however,  manipulated 
in  much  the  same  way,  the  flame 
being  directed  upon  the  metal  at  the 
point  where  the  cut  is  to  begin,  and 
FIG.  16-PRE-HEATING  FURNACE       ^hus    contiuucd    uutil    a    bright    red 

heat  is  obtained.  The  valve  on  the 
nozzle  controlling  the  oxygen  supply  is  then  opened,  allowing  the  jet 
to  strike  the  heated  spot  when  the  metal  at  once  commences  to  burn. 
The  blast  is  sufficient  to  blow  away  the  particles  of  the  fused  metal, 
leaving  a  clean  narrow  cut  equal  in  width  to  the  jet  of  oxygen,  the 
pressure  of  which,  as  might  be  inferred,  is  considerably  in  excess  of 
that  used  for  welding,  it  being  from  one  hundred  and  twenty-five 
to  two  hundred  pounds. 

QUALITY   OF   WELDS 

The  results  of  tests  (Reich)  on  3/64  to  5/8  inch  open-hearth 
steel  sheets,  show  that  for  equal  sections,  the  metal  at  the  weld  af- 
ter annealing,  has  an  ultimate  tensile  strength  of  80  percent  and  an 
elastic  limit  of  90  to  92  percent  of  that  of  the  original  material;  the 
elongation  varies  considerably,  ranging  from  16  to  53  percent  of  the 
original  stock. 
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COSTS 

It  is  flifficnll  to  give  o^sts  tluil  would  1>e  of  value  for  com- 
parative ])urp()>es  <)U  anythiug  (.tlier  than  sheet  iron  or  steel  weld- 
inj4",  and  even  the  data  on  this  class  of  work,  as  stated  by  different 
writers,  vary  within  such  wide  limits,  that  the  prospective  pur- 
chaser of  an  ox}'-acet_\dene  ])lant  is  rather  l^ewildered  as  to  wdiat 
welding  really  does  cost.  The  accompanying  curves,  Fig.  i8,  have 
been  compiled  from  the  mean  of  data  pul:)lished  by  investigators 
both  in  America  and  in  Europe  and  should,  therefore,  represent 
average  conditions  c[uite  closely.  The  prices  of  labor  and  materials 
dift'er  so  much  that  it  has  been  deemed  best  to  plot  the  curves  as 
shown,  namely  in  "No.  of  lineal  feet  welded  per  hour",  "No.  of 
cubic  feet  of  oxygen  at  atmospheric  pressure  consumed  per  hour", 
and  "No.  of  cubic  feet  of  acetylene  at  atmospheric  pressure  con- 
sumed per  hour",  so  that  no  matter  what  the  range  of  prices  may 
be,  the  total  costs  can  still  l)e  figured  with  but  little  difiicultv.     Tak- 


FIG.     17 — CUTTING    TORCH 

ing  for  example,  labor  at  30  cents  per  hour,  oxygen  at  three  cents 
])er  cubic  foot,  and  acetylene  at  0.94  cents  per  cubic  foot  (assuming 
calcium  carbide  to  cost  four  cents  ])er  lb.  and  to  give  4.25  cubic  feet 
of  acetylene  per  11).  )  the  cost  of  welding  .\s  inch  slieet  metal  should 
be   as    follows : — 

O.Kvgen  33.25   cu.   ft.   per  lir.   at $0.03     =$0,997 

Acetylene  23.7  cu.  ft.  per  Iir.  at 0.00941=0.223 

Labor  per  hr.  at 0.30      =  0.300 

Total  labor  and  material 1.520 

Metal   welded  7  ft. 

Total  labor  and  material  cost  per  lirical  foot  ....   =$0,217 

Since  a  ])lant  can  be  installed  for  a  very  small  amotint  (from 
$200.00  u])wards  )  and  since  the  cost  of  operation  (labor)  and  main- 
tenance are  almost  nil,  the  indirect  ex])ense,  including  interest  on 
investment,  is  practically  negligible. 

COMP.VKISON    OF    METHODS   OF    WELDING 

.\ttempts  have  lieen  made  by  various  writers  to  point  out  the 
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superiority  of  oxy-acetylene  over  electric  welding.  Speaking 
broadly,  the  two  are  not  comparable,  each  having  its  distinct  field. 
The  oxy-acetylene  process,  owing  to  the  fineness  of  adjustment  pos- 
sible with  the  flame,  is  best  adapted  for  welding  sheet  metals  and 
for  repairing  small  miscellaneous  defects ;  the  Thomson  (electric) 
process'  requires  that  the  metals  to  be  welded  be  essentially 
of  the  same  cross-section  and  resistance  and  hence  is  more  particu- 
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FIG.    l8 — RATE   CURVE   FOR   DETERMINING   WELDING   COSTS 


Mean  ratio,  ^ 


consumption  of  oxygen 


consumption  of  acetylene 


=  1.4 


larly  suited  for  uniting  wires  and  rods,  for  making  tires,  putting 
heads  on  bolt  and  screw  bodies,  joining  rails,  etc. ;  the  Benardos 
(electric)  process  has  as  its  specialty  the  same  general  class  of 
work  as  the  oxy-acetylene  process,  but  on  a  heavier  and  rougher 
scale  where  close  regulation  of  the  arc  is  not  such  an  important 
consideration. 


HOW  THE  IRONMASTER  HAS  PROMOTED  PEACE=^ 

THE  industrial  progress  of  the  world  in  the  past  century  has 
been  most  prominently  in  the  extension  of  the  beneficent 
uses  of  iron  and  steel.  The  ironmaster  has  furnished  the 
means  for  plowing,  planting,  reaping,  preparing  and  transporting 
the  great  commercial  harvests ;  he  has  covered  the  world  with  a  net- 
work of  highways  of  steel;  he  has  furnished  the  motive  power,  the 
machinery  and  nearly  all  the  ecjuipment  of  the  countless  factories 
which  afford  employment  for  the  people,  and  has  replaced  the  brick 
of  Babylon  and  t'.'j  marble  of  Greece  with  great  structures  of  steel, 
which  house  under  one  roof  the  population  of  a  small  city. 

A  curious  fact  in  the  history  of  iron  is  that  for  3000  years  or 
more  it  was  doubtful  whether  the  metal  was  a  blessing  or  a  curse 
to  mankind.  It  is  only  within  the  past  century  that  the  beneficent 
uses  of  iron  and  steel  have  become  more  important  than  the  de- 
structive use  of  the  metal  in  warfare  and  strife.  The  Dark  Age 
of  Europe  followed  directly  upon  the  discovery  of  steel,  just  as  the 
earlier  Dark  Age  of  Egypt  and  Western  Asia  followed  the  exten- 
sion of  the  use  of  bronze  in  that  ancient  world.  If  industry  is  at 
last  triumphant  in  its  contest  with  the  sword,  it  is  because  the  mod- 
ern ironmaster  has  so  cheapened  the  cost  and  multiplied  the  produc- 
tion of  iron  and  steel  that  the  sword  or  the  metal  from  which  to 
forge  weapons  is  no  longer  monopolized  by  military  caste. 

For  thousands  of  years  after  bronze  was  discovered  it  was  a 
rare  and  costly  metal,  more  valuable  than  gold.  It  was  too  valuable 
a  metal  to  use  in  agriculture  or  any  other  base  art,  but  a  small  army 
equipped  with  weapons  and  shields  of  bronze  could  enslave  an  em- 
pire of  people  who  had  no  weapons  but  wood  and  stone.  The  val- 
leys of  the  Nile  and  the  Euphrates  were  populous  in  ancient  times 
because  their  sandy,  friable  soil  could  be  cultivated  with  wooden 
implements  and  gave  quick  returns  to  agricultural  labor.  The  earli- 
est historic  empires  were  located  in  those  valleys  because  they  were 
the  only  places  in  the  world  of  any  notable  magnitude  where  agri- 
culture could  l)e  carried  on  successfully  without  iron;  and  their 
people  fell  an  easy  prey  to  the  sword  and  became  the  slaves 
of  Pharaoh  and  the  Chaldean  and  Babylonian  kings.  The  ruins 
of  those  ancient  empires  show  that  their  earliest  civilization  was 
the  highest  and  that  during  thousands  of  years  there  was  a  pro- 


*SIightly   condensed   from  .an   editorial   appearing  in    The  Iron   Aye    for 
July  8th,  1909. 
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gressive  decline,  until  they  sunk  into  hopeless  decay.  The  power  of 
the  sword  in  the  course  of  ages  paralyzed  industry  and  progress 
and  reduced  the  masses  to  a  dead  level  of  hopeless  slavery  under 
the  heel  of  a  small  governing  class  who  despised  industry. 

In  Europe  the  same  progressive  decline  is  found  during  a 
period  of  about  2000  years — from  the  highest  development  of  art 
and  industry  in  Greece  and  Carthage  to  the  end  of  the  Dark  Age. 
This  decline  was  inaugurated  by  the  discovery  of  steel.  Iron  was 
known  and  used  at  least  1000  and  perhaps  1500  years  before  the 
Christian  era,  but  until  the  process  of  carbonizing  and  tempering  it 
to  make  steel  was  discovered  it  was  inferior  to  bronze  for  tools  or 
weapons,  and  the  supply  was  so  limited  that,  as  late  as  the  fourth 
century,  B.  C,  Greek  historians  record  the  fact  that  iron  and  bronze 
exchanged  for  equal  weights  of  gold.  The  Romans  in  their  wars 
with  Hannibal  carried  bronze  swords  and  shields,  and  their  legions 
were  not  equipped  with  steel  swords  until  the  middle  of  the  second 
century  B.  C,  Greek  historians  record  the  fact  that  iron  and  bronze 
the  first  of  which  there  is  any  historical  record  in  wdiich  steel  re- 
placed bronze  in  warfare,  and  it  was  his  superiority  in  weapons  that 
enabled  Hannibal  to  carry  on  his  long  campaign  against  th^ 
Romans. 

^^^^en  the  Romans  obtained  possession  of  the  forges  and  mines 
in  Spain,  wdiere  the  Carthaginians  had  developed  the  art  of  making 
steel,  they  lost  no  time  in  equipping  their  legions  with  the  superior 
metal.  Until  that  time  they  had  made  little  progress  in  their  {preda- 
tory campaigns  outside  of  Italy,  but  within  a  century  after  they 
had  armed  their  legions  with  steel  they  had  destroyed  Carthage, 
sacked  Greece  and  brought  all  Europe  and  Western  Asia  under  trib- 
ute to  Rome.  The  Romans  sought  only  ])lunder,  tribute  and  slaves. 
In  their  hands  the  sword  once  more  obtained  the  mastery  of  the 
world  and  began  its  work  of  destroying,  by  predatory  taxation  and 
oppression,  the  wealth  that  had  been  created  by  industry.  History 
fails  to  record  during  the  next  thousand  years  any  notable  invention 
or  industrial  discovery,  and  Rome,  like  Egypt  and  I'abylonia,  de- 
clined until  she  ct)uld  no  longer  hold  the  remnants  of  her  civiliza- 
tion against  the  hand  of  the  lxirl)arian  invader. 

Tacitus,  in  the  first  century  of  the  Christian  era.  records  the 
fact  that  the  (lermans  had  scarcely  enough  iron  to  tip  their  spears. 
The  northen  races  made  no  progress  against  the  Roman  legions 
until  they  had  obtained  enough  steel  to  place  them  on  an  equality 
in  weapons.    Once  masters  of  Europe,  the  few  who  could  afi'ord  to 
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clothe  themselves  in  iron  armor  became  barons  and  established  a 
system  of  petty  and  oppressive  taxation  which  destroyed  the  rem- 
nants of  industry. 

During  the  past  centur}-  the  iron  master  has  convinced  the  world 
that  the  individual  man  can  i)rotit  more  by  patient  industry  than 
by  predatory  warfare.  The  old  wooden  plow  with  a  scant  iron  point, 
which  was  only  superseded  within  that  recent  period,  did  not  pro- 
mote peace  of  mind  in  the  unhappy  mortal  who  had  to  use  it,  and  the 
hoe  and  the  sickle  made  aching  backs  and  a  desire  for  any  change, 
even  war.  that  might  improve  the  unfortunate  lot  of  the  tiller  of 
the  soil.  ]\lodern  iron  and  steel  plows,  harvesting  machines  and 
other  labor  saving  implements  have  made  it  possible  for  the  farmer 
to  acquire  wealth  by  his  own  labor,  with  all  the  comfort  that  wealth 
commands.  Highways  of  steel  have  promoted  commerce  and  cre- 
ated unlimited  opportunities  for  profitable  employment  for  millions 
of  men  who  in  former  centuries  chafed  under  the  restraints  and 
hardships  of  serfdom  or  slavery.  We  can  scarcely  realize  that  so 
short  a  space  of  time  separates  us  from  the  long  era  of  human  his- 
tory, extending  backward  into  the  mists  of  prehistoric  time,  when 
warfare  and  strife  were  the  chief  occupation  of  man  and  peaceful 
industry  was  shunned  by  all  save  those  w'ho  w'ere  forced  to  lalx)r. 
Yet  in  this  short  transition  from  ])redatory  warfare  the  dominant 
races  have  realized  so  clearly  the  advantages  of  peace  that  the  mil- 
lions of  men  wdio  carry  on  the  world's  commerce  and  industries 
command  ])racticallv  unanimous  support  from  the  masses  when  they 
sternly  repress  any  political  ambition.s  in  the  minds  of  their  rulers 
that  might  lead  to  war  again.  The  iron  master  has  brought  peace 
to  a  troubled  world  by  ]iroviding  the  means  winch  make  labor  prof- 
itable and  interesting  to  the  indiN'idual. 


THE  CHOICE  OF  A  CONDENSER  (Cont.) 

FRANCIS  HODGKINSON 
TYPES 

Condensers  are  broadly  divided  into  two  types — jet  and  sur- 
face. In  the  former  the  coohng  water  is  intimately  mixed  with  the 
steam,  and  in  the  latter  it  does  not  come  in  contact  at  all  with  the 
exhaust  steam,  condensation  being  accomplished  by  the  transmis- 
sion of  heat  through  the  walls  of  a  large  number  of  thin,  small 
tubes  of  good  conducting  material,  usually  one  of  the  copper  alloys. 
Jet  condensers  may  be  again  subdivided  into  various  types.  Sur- 
face condensers  are  of  one  type  only.  When  they  differ  it  is  in 
detail  only  and  in  having  different  types  of  pumps  in  conjunction 
with  them.  As  the  two  types,  surface  and  jet,  are  so  fundamentally 
different,  the  first  step  is  to  choose  between  them — not  between 
various  varieties  of  either.  The  parting  of  the  ways  is  of  the 
greatest  importance.     The  surface  type  will  first  be  considered. 

SURFACE    CONDENSERS 

Owing  to  their  great  cost  as  compared  with  jet  condensers, 
surface  condensers  should  not  be  used  except  where  absolutely 
necessary;  i.  e.,  where  lack  of  feed  water  for- the  boiler  warrants 
the  extra  cost.  Of  course  there  are  cases,  such  as  at  sea,  where 
surface  condensers  are  indispensable,  otherwise  the  whole  ship  would 
consist  of  feed  water  tanks  without  room  for  much  else.  On  land, 
of  course,  suitable  feed  water  can  always  be  obtained  at  some  ex- 
pense, and  that  cost  capitalized  makes  it  a  simple  arithmetical 
problem  to  determine  the  extra  investment  permissible  in  order  to 
be  able  to  return  condensed  steam  as  feed  water  to  the  boiler. 

This  is  very  simple  as  far  as  it  goes,  but  unfortunately  there  is 
another  point  which  greatly  complicates  the  matter,  and  one  which 
makes  it  impossible  to  give  exact  figures,  viz.,  the  corrosion  and 
deterioration  of  the  condenser  tubes  themselves,  the  exact  cause 
of  which  is  not  often  understood.  With  clean,  fresh  water,  free 
from  acid,  the  tubes  of  a  condenser  last  indefinitely,  but  where  the 
cooling  water  contains  sulphur,  as  in  drainage  from  coal  mines,  or 
sea  water  contaminated  by  sewage,  such  as  harbor  water,  the  de- 
terioration is  exceedingly  rapid,  and  here  arises  an  unfortunate 
anomaly  inasmuch  as  that  location  where  the  surface  condenser  is 
least  necessary  is  where  it  will  be  least  troublesome,  and  vice  versa, 
where  it  is  most  necessary  the  condenser  is  an  endless  source  of 
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trouble.  The  problem  would  still  reuiain  simple,  as  with  experience 
with  the  particular  cooling  water,  the  life  of  the  tubes  may  be 
judged  and  the  cost  per  annum  of  tube  renewals  estimated.  This, 
taken  into  Cdnjunclion  with  the  calculations  on  cost  of  suitable  feed 
water,  would  indicate  the  amount  which  may  profitably  be  expended 
on  the  condenser  except  for  the  fact  that  cost  of  tubes  forms  but  a 
part  of  the  maintenance.  There  must  also  be  considered  the  labor 
of  tearing  the  condenser  apart  and  the  interruption  to  service  when 
tubes  are  being  put  in.  For  this  no  exact  figures  can  be  given.  The 
user  himself  must  make  an  intelligent  estimate  of  these  last  items. 
There  is  further  the  danger  of  the  boilers  being  injured  by  the 
condenser  operating  for  some  time  in  a  leaky  condition  without 
being  discovered,  thus  letting  a  quantity  of  unsuitable  water  into 
the  boilers.  Even  a  temporary  interruption  of  the  condenser  is  of 
serious  import  as  the  turbine  meantime  may  have  to  be  operated 
non-condensing,  at  which  time  its  steam  consumption  is  approxi- 
mately doubled,  resulting,  perhaps,  in  the  boiler  house  being  unable 
to  meet  the  demand  for  increased  steam.  And  here  may  be  noted 
one  of  the  disadvantages  of  a  centralized  condensing  plant — the 
danger  of  a  crippled  power  plant  at  times  of  peak  load. 

It  is  not  an  exaggeration  to  say  that  there  are  to-day  a  large 
number  of  surface  condensers  installed  which  may  be  considered  as 
installed  due  to  error  in  engineering  judgment  and  that,  in  the  long 
run,  jet  condensers  would  have  been  more  satisfactory.  For  ex- 
ample, how  many  stations  around  New  York  harbor,  employing 
surface  condeners,  are  returning  condensed  steam  to  the  boilers  for 
even  one-half  the  time?  In  fact,  a  few  make  no  pretence  of  doing  it 
at  all.  In  this  connection,  however,  it  should  be  kept  in  mind  that 
when  turbines  are  the  main  units,  the  exhaust  is  uncontaminated 
with  oil,  which  fact  tends  to  make  the  returning  of  condensed  steam 
to  the  boilers  more  attractive. 

As  stated,  the  cause  of  deterioration  of  tubes  is  not 
altogether  understood.  The  trouble  is  sometimes  ascribed  to 
electrolytic  action  that  is  due  to  the  earth  currents  passing  by  means 
of  the  salt  water  through  the  condenser.  Atlemi')ts.  however,  made 
to  insulate  condensers  and  counteract  these  earth  currents,  have 
not  been  ])articularly  effective  in  preventing  deterioration,  rather 
indicating  that  earth  currents  are  not  altogether  responsible.  While 
in  harbors  this  trouble  is  most  pronounced,  the  salt  in  sea  water 
would  not  seem  to  be  the  sole  cause,  as  no  particular  trouble  is  ex- 
perienced in  marine  work.     New  York   harbor  is  particularly  bad. 
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and  it  is  worse  in  the  East  River  than  in  the  North  River.  In  one 
of  the  largest  plants  there,  containing  some  snrface  and  some  jet 
condensers,  it  is  probable  that  the  snrface  condensers  will  be  taken 
out  and  replaced  with  the  jet  type. 

It  is  sometimes  contended  that  a  better  vacuum  may  be  ob- 
tained from  a  surface  condenser.  Possibly  this  is  true  where  there 
is  plenty  of  cooling  water  easily  handled.  The  better  vacuum  is 
due  to  the  fact  that  the  air  pump  will  have  much  less  air  to  handle 
inasmuch  as  the  air  carried  in  suspension  by  the  cooling  water  does 
not  have  to  be  extracted  as  in  the  case  of  jet  condensers.  Water 
in  open  rivers,  the  ocean,  etc.,  is  said  to  carry  in  suspension  five 
percent  by  volume  of  air.  It  may  be  said  that  except  for  leakages, 
which  should  not  exist,  the  air  pump  will  have  no  work  to  do  at  all 
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inasmuch  as  the  water  will  have  no  op]);)rtunity  to  become  aerated. 
The  steam  leaves  the  boiler,  passes  through  the  engine,  is  condensed 
under  vacuum,  is  pumped  from  the  condenser  into  a  closed  hot 
well,  thence  through  the  heater,  the  economizer  and  again  to  the 
boiler,  throughout  which  cycle  it  is  given  little  opportunity  to  ab- 
sorb air.  On  the  other  hand,  if  the  cooling  water  is  limited,  these  ad- 
vantages are  ofi^set  by  the  fact  that  a  surface  condenser  cannot  heat 
the  cooling  water  so  near  to  the  temperature  of  the  exhaust  steam 
as  can  a  jet  condenser.  In  other  words,  the  temperature  dififer- 
ence,  the  smallness  of  which  is  the  measure  of  condenser  perform- 
ance, is  greater  in  a  surface  condenser  than  in  a  jet  condenser. 

The  various  arrangements  of  surface  condensers  are  included 
in  the  following: 
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Fig.  3  shows  one  of  the  most  common  arrangements,  where  C 
is  the  condenser  with  steam  entering  at  ./.  A  gate  valve  B  and  an 
automatic  valve  D.  to  open  to  atmosphere,  permit  the  turbine  to  be 
operated  non-condensing  while  the  condenser  is  being  repaired.  The 
exhaust  valve  D  is  a  simple  disc  valve  which  is  kept  on  its  seat  by 
atmospheric  pressure  and  will  freely  open  when  the  pressure  in  the 
condenser  exceeds  by  a  small  amount  that  of  the  atmosphere.  E 
is  the  centrifugal  pump,  which  circulates  the  cooling  water  through 
the  condenser  and  discharges  it  at  P.  \n  this  case  a  three-pass  con- 
denser is  shown.  Sometimes  in  small  condensers,  two  passes  or 
only  one  is  employed.     The  air  ]nimp  which,  in  this  case  is  a  wet 

pum])  and  extracts 
both  the  condensed 
steam  and  the  non- 
condensible  vapors  is 
shown  at  G.  The  Ed- 
wards pump  is  used 
largely  for  such  pur- 
([)Oses.  The  ordinary 
form  of  Watt  pump, 
however,  was  former- 
ly universal   practice. 

It  is  safe  to  say 
that  it  is  c)nly  within 
the  last  few  years 
that  condensers  for 
higli  vacua  have  been 
built.  The  advent  of 
the  turbine  demanding 
vacuum,  has 
stimulated  builders  to 
furnish  much  more  elaborate  apparatus  and  has  brought  alx)ut  the 
introduction  of  the  dry  vacuum  ])ump.  Whether  this  elalxiration  is  a 
real  necessity  or  not.  is  a  ([uestion.  in  the  writer's  mind  a  i)ro])erl\- 
designed  wet  air  pump  arranged  as  shown  at  G,  Fig.  3.  is  capable 
of  giving  al30ut  as  good  results  as  the  more  elaborate  dry  vacuum 
])um])s. 

I'ig.  4  shows  one  of  these  condensers  in  conjunction  with  a  dry 
vacuum  puni]),  the  letters  of  reference  being  the  same  as  before 
excej)t  tliat  J  is  the  hi^t  well  ])ump  which  extracts  only  the  con- 
densed steam.     If  a   duplex  pump  is   used   for  this  purpose,  it  is 
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usual  to  employ  a  float  in  the  base  of  the  condenser  which  will  con- 
trol the  speed  by  throttling  the  steam  supply.  Frequently,  however, 
a  centrifugal  pump  is  used  for  this  purpose  which  is  effective  and 
simple  inasmuch  as  no  float  valve  is  required. 

Furthermore,  the  centrifugal  hot  well  pump  is  more  reliable 
than  a  reciprocating  pump.  With  the  latter,  if  there  is  a  sudden 
temporary  fall  of  vacuum,  the  temperature  of  the  water  within  the 
pump  immediately  rises.  Then  when  the  vacuum  again  increases, 
the  pump  at  once  loses  its  water  because  the  water  within  the  pump 
evaporates  into  steam  at  each  suction  stroke,  preventing  the  pump 
from  attaining  the  vacuum  that  is  within  the  condenser.  Under  such 
conditions  the  hot  well  pump  will  not  take  its  water  until  the  tem- 
perature within  it  has  by  some  means  been  reduced.  In  many  plants 
where  such  pumps  are  employed  cold  water  connections  will  be 
found  leading  into  the  interior  of  the  pump  and  these  are  in  some 
cases  kept  continually  bleeding,  which,  of  course,  prevents  the  oc- 
currences enumerated  above.  The  centrifugal  pump  is  not  subject 
to  this  trouble.  Failure  of  the  hot  well  pump  to  keep  the  condenser 
empty  may  result  in  a  slug  of  water  going  to  the  dry  air  pump  with 
disastrous  results. 

Sometimes  a  tubular  cooler  is  employed  at  K,  Fig.  4,  through 
which  the  air  passes  to  the  air  pump  and  through  which  is  led  the 
cooling  water  on  its  way  to  the  condenser.  This  is  for  the  purpose 
of  increasing  the  density  of  the  air  going  to  the  air  pumps,  and 
condensing  out  the  vapor  of  water,  thus  reducing  immensely  the 
volume  to  be  handled  by  the  air  pump,  in  the  proportions  shown 
later. 

Fig.  5  shows  a  dift'erent  arrangement  of  the  same  system  in 
which  case  the  exhaust  steam  is  led  into  the  bottom  of  the  con- 
denser instead  of  the  top  and  similarly,  the  air  pump  draws  its  air 
from  the  top  of  the  condenser  and  the  direction  of  flow  of  cooling 
water  is  reversed  so  that  the  ingoing  steam  comes  in  contact  with 
the  hottest  cooling  water  and  the  air  pump  draws  its  air  from  the 
portion  of  the  condenser  which  is  coldest.  In  this  case  the  cooler 
(K  in  Fig.  4)  is  obviously  unnecessary.  This  arrangement  is  fre- 
quently very  convenient  as  it  enables  the  condenser  to  be  set  close 
up  to  the  floor  beams,  as  space  above  the  condenser  does  not  have 
to  be  left  for  the  connection  D  and  the  valve  B.  This  arrangement 
has  another  incidental  advantage,  particularly  in  very  large  con- 
densers ;  where  it  becomes  impracticable  to  provide  a  valve  B  be- 
cause of  its  enormous  size,  it  is  possible  to  operate  non-condensing 
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without  any  gate  valve.  Water  will  accumulate  in  the  bottom  of 
the  condenser  if  the  hot  well  is  not  operated  and  will  act  as  a  water 
seal,  keeping  the  exhaust  steam  away  from  the  condenser  tubes. 
In  the  case  of  Fig.  4,  if  no  valve  were  placed  at  B,  the  tube  packing 
would  probably  be  injured  if  the  turbine  were  operated  non-con- 
densing without  the  circulating  pump  in  operation.  It  is  seen  also 
that  the  rotative  dry  vacuum  pump  is  more  immune  from  trouble 
in  Fig.  5  than  in  Fig.  4,  particularly  if  the  air  pump  in  Fig.  4  is  not 
placed  higher  than  the  condenser  and  if  the  hot  well  pump  should 
fail  to  maintain  the  condenser  free  from  water.  In  the  case  of  Fig. 
5,  the  whole  condenser  may  fill  up  before  water  will  be  drawn  over 
into  the  dry  vacuum  pump,  whereas  in  Fig.  4  this  will  take  place 
with  a  very  small  accumulation  of  water. 

Another  slight    advantage  of  the  type    shown  in    Fig.   5   is  a 
thermal  one  and  is  that  the  hot  well  water  is  necessarily  hotter  than 


FIG.    5 — VERTICAL   CONDENSER   WITH    TOP   DRY    AIR 
PUMP   CONNECTION 


in  other  types,  as  it  is  at  the  temperature  of  evaporation  correspond- 
ing to  the  j)ressure  of  the  exhaust  steam.  This  advantage,  however, 
is  less  with  high  vacua.  For  exami)le,  with  28  inches  vacuum  this 
temperature  would  be  102  degrees;  with  26  inches  vacuum,  126 
degrees. 

A  contention  is  made  that  this  type  of  condenser  is  not  as  ef- 
fective as  though  steam  were  admitted  to  the  top  and  the  air  ex- 
tracted from  the  bottom,  the  argument  being  that  as  the  weight  of 
steam  is  about  63  percent  of  the  weight  of  air  at  the  same  pressure, 
the  air  will  be  at  the  bottom  and  camiot  be  advantageously  ex- 
tracted from  the  top.  As  a  matter  of  fact,  however,  the  steam  and 
air  are  so  intermingled  in  the  c<^ndenser  by  the  dynamic  effect  of 
the  steam  ru>hing  in  that  this  argument  does  not  carry  much  weight. 
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At  all  events  the  writer's  observations  have  never  led  him  to  be- 
lieve there  is  anything  in  it  and,  in  fact,  there  is  a  connter-argu- 
ment  for  the  arrangement  (shown  in  Fig.  4)  that  the  air  pump  is 
more  effective  in  drawing  from  the  top  of  the  condenser  by  reason 
of  the  counter-current  principle  involved,  which  will  be  made  clear 
in  another  discussion  in  connection  with  jet  condensers. 

Fig.  5  shows  the  arrangement  of  a  vertical  type  condenser 
which  has  been  used  more  in  Europe  than  here,  chiefly  in  locations 
where  the  cooling  water  is  corrosive  or  muddy.  For  a  given  ca- 
pacity more  surface  is  required  in  such  condensers  because  the 
cooling  surface  in  a  vertical  tube  is  not  as  effective  as  though  it 
were  horizontal.  It  is  supposed  that  corrosion  takes  place  mostly 
when  the  condenser  is  out  of  service.  TIence  when  the  tubes  are 
vertical  they  may  be  drained  readily.  So  long  as  they  are  hori- 
zontal it  is  almost  impossible  to  drain  them,  as  water  will  stand  in 
places  where  the  tubes  sag. 

In  concluding  the  discussion  of  surface  condensers,  the  writer 
does  not  wish  to  be  understood  as  in  any  sense  prejudiced  against 
their  use,  as  they  are  imperative  in  certain  locations  and  arc  the  only 
means  of  obtaining  a  closed  system  for  the  complete  exclusion  of 
air. 

The  question  of  the  location  of  the  cooling  water  with  refer- 
ence to  a  surface  condenser  is  the  same  in  all  the  types  discussed. 
Where  the  water  is  discharged  to  the  same  level  as  that  from  which 
it  is  drawn  and  this  level  is  only  15  or  20  feet  below  the  top  of  the 
condenser,  the  work  done  on  the  water  will  be  only  that  of  over- 
coming the  friction  of  the  pipes  and  tubes  of  the  condenser.  The 
cooling  water  system  will  be  nothing  but  a  siphon  with  the  con- 
denser at  the  top  of  the  loop.  However,  to  obtain  the  pro]^cr  siphon 
and  if  there  is  to  be  no  work  done  on  the  water  other  than  over- 
coming friction,  the  circulating  water  system  must  be  free  from  air 
leaks  and  there  must  be  little  air  drawn  in  with  the  water.  Obvi- 
ously where  the  cooling  water  is  below  the  condenser  an  amount 
approaching  the  barometric  water  column,  the  work  to  be  done  on 
the  water  must  be  reckoned  with,  as  well  as  for  any  different  levels 
of  inlet  and  outlet  water.  In  some  places  where  a  stream  is  utilized, 
a  dam  may  be  built  causing  as  much  dift'erence  of  level  as  the 
topography  of  the  location  will  permit.  If  the  cooling  water  is 
taken  from  abt)ve  the  dam  it  will  give  enough  head  on  the  siphon 
to  decrease  quite  materially  the  power  rc(|uired  in  pum])ing. 
(To  he  coiiiiinicd.) 
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AN  INQUIRY  AS  TO  THE  CAUSES  OF  FAILURE  AND  METHODS  OF  IMPROVEMENT 

CHAS.  B.   DUDLEY 

FEW  fields  of  study  are  more  fruitful  of  results  and  lead. to 
111:  ire  genuine  progress  than  a  study  of  the  causes  of  failures. 
Such  studies  may  be  unpleasant  and  disagreeable,  they  may 
at  times  be  even  disheartening,  but  the  man  who  would  make  sub- 
stantial advances  must  heed  the  lessons  which  his  failures  teach. 
It  is  true  that  valuable  information  can  be  obtained  likewise  from 
a  study  of  materials  which  have  given  successful  service.  And  oft- 
times,  when  attacking  a  new  problem,  a  comparison  of  the  properties 
and  characteristics  of  those  parts  of  a  structure  which  have  behaved 
well  in  service  with  the  characteristics  and  properties  of  those  which 
have  failed  in  the  same  service,  is  a  most  satisfactory  method  of 
approach.  And  yet,  it  is  doubtful  whether  the  study  of  failure  does 
not  give  the  more  positive  information.  When  an  experiment  or  a 
construction  has  proved  successful,  we  are  naturally  most  interested 
in  the  result,  and  do  not  usually  spend  time  and  thought  and  study 
over  the  details  which  have  led  to  our  success.  On  the  other  hand, 
if  our  experiment  or  construction  is  a  failure,  the  cause  of  the  fail- 
ure is  immediately  sought  for,  every  detail  is  questioned,  and  it  is 
this  study  of  the  details  which  broadens  our  knowledge. 

WHO    IS    RESPONSIBLE? 

Closely  connected  with  the  (juery  as  to  the  cause  of  failures  is 
the  ofttinies  more  im])ortant  (|uestion,  who  is  responsible  for  the 
failure  ?  I  f  the  matter  in  hand  is  an  experiment  which  we  are  mak- 
ing for  our  own  information,  the  question  of  responsibility  is  small 
and  is  ])ractically  swallowed  up  in  the  cognate  question  of  the  cause 
of  the  failure.  Ihit  if,  on  the  other  hand,  the  failure  involves  the 
loss  of  human  life  or  the  destruction  of  valuable  ])roperty,  the  ques- 
tion of  responsibility  ma\'  be  very  grave.  And  if  we  may  trust  our 
observation,  the  location  of  the  responsibilit}-  for  failure  is  not  al- 
ways an  easy  matter. 

In  (lur  >tudies  of  failed  and  broken  parts  in  connection  with  our 
work  at  .\ltoona  for  now  .some  years,  we  have  been  gradually  led 
to  ascribe  failures  to  one  or  more  of  the  four  following  causes,  viz., 


^Condensed    from   the   annual   prcsidcnlial    address   delivered   before   the 
American  Society  for  Testing  Materials,  June  29th,  1909. 
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to  bad  material,  bad  workmanship,  bad  or  faulty  design  or  to  un- 
fair treatment. 

BAD  MATERIAL 

Material  is  bad,  and  may  justly  be  charged  with  being  the 
cause  of  failure  when  it  is  different  from  what  those  who  put  it  in 
service  had  a  reasonable  right  to  expect  it  to  be.  A  rail  with  a  bad 
pipe  in  the  head,  an  axle  made  from  a  badly  segregated  bloom,  a 
piece  of  concrete  in  which  the  materials  are  improperly  mixed  or 
contain  not  enough  or  inferior  cement,  are  all  examples  of  bad  ma- 
terial, and  if  failure  comes  the  failure  may  justly  be  charged  to 
the  material. 

Factor  of  Safety — The  query  may  naturally  arise  here,  ought 
not  the  factor  of  safety  employed  to  be  sufficient  to  care  for  the 
uncertainties  of  material,  so  that  the  total  output  of  a  works  could 
be  made  use  of  in  service.  Undoubtedly  there  is  a  necessary  rela- 
tion between  the  factor  of  safety  and  some  of  the  uncertainties  of 
manufacture,  but  it  can  hardly  be  allowed  that  the  producer  should 
then  throw  upon  the  consumer  all  the  uncertainties  of  material. 
We  cannot  help  thinking  that  our  definition  of  bad  material  is 
sound,  viz. :  Material  is  bad  when  it  is  dift'erent  from  what  those 
who  put  it  into  service  had  a  reasonable  right  to  expect  it  to  be.  If 
the  material  is  bought  on  specifications,  it  is  reasonable  that  it 
should  be  what  the  specifications  call  for.  And  even  if  it  is  bought 
on  indefinite,  verbal  or  written  order,  such  material  should  be  sup- 
plied as  the  buyer  had  a  reasonable  right  to  expect  would  be  fur- 
nished. But  why  is  there  ever  any  difficulty  between  the  producer  and 
consumer  about  material?  The  price  is  agreed  upon  when  the  or- 
der is  taken  and  the  quality  of  the  material  is  either  specified  or  un- 
derstood. Why,  then,  does  not  the  producer  always  furnish  good 
material  ? 

Price  Factor — First  and  perhaps  most  important  is  the  price. 
It  is  constantly  urged  that  the  consumer  will  not  pay  the  price 
requisite  to  secure  the  materials  desired.  No  information  is  usually 
given  as  to  how  far  the  wished-for  price,  requisite  to  secure  such 
good  materials  as  the  producer  would  like  to  furnish,  covers  a  de- 
sire for  large  profits  and  consequently  consumers  have  always  been 
a  little  slow  in  attaching  much  weight  to  this  excuse.  Prices  are 
largely  determined  by  competition,  and  in  the  absence  of  some- 
thing more  than  a  verbal  statement  from  the  producer  that  better 
materials  would  be  furnished  at  a  higher  price,  he  would  be  a  bold 
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])urcliasing  agent  that  would  pay  the  higher  rate.  On  the  other 
hand  it  is  undoubted  that  competition  is  the  antagonist  of  quahty, 
and  where  materials  are  bought  without  reasonable  specifications 
rigidly  enforced  there  is  un(|uestionably  much  weight  in  the  conten- 
tion, of  the  producer. 

Another  Excuse — Another  reason  or  excuse  for  poor  materials 
is  that  processes  and  methods  of  manufacture  do  not  always  and 
every  time  yield  the  desired  first  quality  product.  Strive  as  the 
manufacturer  may,  the  works  always  turns  out  some  material  that 
is  inferior.  Taking  one  illustration  from  the  steel  industry,  it  is 
well  known  that  every  heat  is  not  equally  as  good  as  every  other, 
and  that  a  part  of  each  ingot  is  inferior  to  the  remainder  of  it.  Of 
course,  all  of  this  inferior  part  that  cannot  be  sold  must  necessarily 
remain  as  scrap,  to  be  worked  over  again,  with  the  result  that  the 
manufacturing  cost  of  the  marketable  product  is  necessarily  in- 
creased. Hence  the  tendency  to  crowd  the  limits  and  force  upon 
the  purchaser  all  the  merchantable  material  possible,  even  though 
some  of  it  may  be  inferior. 

Eiiiietioiis  Usurped — Another  and  most  pernicious  excuse  for 
furnishing  bad  materials  is  the  attempt  so  common  on  the  part  of 
producers  to  usurp  the  legitimate  functions  of  both  the  consumer 
and  his  expert.  This  manifests  itself  in  the  statement,  so  commonly 
made  by  those  furnishing  material,  that  it  is  good  enough  for  the 
])urpose,  thus  arrogating  to  themselves  the  right  to  decide  not  only 
how  the  material  shall  be  made,  but  also  what  kind  of  material  the 
consumer  and  his  engineer  shall  use.  Pernicious  though  this  cus- 
tom may  be,  a  good  deal  may  be  said  in  palliation  of  it.  The  prac- 
tice is  the  outgrowth  of  an  historical  situation,  in  the  earlier  days, 
when  the  consumption  of  materials  was  only  a  fraction  of  what  it 
is  at  present,  the  producer  of  any  material  was  supposed  to  know 
not  only  how  to  manufacture  it,  but  also  its  characteristics  and  how 
it  would  behave  in  service,  and  consequently  consumers  who  in 
those  days  had  scarcely  begun  to  study  for  themselves  the  behavior 
of  materials  in  service,  naturally  turned  to  the  manufacturers  for 
counsel  as  to  what  materials  to  use.  This  practice  is  still  in  vogue, 
and  it  is  to  be  confessed  that,  where  it  is  employed,  no  legitimate 
criticism  of  the  producer  can  be  made  if  he  urges  that  the  material 
is  good  cuinigh  for  the  purpose.  On  the  other  hand,  as  time  pro- 
gressed, and  large  consumers  began  to  study  for  themeselves  the 
behavior  of  materials  in  service,  as  they  began  to  employ  their  own 
experts,  as  testing  machines  and  laboratories  began  to  increase,  as, 
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indeed,  a  society  for  testing  materials  came  into  existence  and 
knowledge  of  the  properties  and  characteristics  of  materials  began 
to  widen,  it  is  evident  that  the  situation  has  changed  and  that  where 
niaterials  are  bought  on  defmite  speciiications,  the  voice  of  the  pro- 
ducer as  to  quality  is  no  longer  potent,  and  that  the  old  excuse  for  in- 
ferior materials,  that  they  are  good  enough  for  the  purpose,  is  no 
longer  entitled  to  consideration  or  weight.  We  are  entirely  ready 
to  allow  that  the  study  of  materials,  during  both  the  process  of 
manufacture  and  their  behavior  while  they  are  in  service,  is  a  legiti- 
mate field  of  activity  for  both  producer  and  consumer,  and  that 
while  specifications  are  being  made  there  should  be  the  heartiest 
co-operation  on  the  part  of  both ;  but  the  specification  having  been 
decided  on  and  the  contract  placed  in  accordance  therewith,  there 
really  seems  to  be  very  little  room  left  for  excuse  for  furnishing  ma- 
terials that  do  not  meet  the  recjuirements,  because  they  are,  in  the 
judgment  of  the  producer,  good  enough  for  the  purpose. 

BAD  WORKMANSHIP 

That  bad  workmanship  is  a  far  too  frequent  cause  of  failures 
is  common  experience.  The  tendency  to  slight  the  job  is  almost 
universal.  A  rivet  or  a  bolt  is  left  out,  with  consequent  increased 
strain  on  those  which  are  actually  put  in,  a  forging  does  not  fill  out 
the  pattern,  or  the  metal  is  burned,  or  a  weld  is  defective.  We  knew 
a  case  once  where  the  construction  on  a  passenger  coach  involved 
the  safety  of  human  life,  and  w  here  the  drawings  required  that  there 
should  be  two  nuts  on  a  bolt  and  the  end  of  the  bolt  riveted  over. 
After  the  cars  had  been  in  service  a  few  weeks  and  some  minor 
repairs  were  being  made,  it  was  discovered  that  the  bolts  originally 
used  in  a  number  of  the  cars  were  too  short,  that  the  second  nut 
only  grasped  one  or  two  threads,  and  that  the  remaining  space  in  tlie 
nut  had  been  filled  with  putty,  so  mani])ulated  and  stained  as  to 
give  the  appearance  of  the  riveted  end  which  the  drawings  called 
for.  There  is  little  doubt  that  the  experience  of  each  of  you  will 
furnish  quantities  of  cases  of  bad  workmanship,  and  we  have  known 
engineers  who  did  not  hesitate  to  declare  that  bad  workmanship 
was  the  principal  cause  of  failures  in  service. 

No  doubt  many  will  claim  that  inferior  or  insufficient  compensa- 
tion is  the  most  fruitful  cause  of  poor  quality  of  work  at  the  hands 
of  those  who,  in  our  industrial  system,  play  the  part  of  hewers  of 
wood  and  drawers  of  water.  But  if  we  are  right,  the  experience  of 
the  last  few  vears  has  not  seemed  to  confirm  this  view.     If  this  was 
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the  real  ex])lanation  it  would  seem  to  necessarily  follow  that  volun- 
tary increase  in  wages  would  hring"  an  increase  in  efficiency.  (  )n 
the  oilier  liand,  if  we  may  trust  the  indications  that  we  have  l)een 
ahle  to  gather,  ihe  increase  in  efficiency  following'  voluntary  increase 
in  wages  has  heen  most  disa]ipointing.  We  must  apparently  look 
further  for  the  real  reason  for  poor  workmanship. 

Matters  of  Coiiif^ciisatioii — In  our  judgment,  the  method  of 
com])ensati()n  for  work  performed  has  a  direct  and  most  important 
intluence  on  the  cjuality  of  the  service  rendered.  We  refer  especial- 
ly to  the  piecework  system  in  those  places  where  it  is  applicable,  and 
to  the  payment  of  all  interested  in  proportion  to  the  amount  of  suc- 
cessful output,  which  is  so  common  in  the  steel  industry.  Uoth 
these  methods  of  compensation  stimulate  output  at  the  expense  of 
quality,  and  it  is  not  at  all  strange,  perhaps,  that  after  constructions 
have  found  their  way  into  service,  we  should  not  infrequently  find 
evidences  of  the  haste,  the  slurring  over,  and  the  inferior  workman- 
ship which  these  methods  have  necessarily  done  so  much  to  stimu- 
late. We  are  not  at  all  prepared  to  suggest  any  substitute  for  them, 
and  we  are,  and  have  been  for  many  years,  an  advocate  of  them 
from  the  standpoint  of  successful  management;  but  it  is  folly  for  us 
to  close  our  eyes  to  the  fact  that  the  piecework  and  other  successful 
output  methods  of  compensation  of  workingmen  are  antagonistic 
to  quality  of  work,  and  that,  despite  all  our  efforts  to  the  contrary. 
they  may  justly  be  held  responsible  for  some  of  our  engineering 
failures. 

DESIGN 

It  is  evident  that  the  engineer  who  makes  or  finally  decides 
upon  the  (lesig"n  of  anv  structure  carries  a  heavy  load  of  responsi- 
bility. He  is  first  in  the  field  and  ])ractically  tells  all  who  follow 
what  is  to  be  done.  ITe  must  decide  not  only  the  kind  of  material 
that  is  to  be  used  but  also  the  amount  or  sizes,  and  how  it  shall  be 
disposed.  His  realm  embraces  every  kind  of  structure,  from  the 
foundation  of  a  bridge  or  building  to  the  most  minute  detail  of  a 
locomotive  or  car.  liis  knowledge  of  the  properties  of  materials 
used  in  construction  must  necessarily  be  broad  and  comprehensive. 

I'lco  Difficulties — The  engineer  who  makes  the  design  labors  un- 
der two  very  serious  difficulties.  First,  it  is  not  possible,  many  times, 
to  compute  the  strains  to  which  the  whole  or  parts  of  the  structure 
will  be  subjected.  Perhaps  we  can  make  this  point  clear  best  by 
considering   the    locomotive    driving   axle.      The    strains    produced, 
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when  we  regard  the  locomotive  as  a  vehicle,  are  simple  and  easily 
determined.  So  likewise  the  bending  moment  produced  by  the  ac- 
tion of  the  steam  on  the  piston,  as  well  as  the  torsion  strain  produced 
by  the  crank.  But  who  can  tell  the  bending  moment  produced  by 
the  lurch  when  the  wheel  strikes  a  curve  at  high  speed?  Who  can 
even  give  a  guess  at  the  strain  produced  when  the  brake  is  applied, 
making  an  emergency  stop  at  60  miles  an  hour?  Moreover,  the 
tendency  of  the  times  is  toward  larger  and  larger  structures,  x^nd 
as  the  parts  increase  in  size,  would  any  of  us  be  willing  to  say  that 
the  strains  in  each  part  would  increase  directly  proportional  to  the 
increase  in  size  of  the  whole  structure,  or  that  a  proportional  in- 
crease in  size  of  any  given  part  would  so  successfully  meet  the  in- 
creased strains  as  did  the  corresponding  smaller  parts  of  the  original 
structure?  The  engineer  who  makes  the  design,  perhaps  more  of- 
ten than  any  of  us,  is  at  the  end  of  his  knowledge,  and  if  failure 
comes,  due  to  defective  or  faulty  designs,  deserves  in  our  opinion, 
more  sympathy  than  any  one  else  involved. 

Designer's  Troubles — But  the  designer  labors  under  another  se- 
rious difficulty.  He  is  often  overruled  and  prevented  from  doing 
what  his  judgment  prompts  him  to  do,  in  the  interests  of  safety,  by 
those  who  control  expenses.  The  construction  he  would  like  to  use 
costs  more,  and  the  management  for  economic  reasons  demands 
something  less  expensive.  Of  course,  under  these  conditions  much 
responsibility  is  taken  off  the  designer.  And  while  we  are  ready  to 
allow  that  some  check  is  desirable,  since  those  who  make  the  design 
are,  after  all,  human  and  naturally  will  take  care  of  themselves,  we 
cannot  but  feel  that  this  check  should  be  sparingly  applied  in  all 
places  where  safety  to  human  life  is  involved. 

UNFAIR  TREATMENT 

As  already  indicated,  there  is  a  natural  disposition  on  the  part 
of  each  of  us  to  relieve  ourselves  from  blame  and  put  the  fault  on 
some  one  else,  and  if  our  observation  is  worth  anything  there  is 
no  field  of  parceling-  out  desserts  among  those  involved  in  failures 
and  the  responsibility  therefor,  more  fertile  than  this  one  of  unfair 
treatment.  If  a  rail  breaks  or  fails  in  service  there  was,  says  the 
rail  maker,  something  wrong  with  the  track  or  with  the  locomotives 
or  cars  that  run  over  it.  If  a  car  wheel  breaks  or  fails  to  give 
the  guaranteed  mileage,  the  track  was  too  rough,  the  use  of  the 
brakes  too  severe,  or  the  loading  too  heavy,  and  so  on.  Far  be  it  from 
us  to  say  that  unfair  usage  is  not  many  times  a  legitimate  explanation 
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of  failures.  If  a  freight  locomotive,  designed  to  haul  a  heavy  load  at 
20  miles  an  hour  is  used  at  times  on  a  passenger  train  at  40  miles 
an  hour,  and  in  so  doing  shakes  herself  to  pieces,  the  fault  is  cer- 
tainl}-  not  in  the  materials,  nor  in  the  workmanship,  nor  in  the  de- 
sign, but  in  the  unfair  use.  These  examples  might  be  multiplied  to 
almost  any  extent,  but  perhaps  enough  has  been  said  to  make  the 
point  clear. 

There  is,  however,  another  phase  of  this  part  of  our  subject. 
Unfair  treatment  is  very  much  broader  than  the  obvious  misuse  of 
a  bridge  or  of  a  moving  vehicle.  The  materials  entering  into  a 
structure  may  be  unfairly  treated.  If  the  calculated  strains  are  too 
high,  or,  what  amounts  to  the  same  thing,  too  low  a  factor  of 
safety  is  employed,  materials  are  unfairly  used.  Still  further, 
where  a  structure  is  a  composite  it  may,  and  undoubtedly  does, 
often  happen  that  the  elements  making  up  the  composite  are  un- 
fairly treated,  as  when  for  economic  reasons,  not  enough  money  is 
spent  to  properly  install  the  structure.  For  example,  a  steel  rail  call- 
ed upon  to  do  its  work  supported  by  too  few  ties,  insufficient  ballast 
and  a  badly  drained  sub-grade,  is  unfairly  treated.  Moreover,  the 
state  of  repair  in  which  structures  are  maintained  is  clearly  an  ele- 
ment in  their  fair  treatment.  If  not  enough  money  is  spent  in  re- 
pairs and  parts  become  weakened  by  decay,  corrosion  or  wear  to 
such  an  extent  that  failure  results,  it  is  entirely  obvious  that  the 
failure  must  be  attributed  to  unfair  treatment. 

Rail  Failures — It  will  be  remembered  that  within  the  past  two 
or  three  years  there  has  been  pretty  much  outcry  in  regard  to  broken 
steel  rails,  and  the  steel  rail  manufacturers  have,  in  the  technical 
press,  been  quite  severely  called  to  account  for  their  shortcomings. 
Indeed,  from  this  platform,  in  the  last  annual  address,  some  state- 
ments were  made  indicating  that  it  was  believed  that  the  maximum 
fiber  stress  in  the  100-pound  rail  under  present  conditions  of  wheel 
loads  and  speed  was  not  over  12  500  pounds  per  square  inch.  Some 
two  months  ago  we  received  a  letter  from  one  of  the  ablest  metal- 
lurgical engineers  connected  with  steel  rail  manufacture  in  this 
country,  in  which  this  statement  was  very  seriously  called  in  ques- 
tion. The  writer  of  the  letter  figured  that  under  many  conditions 
the  fiber  stress  might  be  double  the  figure  given,  and  under  extreme, 
but  still  possible,  conditions  the  fiber  stress  might  reach  nearly  four 
times  this  figure.    The  obvious  conclusion  was,  although  tliis  was  not 


490  THE   ELECTRIC  JOURNAL 

stated  in  the  letter,  that  it  was  these  extreme  fiber  stresses,  this  un- 
fair treatment,  which  caused  the  rails  to  break. 

We  may  further  note  the  experience  of  the  Atchison,  Topeka  & 
Santa  Fe  railroad  with  broken  rails  on  different  sub-grades.  This 
road  has  some  227  miles  of  roadbed  which  were  sandy,  porous  and 
well  drained,  and  gi  miles  which  were  largely  clay  of  a  kind  that 
holds  water.  The  traffic  was  the  same  over  both  portions  and  the 
rail  all  85-pound  rail.  The  rail  breakages  in  one  year  were  two  and 
a  half  times  greater  per  mile  of  track  on  the  clay  sub-grade  than 
they  were  on  the  sandy  sub-grade.  Mr.  Wells,  the  general  manager 
of  the  road,  was  kind  enough  to  say,  in  communicating  this  informa- 
tion, that  these  facts  seemed  to  confirm  the  statement  made  in  last 
year's  annual  address  that  "there  are  indications  that  rail  failures 
are  a  question  of  geography."  Alore  to  the  point  for  our  present 
discussion  is  the  obvious  conclusion  that  the  use  of  rails  on  clay  sub- 
grade  full  of  water  without  sufficient  porous  ballast  is  unfair  treat- 
ment, and  that  breakages  under  such  conditions,  cannot  justly  be 
said  to  be  the  fault  of  the  rail. 

It  is  difficult  for  us  to  see  how  any  one  who  is  responsible  for 
safety  in  structures  dare  at  the  ])resent  time  put  material  into  these 
structures  which  has  not  been  bought  on  carefully  prepared  speci- 
fications, and  which,  before  acceptance,  has  not  been  rigidly  inspect- 
ed and  tested.  In  time  past,  before  consumers  understood  the  de- 
mands which  the  service  makes  on  materials,  the  reputation  of  the 
maker  was  perhaps  the  best  safeguard  known  for  good  materials 
and  was  accepted  as  reasonable  defense  in  the  investigation  follow- 
ing disaster.  But  in  these  days,  when  the  service  has  been  so  fre- 
quently questioned,  when  so  much  accumulated  information  is 
available,  when  experts  and  facilities  for  testing  are  so  largely  mul- 
tii)lied,  we  cannot  help  feeling  that  the  management  that  puts  ma- 
terials into  service,  es]5ecially  where  safety  is  involved,  without  care- 
ful and  conscientious  inspection  and  testing,  is  taking  a  risk  that 
it  is  no  longer  entitled  to  assume.  It  is  gratifying  to  be  able  to  see 
that,  as  the  years  go  by,  there  is  a  constant  and  steady  growth  in 
this  field.  And  while  the  ground  is  still  far  from  being  covered  and 
the  number  of  standard  specifications  still  far  too  small,  each  year 
brings  some  progress,  some  steps  forward. 

Necessity  of  iin-cstii/atioii — Bad  workmanship  and  Ixid  ma- 
terials can  apparently  be  so  controlled  as  to  secure  safety  by  suf- 
ficient supervision  and  by  having  proper  specification,  with  rigid 
inspection  and  test.     Ihit  how  about   the   unfair  treatment  of  ma- 
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terials,  or  the  structure  made  from  ihciii  ?  llcre  no  sui^crvision 
beyond  some  meager  legislative  enactments  and  the  condcnniation 
of  pnhhc  opinion  in  case  of  disaster  are  possible.  It  is,  of  course, 
true  that  those  in  charge  of  the  construction  and  oi)eration  of  utih- 
ties  in  which  the  pubhc  safety  is  involved  are  constantly  face  to 
face  with  the  possibilities  of  heavy  losses  in  the  way  of  damages 
for  accidents,  and  no  doubt  this  is  a  most  powerful  check  against 
unfair  treatment.  lUit  it  has  seemed  to  us  for  a  long  time  that  the 
producers  of  material  have  far  too  much  neglected  their  oppor- 
tunities. Surely  it  is  as  legitimate  that  the  producer  shall  study  the 
treatment  his  material  gets  in  service  as  that  the  consumer  should 
study  the  methods  by  which  that  material  is  made.  It  may  take  the 
consumer  a  few  years  to  become  familiar  with  the  idea  of  being 
told  that  he  has  not  treated  material  fairly,  since  he  is  undoubtedly 
accustomed  now  to  thinking  that  he  can  do  what  he  wishes  with 
what  he  has  bought  and  j^iaid  for  ;  but  we  are  confident  there  would 
have  been  fewer  complaints  of  material  in  the  past  if  the  method 
we  have  suggested  had  lieen  in  vogue.  It  is  common  experience 
that  the  truth  is  reached  with  much  greater  certainty  and  speed  if 
a  problem  it  attacked  by  two  parties  who  approach  it  from  dift'erent 
standpoints  and  are  actuated  by  antagonistic  interests. 

What  shall  we  say  of  the  engineer  who  makes  the  design?  We 
have  already  described  his  ditiiculties,  pointed  out  his  limitations 
and  expressed  our  sympathy  with  him  in  his  chance  failures.  The 
truth  is  we  are  using  materials  in  constrtiction  without  sufficient 
knowledge.  There  is  crying  need  for  experiment.  The  factor  of 
safety  everywhere  is  largely  a  guess.  We  cannot  hcl])  feeling  that 
no  Ix'tter  use  could  lie  made  of  some  small  fraction  of  the  million:^; 
that  have  been  accumulated  by  individuals  in  connection  with  our 
great  industries  during  the  ])ast  half  century  than  in  the  establish- 
ment of  a  bureau  of  engineering  researcli.  Who  will  avail  himself 
of  this  magnificent  opportunity? 

Just  a  word  in  conclusion.  No  one  can  contemplate  the  situa- 
tion which  we  have  been  trying  to  discuss  without  being  impressed 
with  the  diverse  and  ofttimes  antagonistic  interests  involved.  The 
producer  of  material  is  anxious  to  secure  the  largest  amomit  of 
successful  output  and  the  greatest  ]iossible  amoimt  of  reward  there- 
for. The  consumer  wants  to  limit  this  by  restrictions  as  t<i  quality 
and  to  obtain  the  material  at  the  lowest  possible  figure.  The  work- 
man's interest  is  to  secure  the  maxinunu  of  pay  for  the  minimum  of 
effort,  and  in  this  struggle  it  may  perchance  happen  that  the  quality 
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of  work  suffers.  The  employers'  interests  are  clearly  the  reverse 
of  the  workman's,  and  so  on.  The  foundations  of  these  diverse 
interests  are  of  course  very  deep,  and  with  the  present  organization 
of  society  it  is  not  easy  to  see  how  they  are  to  be  obliterated  or 
their  antagonism  neutralized.  But  we  beg  to  make  one  suggestion. 
Would  not  an  infusion  of  genuine  conscientiousness  into  our  indus- 
trial life  bring  an  amelioration?  If  a  little  less  energy  were  expend- 
ed in  the  mad  race  for  wealth  and  a  little  more  zeal  manifested  in 
maintaining  the  rugged  virtues  of  honesty,  integrity  and  fair  deal- 
ing, would  not  some  of  the  friction  and  contention  of  our  present 
commercial  life  disappear?  We  must  all  live  together,  and  surely 
harmony  is  better  than  contention.  There  are  some  things  in  life 
of  more  value  than  money. 


APPLICATION  OF  INDUCTION  MOTORS  IN 
CASCADE  CONNECTION 

AS  COMPARED  WITH  SINGLE  MULTI-SPEED  INDUCTION  MOTORS 
H.  C.  SPECHT 

AS  it  is  very  difficult  to  give  exact  rules  for  the  practicable  and 
economical  use  of  cascade  sets,  it  is  preferable  to  consider 
the  principles  of  their  application  by  means  of  specific  ex- 
amples. 

Example  i — Assuming  that  a  two-speed  application  is  under 
consideration,  the  speed  ratio  being  i  to  2  and  the  motors  to  have 
polar-wound  rotors,  the  normal  load  being  several  thousand  horse- 
power and  the  line  voltage  high ;  assuming  further  that  the  condi- 
tions of  operation  require  changing  over  continuously  from  one 
speed  to  the  other  at  very  short  intervals,  and  that  the  safe  opera- 
tion without  any  interferences  is  of  the  greatest  importance.  A 
cascade  set  is  very  desirable,  under  such  conditions,  although  the 
cost  would  be  higher  than  that  of  an  ordinary  two-speed  motor. 

The  control  is  very  simple  and  safe,  and  the  connections  for  the 
set  would  be  arranged  as  shown  in  Fig.  3  of  the  preceding  article.* 
The  speed  can  be  changed  very  rapidly  with  this  arrangement,  with- 
out handling  large  currents  of  high  voltages.  Hence,  the  contacts 


*See  The  Electric  Journai.  for  July,  1909,  p.  426. 
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of  the  switching  apparatus  are  not  subjected  to  severe  service  and  do 
not  need  to  be  repaired  often.  Further,  the  Hne  circuit  as  well  as 
the  other  main  circuits  of  the  set  are  not  disconnected  while  the 
speed  is  being  changed ;  thus,  high  surges  in  the  line  are  prevented. 
It  may  be  of  importance  also,  to  have  two  motors  so  that  in  case  of 
a  break-down  in  one,  the  other  motor  can  serve  to  keep  up  operation 
at  its  speed  for  a  certain  period,  a  feature  which  may  prove  very 
satisfactory  in  case  of  an  emergency. 

Since  the  speed  ratio  is  i  to  2,  an  ordinary  two-speed  motor 
with  a  single  winding  might  be  applied.  Although  this  arrangement 
would  be  cheaper,  as  mentioned  before,  it  has  the  serious  disadvan- 
tage that  the  main  circuits  have  to  be  opened  and  closed  while  the 
speed  is  being  changed.  This  can  be  overcome  somewhat  by  various 
means,  which,  nevertheless,  add  considerable  complication  to  the 
control,  thus  making  safe  operation  somewhat  doubtful,  as  failure 
of  any  one  of  the  various  switches  might  cause  serious  trouble.  On 
this  account,  such  an  outfit  might  prove  more  expensive  in  the  end. 
It  is  clear  that,  with  such  complicated  means  of  control,  change  of 
speed  cannot  be  accomplished  rapidly. 

Another  way  of  overcoming  the  opening  and  closing  of  the  pri- 
mary circuit  on  a  two-speed  motor  is  to  build  the  primary  of 
the  motor  with  two  separate  windings.  In  this  case  l^oth  of  these 
windings  can  remain  connected  to  the  line ;  nevertheless,  the  connec- 
tion of  the  secondary  circuit  has  to  be  changed,  no  matter  whether 
it  consists  of  a  single  two-speed  winding  or  of  two  separate  wind- 
ings. It  should  be  noted  also,  that  by  having  both  primary  windings 
connected  permanently  to  the  line,  the  entire  magnetizing  current 
flows  through  each  winding,  resulting  in  higher  copper  and  iron 
losses  and  lower  power-factor.  On  account  of  the  higher  losses  and 
the  greater  space  necessary  for  placing  the  two  windings  a  larger 
motor  is  required.  Even  if  the  cost  of  this  larger  motor  were 
lower  than  that  of  a  cascade  set,  the  low  power-factor  and  the  low 
efficiency  would  give  less  economical  operation  than  the  cascade  set, 
and  the  complicated  control  and  windings  cannot  by  any  means  be 
considered  as  safe  as  the  arrangement  given  by  the  cascade  set  for 
the  conditions  specified  in  this  example.  Considering  the  cost  of  re- 
pairs and  the  profit  on  the  work  which  could  have  been  done  during 
the  time  required  for  making  the  repairs,  it  is  very  clear  that  the 
initial  cost  of  a  motor  may  often  be  a  small  consideration  compared 
with  the  importance  of  securing  safe  and  continuous  operation. 
Exainpc  2 — Considering  another  two-speed  proposition  of  the 
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same  characteristics  as  in  the  preceding  except  that  the 
speeds  in  this  case  are  to  be  in  a  ratio  other  than  i  to  2 
and  differing  greatly  from  the  ratio  i  to  i.  For  a  propo- 
sition of  this  kind  a  cascade  set  may  be  used  to  advan- 
tage, and  the  cost  may  be  but  httle  more  than  that  of  a  two- 
speed  motor  for  hke  service.  For  instance,  if  at  the  high  speed  the 
output  is  great  as  compared  with  the  output  at  low  speed,  the  cost 
of  a  cascade  set  does  not  differ  greatly  from  the  cost  of  a  corre- 
sponding two-speed  motor,  the  diilerence  in  cost  being  less  and  less, 
with  increase  in  the  difference  between  the  outputs  at  high  and  low 
speeds.  Examples  of  such  a  condition  of  operation  are  found  in 
the  use  of  motors  to  drive  centrifugal  pumps,  fans,  hoists,  trains, 
etc.,  in  which  the  power  required  increases  rapidly  as  the  speed  is 
increased.  Assuming  that,  in  a  cascade  set  suitable  for  such  an 
application,  motor  /  has  24  poles  and  motor  //,  10  poles ;  then  the 
output  at  the  speed  corresponding  to  24  poles  should  be  60  percent 
(or  more)  greater  than  that  at  the  lower  speed  corresponding  to  34 
poles,  (i.  e.,  as  obtained  by  direct  concatenation).  In  this  case,  the 
cost  of  the  cascade  set  would  be  nearly  the  same  as  that  of  a  two- 
speed  motor  for  which  two  separate  windings,  in  both  the  primary 
and  rotor,  are  required.  Moreover,  it  has  all  the  advantages  of  the 
cascade  set  considered  in  Example  i  over  the  two-speed  motor. 

A  two-speed  motor  consisting  of  a  single  motor  with  two  sepa- 
rate windings  has  further  disadvantages,  viz.,  that  the  diameters  of 
both  the  stator  and  rotor  have  to  be  greater  than  that  of  either 
motor  of  the  cascade  set,  thus  giving  increased  peripheral  speed  and 
somewhat  poorer  mechanical  design.  Also,  the  two  separate  wind- 
ings required  for  the  desired  speed  ratio  render  it  very  difficult  to 
obtain  a  construction  which  is  satisfactory  mechanically.  Further- 
more, in  case  one  of  the  windings  requires  repair,  both  windings  may 
have  to  be  removed  at  the  particular  place  of  the  defect. 

E.vajnple  j — Considering  a  proposition  requiring  two  speeds,  in 
which  motors  with  polar-wound  rotors  are  employed,  the  speeds  to 
be  in  a  ratio  other  than  i  to  2,  yet  not  differing  greatly  from  the 
ratio  of  i  to  i,  changes  of  speed  not  being  required  very  frequently 
or  quickly  (in  contrast  to  the  conditions  in  Examples  i  and  2)  ;  a 
single  two-speed  motor  with  two  separate  windings  would  be 
the  more  practicable  and  also  of  lower  cost;  generally  not  much 
more  than  that  of  a  single-speed  motor.  The  coils  of  the  two  wind- 
ings for  each  member  of  such  a  motor  can  be  wound  with  the  same 
throw,    thus    making    it    possible    to    obtain    a    good    mechanical 
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constructit)n,  a  point  of  especial  importance  in  connection  with  the 
design  of  the  rotor. 

Example  4 — Assuming  a  proposition  similar  to  that  of  the  last 
example,  except  that  the  speeds  are  to  differ  considerably  from  the 
ratio  I  to  i  ;  in  this  case  a  single  motor  with  two  separate  windings 
will  not  be  as  practicable  as  for  the  preceding  case,  since  the  coils 
of  the  two  windings  for  each  member  cannot  be  wound  with  the 
same  throw.  The  result  of  this  will  be  that  the  windings  will  not 
be  as  good  mechanically,  this  being  especially  objectionable  in  the 
design  of  the  rotors  of  large  motors  for  high  voltages.  In  smaller 
motors  in  which  the  rotor  voltage  is  low,  the  above  method  might 
be  acceptable,  but  it  is  found  that,  where,  for  the  various  reason.s 
previously  mentioned,  the  multi-speed  type  of  motor  is  not  satis- 
factory, the  cascade  set  may  be  used  to  advantage. 

Example  5 — Considering  a  three-speed  proposition,  two  of  these 
to  have  the  ratio  of  i  to  2,  such  a  problem  may  be  solved  by  a 
single  motor  having  one  single-speed  winding  and  one  two-speed 
winding  or,  otherwise,  by  a  cascade  set.  The  question  as  to  which 
of  the  two  schemes  is  the  more  practicable  and  economical  depends 
on  such  conditions  as  the  following: — If,  for  example,  the  speed 
corresponding  to  the  single-speed  winding  and  that  corresponding 
to  the  slow  speed  connection  of  the  two-speed  winding  are  not  too 
far  apart,  all  of  the  coils  for  each  member  can  be  wound  with  the 
same  throw.  In  this  case  conditions  may  be  met  satisfactorily  by 
means  of  the  multi-speed  type  of  mot(jr,  provided  there  is  no  ob- 
jection to  using  a  single  motor  of  this  design  because  of  the  details 
of  control  involved  thereby.  It  will  undoubtedly  prove  to  be  the 
cheaper  of  the  two  types.  If,  however,  the  two  windings  cannot  be 
wound  with  the  same  throw  a  poorer  mechanical  construction  will 
be  obtained,  with  greater  liability  of  l)reakdowns ;  the  use  of  the 
cascade  set  will  then  be  preferable  and  will  have  all  the  advan- 
tages mentioned  in  the  foregoing. 

Example  6 — In  a  three-speed  proposition,  no  two  speeds  of 
which  have  a  ratio  of  i  to  2.  a  single  motor  can  be  used  only  to  a 
limited  extent  as  it  recpiires  three  separate  windings,  or  otherwise 
a  single  winding  with  a  large  number  of  leads  brought  out.  1'he 
control  for  the  latter  would  therefore  be  very  complicated,  and, 
with  few  exceptions,  would  prove  unsatisfactory.  Here,  again,  the 
simple  ca.scade  set  would  be  practicable,  or  a  modified  form  of  cas- 
cade connection  employing  a  two-speed  type  of  motor  for  the  second 
element.  1  f ,  for  exam])le.  speeds  corres]wn(ling  to  26,  30,  and  34 
poles  are  required,  a  cascade  set  consisting  of  one  motor  with  26 
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poles  and  a  second  motor  with  a  two-speed  winding  giving  four  and 
eight  poles  respectively  could  be  used.  The  same  speeds  could  be 
obtained  with  two  motors  of  30  poles  and  four  poles  respectively, 
operated  in  direct  concatenation,  in  differential  concatenation,  and 
as  a  single  motor  of  30  poles.  However,  since  the  speeds  do  not 
differ  greatly,  it  might  happen  that,  if  the  motor  with  30  poles  were 
connected  to  the  line,  and  the  set  connected  in  differential 
concatenation,  the  slip  at  heavy  loads  would  be  such  that  the  speed 
of  the  set  would  be  reduced  to  that  corresponding  to  30  poles.  The 
result  of  this  would  be  that  the  speed  would  not  return  to  normal 
value  upon  removal  of  the  load  without  its  being  accelerated  to 
the  higher  speed  by  connecting  the  four-pole  motor  to  the  line.  To 
obviate  such  a  condition,  it  is  evidently  advisable  to  keep  the  four- 
pole  motor  connected  to  the  line  when  running  in  differential  con- 
catenation. As  has  already  been  pointed  out,  the  losses  will  be  con- 
siderably higher  than  when  the  30  pole  motor  is  connected  to  the 
line,  it  being  difffcult  to  keep  the  four-pole  motor  cool.  For  a  three- 
speed  proposition  for  the  above  speed  combination  or  one  similar 
thereto,  to  be  handled  by  means  of  a  cascade  set,  the  differential 
concatenation  should  be  avoided  if  possible,  because  of  these  disad- 
vantages. This  may  be  further  illustrated  by  considering  an  ex- 
treme case: — Assuming  that  speeds  corresponding  to  12,  24  and  36 
poles  respectively,  are  required;  the  conditions  might  be  met  by 
means  of  two  motors  of  24,  and  36  poles,  respectively,  in  cascade, 
the  1  2  pole  speed  being  obtained  by  dift'erential  concatenation.  Since 
the  speeds  bear  a  ratio  of  i  to  2  to  3,  this  impracticable  method  can 
be  avoided  by  employing  a  cascade  set  consisting  of  a  12  pole  motor 
and  one  of  24  poles.  The  speeds  corresponding  to  12  and  24  poles 
would  then  be  obtained  by  running  each  motor  singly,  that  corre- 
sponding to  36  poles  bein^'  obtained,  of  course,  by  direct  concatena- 
tion. In  addition  to  the  entirely  satisfactory  operation  of  this  lat- 
ter set,  its  cost  would  be  considerably  less  than  that  of  the  former. 
Example  7 — In  a  proposition  for  four  speeds,  the  ratio  of  each 
pair  of  speeds  being  i  to  2,  the  four  speeds  could  be  obtained  by 
means  of  a  single  motor  with  two  separate  two-speed  windings  and 
would  give  a  satisfactory  arrangement  for  a  motor  with  a  squirrel 
cage  rotor,  provided  no  objectionable  features  were  involved  in  con- 
nection with  the  control  details,  construction,  etc.,  points  which  have 
already  been  considered.  If  the  rotor  also  is  to  be  polar  wound 
it  should  be  noted  that  eleven  collector  rings  will  be  required,  a 
feature  which   would  doubtless  prove  objectionable  on  account  of 
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the  com])lication  of  desig"ii  and  adilitional  cost  involved  thei"el)y. 
For  all  cases  for  which  such  a  motor  is  found  to  be  less  desirable, 
the  cascade  set  may  be  applied  with  good  results,  the  methods  having 
already  been  described.''' 

Example  8 — In  a  proposition  involving  four  or  more  speeds  and 
having  speed  combinations  other  than  those  outlined  in  the  previous 
examples,  the  cascade  set  is  always  superior  to  a  multi-speed  motor 
because  of  the  fact  that,  disregarding  all  other  disadvantages  such 
as  have  been  mentioned  in  the  foregoing,  the  winding  of  the  multi- 
speed  motor  would  be  so  complicated  as  to  render  it  entirely  im- 
practicable. 

Example  p — In  a  proposition  in  which  high  starting  torque 
with  the  lowest  possible  energy  supply  is  required  and  for  which 
the  horse-power  output  increases  in  direct  ratio  (or  even  higher 
ratio)  with  the  speeds,  such  as  in  traction  or  hoisting  service,  etc., 
the  cascade  set  may  be  found  to  give  very  satisfactory  results  in 
every  respect.  This  is  especially  true  of  the  first  of  these  applica- 
tions where,  with  fixed  limits  for  space  distribution  under  the  car 
or  locomotive,  the  motors  of  a  cascade  set  prove  to  be  of  the  proper 
outlined  dimensions. 

In  General — The  nine  foregoing  examples  do  not,  of  course, 
cover  all  possible  cases  for  multi-speed  problems.  However,  by  ap- 
plication of  the  principles  outlined  therein,  it  would  ordinarily  be 
found  an  easy  matter  to  arrive  at  an  opinion  as  to  the  more  advisable 
form  of  motor  equipment  to  be  employed  to  give  the  required  multi- 
speed  operation. 

The  application  of  cascade  sets  and  single  multi-speed  motors 
only  has  been  discussed  in  the  foregoing  comparisons,  these  repre- 
senting the  two  principal  methods  of  obtaining  multi-speed  operation 
with  induction  motors.  It  should  be  noted,  however,  that  there  are 
numerous  other  schemes  in  existence  which  might  be  found  prac- 
ticable for  application  to  some  cases ;  such,  for  example,  as  me- 
chanical speed  changing  devices,  internal  cascade  motors,  frequency 
changers,  it  being  intended  to  give  these  consideration  in  a  future 
article. 


*See   Elfxtric  Joukxal   for  July,   1909.  pp.  422,3-4. 


STANDARDIZATION  OF  THE  NOMENCLATURE  OF 
ELECTRIC  MOTORS 

J.   M,    HIPPLE 

THE  growth  in  the  number  and  character  of  electric  motor 
apphcations  has  led  to  the  grouping  of  various  motors  of 
similar  characteristics  into  classes.  It  has  been  found  most 
convenient  to  designate  these  classes  according  to  the  speed  charac- 
teristics of  the  motors.  \\'hile  practically  all  of  the  motor  manufac- 
turers have  adopted  a  uniform  classification  and  nomenclature,  the 
motor  users  and  general  public  have  not  had  the  same  clearly  out- 
lined to  them.  The  principal  error  arising  in  the  nomenclature  of 
motors  is  in  the  use  of  the  terms  "adjustable,"  "variable,"  and  "vary- 
ing" speed.  It  is  only  within  the  past  few  years  that  confusion  has 
arisen  in  the  use  of  these  terms  as  applied  to  motors.  When  the 
value  of  motor  applications  first  began  to  be  generally  appreciated 
and  the  use  of  motors  increased,  the  distinguishing  names  for  the 
various  types  of  motor  found  to  be  desirable  for  the  various  classes 
of  service  were  based  upon  the  windings  of  the  motor,  such  as  shunt, 
series  and  compound-wound  for  direct-current  motors. 

Later,  as  the  shunt  and  compound-wound  motors  took  diiTerent 
forms,  such  as  adjustable  speed  for  machine  tool  work  where  a  num- 
ber of  different  speeds  can  be  secured  and  at  any  of  these  speeds  the 
motor  has  practically  the  same  characteristics  as  at  any  of  the  other, 
speeds,  it  was  found  necessary  to  use  a  new  descriptive  term.  The 
expression  "variable  speed"  came  into  very  general  use,  the  ordinary 
specification  for  a  direct-current  machine  tool  motor  being  "shunt- 
wound,  variable  speed."  The  term  variable  speed  in  this  connection 
is  manifestly  a  misnomer.  The  true  variable  speed  or,  more  properly, 
varying  speed  motor,  is  one  in  which  the  speed  variation  is  inherent, 
i.  e.,  occurs  without  any  external  manipulation.  Such  a  motor  is  the 
series-wound  motor,  whose  speed  varies  with  changes  in  the  load. 
The  term  "adjustable  speed"  as  applied  to  the  ordinary  machine  tool 
motor  with  field  control  accurately  describes  the  motor.  Under  full 
field  conditions,  these  motors  have  certain  speed  characteristics  with 
varying  load.  By  means  of  a  rheostat  the  field  current  can  be  ad- 
justed so  that  a  number  of  higher  speeds  can  be  secured  and  at  each 
of  these  speeds  the  motor  will  have  practically  the  same  speed  char- 
acteristic under  varying  loads  as  at  the  lower  speed. 

Tlie  speeds  of  alternating-current  motors  cannot  be  adjusted  as 
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easily  as  can  those  of  direct-current  motors  and  the  same  confusion 
in  the  apphcation  of  terms  lias  not  arisen.  ]lo\vever,  alternating- 
current  motors  and  direct-current  motors  can  easily  be  classified 
under  the  same  speed  headings  and  this  has  been  done,  the  idea  being 
that  a  uniform  classification  and  nomenclature  will  be  of  great  ad- 
vantage, both  to  motor  users  and  to  the  manufacturers. 

The  American  Institute  of  Electrical  Engineers  has  adopted  a 
classification  drawn  up  along  these  lines  and  the  American  Associa- 
tion of  Electric  Motor  JNIanufacturers  has  adopted  the  same  classifi- 
cation, the  wording  in  the  latter  case  being  slightly  modified  for  the 
sake  of  more  definite  interpretation  as  applied  to  existing  commer- 
cial and  engineering  conditions.  The  wording  of  this  classification 
as  adopted  by  the  motor  manufacturers  is  as  follow^s : 

A. — Constant  Speed  Motors — in  which  the  speed  is  either  con- 
stant or  does  not  vary  materially,  such  as  synchronous  motors,  in- 
duction motors  with  small  slip,  ordinary  direct-current  shunt  motors, 
and  direct-current  compound-wound  motors,  the  no-load  speed  of 
which  is  not  more  than  20  percent  higher  than  the  full-load  speed. 

B. — Multi-Speed  Motors — (two-speed,  three-speed,  etc.)  — 
which  can  be  operated  at  any  one  of  several  distinct  speeds,  these 
speeds  being  practically  independent  of  the  load,  such  as  direct- 
current  motors  with  two  armature  windings  and  induction  motors 
with  primary  windings  capable  of  being  grouped  so  as  to  form  dif- 
ferent numbers  of  poles. 

C. — Adjustable  Speed  Motors — i — Shunt-wound  motors  in 
which  the  speed  can  be  varied  gradually  over  a  considerable  range, 
but  when  once  adjusted  remains  practically  unaffected  by  the  load, 
such  as  motors  designed  for  a  considerable  range  of  speed  l)y  field 
variation. 

2 — Compound-wound  motors  in  which  the  speed  can  be  varied 
gradually  over  a  considerable  range,  as  in  i,  and,  when  once  ad- 
justed, varies  with  the  load,  similar  to  compound- wound  constant- 
speed  motors  or  varying-speed  motors,  depending  upon  the  percent- 
age of  compounding. 

D. — /  'aryiiif/  Speed  Motors — or  motors  in  which  the  speed 
varies  with  the  load,  decreasing  when  the  load  increases,  such  as 
series  motors  and  heavily  compounded  motors.  Examples  of  heavily 
compounded  motors  are  those  designed  for  bending  roll  service  and 
mill  service,  in  which  shunt  winding  is  jirovided  only  to  limit  the 
light  load  operating  speed. 
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The  above  classification  and  nomenclature  should  be  thoroughly- 
understood  and  adopted  by  every  one  having  to  do  with  motor  ap- 
plications, and  in  discussions  on  the  subject,  in  connection  with  trade 
papers  and  in  correspondence.  In  order  that  the  classification  may 
be  thoroughly  understood  attention  is  called  to  one  or  two  points 
that  may  not  be  entirely  clear.  Under  paragraph  A,  it  will  be  noted 
that  "direct-current  compound- wound  motors,  the  no-load  speed  of 
which  is  not  more  than  20  percent  higher  than  the  full-load  speed," 
are  listed  as  constant  speed  motors.  Within  narrow  limits  such  mo- 
tors are  true  varying  speed  motors.  It  is,  however,  commercially  de- 
sirable to  designate  these  motors  as  constant-speed  motors  and  to  es- 
tablish a  dividing  line  between  constant  and  varying  speed  motors, 
based  on  the  percentage  change  hi  speed  from  no  load  to  full  load. 
This  is  for  convenience  in  designating  motors  and  for  the  purpose 
of  calling  direct  attention  to  the  dividing  line  between  what  is  com- 
monly known  as  standard  compounded  and  heavily  compounded 
motors. 

Under  paragraph  C  it  will  be  noted  that  shunt  and  compound- 
wound  motors  are  both  placed  in  the  adjustable  speed  class.  In  the 
case  of  the  compound- wound  adjustable  speed  motor  when  oper- 
ating at  the  higher  speeds,  the  speed  characteristic  is  practically  that 
of  a  varying  speed  motor.  This  varying  speed  characteristic  may 
lead  to  some  confusion  with  this  particular  motor,  and  it  is,  therefore, 
necessary  to  note  carefully  the  wording  of  this  paragraph.  This 
type  of  motor  is  classified  as  adjustable  speed  rather  than  varying 
speed  because  in  the  majority  of  instances  it  is  the  adjustable  speed 
characteristic  which  is  particularly  desired  in  making  the  application 
of  the  motor  to  its  work  rather  than  the  increased  compounding  ef- 
fect that  occurs  when  operating  at  the  higher  speeds.  This  increased 
compounding  effect  is  due  to  the  lower  saturation  in  the  motor  and 
the  increased  proportion  of  series  field  to  total  field,  and  is  an  in- 
cidental characteristic  rather  than  the  one  for  which  the  motor  is 
designed. 

Many  motor  applications  can  be  made  more  intelligently  if,  in 
addition  to  using  the  classification  given  above,  the  service  is  de- 
scribed in  terms  of  continuous  or  intermittent  duty,  and  load  constant 
or  varying.  In  order  to  make  this  point  clear.  Table  I  has  been  pre- 
pared, giving  one  example  of  each  of  the  different  classes  of  service. 
Practically  every  motor  application  can  be  listed  under  one  or  th^ 
other  of  these  headings. 


TABLE  I-CLASSIFICATION  01<   MOTORS 


601 


Continuous  Duly.         J 


Constant  Speed.        J 


Intermittent  Duty.       ^ 


Continuous  Duty.        -^ 


Adjustable  Speed. 


Intermittent  Duty.       J 


Load 

Constant. 

Load 
Varying. 


Load 
Constant. 

Load 
Varying. 


Load 
Constant. 

Load 
Varying. 

Load 
Constant. 

Load 
Varying. 


Varying  Speed.         -< 


Continuous  Duty.        J 


Internn'ttcnt  Dut 


Load 
i    Constant. 


y-    < 


Load 
\'arying. 

Load 
Constant. 

Load 
Varying. 


Multi-Speed.  < 


Continuous  Duty.        ^ 


Litcrmittcnt  Duty.       -i 


Load 

Constant. 

Load 
Varying. 


Load 
Constant. 

Load 
^'arying. 


Fan. 

Line 

Shaft. 


Vacuum 
Pump. 

Paper 

Cutter. 


Paper 
Calender. 

Printing 
Press. 


Vacuum 
Pump. 

Lathe. 


Small 
Fan. 

Ilendins 
I'ress. 


House 
Pump. 

Crane. 


Ventilating. 
Fan. 


Fire 
Pump. 


rent  ™mr;'''T^   T'°"   ",'   "'  ?"''"'"'   ''"'""   exclusively   aller,iatin2-ci 


cur- 
im- 


THE  ELECTRICAL  AND  COAL  MINING  INDUSTRIES* 

F.  C.  ALBRECHT 

THE  electrical  and  mining  industries  are  very  closely  related,  as 
large  gold,  silver,  copper,  lead,  coal  and  other  mines  are  all 
being  electrically  operated.  In  many  cases  the  mine  work- 
ings are  a  mile  or  so  from  the  surface  and  operators  would  have  a 
hard  problem  to  solve  to  run  such  a  mine  on  a  competitive  basis  if  it 
were  not  operated  electrically.  The  development  of  the  application 
of  electricity  to  coal  mining  has  been  a  very  interesting  one.  It 
would  naturally  seem  that  with  coal  direct  from  the  mine  right  at 
hand,  the  cost  of  power  would  be  a  very  negligible  item  and  that 
boilers,  engines  and  generators  could  be  located  wherever  power  is 
needed.  The  increasing  size  of  mines  and  the  consolidation  in  their 
ownership  have  resulted  in  a  careful  investigation  of  the  various 
possible  economies  obtainable  by  the  application  of  electricity  to 
mining  work.  It  has  been  found  in  a  large  number  of  cases  where 
a  mining  company  operates  a  number  of  mines  in  the  same  locality 
that  it  is  desirable  to  have  a  central  povv^er  station  to  supply  all  elec- 
trical power  needed  in  the  entire  district  covered  by  the  mining 
operations  and  to  distribute  the  power  to  the  different  mines  from 
sub-stations  located  at  each  mine  or  center  of  distribution. 

A  well  known  engineer  connected  with  one  of  the  large  coal 
mining  companies  of  West  Virginia  has  very  adequately  summed 
up  the  advantages  of  a  central  power  station  and  its  sub-stations 
for  mines  as  follows : 

I — Minimum  outlay  for  copper. 

2 — Maintenance  of  good  working  voltage. 

3 — Flexibility  in  mining  operations. 

4 — Expensive  foundations  are  not  required  at  sub-stations. 

5 — Water  and  fuel  are  not  required  at  sub-stations. 

6 — Adaptability  for  lighting  at  remote  places  together  with 
local  lighting. 

7 — Permits  the  use  of  high  voltage  alternating-current  motors. 

8 — Reduces  number  of  station  employes  and  conseqt'«2ntly  af- 
fects the  labor  expenses. 

9 — Low  cost  for  oil  and  waste. 


*Condensed   from   a  paper  read   before   the  West  Virginia   Coal   Mining 
Institute. 
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10 — Capacity  may  Ijc  less  than  c()ni1)inc(l  capacities  of  a  num- 
ber of  small  direct-current  stations. 

Each  and  every  one  of  the  above  are  distinct  advantages. 

It  is  also  found  that  continuity  and  reliability  of  service  are  in- 
creased by  having  the  central  power  station  separate  from  the  min- 
ing equipment,  located  in  a  desirable  place  for  the  generation  of 
power,  e([ui])ped  with  the  most  reliable  and  efficient  generating 
machine  and  operated  under  the  direction  of  expert  engineers.  By 
the  use  of  the  alternating-current  transmission  system  the  expense 
for  copper  is  cut  down,  high  speed  steam  turbo-generators  of  com- 
paratively small  size  may  be  used,  the  power  equipment  at  each 
mine  consisting  only  of  a  rotary  converter  sub-station.  These  sta- 
tions can  be  moved  with  small  expense  as  compared  with  boilers, 
engines  and  generators  requiring  heavy  foundations.  The  sub-sta- 
tion equipment  requires  Httle  expert  attention  and  is  nearly  auto- 
matic. It  is  also  possible  to  use  direct-current  for  the  mining  loco- 
motives and  alternating-current  for  the  pumps,  fans,  etc. 

In  the  mine  proper  there  is  the  electric  locomotive,  or  "electric 
mule,"  as  it  is  sometimes  known,  with  which  all  mining  men  are 
more  or  less  familiar.  The  "electric  mule,"  after  the  day's  work  is 
done,  does  not  require  any  oats  or  hay,  and  is  ready  to  go  to  work 
at  any  time. 

At  present  there  are  three  classes  of  electric  mine  locomotives, 
the  first  being  the  regular  haulage  locomotive,  generally  of  from 
eight  to  20  ton  capacity.  There  are,  of  course,  locomotives  of  over 
20  tons  capacity,  but  generally  it  is  better  practice,  where  conditions 
will  permit,  to  have  two  10  ton  or  even  two  13  ton  locomotives, 
which  are  operated  either  separately  or  together  in  tandem  arrange- 
ment. Too  heavy  a  locomotive  involves  very  heavy  iron  for  the 
track,  and  it  is  often  unwieldy  and  inefficient. 

Second,  there  is  the  gathering  locomotive  known  as  the  "reel" 
t}-pe.  With  this  locomotive,  gathering  is  done  by  means  of  the  loco- 
motive going  into  the  rooms,  pulling  out  the  "loads"  and  pushing  the 
"empties"  back  in,  the  reel  being  used  to  connect  the  locomotive 
with  the  electrical  circuit  back  in  the  main  i)art  of  the  mine.  These 
reels  are  furnished  with  either  single  or  double  conductor  cables, 
depending  upon  the  local  conditions  in  the  mine. 

Third,  there  is  the  gathering  locomotive  known  as  the  "traction 
reel"  or  "crab"  type.  This  locomotive  does  not  go  into  the  rooms 
at  all,  but  till'  end  of  a  wire  cable  wound  on  a  reel  on  the  locomotive 
i>  jnilled  into  the  room  and  fastened  to  the  loaded  car,  which  is  then 
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pulled  out  by  winding  the  cable  on  the  reel,  which  is  usually  oper- 
ated by  means  of  a  separate  motor  on  the  locomotive  with  its  equip- 
ment of  controller,  resistance,  wire  and  other  details.  This  type  of 
locomotive  is  now  being  built  so  as  to  use  one  of  the  main  hauling 
motors,  of  the  locomotive  for  gathering  also.  This  is  accomplished 
by  having  a  clutch  arrangement  which  throws  the  reel  or  crab  so  as 
to  operate  with  one  of  the  hauling  motors.  The  clutches  are  inde- 
pendently controlled  and  therefore  the  operator  can  drive  the  loco- 
motive only  if  desired  or  the  reel  or  crab  only,  or  he  can  drive  both 
the  reel  and  locomotive  together  at  one  and  the  same  time.  A  foot 
brake  is  also  applied  to  the  reel  drum  shaft  so  that  a  car  being 
hauled  by  the  wire  rope  can  be  held  on  the  grade  if  desired.  Both 
forms  of  gathering  locomotives  are  also  being  built  with  further 
modifications,  and  are  equally  adaptable. 

As  regards  the  cost  of  operating  with  electric  haulage  it  is 
obviously  difficult  to  give  exact  figures  which  will  apply  in  all  cases, 
but  it  has  been  found  that  electrical  haulage  is  considerably  cheaper 
than  animal  haulage.  The  life  of  the  locomotive  is  longer  than  that 
of  the  mule,  there  being  locomotives  in  actual  service  to-day  which 
were  installed  ten  or  twelve  years  ago.  Against  this,  two  or  three 
years  is  the  average  life  of  a  mule  in  a  mine.  The  length  of  the 
haul  and  speeds  required  are  also  very  much  in  favor  of  the  loco- 
motive. The  electric  locomotive  does  not  run  up  a  large  feed  bill. 
It  is  not  shocked  and  consequently  hurt  by  coming  in  contact  with 
wires.  The  locomotive  does  not  require  anywhere  near  the  atten- 
tion that  a  mule  does.  In  fact,  in  a  good  many  mines,  the  loco- 
motive is  given  practically  no  attention  whatsoever,  until  something 
breaks  down.  As  a  general  rule,  if  any  piece  of  machinery  is 
abused,  it  is  the  electric  mine  locomotive.  As  long  as  a  locomotive 
will  move,  car  after  car  is  added  to  the  trip,  until  something  has  to 
give  away. 

The  motors  used  for  the  operation  of  mine  ventilating  fans 
must  be  perfectly  reliable,  as  on  the  successful  operation  of  these, 
depends  the  lives  and  efficiency  of  the  men  inside  of  the  mine.  Good 
air  and  a  proper  supply  of  it  is  required,  and  the  fan  is  therefore 
depended  upon  to  furnish  this.  The  writer  was  recently  told  by  a 
prominent  mine  manager,  that  only  once  in  the  last  five  years  has 
he  had  to  call  his  men  out  of  the  mine  on  account  of  trouble  from 
electrically-driven  fans.  As  regards  the  form  of  drive  for  fans, 
whether  the  fan  should  be  geared,  belted  or  chain  driven,  that  should 
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be  carefully  studied  in  each  instance.  In  some  cases  one  form  of 
drive  gives  the  best  results,  in  another  instance  another  form  of 
drive  is  preferable.  Where  there  is  a  great  fluctuation  in  voltage, 
either  a  belted  or  chain  drive  is  desirable.  If  floor  space  is  an  item, 
the  chain  drive  may  be  the  best  method.  If  the  voltage  is  constant 
and  good  regulation  secured,  then  a  geared  fan  is  proper.  Direct- 
coupled  fans  can  also  be  considered  and  some  of  these  are  in  actual 
operation.  The  form  of  drive  selected  should,  however,  in  each  in- 
stance, be  carefully  considered  and  local  conditions  studied,  in  order 
to  select  the  proper  equipment.  Variations  in  speed  can  be  obtained 
by  either  variable  speed  motors  or  in  the  case  of  belted  machines, 
by  dififerent  pulley  combinations. 

Electric  hoists  may  be  operated  either  by  direct  or  alternating- 
current  motors.  Likewise,  there  are  also  electrically  driven  cutters 
and  punchers ;  also  large  numbers  of  motors  for  pumps  from  one 
horse-power  up  to  even  800  horse-power  capacity  that  are  day  in 
and  day  out  working  away,  connected  to  pumps  of  every  description. 

Again,  in  addition  to  the  use  of  electricity  as  a  source  of  power, 
it  is  also  irsed  for  lighting.  It  is  not  only  used  for  lighting  the 
mines,  but  also  to  furnish  light  for  the  offices  and  various  other 
buildings  about  the  mines ;  and  in  many  cases,  current  may  be  fur- 
nished for  lighting  towns,  located  near  mines  and  in  this  way  an 
additional  source  of  revenue  secured. 

With  reference  to  the  voltages  employed,  as  far  as  alternating- 
current  transmission  voltage  is  considered,  almost  any  standard 
voltage  from  2  200  volts  up  is  perfectly  practical. 

As  regards  the  direct-current  voltage  in  the  mines,  there 
has  been  and  still  is  considerable  discussion.  IMany  are  of  the  opin- 
ion that  the  voltage  should  not  exceed  275  or  300  volts.  On  the 
other  hand,  others  consider  550  to  600  volts  not  excessive.  With  the 
higher  voltage,  there  is  a  great  saving  in  copper  and  also  in  most 
cases  a  better  working  voltage  is  maintained.  Looking  at  the  ques- 
tion from  the  standpoint  of  safety,  it  is  true  the  high  voltage  can 
give  a  more  dangerous  shock  than  tlie  lower.  But  the  point  is  to 
keep  av.^ay  from  the  wire.  Especially  in  high  coal  this  should  easily 
be  arranged.  In  many  intsances,  the  trolley  wire  can  be  placed  from 
four  to  seven  feet  above  the  rail  aud  sIkjuIcI  always  be  placed  from 
four  to  eight  inches  to  the  outside  of  the  rail.  With  ordinary  pre- 
caution this  should  be  entirely  safe.  Where  the  coal  seam  is  low, 
it  might  be  considered  proper  to  use  the  lower  voltage,  although  it 
is  by  no  means  considered  absolutely  necessary.     Some  operators 
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consider  the  higher  voltage  safer  than  the  lower,  their  argument 
being  that  the  men  get  familiar  and  careless  with  the  lower  voltage. 
On  the  other  hand,  they  have  considerable  respect  for  the  higher 
voltage,  and  are  more  careful  and  have  less  accidents. 

The  writer  does  not  believe  that  any  iron  clad  rule  or  law 
should  say  that  the  operators  must  use  either  the  higher  or  lower 
voltage.  This  would  be  entirely  wrong  and  arbitrary.  There  are 
arguments  in  favor  of  both,  but  he  does  contend  that  in  each  in- 
stance, a  careful  inspection  should  be  made  and  careful  considera- 
tion given  to  each  individual  case.  Local  conditions  will  largely 
determine  what  voltage  should  be  installed.  Furthermore,  no  mat- 
ter whether  250,  275  or  550  volts  is  used,  the  wires  in  mines  should 
lie  uninsulated.  The  insulation  will  not  last  in  a  mine  as  it  deterior- 
ates rapidly  and  becomes  a  menace  instead  of  an  additional  safe- 
guard. The  wires  should  be  bare  and  every  one  operating  in  the 
mines  given  to  understand  this,  in  order  that  proper  precaution  and 
care  be  taken. 

A  system  of  wiring  that  meets  with  much  favor  wdiere  condi- 
tions are  favorable  is  the  three-wire  system.  By  this  means  550 
volts  can  be  taken  from  the  generator  or  rotary  converter  and 
divided  in  half,  using  two  circuits  of  275  volts  each.  In  the  first 
installations  of  the  three-wire  system,  it  was  necessary  to  use  two 
generators  connected  in  series,  having  the  neutral  wire  joined  to  the 
common  connection.  This  necessitated  having  two  generators  in 
service  at  all  times,  regardless  of  whether  there  was  a  large  or  small 
load.  A  three-wire  generator  is  now  used  which  gives  the  same 
service  as  the  original  scheme  of  having  two  machines.  Another 
result  of  the  use  of  three-wire  generators  is  an  increased  efficiency, 
as  on<;  large  generator  has  a  better  efficiency  than  either  of  two 
smaller  ones. 

The  three-wire  system  is  not  confined  to  generators  alone,  but 
can  also  be  used  in  connection  with  rotary  converters  in  sub-stations. 
By  means  of  the  three-wire  system,  it  is  possible  to  use  550  volts 
for  the  stationary  motors,  such  as  pump  motors  and  275  volts  for 
the  locomotives ;  considering  the  track  as  the  neutral  and  return. 

A  special  study  of  the  conditions  at  any  one  installation  will 
generally  result  in  a  determination  of  the  best  system  to  install.  It 
would  be  a  great  improvement,  however,  if  there  could  be  adopted 
some  well  defined  rules  governing  the  installation  of  electrical  ap- 
paratus in  mines.  It  is  well  known  that  in  order  to  get  the  best  re- 
sults out  of  any  business,  standardization  and  system  are  necessary 
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and  without  certain  rules,  regulations  and  system,  the  highest  effi- 
ciency cannot  he  ohtained.  Therefore,  the  sooner  mining  and  elec- 
trical men  get  together  and  adopt  a  system  of  standards  mutually 
agreeahle  and  understood,  the  hetter  it  will  he.  Some  steps  have 
already  been  taken  in  this  direction.  Ai  the  last  meeting  of  the 
American  ^Mining  Congress  in  Pittsburg,  a  resolution  was  passed 
authorizing  the  appointment  of  a  standing  committee  for  the  pur- 
pose of  standardizing  as  far  as  possible  and  investigating  mining 
practice  and  making  necessary  recommendations  for  electrical  work 
in  the  mines.  This  standardization  can  indicate,  not  only  such  mat- 
ters as  the  voltages  to  be  employed  in  the  mine,  but  can  be  followed 
out  further,  for  instance,  in  the  standardization  of  the  gauges  of  the 
tracks  in  the  mines.  So  that  instead  of  having  almost  every  con- 
ceivable track  gauge  as  at  present,  the  gauges  in  use  could  be  re- 
duced to  some  three  or  four  standard  gauges.  This  would  certainly 
lead  to  more  interchangeability  of  equipment  between  different 
mines  and  operations  than  is  the  case  at  present. 

The  improvements  and  developments  in  electrical  mining  ecjuip- 
ments  have  had  the  very  beneficial  eft'ect  of  bringing  into  the  mining 
industry  a  higher  and  better  class  of  men  in  charge  of  the  various 
electrical  and  mechanical  ec[uipments.  It  was  previously  considered 
that  a  fairly  good  armature  winder  or  repair  man  had  sufficient 
ability  to  be  placed  in  charge  of  the  electrical  and  mechanical  de- 
partments. It  is  now  rapidly  being  recognized  that  with  the  growth 
of  these  equipments,  there  must  also  be  a  growth  in  the  capabilities 
of  the  men  in  charge.  Consequently  trained  men,  engineers,  men 
who  not  only  keep  their  equipments  in  good  condition,  but  also  have 
continually  in  mind  the  reduction  of  the  cost  of  operation,  are  in 
charge,  or  are  rajiidly  being  ])ut  there.  The  growth  of  electrical 
operation  in  coal  mining  has  brought  some  of  the  best  consulting, 
designing  and  operating  electrical  engineers  into  this  field.  The  re- 
sult has  been  that  the  electrical  ef|ui]iments  of  our  best  up-to-date 
mines  are  as  good  as  those  to  h<£  found  in  an\-  other  industrv. 
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Address  all  questions  to  The  Journal  Question  Box,  care  of  The  Electric 
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283 — Sprayer  for  Electrical  Ma- 
CHiNERV — Please  give  details 
of  construction  and  operation 
of  paint  sprayer  such  as  used 
for  painting  the  windings  of 
generators  and  motors.  Please 
give  air  pressure  and  kind  of 
insulating  paint  used.      w.  s.  d. 

A  double  nozzle  is  used,  one  part 
of  which  is  connected  tO'  a  com- 
pressed air  supply  line,  the  other 
leading  to  the  can  holding  the  paint 
or  varnish.  Upon  turning  on  the 
compressed  air  the  liquid  is  drawn 
from  the  can  by  the  suction  of  the 
air  which  at  the  same  time  serves 
to  break  up  the  liquid  into  a  spray 
or  mist.  It  is  necessary  to  use  a 
comparatively  thin  solution  of  the 
liquid  for  satisfactory  operation  of 
the  apparatus.  In  one  case  80 
pounds  air  pressure  is  used ;  how- 
ever, the  apparatus  can  doubtless  be 
adjusted  to  operate  satisfactorily  on 
various  other  pressures  which  may 
be  available.  There  are  numerous 
insulating  liquids  and  paints  avail- 
alile  for  this  purpose,  consisting 
principally  of  varnish,  shellac  and 
suitable  coloring  matter,  which  are 
advertised  in  the  trade  papers  and 
engineering  journals,  detailed  infor- 
mation regarding  their  properties 
and  use  being  obtainable  from  the 
manufacturers.  c.  b.  a. 

284 — Voltage  Regulation  —  Please 
give  a  brief  explanation  of  the 
operation  and  connections  of 
voltage  regulators  such  as 
would  be  used  in  a  central 
power  station  where  the  power 
is  transmitted  by  alternating 
current  to  supply  a  load  con- 
sisting of  street  railway  and 
mine  machinery  and  which  is 
extremely  fluctuating.  The 
regulator    would    be    used    to 


keep  the  entire  station  voltage 
constant.  I  have  not  seen  any- 
thing in  the  Journal  relating 
to  this  kind  of  apparatus. 

A  standard  tj-pe  of  induction  reg- 
ulator is  described  in  article  by  Mr. 
Geo.  R.  Metcalfe  in  the  Journal 
for  August,  1908,  p.  448.  With  this 
method,  regulation  is  obtained  by 
raising  and  lowering  the  voltage  as 
the  conditions  may  require,  through 
transformer  action  in  the  regulator. 
In  the  Journal  for  September,  1908, 
p.  503,  a  metliod  of  voltage  regula- 
tion is  described  in  which  a  relay  is 
employed  to  vary  the  excitation  of 
the  field  of  the  alternator  by  regula- 
tion of  the  exciter  field.  For  sudden 
fluctuations  of  considerable  magni- 
tude the  latter  method  will  give 
closer  regulation. 

285 — End  Stays  on  Squirrel-Cage 
Induction  Motor — I  have  no- 
ticed that  in  the  rotor  of  a 
three-phase  squirrel-cage  in- 
duction motor  there  are  three 
bars  extending  from  the  rotor 
core  to  the  end  rings,  to  which 
they  are  securely  fastened  and 
placed  at  intervals  of  120  de- 
grees along  the  periphery. 
What  is  the  purpose  of  these 
bars?  s.  s. 

These  serve  as  distance  pieces  to 
hold  the  squirrel-cage  winding  in 
position  relative  to  the  rotor  core. 
Without  the  use  of  some  such  device 
there  would  be  nothing  to  prevent 
the  rotor  winding  from  sliding  out 
of  position  when  subjected  to  the 
mechanical  stresses  due  to-  sudden 
changes  in  load,  except  the  friction 
of  the  bars  in  the  slots,  which  alone 
would  not  be  sufficient.  These  end 
stays  have  nothing  whatever  to  do 
with  the  electrical  operation  of  the 
machine.  a.  m.  d. 
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286 — Use  of  Braces  on  Rotor  of  In- 
duction   Motor — The    rotaries 
of    Western    Electric   type    CS 
induction  motors  are  provided 
with   several  metal  pieces   riv- 
eted to  the  end  rings,  presum- 
ably to  keep  the  bars  from  slid- 
ing in  the  slots.     As  arranged, 
they  evidently  ground  the  rotor 
winding  to  the  iron  core.    Why 
are    these   clips    made   of    con- 
ducting material,  and  how  are 
tests  for  grounds  to  be  made? 
One   of    our    motors    recently 
burned  out  as  a  result  of  being 
operated  on  heavy  overload,  the 
rotor    windings    being    so    hot 
that  the  solder  at  the  ends  of 
the     bars     was     melted     and 
thrown   on   the   stator  winding 
and  the  insulation  on  the  rotor 
bars    was    so    charred    that    a 
general  ground  resulted.    Upon 
again  starting  the  motor  there 
was    heavy     sparking    between 
the  rotor  and  the  stator.    What 
was  the  cause  of  this?     c.  a.  m. 
It  is  not  customary  to  have  a  squir- 
rel   cage    winding    completely    insu- 
lated ;  in  fact,  the  general  practice  is 
to  ground  the  rings  through  the  dis- 
tance pieces  or  supports.     This  is  not 
done    for   any    electrical    reason    but 
simply  to  stiffen  the  winding  and,  as 
a  few  grounds  do  not  cause  any  trou- 
ble,  no   attempt   is   made   to   insulate 
the     supports.     Smaller     motors    are 
ofen  made  with  insulated  bars.   There 
is  no  reason  for  arcing  between  sta- 
tor and  rotor ;  it  was  probably  due  to 
rubbing  of  the  two  elements  or  else 
the  rotor  winding  sparked  on  account 
of    loose    contacts    and    its    rotation 
made  it  appear  to  occur  between  the 
two  elements.  c.  h.  g. 

287 — Ageing  of  Permanent  Mag- 
nets— In  making  permanent 
magnets  I  have  tried  material 
of  all  degrees  of  hardness  but 
have  not  succeeded  in  obtain- 
ing magnets  which  are  perma- 
nent. Please  give  the  usual 
method  of  making  permanent 
magnets.  Do  the  cross-section 
and  form  have  any  effect? 
The  magnets  of  automobile 
magnetos  are  constructed  of 
wide  laminations  or  sections 
about  one-fourth  inch  thick, 
and  usually  with  three  sec- 
tions, each  section  being  com- 


posed of  two  magnets  placed 
one  outside  of  the  other.  I 
have  made  magnets  for  simi- 
lar work  using  six  sections, 
each  section  being  a  solid  mag- 
net, the  cross-section  of  wliich 
is  three-fourth  inch  by  three- 
fourth  inch ;  however,  they 
are  not  as  strong  as  they 
should  be.  w.  p.  f. 

In  order  to  obtain  satisfactory  re- 
sults in  the  manufacture  of  perma- 
nent magnets,  it  is  essential  that  the 
steel  used  should  be  of  the  proper 
chemical  and  physical  properties. 
Full  information  regarding  the  kind 
of  material  required  and  the  treat- 
ment necessary  will  be  found  in 
Metallographist,  1898  (obtainable  in 
most  public  libraries),  in  which  ap- 
pears a  serie-s  of  articles  by  Mme. 
Curie,  the  discoverer  of  radium,  on 
the  "Magnetic  Properties  of  Hard- 
ened Steels."  The  methods  describ- 
ed therein  are,  in  general,  those  used 
by  various  electrical  manufacturing 
concerns.  See  reference  to  ageing 
of  magnets  in  article  on  "Integrating 
Wattmeters,"  by  Mr.  H.  ]\Iiller,  in 
the  Journal  for  October,  1907,  p.  590. 

p.  M. 
288 — Operation     of     Rotary     Con- 
verter— In     a    500-kw,     three- 
phase     rotary     converter,     500 
volts    direct-current,    what 
would    cause   excessive   pitting 
and    burning    on    the    negative 
set  of  brushes?     The  machine 
carries   an  average  street  rail- 
way   load    of    about    350    kw. 
There  is  no  excessive  sparking 
or   noise.      Would    the   neutral 
point     of    a    rotary    converter 
change  an   appreciable  amount 
with  varying  loads??        s.  b.  t. 
There      are      numerous      possible 
causes   of   trouble   and   a  cause  such 
as  the  present  one  would  be  apt  to 
require    the    attention    of    an    expert 
to  determine  the   source   of  trouble. 
There    may    be    several    reasons    for 
this    trouble ;    for    example,    brushes 
not   exactly   on   average   neutral,   flat 
bars,    comnnitator    not    in    first-class 
shape,    high    mica,    other    than    unity 
power  -  factor,     etc.     Provided     the 
power-factor   is   maintained   at   unity 
the     neutral     point     will     not     shift. 
Over-excitation,     for    example,     will 
result  in  increased  armature  reaction 
which    will    cause    a    field    distortion 
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whicli   will   in  turn   result   in   shifting 
of  the  neutral  point.  j.  b.  vv. 

289 — Parallel  Operation  of  Elec- 
tro-Magnets—  Is  there  any 
known  way  by  which  a  num- 
ber of  small  magnets  ( e.  g., 
20.),  may  be  controlled  at  a 
distance  by  a  single  two-wire 
circuit,  giving  selective  control 
of  the  individual  magnets  as, 
for  example,  by  using  a  dif- 
ferent kind  of  winding  for 
each  piece  of  apparatus  and 
currents  of  different  frequen- 
cies? H.  R.  K. 

At  a  meeting  of  the  Pittsburg 
branch  of  the  A.  I.  E.  E.,  about  four 
years  ago,  a  paper  was  presented  on 
the  subject  of  "Harmonic  Ringing 
for  Four-party  Lines  with  Single 
Metallic  Return  Circuit."  This  pa- 
per was  a  description  of  a  system 
developed  by  a  telephone  manufac- 
turing company  and  the  principle  in- 
volved was,  briefly,  that  of  using 
four  sources  of  power  for  the  ring- 
ing circuit,  of  four  respective  fre- 
quencies ;  selective  ringing  being  ob- 
tained by  the  use  of  ringing  magnets 
at  the  subscribers'  'phones,  so  con- 
structed that  each  of  the  four  in- 
struments would  have  a  definite  nor- 
mal frequency  of  vibration  and  thus 
respond  to  a  given  frequency  of  cur- 
rent. Theoretically,  this  might  be 
carried  out  indefinitely,  but  prac- 
ticall}',  there  are  decided  limitations, 
as  it  is  not  very  easy  to  obtain  the 
required  refinement  of  tuning.  It  is 
possible,  however,  that  such  a  system 
as  that  required  could  be  devised, 
working  on  this  principle  or  one  anal- 
ogous thereto,  using  various  frequen- 
cies of  current.  It  is  not  so  difficult 
to  make  a  given  magnet  operate ;  the 
difficulty  is  to  obtain  entirely  selec- 
tive operation,  i.  c,  to  prevent  the 
remaining  magnets  of  the  set  from 
operating.  h.  m.  s. 

290 — Difficulty  With  Starting 
syuirrel-cage  induction  mo- 
TOR— A  75-hp.,  3  ooo-volt,  10- 
pole,  60-cycle,  three-phase, 
squirrel-cage  type  of  in- 
duction motor,  started  by 
means  of  an  auto-trans- 
former starter,  will  not  come 
up  to  speed  when  the  switch 
is  thrown,  but  runs  very  slow 
and  at  the  same  time  makes  a 


peculiar  shrill  noise.  If,  while 
running  in  this  way  it  is 
speeded  up  by  pulling  on  the 
belt,  it  will  then  pull  into  step 
and  take  its  load  without  diffi- 
culty. After  making  various 
tests  we  have  concluded  that 
the  trouble  is  caused  by  faulty 
proportioning  of  the  rotor  and 
stator  slots  which  are  89  and 
90  respectively.  Is  it  possible 
that  this  is  the  cause  of  the 
trouble  and  if  so,  what  is  the 
explanation?  m.  c.  h. 

The  trouble  may  be  due  to  a  com- 
bination of  conditions  among  which 
the  ratio  of  the  primary  to  the  sec- 
ondary teeth  may  have  some  rela- 
tion. If  it  is  possible  to  procure 
somewhat  higher  starting  voltage 
from  the  auto-starter  the  motor  may 
be  made  to  develop  sufficient  starting 
torque  tO'  overcome  the  locking  at 
the  speed  noted.  The  starting  trans- 
former probably  has  a  number  of 
taps  brought  out  at  different  points 
on  the  winding,  from  which  various 
voltages  from  about  50  percent  to 
100  percent  of  line  voltage  may  be 
obtained.  If  this  does  not  overcome 
the  difficulty  it  may  be  possible  to 
to  relieve  conditions  by  substituting 
end  rings  of  higher  resistance  or,  if 
the  cross-section  of  the  present  rings 
will  allow,  by  increasing  their  resist- 
ance by  making  a  saw  cut  between 
each  bar.  If  this  is  done,  care  should 
be  taken  to  leave  sufficient  cross- 
section  to  withstand  the  mechanical 
stresses  at  full  speed,  and  the  cuts 
shou'ld  be  made  of  uniform  depth. 
It  is  also'  advisable  to  make  the  cuts 
in  one  ring  only  at  first,  and  then  if 
the  trouble  is  not  entirely  overcome, 
to  slot  the  other  ring.  It  is  better 
to  procure  the  exact  results  desired 
by  more  than  one  cutting  than  to  re- 
duce the  cross-section  more  than  is 
necessary.  The  noise  produced  is 
probably  due  to  vibration  set  up  by 
an  unbalanced  magnetic  pull  or  a 
vibration  of  loose  iron  on  the  sec- 
ondary. M.  w.  B. 

291 — iRewinding  Auto-Starter — A 
three-phase  motor  starter  con- 
sisting of  three  coils  wound 
on  a  common  core  which  was 
formerly  used  in  connection 
with  a  2  200-volt,  60-cycle, 
tlirce-phase     synchronous     mo- 
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tor  by  connecting  through  a 
three-pole,  d  O'  u  b  1  e  -  t  h  r  o  w 
switch,  is  to  be  reconstructed 
to  adapt  it  to  the  motor  re- 
wound for  550  vohs,  three- 
phase.  Will  rewinding  the 
above  coils  with  %  the  num- 
ber of  turns  of  four  times  the 
cross-section  produce  the  same 
results  at  550  volts  as  the 
present  winding  does  at  2  200 
volts?  N.  M.  L.  p. 

With    four   times   llie   cross-section 
and   one-fourth  the  number  of  turns 
at    one-fourth     the     former    voltage, 
four   times    the    former   current   will 
flow.     There  will  be  the   same  num- 
ber  of    volts    per    turn.      The    react- 
ance   volts    will    be    one-fourth    the 
former  value;   hence,   the  percentage 
reactance  volts  w\\\  remain  the  same. 
Therefore,  the  total  capacity  will  re- 
main the  same  and  the  starter  should 
operate    satisfactorily    on    the    lower 
voltage.     This  is  just  the  reverse  of 
the  case  considered  in  No.  173  in  the 
Journal  for  November,  1908.     a.  p.b. 
292 — Reversal  of  Polyphase  Watt- 
meter    ox     Tw'O-Phase     Cir- 
cuits— At     w'hat    power-factor 
will  a  polyphase  wattmeter  re- 
verse on  one  element  when  op- 
erating, first,  on  a  two-phase — 
three-wire    circuit :    second,   on 
a      two-phase — four-wire      cir- 
cuit ;   third,   on   a   four-phase — 
four-wire  circuit?  ii.  c.  h. 

A  polyphase  wattmeter  connected 
in  any  two-phase  circuit  will  not  re- 
\  erse  at  any  power-factor  unless 
](iwer  actually  reverses  in  the  circuit. 
If  two  single-phase  meters  are  used 
for  measuring  power  in  a  two-phase 
circuit  feeding  a  motor,  it  is  possible 
for  one  meter  to  reverse  if  there  is 
any  unbalance  of  voltage  between  the 
two  windings  of  the  motor  or  be- 
tween the  voltages  of  the  tw^o 
phases.  This  reversal  is  not  caused, 
however,  by  low  power-factor,  but 
by  an  actual  reversal  of  power  in  one 
phase,  the  motor  being  driven  as  a 
generator  by  the  current  in  the  sec- 
ond phase.  A.  w.  c. 

293 — Series  Traxsformers — Effect 
OF  Magnetic  Leakage — Will 
the  magnetic  leakage  between 
the  primary  and  secondary 
coils  of  a  series  transformer 
affect  the  readings  of  an  am- 
meter   connected    to    the    sec- 


ondary circuit?  A  series  trans- 
former Iniilt  for  a  large  bus- 
bar was  used  on  a  bus-bar 
nnich  smaller  than  that  for 
wiiich  the  transformer  w"ls  ap- 
parently designed.  Would  the 
magnetic  leakage  l^e  great 
enough  to  affect  the  readings 
of  the  meter,  or  would  the 
meter  have  to  be   recalibrated? 

]?.  L. 

Increase  in  the  magnetic  leakage 
between  the  primary  and  secondary 
of  a  series  transformer  causes  an  in- 
crease in  the  magnetizing  current  re- 
quired, which  in  turn  affects  the 
ratio  of  transformation  and  causes 
a  phase  displacement  between  the 
primary  and  secondary  currents. 
The  error  due  to  phase  displacement 
is  shown  only  in  wattmeters  and  not 
in  ammeters.  In  the  bus-bar  series 
transformer  referred  to,  if  well  de- 
signed, any  additional  magnetic  leak- 
age occasioned  by  the  change  in  size 
of  bus-bar  would  not  change  the 
ratio  of  transformation  sufficiently 
to  be  noticea])le  on  any  commercial 
switchboard  ammeter.  This  is  due 
to  the  fact  that  the  flux  density  or 
induction  in  a  series  transformer  is 
very  small,  being  about  one-tenth  or 
one-twentieth,  or  less,  of  that  in  a 
lighting  or  power  transformer.  As 
a  result  the  magnetic  leakage  is  very 
small.  It  is  common  practice  in  con- 
nection with  bus-bar  series  trans- 
formers to  use  one  size  of  core  for 
several  sizes  of  bus-bars.  To  reduce 
the  leakage  to  a  minimum  it  would 
be  well  to  locate  the  small  bus-liar 
centrally  in  the  transformer  opening. 
Refer  also  to  No.  280  in  the  Journal 
for  June,   1909.  -\-  D-  F- 

294 — Specific     Heat    of     Portl.knd 
Cement — What   is   the    specific 
heat  of  Portland  cement  in  the 
pulverized     form     just     before 
going  into  the  kilns?        d.  w.  s. 
The    process    of    manufacture    of 
Portland  cement  is  purely  mechanical 
up    to    the    point    wdiere    the   ground 
mixture   of  the   constituent   raw   ma- 
terials is  charged  into  the  kiln  with 
the   fuel   that   supplies   the   necessary 
heat  for  the  reaction.    Strictly  speak- 
ing, then,  it  is  a  question  of  the  spe- 
cific heat  of  the  raw  material  rather 
than  that  of  "Portland  cement""  and, 
as  the  composition  of  the  raw  mate- 
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rial  varies  according  to  the  process 
of  manufacture  (clay  and  stone,  or 
slag  and  stone,  etc.),  it  would  be  al- 
most impossible  to  give  the  specific 
heat  without  trial.  Mr.  R.  K.  Meade 
in  his  book  on  "Portland  Cement," 
gives  the  specific  heat  of  cement 
clinker  (the  product  after  treatment 
in  the  rotary  kiln)  as  0.246.  That  the 
specific  heat  of  the  finished  product 
(which  is  simply  the  clinker  ground 
and  pulverized)  is  low  would  be  in- 
ferred from  the  fact  that  cement  is  a 
good  heat  insulator,  as  brought  out  in 
a  paper  on  "Cement  Insulation  for 
Cold  Storage"  presented  before  the 
National  Association  of  Cement 
Users,  at  the  meeting  of  January  14, 
1909,  at  Cleveland,  O.  (R.  L.  Hum- 
phrey, secretary,  looi  Harrison 
Building,  Philadelphia,  Pa.  See  also 
papers  by  Ira  H.  Woolson,  on  "The 
Effect  of  Heat  on  Concrete," 
Trans.  Am.  Soc.  for  Testing  Mat'ls, 
Vol.  v.,  p.  335 ;  Vol.  VI.,  p.  433,  and 
Vol.  VII.,  p.  404.  The  specific  heat 
of  a  given  kind  of  cement  or  mix- 
ture of  raw  material  could  probably 
be  determined  quite  accurately  as  fol- 
lows :  Provide  a  given  quantity  of 
neutral  liquid  {i.  e.,  which  will  not 
react  chemically  with  the  material), 
for  example,  one  or  two  pounds  of 
oil,  the  specific  heat  of  which  is 
known,  placing  it  in  a  vessel  of  low 
heat  conducting  properties  and  of  as 
light  weight  as  possible ;  take  an 
equal  weight  of  cement  and  submerge 
therein,  first  allowing  the  tempera- 
ture of  the  oil  to  become  equal  to  or 
somewhat  below  that  of  the  room  in 
which  the  determination  is  made ; 
heat  the  cement  to  a  definite  tempera- 
ture above  that  of  the  room ;  take 
temperature  of  each  material  and  of 
the  room  l)y  thermometer  just  before 
submerging,  and  temperature  of  oil 
after  submerging.  Then  the  specific 
heat  of  the  cement  will  bear  a  ratio 
to  that  of  the  oil  equivalent  to  the 
ratio  of  the  rise  in  temperature  of  the 
oil  to  the  difference  in  temperature 
between  the  cement  and  the  oil  im- 
mediately before  submerging.  This 
method  of  determination  of  specific 
heat  is  given  more  in  detail  in  the 
various  engineering  handbooks.  It 
may  be  that  this  question  and  the  next 
(No.  295)  were  asked  because  of  dif- 
ficulty experienced  in  connection  with 
the  treatment  of  the  raw  material  in 
the  rotary.  If  the  reaction  at  this 
point    does   not   take   place   properly, 


it  may  be  found  possible  to  get  satis- 
factory   results   by   using   more   fuel, 
not  depending  upon  the  heat  of  the 
reaction  to  assist  in  obtaining  the  re- 
quired temperature.     If  the  tempera- 
ture of   burning   is   too   high   or  too 
low  the  product  will  suffer  in  quality. 
The    specific    gravity    of    a    properly 
burned  cement  is  known  to  have  cer- 
tain  definite   limits,   as    explained   bv 
Mr.  W.   P.  Taylor  in  "Practical  Ce- 
ment Testing."  e.  p.  and  t.  d.  l. 
295 — Evolution  of  Heat  in  Manu- 
facture   OF    Cement — Do    the 
reactions    set    up    during    the 
process       of      fusing      cement 
clinker     give     off     or     absorb 
heat,  and  how  much  ?      d.  \v.  s. 
Heat  generated  in  the  kiln  is  due 
to    the    heat    derived    from    the    fuel 
and   that  developed   as   the  result   of 
the   chemical  combination   of   the  in- 
gredients   forming  the   clinker.     The 
results   of   an   investigation   by    Prof. 
Richards  are  as   follows : 


Heat  Generated 


1-Theoretrical  heating  power  of 

fuel 

2-Heat  of  Combination 

Total 


790  000 
142  819 


Cxl.OVi-       '/f     OF 

Distribution  of  Heat        ^^^      Whole 

100  050 

336  000 

340  000 
2  112 

12  248 
1446 

21628 
119  335 
932  819 

10.7 

36.    I 

36.  ij 

0.2 

1.3 
0.2 
2.3 
12.8 

2-Heat  in  chimney  gases 
(a)  In  excess  of  air  ad- 

(b)  In    the    necessary 

products 

3-Heat  in  flue  dust 

4-Loss    in     imperfect  com- 

3-Evaporation   of  water  of 

6-Kxpulsion   of  carbon   di- 
oxide from  carbonates. 

7-1,08  3      by     radiation    and 
conduction  

Total 

From  this  it  is  seen  that  the  heat 
due  to  the  combination  of  the  in- 
gredients is  about  15.3  percent  of 
the  total  heat  developed,  while  the 
heat  required  to  drive  off  the  water 
and  the  carbon  dioxide  is  only  2.5 
percent  of  the  total.  These  tests 
were  made  with  a  60-foot  kiln ;  the 
use  of  lOO-foot  or  125-foot  kilns 
such  as  are  now  being  installed 
would  result  in  slightly  different 
proportions   of  the  above  values. 

C.  W.  D. 
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We   are   accustomed   to   hearing  the   more  or   less 

r-i     *  •<•     4--        sarcastic   comments   of    steam    raihvavmen   on    the 
Electrification  ... 

conflicting   statements  of   electrical   engmeers  con- 
cerning    the     electrification     of     steam     railroads. 
bteam  Admitting   that   the  electrical   engineers   have    had 

Railroads  much  to  learn  in  connection  with  the  problem 
of  trunk  line  electrification,  at  the  same  time  the 
steam  railways  have  made  a  grave  error  in  not  sooner  appreciating, 
the  work  which  has  been  done  and  the  methods  which  have  been 
pursued  by  electric  railways  in  developing  and  handling  local  pas- 
senger and  freight  service.  This  mistake  of  the  steam  railways 
has  resulted  in  the  loss  of  a  large  part  of  their  local  business  in  the 
IK)pulous  districts;  and  hundreds,  even  thousands,  of  miles  of  their 
lines  are  paralleled  by  electric  railways  that  would  never  have  been 
built  had  the  steam  railway  people  properly  understood  the  problem. 
The  article  by  Mr.  Darlington,  in  this  issue  of  the  Journal,  is  one 
of  the  best  analyses  of  the  problem  that  has  yet  been  presented.  It 
goes  straight  to  the  root  of  the  matter  and  presents  facts  which 
are  incontrovertible ;  for  the  statements  that  are  made  are  not 
simply  theoretical  statements,  but  represent  the  results  of  years 
of  experience.  The  electric  railway  is  now  in  a  better  position  than 
ever  before.  There  are  available  the  results  of  experience  in  han- 
dhng  by  electricity  all  classes  of  service  from  the  lightest  trolley 
car  to  the  heaviest  freight  and  passenger  trains. 

Electric  motors  were  first  used  on  street  cars,  but  soon  de- 
veloped a  new  field,  viz.,  the  suburban  and  interurban  service,  which 
neither  the  horse  car  on  the  one  hand,  nor  the  steam  train  on  the 
other,  could  reach.  The  interurban  electric  road  has  grown  until 
it  far  surpasses  in  efficiency,  convenience  and  economy  the  inter- 
urban service  of  the  steam  railway. 

Why.  therefore,  is  not  the  introduction  of  electric  power  and 
electric  railway  methods  into  the  sul)url)an  and  interurban  service 
of  the  steam  railway  a  common  sense  and  logical  move?  It  is  the 
field  in  which  the  electric  motor  has  had  its  greatest  triumph,  not 
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siin])ly  in  handling  existing  traffic,  but  in  the  building  up  of  new 
traffic ;  it  is  the  field  which  the  steam  railroads  are  serving  with  the 
least  satisfaction  to  the  pubhc  and  the  least  profit  to  themselves. 

This  is  the  question  which  Mr.  Darlington  considers.  He  gives 
an  excellent  presentation  of  the  subject  from  an  economic  stand- 
point, the  treatment  being  comprehensive,  while  the  facts  presented 
are  concrete  and  definite.  It  is  an  article  of  unusual  value  and 
should  be  read  by  all  interested  in  the  country's  transportation 
facilities.  N.  W.  Storer 


All  who  are  in  any  way  interested  in  the  develop- 
College         ment  of  the  graduates  of  our  technical  schools  will 
Graduates       ^'i^^^  with  great  interest  the  virile  and  masterful  talk 
in  the  ^^^  this  subject  by  Mr.  Frederick  W.  Taylor,  pub- 

Shop  lished  in  this  issue  of  the  Journal.     To  the  tech- 

nical grachtate  himself  this  straightforward  and 
clear  statement  of  his  experience  with  college  men  by  a  man  of  such 
wide  and  varied  experience  and  so  well  known  in  technical  and  ex- 
ecutive work,  is  of  the  keenest  interest  and,  if  read  thoughtfully, 
cannot  fail  to  be  of  great  value. 

The  importance  of  the  actual  contact  with  the  workman — ^the 
man  who  earns  his  living  by  the  skill  of  his  hands — so  well  brought 
out  in  Mr.  Taylor's  address,  cannot  be  too  strongly  emphasized. 
The  average  college  graduate  has  an  undue  and  exaggerated  idea  of 
the  value  of  a  mind  well  stocked  with  book  learning  to  solve  the 
world's  problems.  A  short  time  in  the  shop  where  manual  work 
is  done  well  and  quickly  by  those  who  have  had  none  of  his  valued 
mental  training  should  cause  him  to  realize  that  the  preparation  he 
has  received  is  at  least  very  incomplete.  A  little  further  experience 
shows  him  that  the  quality  of  mind  possessed  by  many  of  the  shop- 
men is  in  n<:»  way  inferior  to  his  t)\vn,  bringing  a  realization  that 
mental  training  can  lie  had  outside  of  the  classroom. 

The  value  of  the  discipline  and  training  given  by  doing,  day 
after  tlay,  laborious  and  uninteresting  tasks,  is  well  brought  out  by 
Mr.  Taylor,  and  should  be  tlioroughl}-  learned  by  every  young  man 
ambitious  to  succeed.  Remember  it  is  not  only  necessary  to  do  the 
tasks  to  attain  success,  each  must  be  well  and  thoroughly  done.  No 
shirking,  no  "good  enough,"  but  perfect,  complete,  absolutely  to  the 
mark  in  each  piece  of  work,  is  the  aim  that  will  bring  success  and 
require  no  special  genius  or  unusual  attainments. 
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Those  responsible  for  the  success  of  business  undertakings  are 
not  seeking  for  their  lieutenants  some  genius  or  man  of  dazzling  in- 
tellectual (jualifications ;  they  are  looking  for  doers,  men  with  judg- 
ment, experience  and  training,  which  can  be  secured  oidy  by  disci- 
pline in  the  hard  school  of  everyday  work.  A  technical  education 
should  and  will  hel])  a  boy,  but  it  must  be  understood  to  be  only  a 
help.     Work  and  training  bring  success.  E.  M.  Herr 


It  has  been  said  that  we  are  entering  upon  an  era 

The  ^^  specialization  ;  and.  it  may  well  be  added,  that  it 

Liquefaction    ^■''  *^^^^  from  which  there  can  be  no  turning  back  so 

of  Gases        ^*^"§"    ^^    civilization    continues    to    advance.     The 

various  arts  and  sciences  have  already  developed 
to  such  an  extent  as  to  preclude  the  possibility  of  any  finite  mind 
grasping  more  than  a  part  of  the  theory  and  practice  of  any  one  of 
them.  Almost  every  addition  to  the  world's  knowledge  now  opens 
up  hitherto  unsuspected  paths,  oftentimes  involving  either  a  dis- 
carding or  a  rearranging  of  prevailing  ideas  and  methods.  As  a 
result  the  apparently  simple  questions  of  the  past  are  becoming  the 
complex  problems  of  the  present,  while  the  atoms  and  the  elements 
of  yesterday  form  the  molecules  and  the  compounds  of  to-day. 
The  gradual  development  of  specialists  along  each  of  the  many  dif- 
ferent branches  of  the  arts  and  sciences  is.  therefore,  but  a  natural 
sequel  of  existing  conditions.  In  no  direction  has  progress  been 
more  marked,  especially  during  recent  vears.  than  in  chemistry  and 
one  of  the  most  signal  feats  has  been  the  liciuefaction  of  gases. 
Less  than  a  score  of  years  elapsed  between  the  laboratory  experi- 
ments of  Cailletet  and  Dewar  and  the  more  practical  demonstrations 
of  von  Linde.  the  work  of  the  last  mentioned  resulting  in  the  ])ro- 
duction.  on  a  commercial  scale,  of  oxygen  and  nitrogen  from  li([uid 
air  and  creating  in  consequence  a  further  field  for  specialization. 
The  importance  to  the  engineering  industries  of  this  accomplish- 
ment can  hardly  be  over-estimated  as  the  ability  to  obtain  these 
gases  in  large  quantities  at  a  low  cost  will  in  due  time  revolutionize 
many  methods  of  manufacture. 

Oxygen,  although  not  a  combustible  gas,  is  required  to  support 
combustion  ;  but,  owing  to  its  high  dost,  hitherto  it  has  been  largely 
necessary  to  use  air  instead.  As  the  latter,  however,  is  made  up  of 
79  parts  of  inert  nitrogen  and  21  ])arts  of  oxygen  liy  volume,  the 
tremendtnis  waste  of  heat  energy  taking  ])lace  in  all  operations  in- 
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volving  combustion  as  well  as  the  saving  to  be  effected  by  the  sub- 
stitution of  oxygen  for  air  in  such  operations,  will  at  once  be  ap- 
parent. Likewise  since  nitrogen  forms  such  an  essential  element 
in  plant  life,  one  of  its  largest  fields  of  usefulness  in  the  near  future 
will  be  in  the  production  of  fertilizing  compounds. 

The  article  on  "Autogenous  Welding"  in  the  August  issue  of 
the  Journal  contains  descriptions  of  several  methods  of  obtaining 
oxygen,  but  its  manufacture  from  liquid  air  was  not  included.  The 
Journal  is  fortunate  in  being  able  to  present  in  this  issue  an  article 
on  "The  Liquefaction  of  Gases  and  the  Commercial  Production  of 
Oxygen"  from  liquid  air  by  Mr.  Cecil  Lightfoot  who  has  made  the 
subject  a  specialty  and  who  is  well  qualified  to  speak  on  it  not  only 
from  the  scientific,  but  also  from  the  practical  standpoint. 

C.  B.  AUEL 


The  article  by  Messrs.  Jenks  and  Acker,  appear- 

Repairinff       ^"§  ^^^  ^^^^^  issue,  contains  some  valuable  and  in- 

Transmission    teresting  data  upon  a  live  subject.     It  is  always 

Lines  "^  pleasure  to  read  articles  presented  by  such  ex- 

perienced and  practical  engineers,  as  they  belong 
to  that  class  of  busy  men  who  can  seldom  be  induced  to  write 
for  the  technical  press.  In  the  operation  of  most  high  tension 
systems  there  are  times  when  it  is  absolutely  necessary  either 
to  make  temporary  repairs  upon  a  live  line,  or  else  shut  down 
the  service.  In  cases  of  this  kind  much  credit  is  due  to  those 
who  have  devised  any  means  by  which  the  hazard  to  human  life 
is  reduced. 

There  is  another  point  of  view,  however,  which  will  sooner 
or  later  claim  more  attention  from  the  management  of  large  cor- 
porations and  the  general  public,  namely,  how  far  can  such  cor- 
porations go  in  risking  the  lives  of  employees  in  order  to  save 
the  expenditure  of  capital  necessary  to  insure  the  maximum  de- 
gree of  safety  to  the  workmen?  If  the  article  is  to  be  interpreted 
as  intending  to  prove  that  it  is  comparatively  safe  to  make  such 
repairs,  and  thereby  confirm  the  owners  of  large  transmission 
systems  in  a  policy  of  jeopardizing  the  lives  of  their  employees 
rather  than  save  lives  by  a  larger  investment,  it  sets  a  danger- 
ous precedent. 

It  is  often  interesting  to  compare  ideas  and  practice  in  dif- 
ferent parts  of  our  country.     For  instance,  in  the  West  large  cor- 
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]i()rations.  such  as  tlic  Helena  Power  Transmission  Company, 
find  it  a  paying  investment  to  put  up  a  duplicate  set  of  pole  lines, 
each  with  its  own  set  of  transmission  wires,  to  insure  uninter- 
rupted ser\ice,  e\fn  though  such  lines  are  very  expensive  and 
more  than  a  hundred  miles  long.  All  but  emergency  repairs 
can  then  be  made  by  shutting  down  the  damaged  line,  leaving  the 
other  in  service. 

Statistics  will  undoubtedly  show  that  the  extremely  high 
pressures  used  in  the  West  really  result  in  a  smaller  life  hazard 
than  pressures  of  25  000  volts  and  lower.  One  reason  for  this  is 
that  at  higher  voltage,  when  a  person  comes  in  contact  with  a 
live  line  he  is  thrown  violently  away  from  the  conductor  before 
a  good  contact  is  made,  and  is  more  liable  to  be  knocked  from  a 
pole  than  to  be  electrocuted.  Nevertheless,  there  are  many  cor- 
porations operating  systems  of  lower  potential  which  are  much 
shorter  and  far  less  expensive  than  the  lines  in  the  West,  which 
are  depending  upon  single  sets  of  transmission  lines  for  an  un- 
interrupted service,  expecting  to  hazard  men's  lives  every  time 
line  troubles  show  up.  The  argument  in  favor  is  that  men  can 
readily  be  found  to  undertake  the  work  at  their  own  risk,  for 
fairly  high  wages,  and  what  is  the  use  of  more  expenditure? 
That  the  work  is  dangerous  is  proven  by  the  necessity  for  the 
Narragansett  resuscitating  outfits. 

\\&  know  that  a  lineman  is  one  of  the  most  reckless  of  mor- 
tals and  many  of  them  seem  to  delight  in  exihibits  of  bravery  and 
foolhardiness.  By  some  final  act  of  carelessness  many  of  them 
pay  their  reckoning.  It  does  not  seem  humane,  however,  to 
provide  such  legitimate  and  easy  means  of  suicide.  By  all  means 
let  us  advocate  duplicate  transmission  lines,  if  the  service  must 
be  uninterrupted,  whenever  it  is  necessary  in  the  interest  of  hu- 
manity— and  especially  on  account  of  the  wives  and  children  of 
the  liiu'iiu'ii. 

Br.RTRAxn  P.  RowE 


ELECTRIC  POWER  ON  STEAM  RAILROADS* 


E 


F.  DARLINGTON 

LECTRICITY  is  used  on  railroads  under  two  conditions: — 
Where  it  is  necessary  for  cleanliness,  comfort  and  safety, 
largely  irrespective  of  the  economy  of  its  use ;  and  where 
it  is  used  for  its  economical  advantages. 

It  is  used  for  convenience  and  cleanliness  in  tunnels  and  on 
city  terminals  of  a  few  large  railways.  Where  it  has  supplanted 
steam  in  such  cases,  it  has  demonstrated  its  economy  compared 
with  steam  on  an  operating  basis,  but  in  some  instances  ques- 
tions of  economy  are  still  open  when  the  fixed  charges  on  the 
electrical  installations  are  considered.  It  is  safe  to  say,  however, 
that  no  large  electrical  equipment  has  been  installed  where  steam 
engines  were  formerly  operated  in  which  electricity  has  not  ac- 
complished results  that  could  not  have  been  secured  by  steam. 

The  use  of  electricity  where  it  has  been  applied  to  railroads 
for  purely  economical  reasons  is  confined  mainly  to  interurban 
trolley  roads  and  to  city  street  car  lines.  City  street  car  lines 
are  omitted  from  consideration  in  this  discussion,  except  as  city 
street  cars  affect  terminal  conditions  in  large  cities,  since  they 
are  only  secondarily  involved  in  the  more  general  problems  of 
transportation. 

In  addition  to  its  present  extensive  use  for  city  railroad 
terminals  and  railroad  tracks  in  tunnels,  there  are  a  few  instances 
where  electric  motive  power  has  been  substituted  for  steam  for 
the  purpose  of  increasing  earnings  and  securing  greater  comfort 
and  convenience.  Instances  of  this  are  the  partial  change  to 
electric  power  on  the  West  Jersey  &  Sea  Shore  Railroad  from 
Camden  to  Atlantic  City,  on  the  Rochester  division  of  the  Erie 
Railroad  from  Rochester  to  Mount  Morris,  and  on  the  steam 
railways  from  ISaltimore  to  Anna])olis,  and  in  some  other  sec- 
tions, and  these  substitutions  have  all  been  highly  successful. 

^Reprinted,  in  condensed  form,  from  The  Engineering  Magazine,  by 
permission.  The  Editors  of  The  Engineering  Magazine,  in  an  introduc- 
tory note,  call  attention  to  the  present  probability  of  new  and  wide 
extensions  in  the  operation  of  steam  railways  electrically,  and  of  the 
excellence  of  the  article  itself  in  the  following  sentence: — "One  of  the 
greatest  living  authorities  on  electrical  engineering,  who  has  seen  Mr. 
Darlington's  article  in  manuscript,  calls  it  a  most  original  and  satis- 
factory discussion  of  the  subject." 
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The  introduction  of  electric  power  made  interurl)an  roads 
possible  and  led  to  their  extensive  development  for  local  traffic 
between  cities  and  aloni^"  ])oi)ulous  routes.  Steam  railroads  have 
not  availed  themselves  of  electric  moti\'e  power,  and  hence  fail 
to  supply  the  needs  of  transportation  that  are  beins^,-  met  by  trol- 
ley roads. 

TWO    CL.ASSES    OF    ELECTRIC    INTERURBAX    ROADS 

An  examination  shows  that  ])ractically  there  are  two  classes 
of  interurban  roads — the  roads  of  the  Xew  England  States  and 
New  York  State  and  l'enns}Ivania,  and  the  roads  of  the  ^fiddle 
^^'estern  States.  The  distinction,  and  it  will  become  important 
in  the  future,  lies  primarily  in  the  location  of  the  tracks,  and  in 
the  grades  and  curves.  The  trolley  roads  in  the  Eastern  States 
are  built  mainl_\-  in  hilly  countries,  on  highways  and  streets. 
Their  grades  are  usually  high  and  cannot  well  be  reduced,  since 
it  is  not  often  feasible  to  make  heavy  cuts  and  iills  on  highways, 
and  the  curves  are  sharp  on  account  of  the  turns  on  highways 
and  streets.  In  the  thickly  settled  counties  of  the  Eastern  States 
it  is  difficult  and  expensive  to  obtain  private  right  of  way  for 
trolle}'  roads,  and  consec|uently  their  tracks  are  generally  bound 
to  follow  highways. 

In  the  ^Middle  West  electric  roads  are  generally  built  on 
private  right  of  way,  excepting  for  short  distances  where  they 
pass  through  cities  and  villages.  They  are  on  low  grades  and 
their  roadbeds,  bridges,  etc..  are  built  to  steam  railroad  standards. 
For  terminals.  trt)lley  roads  use  mostly  the  city  streets,  with  a 
few  instances  in  some  of  the  Western  cities  of  central  buildings 
for  exchange  of  passengers  and  packages.  For  the  business  that 
is  done  by  trolle_\'  roads,  stops  on  city  street  corners  are  \astly 
more  convenient  than  railroad  station  stops. 

The  practical  difference  between  trolley  roads  and  steam 
roads  in  th.e  r^liddle  West  lies  almost  wholly  in  the  kind  of  city 
terminals  they  ha\"e,  the  motive  ])ower  they  (.■m])loy  and  ihe  kind 
of  business  to  which  llu-y  cater,  l'])  to  tlie  i)resent  time  trolley 
roads  ha\e  confined  their  attention  ;iImo>t  wholly  to  passenger 
business,  but  Western  trolley  roads  are  physically  suitable  for 
doing  much  local  freight  work;  their  conditions  justify  it  and 
they  will  enter  the  general  field  of  steam  railroad  operation?  more 
and  more.  especiall\-  in  level  countries. 
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EXTENT  AND  ECONOMY  OF  INTERURBAN  ROADS  IN  THE  MIDDLE  WEST 

The  most  trustworthy  judgment  of  the  economy  of  using 
electric  power  on  railroads  can  be  had  from  results  that  these 
Middle  West  interurban  roads  are  accomplishing.  In  the  three 
Middle  Western  States,  Ohio,  Indiana  and  Illinois,  where  the 
total  mileage  of  electric  interurban  railroads  was  about  5  000 
miles  in  1907,  the  combined  steam  railroad  mileage  was  about 
28  576  miles,  or  the  trolley  road  mileage  was  17.6  percent  of  the 
mileage  of  the  steam  roads.  About  85  to  90  percent  of  the  trol- 
ley road  mileage  is  in  direct  competition  with  steaiu  railroads 
between  cities,  and  about  75  to  80  percent  of  the  trolley  road 
mileage  directly  parallels  the  tracks  of  the  steam  railroads,  com- 
peting for  local  as  well  as  interurban  traffic.  The  gross  earnings 
of  $26  000  000  per  year  total  for  the  interurban  trolley  roads  in 
these  three  States  are  about  $5  200  per  mile  of  trolley  road  per 
year  average.  This  business  is  derived  almost  wholly  from  car- 
rying passengers,  a  very  small  portion  of  it  being  from  freight, 
mails  and  express,  and  miscellaneous  sources.  The  annual  gross 
earnings  of  the  steam  railroads  in  the  same  States  are  probably 
about  $430000000,  of  which  about  $97000000  is  derived  from 
passenger  and  mail  and  express  business  and  the  balance  from 
freight  and  miscellaneous  business.  From  this  it  will  be  seen 
that  though  the  gross  earnings  of  the  trolley  roads  in  these  three 
States  are  only  about  six  percent  of  the  gross  earnings  of  the 
steam  railroads,  they  are  about  2y  percent  of  the  gross  passenger, 
mail  and  express  earnings  of  those  railroads. 

TRAFFIC  CONTROLLED   BY  ELECTRIC  RAILROADS 

Electric  lines  form  an  essential  link  between  main  line  rail- 
roads and  their  customers,  so  the  business  of  electric  lines  is  im- 
portant in  the  general  scheme  of  transportation  in  a  larger  pro- 
portion than  the  ratio  of  its  volume  to  the  total  business  done. 
The  trafBc  of  electric  roads  originates  upon  their  own  lines  and 
to  a  great  extent  is  created  by  them.  Trolley  roads  are  now 
serving  as  feeders  to  collect  traffic,  and  as  their  importance  grows 
they  carry  this  over  longer  and  longer  distances  and  get  a  more 
and  more  complete  control  of  transportation  from  its  origin  to 
its  destination.  The  value  of  feeders  and  branch  lines  in  large 
railway  systems  has  always  been  recognized,  and  many  branch 
lines  that  are  unprofiable  in  themselves  have  been  built  and 
operated  for  the  business  that  they  create  and  bring  in  to  main 
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lines.  This  necessitates  local  service,  and  this  is  the  field  in  which 
interurl)an  electric  roads  are  now  working  and  in  which  elec- 
tricity has  shown  one  of  its  chief  advantages  over  steam. 

if  fifteen  years  ago  the  officers  of  the  large  transportation 
systems  of  the  United  States  had  been  told  that  electric  railroads 
would  enter  the  territory  covered  by  their  tracks,  would  closely 
parallel  tlicni  and  usurp  llieir  local  business,  they  would  have 
considered  the  fulfilment  of  the  prediction  unlikely,  to  say  the 
least.  If  they  had  then  foreseen  the  present  situation,  it  would 
have  been  considered  a  serious  menace  to  their  operations,  as  in- 
deed it  has  become,  and  the  menace  will  increase  if  conditions 
are  not  wdsely  met.  To  meet  the  situation  it  will  be  necessary 
for  the  steam  railroads  to  employ  electric  power  for  those  kinds 
of  transportation  work  in  which  its  superiority  over  steam  has 
been  demonstrated  by  trolley  road  developments.  \\'herever 
there  is  a  considerable  local  traffic  to  be  handled,  trolley  roads 
have  proven  the  superior  economy  of  electric  service ;  and  in  such 
sections  steam  roads  must  eventually  adopt  electricity  for  con- 
ducting local  traffic. 

ELECTRIC   RAILROADS   GET    THE    BEST   TRAFFIC  AND   LE.WE   THE    POOR 

There  is  one  element  in  the  interurban  electric  road  business 
to  which  attention  should  be  given,  that  these  roads  are  not  com- 
peting with  the  steam  railroads  for  the  local  business  in  the 
sparsely  settled  and  unprofitable  parts  of  the  country,  but  in  the 
richest  and  best  and  those  most  productive  of  receipts  from  local 
transportation.  The  5  000  miles  of  electric  road  in  Ohio,  Indiana 
and  Illinois  take  their  trade  from  the  heart  of  the  local  passenger 
business  of  the  steam  railroads ;  but  they  do  not  depend  for  their 
profit  strictly  or  mainly  on  the  traffic  they  take  away  from  the 
steam  roads.  The  accommodations  that  trolley  roads  ofifer  build 
up  traffic  both  by  inducing  travel  from  existing  sources  and  by 
developing  the  territory  along  their  lines  and  attracting  addi- 
tional population  and  new  enterprises. 

In  the  case  of  the  trolley  roads  of  the  Middle  West  there  are 
no  set  conditions  that  will  limit  their  extension  and  their  entrance 
into  new  lines  of  business,  including  longer  hauls,  the  haulage 
of  freight,  etc. ;  and  as  long  as  they  possess  the  power  to  originate 
and  create  new  business  and  at  the  same  time  take  established 
local  business   from  5team   railroads,   ihey   hold   the  key  to   the 
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non-competitive  trade,  and  when  their  extensions  carry  their 
termini  into  competitive  points  they  will  be  in  position  to  offer 
the  business  that  goes  beyond  their  lines  to  the  lowest  bidder. 

COST  OF  FREQUENT  TRAIN  SERVICE 

The  economical  conditions  determining  the  l)cst  frequency  of 
service  are  entirely  dift'erent  on  electric  roads  and  on  steam  roads. 
The  former  operate  single  cars  with  apparatus  and  equipment 
that  is  especially  designed  for  quick  and  cheap  single-unit  opera- 
tion. A  comparison  of  the  operating  expenses  and  earnings  of 
nineteen  interurban  electric  roads  in  Illinois  shows  the  average 
operating  expense  on  these  electric  systems  to  be  15.8  cents  per 
car-mile.     This  average  cost  is  divided  about  as  follows : — 

Electric   power 2f7i  cents 

Operation    of   cars 5.40 

Maintenance    of    cars    and    equipment 1.30 

Maintenance  of  roadbed,  overhead  lines  and  buildings  1.70 

General    expenses 3.67 

Total    as   above 15.80  cents 

Steam  railroads  operating  trains  arc  put  to  a  much  higher 
cost  per  train-mile.  Each  steam  train  consists  of  a  locomotive 
with  an  engineer  and  fireman,  and  coaches  with  a  conductor  and 
brakeman.  against  a  crew  of  a  motorman  and  conductor  on  a 
single  electric  car.  The  rates  of  wages  on  the  steam  trains  are 
higher  than  on  electric  cars,  and  steam  locomotives  are  more 
costly  to  maintain  than  electric  car  apparatus;  in  fact,  the  mo- 
tive power  cost  alone  of  steam  railroad  service  per  train-mile 
generally  far  exceeds  the  total  operating  cost  per  car-mile  for 
electric  roads. 

The  cost  of  oi)crating  light  local  steam  railroad  trains,  with- 
out including  the  maintenance  of  the  roadbed  and  the  wages  of 
station  attendants  and  the  general  expenses  of  the  railroad, 
usually  comes  to  40  to  60  cents  or  more  per  train-mile.  The 
nineteen  interurban  electric  railroads  in  the  State  of  Illinois, 
mentioned  above,  make  gross  earnings  ]K'r  car-mile  of  about  29.5 
cents,  or  say  roughl}'  theii  gross  earnings  are  only  about  two- 
thirds  of  the  actual  c(xst  i)er  mile  of  operating  light  steam  trains. 
It  may  seem  at  first  sight  that  it  is  illogical  to  compare  the 
cost  of  operating  a  single  electric  car  with  the  cost  of  operating 
a  steam  railroad  train,  but  for  practical  results  this  is  the  way  to 
make  the  comparison  for  local  interurban  business.    Trolley  roads 
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!;enerally  cliarge  between  one  and  one-half  and  two  cents  per 
passenger-mile,  and  their  oars  have  a  seating-  capacity  of  45  to  60 
passengers.  Their  earnings  for  a  general  conij^arison  may  be 
taken  at  about  27  cents  per  car-mile  and  their  o])erating  expenses 
at  16  cents  per  car  mile. 

RKL.VTIVK    KARNINC    CAPACITY    OF    SINGLE    CARS    AND    TRAINS    OF    CARS 

\\  itli  fares  on  trolle}'  cars  a\erag"ing  one  and  one-half  to  two 
cents  per  passenger-mile,  the  average  occupancy  of  a  car  to  pay 
27  cents  is  only  in  the  neighborhood  of  15  or  16  passengers.  A 
rather  complicated  question  arises  here  as  to  the  relative  earning 
\-alue  of  a  steam  railroad  train  with  two  or  three  coaches  and  a 
trolley  car  with  a  seating  capacity  of  45  to  60;  but  in  places 
where  the  tr()lle}-  road  earnings  are  made  from  an  average  occu- 
pancy of  less  than  half  the  seating  capacity  of  the  cars  and  where 
frequent  service  is  necessary  in  making  these  earnings,  it  would 
obviously  be  unprofitable  to  haul  trains  of  three  or  four  cars  to 
carry  the  passengers.  If  there  is  sufficient  travel  to  overload  the 
ordinary  interurban  car,  it  will  usually  be  profitable  to  increase 
the  frequency  of  the  schedule,  since  an  increase  in  schedule  will 
stimulate  further  travel  and  can  be  made  at  an  operating  cost 
per  car  lower  in  proportion  than  the  16  cents  assumed  as  an  aver- 
age figure,  since  that  includes  maintenance  of  track,  maintenance 
of  trolley,  general  expenses  and  other  items  of  cost  that  do  not 
increase  in  direct  proportion  to  the  number  of  cars  in  operation. 

The  gross  earnings  per  mile  of  track  per  year  of  ordinarily 
successful  trolley  roads  lies  between  the  limits  of  $4000  to  $7000. 
The  operating  expenses  average  about  60  percent  of  the  gross 
earnings,  wdiich  deducted  from  $4  000  to  $7  000  a  year  gross 
earnings  leaves  a  net  earning  per  mile  of  track  of  $1  600  to  $2  800. 
This  is  a  fair  statement  of  the  showing  of  a\erage  successful  in- 
terurban roads. 

NFCFssAkN'    MI^•^M^^r    f.arnings   for   profitai'.li-:  trolley 

DEVELOI'MENT 

Tnlerurban  trolley  roads  producing  average  net  earnings  per 
year  of  about  Si  600  to  $2800  per  mile  of  railroad  would  return 
al)out  6.4  to  1  1.2  percent  on  an  investment  of  $25000  ])er  mile,  or 
about  5.3  to  9.3  percent  on  an  investment  of  $30000  ])er  mile. 
Where  conditions  are  favorable,  interurban  trolley  roads  have 
been  l)uill  and  e(juii)i)ed  (especially  in  the  Western  States  where 
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there  are  not  many  bad  hills  or  costly  bridges)  for  $25  000  to 
$30000  per  mile  of  road,  averaged  approximately  as  in  Table  I. 
From  these  figures  may  be  determined  very  roughly  the  low- 
est returns  under  which  interurban  electric  roads  doing  local 
business  can  be  made  profitable.  When  analyzed  they  show  that 
the  return  on  their  cost  must  be  small  where  the  gross  earnings 

TABLE  I— COST  OF  ELECTRIC  RAILWAYS 

IN    THE    MIDDLE   WESTERN    STATES    UNDER   CONDITIONS    FAVORABLE    FOR   CHEAP 

CONSTRUCTION 

For  Roadbed.  Cost  per  mile 

Grades  and  bridges $  5000 

Ballast 3000 

Ties I  200 

Surfacing 500 

Steel 4000 

Right  of  way   (variable) i  000 

Add  for  general  expenses,  say i  500 

Total  cost  of  roadbed  per  mile  of  track $16200 

For  Cars  and  Electrical  Equipment,  Power  Plant,  Substations  and  Feeder. 

Cost  per  mile 
of  Track 

Cars  and   equipments,   $1000  to  $2500;   about $  1200 

Power  plant,  $1200  to  $2400;  about 2  200 

Transmission    lines,    transformer    stations    or    substations, 

feeder  cables,  etc.,  $1  500  to  $4000;  about 3000 

Trolley,   etc.;   about i  600 

Add  for  general  expense  engineering  and  interest  per  mile 

of  track i  000 

Total  for  power  plant,  cars,  transmission  lines,  etc.,  per 

mile;    about 9000 

Total  cost  of  trolley  road  construction,  power  plant,  and 

equipment  per  mile  of  track;   about 25000 

per  year  are  less  than  $3  000  or  $4  000  per  mile  of  track,  or  the 
net  earnings  less  than  $1  200  to  $1  600  per  mile,  and  independent 
trolley  road  investments  will  not  be  attractive  with  smaller  earn- 
ings except  under  exceptionally  favorable  circumstances.  Ex- 
perience has  taught  that  trolley  roads  parallel  to  steam  railroads 
generally  realize  these  earnings  wherever  the  gross  earnings  from 
local  business  of  the  steam  roads  prior  to  the  commencement  of 
operation  by  the  trolley  roads  were  from  $1  000  to  $2  000  per  mile 
per  year.  The  trolley  roads,  by  reason  of  their  superior  con- 
venience, take  from  the  steam  railroads  and  create  enough  busi- 
ness to  make  up  the  necessary  total.    Their  profitable  extension 
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ends  in  the  countries  where  the  earnings  from  local  service  will 
not  pay  a  profit  on  an  investment  of  about  $25  000  per  mile  of 
road. 

STEAM    RAILROADS   CAN    MAKE   LARGE  PROFITS 

The  adoption  of  electric  motive  power  on  steam  railroads, 
and  the  maintenance  of  a  convenient  and  frequent  service  where 
there  is  a  considerable  local  business  which  can  be  handled  ad- 
vantageously with  electric  cars,  will  result  in  a  handsome  in- 
crease in  their  earnings.  The  opportunity  of  steam  railroads  for 
this  kind  of  work  is  in  many  places  much  better  than  that  of  in- 
dependent trolley  lines.  In  the  first  place,  steam  railroads  have 
existing  right  of  way,  bridges,  stations  and  station  attendants,  all 
of  which  are  indispensable  to  them  in  connection  with  their 
through  business  which,  up  to  the  present  time,  has  been  very 
little  encroached  upon  by  electric  roads.  Furthermore,  steam 
railroads  as  a  rule  have  far  better  facilties  for  raising  money  for 
development  purposes  than  electric  roads.  The  latter  usually  sell 
five  percent  bonds  to  raise  the  money  for  their  construction  work 
and  receive  from  these  bonds  about  85  percent,  more  or  less, 
making  the  fixed  charge  on  their  cash  investment  about  six  per- 
cent. They  have  all  the  expense  of  independent  organization  and 
management,  both  for  construction  and  operation,  to  which  are 
generally  added  large  promotion  charges.  Steam  roads,  with 
their  established  organizations,  with  the  lower  interest  cost  for 
the  money  that  they  spend,  and  with  their  right  of  way  already 
owned,  can  build  and  equip  electric  lines  to  the  best  advantage. 
Furthermore,  steam  railroads  establishing  an  electric  service  on 
their  lines  could  utilize  their  present  tracks  to  a  certain  extent 
for  electric  cars,  as  standard  electric  railroad  apparatus,  which  in 
no  way  interferes  with  the  operation  of  steam  trains  over  the 
same  tracks,  is  regularly  manufactured.  An  electric  schedule  on 
a  steam  railroad  will  permit  the  entire  discontinuance  of  steam 
trains  for  local  passenger  and  local  freight  and  express  service.  Ex- 
perience has  demonstrated  that  local  freight  can  be  handled  more 
cheaply  with  electric  motive  power  than  by  steam.  A  properly 
equipped  baggage,  freight,  and  express  car,  with  standard 
couplers  and  with  motors  properly  adapted  for  high  tractive  effort 
at  low  speeds,  is  suitable  for  hauling  a  considerable  number  of 
freight  cars  as  trailers. 

In  some  recent  calculations  for  a  steam  railroad  where  the 
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cost  of  handling  the  local  freight  business  is  well  known,  the 
cost  of  handling  the  local  freight  by  steam  is  54  cents  per  train- 
mile.  The  same  work  could  be  done  with  a  motor  car  using  elec- 
tric power  costing  one  cent  per  kilowatt-hour  for  about  22  cents 
per  train-mile,  which  would  be  a  saving  in  local  freight  operation 
of  more  than  one-half. 

A  large  railroad  having  a  terminal  in  Chicago  with  one  of 
the  heaviest  suburban  services  in  America,  and  with  an  exceed- 
ingly large  freight  terminal  business  in  Chicago,  is  making  a 
careful  study  of  the  Chicago  end  of  its  line.  It  is  examining  with 
the  utmost  care  the  commercial  side,  as  well  as  the  engineering, 
of  the  electrification  problem  and  is  studying  the  results  it  could 
get  in  the  different  kinds  of  work  to  be  done.  It  has  not  an- 
nounced its  conclusion  resulting  from  this  study,  but  certain  fea- 
tures of  the  proposed  work  are  apparent,  viz :  the  local  or  subur- 
ban passenger  business  can  be  handled  rapidly  and  economically 
with  electric  equipment ;  the  through  business,  both  passenger 
and  freight,  can  be  handled  with  economy  and  certainty  by 
electric  power.  The  through  freight  business,  because  the  trains 
are  heavier  and  slower  than  the  through  passenger  trains,  will 
realize  smaller  economical  advantage  from  electrification  than 
the  passenger  business. 

STEAM   RAILROADS  CAN   BEST  SERVE  CITIES   WITH   INTERURBAN  CARS 

Steam  railroads,  to  get  the  full  benefit  of  electric  operation, 
ought  to  secure  the  same  terminal  convenience  and  the  conse- 
(juent  advantages  that  interurban  electric  roads  have.  At  first 
sight  this  appears  difficult,  as  popular  prejudice  is  against  giving 
steam  railroads  the  same  privileges  as  electric  roads  for  moving 
cars  through  cities  and  villages,  even  if  the  steam  railroads  agree 
to  use  electric  pow'er  on  the  streets.  This  discrimination  is  pure- 
ly a  question  of  public  prejudice  and  should  be  overcome,  since 
steam  railroads  haxing  tracks  on  private  right  of  way  reaching 
generally  well  within  city  limits  require  relatively  short  dis- 
tances on  city  streets  to  reach  the  populous  centres.  The  en- 
trance of  trollcv  roads  to  cities  almost  always  necessitates  a  long 
course  over  several  blocks  or  several  miles  of  city  streets,  which 
means  an  annoying  and  dangerous  occupancy  of  the  streets  and 
relatively  long  stretches  of  slow-speed  movement  for  interurban 
trolley  cars.  Steam  railroads,  on  the  other  hand,  having  ter- 
mm^lS'  vc^^wn^^>ly  near  to  the  city  centers,  could   (if  they  were 
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granted  the  priNiles^e)  run  electric  cars  from  the  nearest  point  on 
their  steam  raih-(^ad  tracks.  (hrectl_\-  to  the  populous  centers,  oc- 
cupying the  streets  only  for  the  distance  from  their  tracks  to  the 
populous  centers  and  returning  their  cars  to  their  own  line  by 
the  same  route  or  by  a  short  loop.  In  this  \va_\"  the  mileage  of 
city  streets  encumbered  by  interurban  electric  service  if  lurnished 
by  steam  railroads  would  be  much  less  than  that  ordinarily  taken 
by  independent  trolley  roads;  and  the  distance  being  shorter,  the 
incentive  would  be  less  to  run  at  high  speed  through  the  city 
streets  and  the  danger  would  therefore  be  reduced. 

There  can  be  no  doubt  of  the  facts  already  brought  out — that 
electric  roads  are  particularly  suited  to  gather  up  and  concen- 
trate and  take  away  from  steam  railroads  their  local  business. 
Electric  roads,  with  their  achantages  for  profitable  extension  and 
development  on  the  low  grade  and  private  right  of  way  in  the 
Western  States,  may  eventually  build  up  a  system  of  electric 
lines  parallel  to  the  steam  railroad  in  their  best  territory  and 
equip  themselves  to  do  all  kinds  of  w^ork  done  by  the  steam  roads 
and  to  excel  them  in  handling  local  business. 

THE    ECOXOMICAL    PLACE    OF    ELECTRIC    MOTIVE    POWER 

It  is  clearly  the  duty  of  the  steam  roads  to  realize  this  situa- 
tion and  meet  it  in  some  practical  and  reasonable  manner.  What- 
ever else  may  be  necessary  in  the  premises,  one  thing  is  clear — 
that  there  are  many  opportunities  for  the  steam  railroads  profit- 
ablv  to  make  themselves  combined  electric  and  steam  lines  by 
utilizing  the  advantages  of  electric  power.  The  natural  and  eco- 
nomic method  would  be  to  install  on  the  steam  railroads  electric 
service  at  the  most  ad\'antageous  points,  which  are  also  the  most 
vulnerable  to  trolley  competition:  to  make  the  new  equipment 
part  of  a  plan  of  general  railroad  improvement,  and  to  extend  the 
electrified  lines  as  economy  and  pmht  dictate. 


THE  LIQUEFACTION  OF  GASES  AND  COMMERCIAL 
PRODUCTION  OF  OXYGEN 

MACHINES  FOR  THE  PRODUCTION  OF  THE  LOWEST  TEMPERATURES  FOR  THE 
LIQUEFACTION  OF  GASES  AND  THE    CHEMICAL  SEPAR- 
ATION OF  GASEOUS  MIXTURES 

CECIL    LIGHTFOOT* 

THE  researches  of  Cailletet,  Dewar,  Olszewski  and  von 
Linde,  have  clearly  determined  the  conditions  necessary 
to  bring"  about  the  liquefaction,  by  mechanical  means,  of 
gases,  including  also  those  gases  until  recently  termed  "perma- 
nent." It  is  now  a  well-established  fact  that  in  every  case  the 
temperature  of  the  gas  must  be  reduced  below  a  certain  point  in 
order  that  a  change  in  physical  state  may  take  place.  This  point, 
which  is  termed  the  "critcal  temperature,"  is  often  very  low,  in 
the  case  of  atmospheric  air  being  about  140  degrees  below  zero 
Centigrade.  The  necessary  reduction  in  temperature  is  effected 
by  the  use  of  apparatus  in  which  the  cycle  of  operation  is  based 
on  the  conversion  of  energy  from  one  form  to  another. 

The  curves  showai  in  Fig.  i  illustrate  the  properties  of  dif- 
ferent gases.  The  ordinates  represent  the  temperatures  in 
degrees,  C.  and  the  abscissae  the  specific  volume  (i.  e., 
the  volumes  of  unit  weight)  which  correspond  to  tliose  tempera- 
tures, on  the  left  in  the  liquid  state,  and  on  the  right  in  the  con- 
dition of  saturated  vapor.  It  should  be  borne  in  mind  that  the 
characteristic  feature  of  a  saturated  vapor  is  that,  at  constant 
temperature,  any  reduction  in  volume  results  in  the  liquefaction 
of  a  portion  of  the  vapor.  By  following  any  of  these  curves  from 
left  to  right,  it  will  be  seen  that  the  specific  volume  increases 
slightly  with  rapidly  increasing"  temperatures.  Following  along 
from  right  to  left  it  will  be  noted  that  the  reverse  is  the  case, 
(due,  of  course,  to  corresponding  increase  in  pressure  with  in- 
creasing temperature)  and  this  reduction  in  volume  becomes 
gradually  less  and  less  until  at  last,  at  a  certain  point,  both 
branches  of  the  curves  jam.  The  point  at  wdiich  this  union  takes 
place  is  the  critical  point  of  the  gas.     To  it  belongs  a  definite 


*Consultiiig  Engineer  and  General  Manager,    The    Linde    Air    Products 
Company. 


PRODUCTION  OF  OXYGEN 


')2!) 


-250 
-273 


critical   temperature,   a   detinitc   critical   pressure,   aud   a   definite 
critical  xolume. 

The  condition  of  a  i^as  at  any  temperature  may  thus  be  com- 
pletely defined  by  the  relative  position  of  a  point  indicating  its 
temperature  and  its  specific  volume  in  regard  to  tliis  curve.  It  may 
be  in  any  (^.le  of  foiu"  dilTerent  conditions: — 

I — If  the  point  lies  in 
the  left-hand  branch  of 
the  curve,  the  gas  is 
completely  liquid. 

2 — If  it  lies  in  the 
right-hand  branch  of 
the  curve,  the  gas  is  in 
a  state  of  saturation. 

3 — If  it  lies  between 
the  two  branches,  it  is 
partly  liquid  and  partly 
gaseous. 

4 — If  it  lies  outside 
the  right-hand  branch, 
the  gas  is  in  a  super- 
heated condition,  and 
the  further  this  point  is  removed  from  the  curve,  the  more  nearly 
does  it  approximate  to  the  condition  in  which  it  obeys  the  laws 
for  perfect  gases. 

TABLE  I 


CO, 
CzHi 


Specific  Volume 
FIG.    I 


Critical 
Pressure 
Atmos. 

Critical 

Temperature 

Degrees  C. 

Boiling 
Point 
Degrees  C. 

P'reeziiig 

Point" 

Degrees  C. 

Water 

200 

75 

52 

51 
39 
35 

2n 

365 

130 
31 
10 
—  119 
— 140 
-146 
—234 

TOO 

—2,?, 
—80 
— 102 
—182 
— 19T 
—194 
—243 

0 

—77 

-56 

— 169 

— 2T4 

Ammonia 

Carbonic  Acid.  . 

Ethylene 

Oxygen 

Atmosphere  Air 

Nitrogen 

Hj-drogcn 

Table  I  gives  the  values  of  the  critical  temperature  of  some 
of  the  more  important  gases.  It  is  impossible  to  luring  about 
liquefaction  of  atmospheric  air.  for  example,  so  long  as  its  tem- 
pcratiu-e  remains  alx)ve  —  140  degrees  C.     No  amount  of  pressure 
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will  suffice.  Once,  however,  the  temperature  is  reduced  to  —  140 
degrees  C,  no  greater  pressure  than  39  atmospheres  is  neces- 
sary. If  it  is  not  possible  to  obtain  this  pressure,  then  the  tempera- 
ture must  be  still  further  reduced  to  the  temperature  corresponding 
to  the  pressure  at  disposal.  If  it  is  desired  to  liquefy  the  air  at 
atmospheri-c  pressure,  it  must  first  be  cooled  down  to  a  temperature 
of  —  lyi  degrees  C* 

In  the  perfect  gas  the  intrinsic  energy  is  quite  independent 
of  the  pressure,  so  that  when  a  perfect  gas  expands  from  a  higher 
to  a  lower  pressure  without  the  performance  of  external  work,  as 
wdien  issuing  through  an  orifice,  the  temperature  of  the  gas  be- 
fore and  after  expansion  is  the  same..  Air,  for  example,  is  not 
a  perfect  gas  and  such  expansion  does  not  take  place  isothermal- 
ly  for,  with  increasing"  pressure,  its  intrinsic  energy  decreases ; 
consequently,  when  air  escapes  from  a  higher  to  a  lower  pres- 
sure its  temperature  decreases  owing  to  the  necessary  conver- 
sion of  a  certain  number  of  units  of  sensible  heat  into  internal 
work. 

MACHINES    FOR    PRODUCING    LIOUID    AIR 

The  action  of  the  Linde  machine  for  air  liquefaction  is  based 
on  the  refrigerating  effect  resulting  from  the  expansion  of  air 
from  a  higher  to  a  lower  pressure,  and  wdiich  is  due  to  the  per- 
formance of  internal  work.  At  ordinary  temperatures,  this  re- 
duction in  temperature  amounts  to  about  three-tenths  degree  C.  for 
each  atmosphere  of  difference  in  pressure.  It  is,  therefore,  too 
insignificant  to  produce  liquefaction  of  air  at  a  single  expansion 
since  this  only  takes  place  below  —  140  degrees  C.    (critical  tem- 

*The  first  successful  attempt  to  liquify  a  so-called  "permanent"  gas 
seems  to  have  been  made  by  Cailletet  in  1877,  when  by  the  adiabatic  ex- 
pansion of  highly  compressed  oxygen  previously  cooled  by  means  of 
sulphurous  acid  to — 29  degrees  C,  he  obtained  tliis  gas  in  the  form  of  a 
dense  cloud.  He  was  quickly  followed  by  others  who  used  similar 
methods,  until  ultimately  Dewar,  in  1884,  developed  his  cascade  pro- 
cess, employing  carbonic  acid  and  ethylene  evaporated  under  vacuum 
to  produce  the  necessary  cooling  effect.  This  method,  however,  was  only 
suited  for  laboratory  work  and  had  no  direct  commercial  value.  Sub- 
sequent attempts  were  made  by  Solvay  and  others,  but  they  met  with  no 
success,  the  cascade  process  of  Dewar  remaining  the  only  practicable 
method  of  ]iroducing  licjuitl  air,  until  in  1805  Dr.  Carl  von  Linde 
described  his  countcr-cm-rent  inlerchanger  to  a  meeting  of  scientists  in 
Afunich. 
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peraturc  of  air)  and  at  —  191  degrees  C.  at  atmospheric  pressure, 
this  being  the  l)oiHng  ])()int  of  licjuid  air.''' 

In  the  Linde  machine  the  action  of  any  desired  numl)er  of 
expansions  is  accumulated  and  intensified  by  causing  each  pre- 
ceding expansion  to  act  as  a  fore-cooler  to  the  air  for  the  follow- 
ing expansion.  This  is  attained  by  adopting  the  principle  of  heat 
interchange  which  is.  in  this  case,  most  efficiently  a])plied  by  em- 
ploying concentric  tubes  placed  one  inside  the  other  and  coiled 
in  spiral  form,  as  shown  in  Vig.  2.  The  compressed  air  Rows 
from  top  to  bottom  through  the  inner  tube  of  the  vertical  double 
coil,  expands  through  a  valve  between  the  inner  and  outer  tubes 
from  the  bottom  to  the  top,  transmitting  the  cooling  effect  pro- 
duced by  expansion  to  the  compressed  air  flowing  down  the  in- 
ner tube.  As  a  result  the  temperatures  of  the  air  before  and 
after  expansion  are  continuously  reduced  to  the  temperature  of 
liquefaction,  and  part  of  the  expanding  air  will  collect  in  the 
liquid  state  in  a  vessel  situated  at  the  lower  end  of  the  heat- 
interchanger. 

As  the  refrigerative  action  of  the  apparatus  depends  upon 
the  difference  of  pressure  before  and  after  expansion,  while  the 
work  of  compression  corresponds  to  the  ratios  of  these  pressures, 
the  advantage  of  selecting  a  large  difference  in  pressures,  but  a  small 
ratio  of  pressures  is  apparent.  In  the  machine  herein  described, 
the  greater  part  of  the  cooling  eff'ect  is  produced  by  the  expansion 
of  air  at  an  initial  pressure  of  about  200  atmospheres  to  a  pressure 
of  20  to  50  atmospheres,  so  that  (according  to  the  size  of  the  ma- 
chine, the  dift'erence  of  pressure  is  about  150  to  180  atmospheres, 
while  the  value  of  the  ratio  varies  approximately  from  four  to  ten. 
( )nlv  the  small  quantity  of  air  requisite  for  the  primary  charge  and 
its   subsequent  renewal  is   introduced  into  the  cycle  from  the  sur- 


_  *As  carlj-  as  1853  Thompson  and  Joule  carried  out  a  series  of  ex- 
periments to  determine  the  exact  amount  of  this  decrease  in  tempera- 
ture and  so  obtained  a  basis  for  calculation.  The  results  of  these  experi- 
ments proved  that  at  a  temperature  of  zero  C.  for  every  atmosphere 
decrease  in  pressure  the  loss  in  temperature  was  0.276  degree  C,  and 
that  owing  to  the  increase  of  specific  heat  of  the  gas  with  increasing 
pressure,  this  cooling  effect  varies  inverselj'  as  the  square  of  the  absolute 
temperature  at  whicli  expansion   takes  place. 

From  tliis  was  derived  tlie  following  formula: — 

T.-(p.-pOxo.276xJ4Z3)l=T=. 

Where,  T,  =  Temperature  before  expansion, 
T-  =  Temperature  after  expansion, 
p-  :=  Initial  pressure  in  atmospheres, 
Pi  =:  Final  pressure  in  atmospheres. 
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rounding  atmosphere,  leaving  it  again  partly  as  liquid  and  partly  as 
gas  at  atmospheric  pressure. 

The  Linde  machine  for  the  liquefaction  of  air  consists  of 
the  following  parts  : — 

I — The  heat-interchanger. 

2 — The  air-compressing  plant. 

3 — The  appliances  for  the  preliminary  cooling  and  drying  of 
the  compressed  air. 

I THE    HEAT-INTERCHANGER 

As  will  be  seen  by  reference  to  Fig.  2,  the  heat-interchanger 
consists  of  a  triple  coil  composed  of  copper  tubes  placed  one 
within  the  other.  The  cycle  for  air  is  performed,  as  already  de- 
scribed, by  causing  air  compressed  to  200  atmospheres  to  flow 
downward  through  the  innermost  coil,  at  the  lower  extremity  of 
which  it  is  allowed  to  expand  to  an  intermediate  pressure  of  20 
to  50  atmospheres.  The  expanded  air  is  then  returned  through 
the  annular  space  between  the  innermost  and  middle  coils  to  the 
top  of  the  interchanger,  when  it  is  again  compressed  up  to  200 
atmospheres  pressure  and  the  cycle  is  repeated.  Immediately  be- 
hind the  first  regulating  valve  A  is  placed  a  second  valve  B 
through  which,  when  the  operation  of  the  machine  has  been 
brought  to  a  state  of  equilibrium,  a  small  quantity  of  air  is  al- 
lowed to  escape  at  atmospheric  pressure,  a  corresponding  amount 
being  introduced  into  the  cycle  from  the  surrounding  atmosphere. 
Part  of  this  air  leaves  the  second  regulating  valve  in  the  liquid 
air  state  and  collects  in  the  vessel  C ;  the  remaining  portion  is  re- 
turned to  the  atmosphere  through  the  annular  space  between  the 
middle  and  outer  coils.  The  liquid  air  is  drawn  from  the  collector 
by  means  of  the  small  cock  D. 

2 — THE   AIR-COMPRESSING    PLANT 

In  the  larger  installations  the  necessary  compression  of  the 
air  is  effected  by  means  of  a  high  pressure  air  pump,  which  is 
usually  arranged  for  two-stage  compression,  working  in  conjunc- 
tion with  a  single  cylinder  low  pressure  air  pump.  The  high 
pressure  cylinder  F  of  the  former  draws  the  partly  expanded  air 
from  the  heat-interchanger  at  an  intermediate  pressure  of  about  50 
atmospheres,  and  compressing  it  up  to  about  200  atmospheres 
pressure,  delivers  it  to  the  interchanger  again,  through  the  cooler 
E.    The  air  which  is  to  be  added  to  the  cycle  as  "make-up"  is 
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supplied  by  the  low  pressure  air  pump  H,  which  draws  it  from 
the  atmosphere,  compresses  it  to  a  pressure  of  about  four  atmos- 
pheres, and  delivers  it  to  the  low  pressure  cylinder  (not  shown  in 
the  figure)  of  the  high  pressure  air  pump,  where  it  is  compressed 
to  a  pressure  of  about  50  atmospheres.  At  this  pressure  it  enters 
the  high  pressure  cylinder,  together  with  the  partly  expanded  air 
from  the  heat-interchanger,  as  described  above. 


FIG.  2 — APPARATUS  FOR  LIQUEFYING  AIR 

Regulation  of  the  several  pressures  is  performed  with  the 
aid  of  pressure  gauges  by  means  of  the  regulating  valves  in  the 
heat-interchanger.  Safety  valves  are  provided  to  prevent  the 
niaxinnim  pressures  being  exceeded. 

3 l'RKLIMIN.\RY    COOLING    .XND   DRYING 

The  duty  of  air-liquefying  plants  is  considerably  augmented 


534 


THE  ELECTRIC  JOURNAL 


by  a  preliminary  cooling  of  the  compressed  air  prior  to  its  enter- 
ing the  heat-interchanger.  For  this  purpose  a  fore-cooler  is  pro- 
vided, by  means  of  which  the  compressed  air  is  reduced  in  tem- 
perature to  —  12  or  —  15  degrees  C.  by  filling  the  re- 
ceptacle provided  for  the  purpose  with  a  suitable  freezing  mix- 
ture, such  as  ice  and  salt.  With  larger  installations,  the  pre- 
liminary cooling  is  brought  about  by  a  small  belt-driven  refriger- 
ating machine  on  the  ammonia  compression  system.  The  adop- 
tion of  fore-cooling  is  advisable  in  all  cases,  but  especially  when 
the  cost  of  power  is  an  item  of  great  importance. 

Between  the  compressor  and  the   fore-cooler  apparatus,   G,  is 
provided  for  separating  water  from  the  compressed  air.    This  ap- 
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INTERCHANGER 


RECTIFIER 


FIC.   3 — INTERCHANGER     AND    RECTIFIER 

paratus  is  provided  with  a  suitable  drain  cock.  Further  extrac- 
tion of  the  aqueous  vapours  from  the  compressed  air  in  the  small- 
er installations  is  effected  after  the  last  stage  of  compression  by 
means  of  chloride  of  calcium. 

ATPARATUS    FOR    THE    PRODUCTION    OF    PURE    OXYGEN    BY    THE    FRAC- 
TTONAL  EVAPORATION  OF  LIQUID  AIR 

The  principle  of  the  Finde  apparatus  for  the  production  of 
oxygen  from  the  atmosphere  consists  first  of  all  in  the  complete 
liquefaction  of  the  air  to  be  resolved,  as  has  already  been  de- 
scribed. The  liquid  air  thus  obtained  is  then  passed  through 
an  inter-changer,  Fig.  3,  in  which  it  acquires  the  necessary 
latent  heat  of  evaporation  by  assisting  in  the  liquefaction  of  a 
further  supply  of  air,  and  is  then  subjected  to  a  process  of  rectifi- 
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cation.  'I'liis  recliticalion,  which  is  \ery  similar  to  the  ])rocess 
employed  in  sj)irit  refineries  for  the  separation  of  alcohol  and 
water,  enables  oxyi^en  lia\  ini;  a  ])nrity  of  95  percent  to  be  de- 
livered from  the  api)aralus.  1 1  the  output  be  reduced  by  10  to  20 
percent.  t!ie  cjuality  of  the  ox}j4en  produced  nia_\-  be  brou<;ht  up 
to  as  high  a  degree  of  purity  as  98  or  99  percent. 

The  interchange  of  heat  which  takes  place  in  the  api)aratus 
is  so  complete  that  before  the  by-product  nitrogen  is  returned  to 
the  atmosphere  so  much  heat  has  been  removed  from  the  incoming 
air  that  it  leaves  the  bottom  of  the  fore-cooler  at  a  tem])eraturc 
considerably  below  freezing  point,  and  then  enters  the  to])  of  the 
separator,  passing  downward  through  a  series  of  coils,  wdiich  are 
so  constructecl  as  to  ])v   surrounded  bv  both   the   oute'oinG:   cold 
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gases,  i.  e..  both  oxygen  and  nitrogen.  The  bottom  of  the  sepa- 
rator contains  licpiid  air.  or  more  correctlv  s])eaking,  li<[ud  (Oxy- 
gen. The  com])ressed  air.  on  its  \va\'  to  the  expansion  ])oint,  is 
conveyed  through  this  li(|nid.  1>\-  which  means  it  is  largely  con- 
densed. It  then  ])asses  through  the  regulating  A-alve,  at  wdiich 
point  it  ex])ands.  and  it  is  ultimateh'  discharged  into  the  top  of 
an  inner  central  chamber  which  forms  the  rectifying  column  in 
which  the  separation  of  oxygen  and  nitrogen  is  effected,  oxygen 
descending  in  a  liqud.  state  to  the  bottom  of  the  separator,  and 
nitrogen  ascending  in  a  gaseous  or  vaporous  condition  to  the  top. 
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The  nitrogen  is  allowed  to  discharge  freely  into  the  atmosphere 
through  an  extension  of  the  fore-cooler,  and  the  oxygen  is  al- 
lowed to  boil  off  in  any  desired  quantity  by  the  adjustment  of  an 
oxygen  discharge-valve.  l)Oth  gases,  however,  as  already  stated, 
on  leaving  the  separator  are  kept  in  intimate  contact  with  the 
coils  conveying  the  incoming  air,  so  that  before  leaving  the  ap- 
paratus the  heat  of  the  incoming  air  has  been  mostly  transferred 
to  the  gases.  It  will  thus  be  seen  that  after  equilibrium  has  been 
attained,  the  process  is  practically  automatic. 

A  view  of  a  portion  of  the  main  engine  room  of  the  Buffalo 
works  of  The  Linde  Air  Products  Company,  where  this  process  is 
carried  on,  is  shown  in  Fig.  4.  The  plant  is  driven  by  electric 
power  from  Niagara  Falls.  There  are  two  separators  and  two 
fore-coolers,  one  of  each  being  operated  at  a  time.  In  this 
way  continuous  working  is  ensured,  for  when  ice,  (due  to  un- 
trapped  traces  of  moisture  in  the  air)  has  accumulated  to  such 
an  extent  as  to  cause  a  blockage  in  one  separator,  the  other  can 
be  put  into  operation  while  the  first  is  allowed  to  thaw.  Air  is 
compressed  by  a  four-stage  belt-driven  compressor.  The  com- 
pression is  practically  adiabatic,  and  after  each  stage  the  heat  of 
compression  is  removed  by  passing  the  compressed  air  through 
a  cooler,  in  which  water  is  circulated.  The  purification  of  the  air 
is  practically  complete,  the  carbonic  acid  being  eliminated  in  specially 
constructed  apparatus  while  the  moisture  is  removed  by  freezing 
in  a  fore-cooler,  which  is  employed  partly  for  this  purpose  and 
partly  to  reduce  the  temperature  of  the  compressed  air  before  it 
enters  the  separator. 


WHY    MANUFACTURERS    DISLIKE    COLLEGE 
GRADUATES='= 

FREDERICK  W.  TAYLOR 

THE  educational  question  interests  me  entirely  from  the  view 
point  of  the  user  of  engineering  graduates  and  not  from 
that  of  the  profession.  It  has  been  my  good  fortune  to 
have  the  training  of  several  hundred  engineering  graduates  and, 
therefore,  it  must  be  apparent  that,  in  the  criticism  which  I  have  to 
olTt'er  regarding  the  young  men,  I  am  not  opposed  to  engineering 
education  as  a  preparation  for  life.  On  the  contrary,  in  all  cases 
where  possible,  I  invariably  select  an  engineering  graduate  for  al- 
most any  large  position  which  needs  to  be  filled.  I  want  to  make 
tlie  matter  perfectly  clear  because  in  the  kind  of  criticism  that  I 
propose  to  present,  one  is  very  apt  to  be  led  to  the  conclusion  that 
I  am  bitterly  opposed  to  the  engineer  as  he  is  now  trained. 

As  to  the  value  of  the  young  engineers,  there  ought  to  be  no 
question  in  the  mind  of  any  impartial  investigator  as  to  the  enor- 
mous value  of  an  engineering  education  for  success  in  actual,  prac- 
tical life,  in  commercial  life,  in  manufacturing  life,  and  in  engi- 
neering life.  On  the  other  hand,  I  think  probably  you  gentlemen 
are  not  in  very  close  touch  with  the  general  public  opinion  of  the 
country  as  regards  young  engineers. 

You  are  many  of  you  inundated  with  letters  asking  for  the 
services  of  your  young  graduates,  and  from  these  it  is  perfectly 
natural  to  suppose  that  the  country  at  large  wants  them  very  badly. 
Xow  I  do  not  think  there  is  a  shadow  of  doubt  but  that  the  over- 
whelming majority  of  employers  of  this  country  want  to  have  noth- 
ing to  do  with  them  if  they  can  help  themselves.  That  is  a  fact, 
and  I  think  it  is  one  that  you   gentlemen  ought  to  appreciate   as 


*At  a  meeting  of  the  Society  fof  the  Promotion  of  Engineering  Edu- 
cation, in  June,  Mr.  Taylor  took  part  in  a  discussion  of  a  paper  on  the 
relation  of  engineering  education  to  industry.  Mr.  Taylor  is  a  past  presi- 
dent of  the  American  Society  of  Mechanical  Engineers.  He  presented  a 
notable  paper  before  that  body  a  short  time  ago  on  "The  Art  of  Cut- 
ting ^^ctals"  in  which  he  gave  the  results  of  important  investigations 
which  he  had  made  upon  high  speed  steel  tools.  Mr.  Taylor  has  taken 
an  active  interest  in  industrial  education.  The  present  article  is  slightly 
condensed  from  a  stenographic  report  of  Mr.  Taylor's  talk,  which  was 
delivered  in  his  characteristic,  forceful  way,  showing  liis  deep  feeling  and 
conviction  on  the  subject. 
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having  a  great  bearing  on  the  educational  problem.  ^\r.  Crane,  of 
Chicago,  has  very  aptly  represented  this  type  of  men.  He  stands, 
however,  almost  alone  in  representing  this  view,  and  I  have  heard 
Mr.  Crane  laughed  at,  sneered  at  and  held  up  to  ridicule  to  such  an 
extent  that  it  appeared  to  me  that  Mr.  Crane's  view  of  the  matter 
is  hardly  even  tolerated  by  the  men  who  are  engaged  in  university 
teaching,  whereas  he  is  voicing  the  view  of  the  great  majority  of 
the  employers  in  this  country.  They  say  nothing,  but  they  agree 
over  and  over  again  with  Mr.  Crane.  I  want  to  give  one  illustra- 
tion of  this.  I  was  recently  in  the  jMiddle  West  at  one  of  the 
largest  and  most  successful  manufacturing  companies  in  the  coun- 
try. They  had  present  some  thirty  of  the  heads  of  their  depart- 
ments ;  their  president,  vice  presidents,  general  manager  and  super- 
intendents, and  after  I  had  said  a  few  words  in  regard  to  the  fact 
that  there  were  so  few  college  employees  in  their  organization,  the 
president  of  the  company  who  was  a  college  man  himself,  rose  and 
said,  "Well,  this  is  an  entirely  new  experience  to  us.  Here  is  a 
luan  for  whom  we  have  a  certain  regard,  and  who  has  the  reputa- 
tion of  being  a  practical  man,  and  he  tells  us  we  had  better  use  the 
college  man  instead  of  the  commercially  trained  man."  They  al- 
most all  laughed,  although  there  were  four  college  men  among 
them,  and  those  four  were  as  firml)-  convinced  of  the  inutility  of 
the  college  man  as  any  of  them. 

I  want  you  to  appreciate  that  that  sentiment  exists  right  now, 
very  largely  in  this  country.  T  think  those  who  have  had  the  long- 
est and  largest  experience  with  them  want  them  the  most,  but  I 
dare  say,  they  only  want  them  on  the  average  after  they  have  been 
out  of  college  for  one  or  two  years.  They  want  someone  else  to 
take   them  first. 

There  is  one  exception  to  this  not  wanting  to  employ  college 
men  which  is  quite  prominent.  The  large  electric  companies  are 
employing  them  on  a  large  scale,  but  it  is  my  opinion  that  they  are, 
to  a  large  extent,  exploiting  the  \oung  men;  that  the  opportunities 
which  they  get  in  the  large  electric  com])anies  are  in  no  way  com- 
parable to  the  opportunities  which  would  be  open  to  the  same  men 
if  they  went  into  smaller  industries  with  their  greater  diversity. 

Now  that  is  one  side  of  the  (|uestion.  The  other  side  comes  to 
me  from  my  personal  observation.  I  think  it  is  also  true  that  nine 
out  of  ten  of  these  young  men  are  dissatisfied  for  at  least  one  or 
two  years.     The\'  find  their  employers  unappreciative  and  exacting. 
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They  are  not  given  any  kind  of  opportunities  commensurate  with 
their  education  and  what  they  are  al)le  to  do.  They  are  asked  to 
do  work  that  mere  boys  could  d<>.  Almost  invariahl}',  they  want  to 
leave  their  first  employer,  and  it  is  only  after  going  to  tlieir  seomd 
or  third  thai  they  liecoine  awaie  of  the  fact  that  the  boys  that  they 
make  light  of  are  the  ones  who  can  do  lhing>  and  are  the  ones 
favored  In'  the  employers,  and  that  the  whole  or  nearly  all  of  the 
employers  of  the  country  are  not  really  unappreciative.  Some  ten 
years  ago  I  made  up  my  mind  never  to  employ  a  college  man  who 
had  not  been  out  two  years  at  least,  if  I  could  help  myself.  Then 
he  will  have  learned  something  about  life  and  wliat  the  world  is. 

Now  are  those  two  conditions  indispensable?  Are  they  indis- 
pensable conditions  to  the  young  graduate?  Is  it  necessary  that 
the  young  graduate  should  be  turned  out  so  that  he  is  unhappy 
and  discontented  for  a  period  of  two  years  more  or  less  after  he 
graduates?  And  is  it  necessary  that  the  young  graduate  should  go 
out  with  such  an  education  that  the  average  employer,  who  is  an 
honest  man,  who  really  believes  that  he  is  right,  feels  that  these 
young  men  are  not  what  he  wants.  Is  that  condition  indispensable? 
I  most  firmly  believe  not.  I  believe  that  the  A'oung  graduate  can 
be  turned  out  so  as  to  be  useful  right  from  the  start,  and  T  believe 
that  there  are  two  ])articular  faults  which  are  responsible  for  this 
condition  of  affairs,  both  of  them  remediable. 

The  first  of  these  is  because  of  the  fact  that  during  the  four 
years  that  these  young  men  are  at  college,  they  are  under  loose  dis- 
cipline, and  are  allowed  a  greater  freedom  than  they  have  ever  had 
before,  or  will  ever  have  again. 

I  will  cite  some  illustrations.  In  mo>t  universities  and  col- 
leges the  student  is  given,  every  term,  a  certain  number  of  cuts  for 
which  he  is  held  to  no  responsibility.  lie  can  simply  absent  himself 
from  recitations,  from  lectures,  froiu  dutv  that  belongs  in  the  col- 
lege course,  and  no  one  ever  asks  what  he  has  done,  or  where  he 
has  gone.  If  that  same  young  man  absents  himself  once  without 
a  reasonable  excuse,  when  he  gets  into  business,  he  is  usually  hauled 
up  and  asked  in  the  most  impertinent  manner,  whv  he  was  away. 
Xo  cuts  in  business,  no  talk  about  how  many  cuts  a  man  has.  The 
second  or  third  time  that  he  does  cut,  he  is  discharged.  Young 
college  men  work  when  they  ])lease,  and  as  much  as  they  please. 
the  only  restrictions  being  that  they  have  to  pass  certain  examina- 
tions.    Their  habits  are  left  almost  entirelv  to  themselves.     When 
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they  begin  commercial  life  those  habits  are  regulated  and  rigidly 
prescribed  by  some  one  else. 

The  radical  difference  of  treatment  which  these  young  men 
receive  in  college,  from  what  they  receive  afterwards,  to  my  mind, 
is  the  lesser  of  the  two  reasons  for  the  two  fundamental  facts  that 
I  have  described,  namely  the  unhappiness  of  the  young  man  when 
he  gets  out,  his  failure  to  fit  in  his  surroundings,  and  great  lack  of 
demand  for  these  young  men  throughout  the  country. 

The  reason  for  this  is  that  for  twenty-two  years  these  young 
men  are  allowed  to  go  without  even  a  single  look  at  conditions  which 
they  are  to  face  throughout  their  lives.  The  work  of  the  student, 
of  the  young  man,  is  that  of  absorbing;  he  is  engaged  in  the  per- 
formance of  getting  things  fastened  in  his  mind  for  himself,  for 
his  own  use.  That  is  his  life  for  twenty-two  years.  The  moment 
he  gets  out  he  begins  directly  the  opposite.  Absorbing  ceases  and 
becomes  a  very  minor  part  of  a  man's  work.  He  begins  giving  the 
few  ideas,  or  the  many  which  he  may  have  gotten,  to  help  some 
one.  He  has  been  served  for  twenty-two  years  by  some  one  else, 
the  moment  he  gets  out  he  begins  serving  others.  Is  it  any  wonder 
these  young  men  find  great  difficulty  in  suddenly  changing  from 
the  attitude  of  sponges,  or  absorbers  to  that  of  human  beings 
actively  engaged  for  the  benefit  of  someone  else?  I  think  the  won- 
der is  that  they  adjust  themselves  so  quickly  to  it. 

The  central  idea  that  the  boy  gets  at  college  is  training,  train- 
ing of  the  mind,  storing  the  mind  full  of  things.  Now  I  say,  with- 
out the  slightest  hesitation,  that  for  success  in  life,  intellectual  train- 
ing comes  second  or  third.  Without  the  slightest  question,  char- 
acter comes  first;  good  sense,  second,  and  intellectual  training 
third.  The  entire  emphasis  of  the  college  life  is  on  intellectual 
training.  As  long  as  the  man  commits  no  offense  which  sends  him 
to  jail,  it  is  very  little  of  the  business  of  the  management  of  those 
universities  what  those  boys  do. 

What  is  the  remedy  for  these  two  faults?  I  do  not  believe 
there  is  any  panacea  for  all  faults,  but  I  do  believe  that  there  is  a 
great  palliative  possible.  T  believe  that  every  young  student  in  our 
colleges,  from  the  student  who  intends  to  be  a  minister,  on  the  one 
hand,  to  the  mechanical  engineer,  on  the  other  hand,  should  leave 
college  at  the  end  of  the  freshman  year  and  spend  at  least  one  year 
in  actual  hard  work  in  a  shop  of  some  kind.  I  say  shop,  because 
he  will  be  certain  to  be  under  careful  and  constant  supervision 
when  working  in  a  shop  as  a  workman,  alongside  workmen. 
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I  would  not  send  them  there  with  the  idea  of  getting  intel- 
lectual training.  If  they  do,  it  is  a  mere  incident.  1  would  send 
them  there  mainly  for  the  purpose  of  giving  them  a  real  look  at 
life's  work  and  give  it  to  them  early  enough  so  as  to  affect  the  last 
three  or  four  years  of  their  college  life.  When  they  start  work  in 
a  shop,  under  good  rigid  discipline,  they  then  begin  to  get  the  char- 
acter training,  which  is  almost  entirely  lacking  at  college.  They 
then  begin  to  learn  the  great  lesson  of  life,  that  almost  nine-tenths 
of  the  work  that  every  man  has  to  do  is  monotonous,  tiresome  and 
uninteresting.  Then  they  start  to  develop  the  character  which  en- 
ables them  to  do  unpleasant,  disagreeable  things.  This  is  the  great- 
est training,  to  my  mind,  which  they  get  in  the  shop.  They  learn 
that  life  is  made  up  mainly  of  serving  other  people,  not  that  the 
world  is  there  to  teach  them  something  new.  I  think  that  almost 
invariably  they  start  into  the  shop  with  the  common  idea,  "Now  I 
am  here  to  learn  something,  to  get  something  in  this  shop  that  is 
going  to  be  a  fine  engineering  education  for  me."  They  fail  at 
once,  for  there  is  no  great  intellectual  training  in  the  shop.  Many 
of  them  cannot  stand  the  monotony  and  fail  to  get  the  real  character 
training  that  comes  from  that  work. 

There  is  another  thing  that  they  learn,  which  is  of  enormous 
importance  for  these  young  men,  and  I  think  it  has  more  to  do  with 
making  them  earnest  and  determined  than  anything  else.  You 
could  lecture  to  them  and  talk  to  them  from  now  to  doomsday,  and 
tell  them  that  the  man  who  goes  along  the  street  in  greasy  overalls, 
that  the  man  who  runs  a  lathe,  is  mentally  as  well  equipped  as  they 
are  and  they  won't  believe  it.  They  may  acquiesce  mentally,  but 
awa}  back  in  their  brains  they  say.  "Oh,  yes,  I  will  believe  it,  but 
it  is  not  so."    That  is  their  mental  attitude. 

Young  men  who  work  in  any  first-class  establishment  find  that 
men  who  cannot  talk  grammatically,  that  men  who  chew  tobacco, 
slouch  along  the  street  with  greasy  overalls  on,  who  hardly  look  up, 
who  are  scarcely  willing  to  speak  to  you  politely  as  you  go  along, 
are  intellectually  as  clear  as  they  are.  That  is  wdiat  the  young  men 
learn.  I  remember  very  distinctly  the  perfectly  astonishing 
awakening  at  the  end  of  six  months  of  my  apprenticeship,  when  I 
discovered  that  there  were  three  men  in  the  paintshop,  I  being  the 
fourth,  who  were  all  smarter  than  I  was.  Now  when  a  young  man 
get?-,  it  clearly  in  his  head  that  he  is  made  of  the  same  kind  of  clay 
as  those  other  men,  then  his  only  hope  is  not  to  be  outstripped  in 
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better  education.  He  sees  clearly  enough,  if  he  uses  his  eyes,  that 
it  is  energy,  grit,  pluck,  determination,  ability  to  stick  to  it,  charac- 
ter which  makes  success  in  the  manufacturing  and  in  the  engineer- 
ing world.  He  will  finally  come  to  the  conclusion,  "1  can  get  that 
as  well  as  the  other  fellow,  I  have  as  much  grit,  1  can  probably  get 
more."  He  probably  has  more,  and  he  goes  back  to  college  with 
the  determination  to  get  the  better  education. 

This  development  of  character  I  look  upon  as  the  greatest  good 
that  comes  from  work  in  the  shop.  Professor  Furman,  of  Stevens 
Institute,  published  last  winter,  in  the  Stevens  Indicator,  a  record 
of  the  careers  of  the  graduates  of  Stevens  Institute.  In  the  group 
of  successful  graduates  of  Stevens  Institute  more  than  half  were 
engaged,  not  in  engineering,  but  in  executive  work,  in  managing,  as 
presidents,  vice-presidents,  superintendents,  managers,  in  some 
capacity  in  which  engineering  was  entirely  secondary  and  inci- 
dental, and  in  which  the  real  work  was  executive  work.  Now  that 
is  a  very  important  fact  which  shows  what  has  taken  place  with  the 
graduates  of  one  of  the  oldest  mechanical  engineering  schools  of 
tliis  country. 

At  college  a  very  large  amount  of  time  is  given  up  to  the  study 
of  materials.  Practically  his  whole  chemical  course  is  the  study  of 
materials.  A  very  considerable  part  of  his  course  in  physics  has 
to  do  with  materials.  The  greater  part  of  his  work  in  a  mechanical 
laboratory  is  a  study  of  materials.  Do  you.  gentlemen,  realize  that 
the  great  raw  material  with  which  more  than  one-half  of  the  suc- 
cessful graduates  of  our  technical  schools  have  to  deal,  receives  not 
a  single  hour  of  study  at  our  colleges  and  universities,  not  one 
hour?  That  the  great  raw  material  with  which  the  managers,  su- 
perintendents, presidents,  every  man  of  our  large  companies  is  deal- 
ing is  men?  And  these  one-half  of  the  students,  who  are  finally 
called  upon  to  manage  workmen,  learn  nothing  whatever  about  that 
at  college.  At  twenty-two  years  of  age  on  the  average  they  land 
outside  of  college  without  the  slightest  knowledge  of  the  great  raw 
material  with  which  more  than  one-half  of  them  will  have  to  work 
throughout  their  lives. 

Now,  those  of  you  who  have  worked  much  with  workmen,  will 
realize  fully  that  it  is  next  to  impossible  to  study  them  from  the 
top.  Workmen  can  only  be  properl}^  studied  side  by  side  and 
shoulder  to  shoulder.  The  man  who  undertakes  to  study  them  from 
the  top,  gets  a  superficial  knowledge  of  his  workmen,  and  in  many 
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cases  an  entirely  wrong"  and  misleading  idea.  Tlie  only  way  that  a 
man  can  become  familiar  with  the  line  of  thonght  of  his  workmen, 
with  the  process  of  reasoning  by  which  they  approach  the  great 
problems  that  are  in  their  minds,  is  b}'  becoming-  intimate  with 
them,  by  working  side  In'  side  with  them,  so  that  they  forget  that 
yon  are  not  one  of  their  kind,  and  genninely  tell  yon  \vhat  they 
think. 

I  say  without  the  slightest  hesitation  that  no  man  is  well 
equipped  to  manage  \\-orkmen  wdio  cannot  say  ten  sentences  con- 
secutively to  a  workman  and  have  that  workman  say  at  once,  "Oh, 
he  has  worked.  I  know  ab;)Ut  him.  He  has  worked."  Absolutely, 
unconditionally  in  ten  ordinary  sentences,  if  it  be  about  work,  the 
workman  will  size  up  the  fact  as  to  whether  he  has  been  a  work- 
man or  not.  Aiid  until  a  man  is  intimately  ac(|uainted  with  them 
and  knows  their  methods  of  thought,  their  methods  of  expression 
and  the  way  they  look  at  things,  he  is  at  a  very  great  disadvantage 
as  a  manager. 

Just  now,  in  this  country,  we  are  facing  a  great  problem  in  the 
management  of  our  men  ;  the  problem  upon  which,  I  think  it  may 
be  said  with  almost  certainty,  that  England  has  made  a  grand  fail- 
ure. We  are  facing  that  problem  and  are  up  against  it  hard; — the 
problem  of  soldiery,  and  no  man  can  properly  and  thoroughly  ap- 
preciate this  great  problem  unless  he  has  w'orked  among  men  when 
they  soldier,  knows  their  arguments  for  and  against  it  and  has  some 
idea  of  how  to  remedy  that  great  defect;  the  defect  which  has 
come  close  to  ruining  the  English  industries. 

Xow  there  is  one  more  thing.  ]\[ore  and  more,  management 
is  becoming  a  question  of  cooperation  on  a  large  scale.  The  whole 
training  of  the  young  man  while  he  is  at  the  university  is  an  in- 
dividual training.  lie  has  not  the  slightest  training  in  cooperation, 
except  possibl\-  what  he  gets  from  his  baseball  or  football  team  hi 
the  university;  and  yet  every  year  the  problem  of  coojieration  be- 
comes a  greater  one. 

'idiese  young  men  at  twenty-two  go  out  without  having-  seen 
any  C(x»peration,  thorotighly  unfitted  for  it  in  many  respects ;  thor- 
oughly unfitted  to  do  what  they  are  told  prom])tly  and  without  ask- 
ing r|uestions  and  making  suggestions.  They  will  not  become  one 
(if  a  train  of  gear  wlicels,  and  it  is  ab.solutely  necessary  Un  every 
man  in  an  organization  to  become  one  of  a  train  of  gear  wheels. 
The  training  he  usualh    receives  in  no  wav  fits  him   for  that.     But 
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the  year  in  a  shop  will  give  him  at  least  a  good  look  at  it.  He  has 
to  work  as  one  of  a  train  of  gears  during  that  year.  I  do  not  think 
there  is  any  equivalent  for  this  work.  Certainly  the  university  shop 
is  in  no  wise  an  equivalent.  There  they  are  in  competition,  not 
with  men  who  are  engaged  in  working  for  a  living,  but  with  other 
students. .  They  are  not  rubbing  against  other  men  and  getting  their 
viewpoints,  learning  something  as  to  how  work  ought  to  be  done. 
They  may  get  a  little  good  out  of  it,  but  as  far  as  the  great  work 
they  ought  to  have,  the  character  training  and  the  study  of  men, 
they  get  nothing.  The  thing  that  comes  close  to  it  in  college  is  the 
three  or  four  months  of  vacation  work.  Even  during  this  time, 
however,  they  fail  to  get  it  because  all  they  do  is  to  go  in  there 
with  the  idea  of  learning  something.  It  is  a  novelty  to  them  and 
they  fail  to  get  right  down  to  the  real  monotonous  grind  which 
trains  character.  Then  again,  in  three  months,  they  cannot  get 
close  enough  to  the  workmen  to  know  their  viewpoint. 

Most  of  you  gentlemen  are  telling  your  students,  or  advising 
them  that  they  had  better  work  as  a  workman  for  a  year  or  so  at 
least  when  they  go  out.  Alx)ut  one  in  fifty  does  it.  They  start 
with  the  idea  of  serving  an  apprenticeship,  but  they  do  not  do  it. 
Even  when  they  go  in  with  the  best  of  intentions,  they  cannot  get 
away  from  this  habit  of  absorbing,  they  cannot  get  down  to  the 
monotonous,  to  the  tiresome  work.  They  are  not  really  learning 
anything.  They  feel  that  they  have  a  fine  college  education  and 
could  do  do  that  work  as  well  as  the  workman,  so  it  does  not  make 
any  difference  whether  they  work  in  a  shop  or  not.  And  you  edu- 
cators say,  "Oh,  yes,  you  should  take  your  two  years  course  out- 
side. It  is  up  to  you.  Take  a  year  or  two  years'  apprenticeship." 
They  don't  do  it,  and  they  won't  do  it.  They  find  themselves,  when 
they  are  up  against  apprenticeship  conditions  in  a  shop,  competing 
with  young  fellows  of  sixteen  or  seventeen.  They  cannot  say, 
"There  is  not  a  single  thing  I  do  not  know,"  and  yet  they  are  too 
old.  Then,  they  are  intellectually  fastidious,  while  the  young  fresh- 
man who  comes  out  gets  next  to  the  workmen  better  than  the  other. 
He  is  not,  of  course,  so  fastidious  a  man.  He  gets  next  to  the 
workingman  and  learns  much  more  than  tlie  other  fellow. 

.M)Out  ten  or  twelve  years  ago  I  made  up  my  mind  not  to  lake 
another  young  college  graduate  unless  he  has  had  two  years'  work 
outside,  but,  in  going  through  the  list,  I  found  that  there  was  a  cer- 
tain set  of  young  men  who  were  satisfactory  ridit  from  the  start. 
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Alt-n  who  had  by  necessity  been  forced  to  leave  sciiool  and  go  to 
work.  So  I  found  that  I  had  to  modify  my  conchision,  by  saying 
that  I  would  not  take  a  man  unless  he  had  worked  outside  for  at 
least  two  voars.  or  unless  he  had  worked  as  a  workman  before  he 
graduated.  I  have  no  other  reasons  why  these  young  college  men 
were  not  competent,  but  the  facts  are  there.  That  is  why  we  came 
to  exclude  college  men  who  had  not  had  actual  service. 

Now  I  want  to  strengthen  this  theory  by  some  facts.  This 
same  investigation  by  Prof.  Furman,  of  the  graduates  of  Stevens 
Institute,  has  led  him  to  formulate  at  the  end  of  the  paper  two 
sentences  of  the  greatest  importance  to  all  teachers  and  to  all  stu- 
dents, as  follows :  "An  apprenticeship  of  one  or  two  years  has 
stamped  itself  as  the  surest  road  to  maintaining  success  in  after 
life."  That  is  his  first  conclusion  from  a  study  of  the  graduates 
of  the  Stevens  Institute.  A  second  quotation  is:  "A  large  per- 
centage of  the  older  graduates  that  now  stand  highest  in  their 
professional  work  are  those  wdio  have  started  in  as  mechanical 
shop  apprentices."  That  is  proven  by  statistics,  and  I  do  not  sup- 
pose Professor  Furman  had  any  more  notion  of  those*  facts  when 
he  started  that  investigation  than  I  or  anyone  else  had. 

One  thing  more,  the  joint  committee  appointed  by  seven  of 
the  English  engineering  societies,  with,  I  think,  three  of  the  pro- 
fessors from  universities,  unanimously  voted  that  it  was  desirable 
to  have  two  years'  apprenticeship  before  students  graduated  as 
engineers.  I  think  that  is  a  very  remarkable  recommendation.  It 
goes  very  far  toward  bolstering  up  the  theory  which  I  have  formed, 
that  the  accredited  representatives  of  seven  great  engineering  so- 
cieties of  England  should  recommend  unanimously  two  years  of  ap- 
prenticeship before  being  allowed  to  graduate  as  mechanical  engi- 
neers, or  as  any  other  kind  of  an  engineer.  Now.  in  so  far  as  the 
post-graduate  courses  in  our  engineering  colleges  interfere  with 
the  good  that  the  coming  in  touch  with  actual  work  wdll  have,  just 
to  that  extent  those  post-graduate  courses  in  our  colleges  are  bad 
and  very  much  to  be  deplored.  T  do  not  think  that  the  average 
young  man  needs  any  post-graduate  course.  He  needs  other  thing.s. 
He  needs  closer  touch  \f\\.\\  actual  life,  and  this  tendency  in  our 
universities  to  lengthen  their  courses  out  to  five  or  six  years  is  a 
most  unfortunate  change.  Ccrlainlw  to  the  average  man  it  is  a  step 
in  entircl}-  tlie  wrong  direction. 

Now,  as  to  the  liberal  c(Iucati<Mi,  1  ])elieve  that  one  year,  con- 


546  THE  ELECTRIC  JOURNAL 

ducted  with  a  totally  different  kind  of  idea  of  human  nature  under 
more  practical  conditions,  with  men  struggling  for  a  living  is  vastly 
more  broadening  than  a  year  of  travel  abroad.  1  am  very  sure  that 
in  my  case  the  thing  that  impressed  me  was  the  apprenticeship,  and 
not  the  travel,  and  I  feel  that  it  has  a  very  liberalizing  eft'ect.  If  1 
wanted  to  give  a  boy  a  broad  liberal  view,  I  would  get  him  in  con- 
tact with  men  who  are  really  working  for  a  living,  make  him  see 
how  the  other  half  lives.  That  gives  him  a  lasting  sympathy  for 
men. 

One  thing  more,  is  it  possible  or  practicable  to  get  this  year's 
work  for  a  young  graduate?     1   feel  absolutely  sure  it  is,  ]:)r()vided 
those  young  men  are  sent  out  to  work  in  working  conditions.     If 
they  are  sent  out  to  get  an  education,  no.     But  if  they  are  sent  out 
and  made  to  do  a  day's  work,  they  are  the  finest  kind  of  raw  ma- 
terial.    Take  the  average  young  man.     He  has  some  bad  ideas,  but 
all  you  have  to  do  is  to  mould  that  young  man  to  your  needs,  give 
him  character  and  common  sense,  and  when  the  shops  begin  to  take 
these  young  men  from  our  universities  and  colleges,  particularly  if 
it  becomes  a  regular  thing,  that  every  year  from  such  and  such  a 
place  we  can  get  eight  or  ten  men,  the  supply  will  not  equal  the  de- 
mand.    Now  ]  had  great  difhculty  two  years  ago  in  getting  one  of 
the  manufacturers  to  take  a  single  college  man,   although  he   was 
one  of  the  most    di:-tinguished    graduates  of    a   technical     school. 
After  trying  one  ov  two  of  them  for  a  year,  they  now  want  all  they 
can  get  of  those  men.     Those  men  come  there  to  do  the  tiresome 
and   monotonous    work,    and    never   get    any    notion    that    they    are 
there  to  learn.     If  they  should  get  that  notion  into  their  heads  while 
there,  they  would  be  stepped  upon  like  this,  "You  are  not  here  to 
learn  anything;  you   are  here   to   make   money    for   us."     Now,   in 
point  of  fact,  they  were  there  to  learn.     That  man  lost  money  on 
them  every  year,  but  they  never  found  that  out.     They  are  there  to 
learn,  they  are  studying,  but  they  never  find  out  that  they  are  study- 
ing, and  every  time  they  come   up   with   a  kick,  they  arc  knocked 
down  Hat. 


REPAIRING  HIGH  VOLTAGE  LINES  WHILE  IN 
SERVICE 

J.  S.  JENKS, 
Superintendent,  Power  and  Transmission 

and  W.  H.  ACKER. 
Electrical  Engineer,  West  Penn  Railways  Company 

THE  losses  suffered  by  most  companies  operating  at  high  voh- 
age  (hie  to  line  interruptions  alone  are  matters  of  great  im- 
portance, though  necessarily  such  losses  are  extremely  dif- 
ficult to  evaluate.  The  actual  pecuniary  loss,  i.  e.,  the  direct  loss  of 
income  due  to  inal)ility  to  give  service  for  a  certain  length  of  time, 
permits  of  quite  accurate  determination,  and  in  some  cases  this  is 
very  large,  depending  upon  the  extent  of  territory  affected  and  the 
duration  of  the  interruption.    This   is,  however,  a  very  small  part 
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kk;.  I— emekcikncv  case  and  equipment 

Containing  climbers,  safety  belt,  connectors,  come-along,  test  set,  etc.,  an  acety- 
lene gas  lamp,  a  combination  saw  and  hammer,  einergency  pole,  insulator, 
>crc\v  clamp,  band  screw  and  Xarragansett  emergency  outfit. 

eh;.    2 — TOOLS    LSKD    IN    REPLACING   DEFECTIVE    CROSS-ARM 

Emergency  poles  fitted  with  special  insulators  to  which  are  attached  wire 
damps  for  holding  the  line  wires.  In  addition  to  the  poles,  there  are  included 
a  light-weight  reinforced  hickory  cross-arm  with  metal  braces,  and  several 
a<lju.>table  clamp  rings  for  properly  spacing  the  emergency  poles. 

of  the  total  loss  incurred.  l>y  far  the  greater  factor  is  the  indirect 
loss  due  to  the  depreciation  of  the  selling  value  of  the  ])o\ver,  caused 
by  the  loss  of  public  confidence  in  the  reliability  of  the  service,  it 
is  pract^call;.  im])ossible  to  arrive  at  a  correct  valuation  of  the  indi- 
rect loss.  The  authors  know  of  no  company  o])erating  at  a  high 
voltage  that  is  wholly  iminuiU'  frmn  tliis  one  great  source  of  trouble. 
In  an  ctTort  to  avoi<l  inlerniptioiis  as  much  as  ])ossible,  due  t«) 
trouble   on    lransini>.Nion    line,--,   tlure   arc   no   doiibl    many   operating 
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men  who  have  asked  themselves  this  question :  "To  what  extent 
is  it  possible  to  make  repairs  on  high  voltage  lines  without  interrup- 
tion of  service?"  Interruptions  have  brought  this  question  most 
forcibly  to  the  attention  of  the  authors,  who  recall  this  point  hav- 
ing been  mentioned  in  some  form  or  other  on  several  occasions  in 
discu'ssions  and  eng'ineering  publications,  but  do  not  know  that  it 
has  ever  been  answered  or  that  there  are  any  papers  dealing  with 
this  subject.  It  is  our  belief  that  an  article  describing  the  nature  of 
such  repairs,  method  of  handling  same  and  work  which  has  been 


FIG.   3 

A — Showing  brukt-ii  insulaLor  to  the  right  on  the  middle  cross-arm.  The 
line  wire  is  supported  by  an  emergency  pole  and  insulator.  The  pole  is  held 
at  the  top  by  a  screw  clamp  fastened  to  the  cross-arm  and  at  the  bottom  by 
a  hand  screw.  B — ^Defectivc  insulator  removed  by  sawing  oiif  pin  with  insu- 
lated saw.  C — Another  broken  insulator  on  extreme  right  of  upper  cross-arm. 
D — Emergency  pole  in  place,  previous  to  removal  of  tie  wire  from  the  defec- 
tive insulator.  E — Line  clear  of  the  broken  insulator  and  supported  by  the 
emergency  pole. 

done  with  a  view  of  eliminating  interruptions  on  the  high  voltage 
system  of  the  West  Penn  Railways  Company  will  prove  both  in- 
teresting and  instructive  to  engineers  in  general  and  to  operating 
men  in  particular. 

It  has  been  necessary  for  us  to  make  this  article  somewhat  local 
in  character,  i.  e.,  to  make  it  applicable  in  the  main  to  the  transmis- 
sion lines  traversing  only  sections  of  our  country  which  have  cer- 
tain climatic  conditions,  such  as  prevail  in  this  section  and  in  gen- 
eral in  the  Middle  Atlantic  and  Southern  States.    It  is  a  well  known 
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fact  that  considerable  live  line  repair  work  has  been  done  on 
high  voltage  transmission  systems  in  localities  where  the  atmosphere 
is  very  dry  and  the  climate  is  not  subject  to  sutlden  and  severe 
changes,  such  locations  being  very  favorable  to  the  accomplishment 
of  a  great  deal  along  this  line,  the  only  precautions  necessary  being 
that  the  workman  be  insulated  from  the  ground  by  the  wooden 
structure  and  touch  only  one  wire  at  a  time,  and  that  he  take  the 
charging  current  of  his  body  very  gradually  through  some  conduc- 
tor on  which  he  could  take  a  firm  grasp  before  bringing  it  within 
the  striking  distance  of  the  line.  As  such  conditions  do  not  pre- 
vail in  this  section  or  in  the  southeastern  section  of  our  country, 
it  is  impossible  to  do  work  in  this  manner,  as  is  proven  by  the  fact 
that  invariably  wdiere  an  insulator  breaks  down  or  a  wire  gets  in 
contact  with  any  part  of  the  wooden  structure,  the    structure    is 


FIG.  4 
.-i^Bottom  cross-arm  burned  off,  leaving  line  swinging  clear.  B — Left 
hand  insulator  removed  and  line  wire  supported  from  emergency  pole,  pre- 
paratory to  removing  burned  cross-arm.  C — Burned  cross-arm  removed.  D — 
New  cross-arm  in  place  and  ready  to  support  the  line  wires,  with  hand  line 
placed  over  the  upper  cross-arm  preparatory  to  pulling  wire  in  place. 

burned  until  the  wire  clears  itself  or  is  repaired.  Also,  our  climate 
is  quite  changeable,  the  changes  often  taking  place  very  suddenly 
and  the  atmosphere  contains  more  or  less  moisture  at  all  times.  In 
our  immediate  section  the  atmosphere  also  contains  more  or  less 
smoke,  which  of  itself  is  quite  injurious  to  line  insulation.  In  time 
the  under  side  of  the  petticoats  of  the  insulators  will  become  cov- 
ered with  a  deposit  of  dust  and  small  particles  of  carbon,  which  de- 
posit is  continually  increasing,  due  to  the  fact  that  the  rain  never 
reaches  the  under  side  of  the  insulators.  Ordinary  double  petti- 
coat insulators  which  are  in  use  on  a  telephone  line  have  been  coated 
with  a  deposit  having  a  conductivity  equivalent  to  No.  i8  copper 
wire.     The  outer  surface  of  the  insulators  rarely  becomes  covered 
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with  this  deposit,  except  where  conditions  are  very  severe,  as  this 
surface  is  kept  fairly  clean  by  rain.  Where  high  voltage  insulators 
were  subjected  to  severe  smoke  conditions  they  have  been  cleaned 
while  in  service  as  a  precaution  against  probable  trouble. 

The  transmission  lines  of  the  system  under  discussion  comprise 
1 20  miles  of  three-wire,  25000  volt  line  constructed  partly  of  cop- 
per and  partly  of  aluminum,  transmitting  60-cycle,  three-phase  cur- 
rent, which  is  transformed  to  two-phase  by  Scott  connected  trans- 
formers for  general  lighting  and  power  service  to  numerous  towns, 
manufacturing  and  other  industrial  concerns  and  to  several  street 
railway  companies,  including  a  portion  of  our  own  interurban  rail- 
way system ;  also  54  miles  of  three-wire,  25  000  volt  line,  construct- 


FIG.   5 

A — Decayed  top  cross-arm;  view  before  beginning  repairs.  B — Line 
wires  removed  from  lower  cross-arm  and  supported  by  emergency  poles  held 
in  place  by  an  iron  fixture  and  rope  slings.  C — All  line  wires  removed  pre- 
paratory to  removing  defective  arm,  show'ing  method  of  supporting  wires. 
The  wires  are  now  supported  at  a  safe  distance  above  the  cross-arm  by 
the  emergency  poles,  which  are  held  in  place  by  the  hickory  cross-arm 
fastened  near  the  top  of  the  pole  and  the  iron  fixture  lower  down. 
D — Defective  arm  removed.  The  new  cross-arm  is  raised  into  position  by 
means  of  a  rope  and  a  pulley  attached  to  the  top  of  the  main  pole.  E — New 
cross-arm  in  place.  The  pins  are  next  inserted  and  nailed.  F — The  four  line 
wires  in  place,  supported  from  the  new  cross-arm.  G — Work  completed  and 
all  temporary  supports  removed. 

ed  partly  of  copper  and  partly  of  aluminum,  transmitting  25-cyclc, 
three-phase  current,  which  is  converted  l)y  closed  delta  transformers 
and  rotary  converters  to  direct  current  for  industrial  and  mining 
service  and  railway  power,  making  a  total  of  174  miles  of  trans- 
mission line  on  1  1 1  miles  of  poles.     The  transmission  lines,  for  the 
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most  ])art,  Iraverse  a  rolling  countr}-,  all  of  which  is  suhjcct  to  fre- 
(|iK'in  and  severe  lightning  storms  for  alxmt  fonr  miMith>  durmg  the 
\ear.  lletween  all  stations  where  both  25-cyclc  and  Oo-cycle  current 
is  used,  the  two  transmission  lines  were  built  on  a  single  pole  line, 
each  system  occui)ying  one  side  of  the  poh  line,  the  wires  of  each 
system  being  arranged  to  form  an  inverted  eciuilateral  triangle. 
Provided  the  supporting  structure  and  insulation  of  a  line  are 
kept  in  first-class  condition,  the  liability  of  interruptions  due  to 
tlie  line  breaking  or  burning  oiT  will  be  greatly  reduced,  as  such 
trouble  in  most  cases  is  the  result  i>i  a  failure  of  some  other  ])art 

(if  the  construction. 

The  safety  of  men  engaged  on  this  work  should  in  all  cases 
be  given  first  consideration,  and  all  tools,  apparatus,  etc..  to  be 


FIG.  6 
A — Damaged  insulator  on  right 
side  of  top  cross-arm.  The  defective 
insulator  is  shattered  with  an  insu- 
lated hammer ;  the  tie  wire  is  then 
removed  by  means  of  wire  cutters 
with  insulated  handles ;  the  new  in- 
sulator and  pin  are  put  in  place,  and 
the  line  wire  is  secured  with  a  new- 
tie  wire,  using  two  dry  wooden  sticks 
each  having  a  hole  at  the  middle 
through  which  the  tie  wire  is  passed. 
An  insulated  wooden  mallet  is  also 
used  in  tightening  the  tie  wire. 
B — Xcw  insulator  in  place  on  pnle. 


FIG.    7 

Insulator  and  clamp,  insulated 
screw  driver  with  hook,  and  ])air  of 
insulated  wire  cutters  used  in  re- 
placing defective  insulators.  The 
clamp  is  attached  to  the  insulator 
with  its  jaws  in  line  with  the  top 
groove  and  the  insulator  is  screwed 
on  the  pin.  The  jaws  of  the  clamp 
1)eing  loose,  the  wire  is  placed  there- 
in and  the  jaws  are  tightened  by 
means  of  tiie  insulated  screw  driver. 
'I'hese  clamps  cost  more  than  tie  wire, 
but  this  is  insignificant  when  com- 
]iared  witli  loss  due  to  interruptinns 
I  if  service. 


used  m  maloiiu 
safety,  bolli  a,- 
strength. 


Ww   litu'   repairs   sli,  udd    ha\e   a    large    factor   of 
regards     insulating    (itialities     and     mechanical 
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In  conclusion  we  wish  to  make  a  few  general  remarks  re- 
garding such  repair  work  on  high  tension  systems  supported  by 
steel  towers  with  length  of  span  considerably  increased.  This 
work  could  be  carried  on  in  a  satisfactory  manner  and  as  we  have 
above  described,  by  simply  supplying  tools  and  apparatus  of 
sufficient  mechanical  and  dielectric  strength  for  the  system  on 
which  they  were  to  be  used.  The  workman  on  a  steel  tower  is 
taking  somewhat  greater  risk  than  the  man  working  from  a 
wooden  structure,  even  though  the  wood  is  not  perfectly  dry,  al- 
though an  insulating  stage  could  be  designed  and  supported  from 
the  tower,  thereby  reducing  this  risk  to  a  certain  extent.  At  the 
same  time  the  weight  of  the  wire  which  must  be  supported  would 
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FIG.  8. 

A — Broken  insulator  on  lower  cross-arm,  previous  to  beginning  the  re- 
pair. B — Detaching  the  tie  wire  from  a  broken  insulator  by  means  of  the 
msulated  wire  cutters.  C — Line  wire  clear  of  the  broken  insulator  on  the  left 
and  supported  by  hand  line.  D — New  insulator  in  place  with  clamp  attached. 
E — Workman  clamping  line  wire  to  the  new  insulator,  the  wire  being  guided 
by  the  insulated  hook  and  the  jaws  tightened  by  the  insulated  screw  driver. 
F — The  repair  complete,  the  wire  being  securely  held  by  the  clamp. 


be  increased,  due  to  the  greater  distance  between  supports  or  the 
use  of  heavier  wire.  In  some  cases  this  weight  may  be  so  great 
that  even  several  men  could  not  lift  the  wires,  in  which  case  a 
jack  or  some  such  device  would  ha\e  to  be  provided. 

xTqte.— The  methods  devised  by  Messrs.  Jenks  and  Acker  for  repairing 
high  tension  lines  while  in  service  are  illustrated  in  the  accompanying  cuts. 
A  detailed  description  of  the  various  appliances  and  the  way  in  which  they 
are  used  w^s  given  in  The  Electrical  ll'orhi  for  August  5,  1909. 
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FRANCIS   HODGKINSON 
AIR   PUMPS 

In  general  the  design  of  air  pumps  is  the  same  whether  used 
for  jet  or  surface  condensers,  except  in  the  matter  of  vohnnetric 
capacity.  This  discussion,  therefore,  covers  air  pumps  for  either 
type  of  condenser. 

It  is  an  interesting  fact  that  the  earhest  design  of  wet  air  pump 
as  built  by  James  \\'att  is  about  the  best.  This  pump,  shown  dia- 
grammatically  in  Fig.  7,  is  built  to  work  vertically  and  arranged  to 
run  with  fine  clearances,  and,  with  well  designed  valves,  in  spite  of 
its  antiquated  design,  can  be  made  as  effective  in  giving  a  high  vac- 
uum as  most  any  other  yet  built.  It 
may  be  used  very  effectively  as  a 
dry  air  pump,  provided  some  cool- 
ing water  be  admitted  through  a 
check  valve,  as  at  ^.  This  serves  to 
keep  the  clearance  spaces  full  and 
water  seal  the  pistons  and  valves, 
preventing  the  leakage  of  air.  Any 
leakage  is  thus  in  the  form  of  water 
instead  of  air.  When  used  as  a  wet 
air  pump,  this  sealing  water  is,  of 
not  necessary,  but  if  the 
water  leaving  the  condenser  is  at  a 
temperature  approaching  that  of 
evaporation  (at  the  pressure  within 
the  condenser),  the  auxiliary  supply  of  water  betters  the  perform- 
ance of  the  air  pump.  Since  the  pump  works  vertically  the  water 
tends  to  spread  itself  over  the  surface  of  the  bucket  or  piston  and 
the  valve  decks.  Obviously,  so  long  as  this  water  is  nor  worked  up 
into  a  commotion,  the  pump  has  no  clearance  and  no  leakage, 
which  is,  of  course,  the  first  desideratum  of  an  air  pump. 

The  objection  to  the  design  is  that  there  are  three  decks  of 
valves  which  are  more  or  less  inaccessible.  These  are  generally 
made  of  soft  rubber,  seating  on  a  metal  grid.  Frequently  they  have 
no  springs.  With  reciprocating  engines,  rubber  valves  do  not  last 
well  because  the  presence  of  oil  rapidly  decomposes  them.     In  these 


FIG.   6 — VERTICAL   CONDENSER   SHOW- 
ING   PIPING    AND    VALVE    ARRANGE-     COUrSC, 
MENT. 

Referred  to  as  Fig.  5  in  August 
issue,  p.  482. 
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cases  thin  phosphor  bronze  discs  are  employed.     With  turbines  this 
objection  is  not  encountered  due  to  the  absence  of  oil. 

There  have  been  various  modihcations  and  imi)rovements  in 
this  type — one  being  the  elimination  of  the  foot  valve.  A  further 
simplification  is  embodied  in  the  Edwards  pump,  shown  in  Fig.  8. 
This  pump  has  no  valves  other  than  the  head  valves,  which  may  be 
e.raiiiincd  zvliilc  the  pump  is  in  opcraiion.  It  is  seen  that  the  conical 
shaped  piston  descends  below  the  port  A,  permitting  the  non-con- 
densable vapors  to  be  drawn 
in  above  the  piston  and  the 
casing  is  so  formed  that  the 
piston  will  splash  up  what 
water  is  in  the  bottom  into 
the  space  above  with  an  in- 
jector action  which  helps  to 
carry  the  air  with  it.  The 
water  and  air  above  the  pis- 
ton are  then  ejected  through 
the  head  valves  on  the  upward 
stroke.  This  design  of  wet  air 
pump  is  used  very  extensive- 
ly in  Europe. 

Another  form  of  air  {nimp 
not  unlike  the  Edwards,  but 
arranged  to  be  operated  hori- 
zontally, is  shown  in  Fig.  9. 
Like  the  Edwards  pump,  it 
has  delivery  valves  only,  the 
air  being  drawn  in  by  the  pis- 
ton through  the  ports  shown 
in  the  center.  So  long  as  this 
pump  is  operated  very  slowly 
so  that  the  water  will  rise  and 
fall  in  the  barrel  without  commotion,  good  results  will  be  obtained; 
but,  as  soon  as  ct)nsi(lerable  piston  velocity  is  attained,  the  water  will 
]iile  up  in  front  of  the  ]:)iston  forming  a  wave  or  vortex  (as  shown 
in  I'^ig.  ()') ,  in  the  interior  of  which  is  a  pocket  of  air  which  does 
not  escape  through  the  discharge  valves.  This  very  naturally  de- 
creases the  usefulness  of  the  ])ump  b\'  re-expanding  when  the  pis- 
ton recedes.  This  pump  is  used  both  as  a  wet  and  a  dry  air  pump. 
In  tlic  latter  case  a  stream  of  water  is  let  into  the  jiiunp  for  the  dou- 
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l)le  purpose  of  cooling  the  non-condensable  vapors,  filling  the  clear- 
ances so  far  as  possible  and  water  sealing  against  leakage. 

A  very  common  form  of  wet  air  pump  is  that  shown  in  Fig. 
lo.  and  it  is  subject  to  the  same  disadvantages  as  that  shown  in  Fig. 
Q  which,  however,  may  be  largely  overcome  if  the  design  is  modi- 
fied as  indicated  in  Fig.  ii.  The  trouble  (Fig.  lo)  is  that  on  the 
suction  stroke  the  amount  of  water  left  in  the  clearances  is  not 
enough  to  keep  the  pump  barrel  full  until  the  piston  reaches  the  end 
of  its  travel.     In  the  design  suggested  in  Fig.  ii  the  cjfcctivc  piston 

is  not  the  horizontal 
working  piston  at  all, 
but  rather  the  ]ip  and 
doiini  motion  of  the 
zcatcr.  This  design  ob- 
viously entails  the  use 
of  a  large  amount  of 
cast  irori  and  relatively 
large  dimensions  for  a 
given  capacity,  which,  it 
may  be  supposed,  is  the 
reason  for  its  limited 
use. 

Fig.  12  shows  a  very 
interesting  type  of  old- 
fashioned  pump,  draw- 
ings of  which  are  to  be 
found  in  old  books,  and 
is  a  striking  example  of 
the  horizontal  motion  of 
a  plunger  being  trans- 
^^^'    '  formed  into  vertical  mo- 

tion of  the  effective  piston  (the  water).  There  are  recorded  tests 
of  these  pumps  in  wliich  the  volumetric  efficiency  is  qtnte  a  little 
over   TOO  percent  due  to  the  momentum  o'f  the  fluid. 

So  far  as  wet  air  punijis  are  concerned,  it  is  a  fair  general 
statement  to  say  that  it  is  only  the  vertical  pump  which  may  be  re- 
garded as  highly  eft'ective,  unless  special  precautions  are  taken  to 
avoid  eddies  and  vortices  as  indicated  above,  and  this  invt)l\'es  e.xtra 
cost  of  construction. 

Only  those  types  which  may  be  used  as  wet  air  pum])s  have 
been  described.  l)ut  in  conjunction   with  the  discussion  of  arrange- 
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FIG.  g. 


ments  of  surface  condensers  reference  has  been  made  to  the  rotative 
type  dry  air  pump.  This  must  be  used  to  handle  air  only.  Since 
it  has  pistons  like  a  reciprocating  engine,  the  presence  of  any 
quantity  of  water  would  obviously  have  disastrous  results.  Hence 
it  should  always  be  arranged  in  such  a  way  that  water  cannot  reach 
it  from  the  condenser.    An  air  pump  of  this  type  is  shown  diagram- 

matically  in  Fig.  13,  two  tandem  pumps 
being  shown  in  this  case.  One  pump 
of  similar  construction  is  frequently 
used.  The  double  ported  D-slide 
valves  B,  the  eccentric  for  which  is  set 
exactly  90  degrees  behind  the  crank, 
control  induction  only;  ejection  occur- 
ring through  the  spring-loaded  poppet 
valves  A.  One  special  feature  usually  employed  in  this  pump  is  the 
flash  pot  B.  This  connects  the  opposite  ends  of  the  cylinder  when 
the  piston  reaches  the  end  of  its  stroke  and  the  valve  is  at  mid-stroke 
traveling  at  its  maximum  velocity.  The  piston  having  reached  the 
end  of  its  stroke  has  compressed  and  discharged  a  part  of  the  air 
through  the  poppet  valve  A.  That  remaining  in  the  clearance  space 
is  at  approximately  atmospheric  pressure,  and  is  then  allowed  to  by- 
pass through  the  flash  port  to  the  opposite  side  of  the  piston  where 
there  is  vacuum  and  where  the  induction  valve  has  closed  and  the 
piston  is  about  to  start  compression.  This  equalizes  the  pressure  at 
the  ends  and  permits  the  piston  almost  immediately  to  commence  to 
draw   in   a  new   charge  on   its   suction  1 

stroke,  instead  of  re-expanding  and  re- 
compressing  the  same  particles,  which 
would  cause  unnecessary  heating  of  the 
air  and  thus  reduce  the  weight  of  the 
air  that  the  pump  can  handle.  At  the 
end  of  the  stroke  when  the  piston  has 
drawn  in  its  charge  of  air,  the  pressure 
(vacuum)    is  the   same'  as  that  of  the 

condenser.  Then  the  induction  valve  closes  and  the  flash  port  opens, 
admitting  air  from  the  clearance  space  on  the  other  side.  This  in- 
creases the  pressure  in  the  cylinder  a  small  amount  before  actual 
compression  by  the  piston  commences.  It  is  thus  seen  that  the  flash 
port  contributes  largely  to  the  efficacy  of  the  pump  for  the  two  rea- 
sons explained  above.  Inasmuch  as  a  compression  of  17  fold  takes 
place,  the  work  done  per  pound  of  air  is  very  high.    A  large  amount 
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of  heat  is  generated  and  water  jacketing  of  the  air  pnnip  must  be  re- 
sorted to.  If  there  are  any  air  leaks  the  temperature  sometimes  is 
high  enough  to  carbonize  the  lubricating  oil,  closing  up  the  passages. 
Dry  air  pumps  are  sometimes  built  in  two  stages,  Fig.  13;  that 
is,  a  single  steam  cylinder  drives  two  tandem  air  cylinders.  The 
air  pumps  are  arranged  like  two  pumps  of  a  compound  air  com- 
pressor, but  with  the  two  pumps 
identical — i.  e.,  having  the  same 
displacement.  The  advantages  of 
two  identical  cylinders  are,  be- 
sides those  of  interchangeability 
of  parts,  that  by  means  of  two 
cylinders  the  one  drawing  direct 
from  the  condenser  has  very 
much  less  weight  of  air  in  the 
clearance  space,  thereby  largely 
FIG.  II.  increasing  the  capacity.     As  the 

cylinder  displacements  are  equal, 
one  will  obviously  do  nearly  all  the  work,  say,  from  27  inches  vac- 
uum to  atmospheric  pressure,  while  the  other  compresses,  say,  from 
2^  or  better  to  27  inches.  Thus  the  air  in  the  clearance  space  of  the 
pump  drawing  direct  from  the  condenser  at  the  time  of  maximum 
compression  is  at  a  comparatively  high  vacuum  and  the  piston  has 
to  recede  little  before  beginning  to  draw  in  a  new  charge ;  in  other 
words,  the  clearance  weight  is  a  minimum.  Incidentally  the  glands 
and  such  leakage  in  the  pump  are  connected  to  its  discharge,  there- 
by keeping  the  leakage  at  a  minimum. 

There  is  yet  one  other 
type  of  air  pump,  the 
Leblanc,  now  becoming 
known  in  this  country. 
It  is  exceedingly  simple 
and  consist  of  a  re- 
volving w'hccl  carrying  p^^  ^2 
buckets    which    impel    a 

scries  of  laminations  of  water  down  a  suitable  diffusing  tube.  These 
laminations  or  chunks  of  water  entrain  some  air  with  them  by  fric- 
tion, but  the  greater  quantity  by  enclosed  air  between  the  lamina- 
tions.    This  type  of  air  pump  is  remarkable  in  that  it  can  readily 
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produce  a  vacuum  corresponding  to  the  pressure  at  which  evapora- 
tion of  the  water  within  the  pump  will  take  place. 

AIR    PUMP    CAPACITY 

The  displacement  of  a  dry  air  pump  or  a  wet  air  pump  for  use 
in  connection  with  a  surface  condenser,  is  rather  difficult  to  esti- 
mate; in  fact,  it  is  generally  done  arbitrarily.  If  there  were  no  air 
leaks  either  in  the  exhaust  piping,  condenser,  engine  or  feed  pump 
systems,  the  air  pump  displacement  rec|uired  would  be  about  that  of 
the  feed  pumps.  Some  designers  provide  in  connection  with  a 
surface  condenser  the  same  displacement  whether  in  a  wet  or  dry 


FIG.  13. 

air  pump  that  would  be  used  in  conjunction  with  a  jet  condenser 
of  same  capacity.  In  the  case  of  the  latter,  there  is  some  basis  on 
which  to  estimate  the  volume,  viz.,  the  air  entrained  in  the  cooling 
water  wdiich  is  usually  taken  at  five  percent  by  volume  at  atmos- 
pheric pressure ;  i.  e.,  one  cubic  foot  cooling  water  containing  one- 
twentieth  of  a  cubic  foot  of  air,  so  for  28  inches  vacuum  for  each 
cubic  foot  of  cooling  water  the  air  pump  requires  fifteen-twentieths 
of  a  cubic  foot  of  displacement  of  air.  English  and  German  build- 
ers of  surface  condensers  provide  1.5  cubic  feet  air  displacement 
for  each  pound  of  steam  condensed. 

There  is  a  great  inconsistency  on  the  part  of  condenser  build- 
ers as  thev  invariably  guarantee  a  certain  vacuum  with  given 
injection  tem])erature,  providing  the  l)il)ing  and  the  engine  whose 
steam  is  to  be  condensed  "are  free  from  air  leaks" — an  obvi- 
ously im[)ossible  condition  which  the  condenser  builder  plainly 
recognizes  by  invariably  furnishing  an  air  ]^ump  of  considerable 
dimensions  to  remove  air  specified  not  Xo  be  present.     Hence  some 
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means  of  ascertaining  the  \-olunu'  <  1 1"  air  in  exlianst  steam  would  l)e 
of  great  value,  when  a  C(Mi(len>er  speeitication  might  he  written  to 
handle  a  specific  quantity  of  air.  Merely  measuring  the  temjjera- 
ture  would  acccMiii)lish  this  exce])t  that  the  temperatm"es  to  he  read 
would  he  so  exceedingl}-  close  to  that  of  saturated  steam  that  it 
would  l)e  impracticahle  to  ri'ad  the  tem])erature  with  sufficient  ac- 
curac\-  to  make  even  an  appi'oximate  determination. 

A  method  has  heen  suggested  of  passing  the  delivery  <^f  the  air 
pump  to  the  interior  of  an  inverted  hell  tioating  in  water  in  the 
manner  of  a  gas  holder,  the  sides  of  the  hell  l)eing  furnished  with  a 

vertical  row  of  h<jles 
of  suitable  size  for 
the  exit  of  air.  The 
amount  of  air  passing 
would  be  measured  by 
the  flotation  of  the 
bell  and  the  number  of 
holes  above  the  sur- 
face of  the  water. 

Another  determina- 
tion is  as  follows: 
Having  given  the  dis- 
placement of  an  air 
pump,  the  tem])erature 
air     passing     may     he 


FIG.  14. 


and  tlie  ])ressure  at  the 
calculated  from  the  data 
rve.      Pi"". 


as      a 


ucti(*n,     tin 

given  in  Table  T'^ — here  repro- 
14.  Supi)i!se  there  was  a  27- 
inch  vacuum  in  the  air  jnunp  suction  and  the  tem])eraturt.'  was 
I  10,  then  a])])roximately  14  i)ercent  of  the  displacement  of  tlie  air 
])nm])  is  the  amount  of  air  being  handled.  Here  mav  be  sh  )wn  tlu' 
importance  of  care  lieing  taken  in  design  to  insure  effective  ct)oling 
of  the  air  either  before  it  leaves  the  condenser  or  on  its  wav  to  the 
air  pump  suction.  In  the  case  just  cited,  had  the  air  ])ump  suction 
been  go  degrees  instead  of  1  10,  the  air  ])assing  would  have  been  53 
percent  of  the  displacement.     In  the  latter  case  the  air  pump  would 

3.92  times  the  volume  of 
air,  or  the  air  i)um])  dis])lacement  might  be  reduced  in  the  above 
ratio. 

It  is  not  seriously  suggested  that  \\\i-^v  tigure>  might  be  a  basis 
for   calculating   the   aii'   leakage   because'    it    i<   almost    iiupossihle   to 


l)e  in  position  to  handle,     ^    x  -^^^ 
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determine  the  displacement  of  the  air  pump  when  operating  with 
such  low  density  air.  The  least  leakage  in  the  valves,  fluid  friction 
through  the  ports,  etc.,  affect  the  actual  displacement  enormously. 

In  drawing  up  specifications  for  a  dry  air  pump  it  is  a  good 
plan  to  stipulate  a  certain  displacement  and  also  stipulate  that  with 
a  closed  suction  it  will  be  able  to  maintain  a  vacuum  within  so  much 
of  the  barometer.  Within  two-tenths  of  an  inch  of  mercury  is  re- 
garded as  high  performance  and  the  pump  is  of  rea.sonably  good 
workmanship  and  proper  attention  has  been  given  to  clearances, 
etc.,  in  the  design.  A  pump  that  will  pull  but  to  one-half  inch  may 
be  regarded  as  ordinary.  In  actual  practice  a  pump  will  not  be  able 
to  produce  a  vacuum  so  close  to  the  barometer  as  the  above  figure 
because  of  the  unavoidable  air  leakages  in  the  system.  Further- 
more, in  properly  arranged  condensers,  this  is  not  even  necessary,  as 
will  be  shown  in  the  discussion  on  counter-current  jet  condensers. 
It  would  be  convenient  to  specify  that  an  air  pump  shall  produce  a 
given  vacuum  with  the  suction  pipe  closed  except  for  a  certain  sized 
orifice  open  to  the  atmosphere  through  which  air  may  be  pumped, 
in  this  way  specifying  the  volume  that  the  pump  must  handle. 

One  rather  interesting  fact  in  connection  with  dry  air  pumps 
and  the  power  required  for  their  operation  is  that  it  is  necessary  to 
provide  sufficient  driving  capacity  to  overcome  the  point  where  the 
greatest  power  is  needed.  Obviously,  when  there  is  no  vacuum  in 
the  condenser  and  the  pump  is  simply  transferring  atmospheric  air 
from  the  inlet  to  the  outlet,  substantially  no  work  is  being  done. 
Similarly,  when  there  is  a  perfect  vacuum  in  the  condenser,  the 
compression  and  expansion  line  on  the  indicator  card  will  be  coinci- 
dent ;  in  other  words,  the  card  will  have  no  area  and  hence  again 
no  work  will  be  done.  There  is  then  a  point  between  no  vacuum 
and  a  perfect  vacuum  where  the  power  required  is  a  maximum.  In 
actual  practice  the  maximum  card  and  work  occurs  at  about  21 
inches  vacuum  and  there  must  be  enough  capacity  to  drive  the 
])unip  at  this  time. 

A  word  might  be  said  regarding  the  vacuum  augmentor  intro- 
duced by  Mr.  Parsons,  see  Fig.  15.  A  small  auxiliary  surface  con- 
denser. A,  is  employed  into  which  flows  a  jet  of  steam  from  nozzle  B 
through  suitably  formed  combining  tubes  C  which  draw  non-conden- 
sable vapors  from  the  condenser  pipe  D.  The  ejector  then  constitutes 
a  first  stage  air  pump  capable  of  handling  enormous  volumes  of  air, 
but  at  a  very  low  pressure  head.     It  increases  the  condenser  pressure 
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from  I  to  1.5  inches,  from  which  the  regular  air  pnmp  raises  it  to 
atmospheric  pressure.  Tlic  air  essentially  passes  along  the  path  E 
and  the  water  along  F.  'Hie  elevation  of  the  water  level  is  higher 
in  E  than  in  E  because  of  the  dift'erence  of  ])ressure  caused  by  the 
jet.  Obviously  the  requisite  vertical  height  must  be  provided  in  E 
on  account  of  this,  and  it  is  further  necessary  for  a  seal  to  prevent 
air  from  the  jet  circulating  back  to  the  condenser.  The  writer  has 
been  informed  that  in  an  installation  of  from  4000  to  5000  kw 
capacity  the  augmentor  requires  750  pounds  of  steam  per  hour,  in- 
creasing the  vacuum  one  to  1.5  inches,  bringing  the  surface  con- 
denser performance  very  close  to  the  ideal,  viz.,  to  four  degrees  F. 


FIG.     15. 

difference  between  exhaust  steam  and  outgoing  cooling  water,  which 
is  a  most  remarkable  performance. 

FRF.E    EXHAUST    VALVES 

As  atmospheric  exhaust  valves  are  vital  auxiliaries  to  con- 
densers, a  word  about  them  is  in  order.  They  are  manifestly  a 
necessity,  for  without  them  an  accident  to  the  condenser  may  result 
is  bursting  the  conden.ser  shell  (if  of  surface  type),  or  the  low  pres- 
sure section  of  the  turbine.  As  air  leaks  are  of  serious  importance 
and  the  valves  are  generally  made  large  enough  to  permit  the  engine 
to  carry  full  load  when  operating  non-condensing,  every  means 
must  be  taken  to  insure  their  being  absolutely  air  tight.  Further- 
more, they  must  be  of  simple  construction  and  arranged  so  that 
there  is  not  the  least  danger  of  their  failing  to  open  when  required. 

With  turbines  the  problem  is  simpler  than  in  the  case  of  a 
reciprocating  engine,  inasmuch  as  the  exhaust  from  the  turbine  is 
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less  intermittent,  and  lience  dashpots  are  not  as  necessary.  Further- 
more, as  the  exhaust  is  uncontaminated  with  oil.  valves  with  rub- 
ber seats  may  be  used,  the  seats  lasting  almost  indefinitely.  In  large 
units  with  free  exhaust  valves  made  entirely  of  metal  two  feet  or 
more  in  diameter,  it  is  hardly  to  be  expected  that  they  could  be  kept 
tight  and,  in  fact,  they  never  are ;  so  that,  wherever  possible,  rub- 
ber rings  should  be  resorted  to.  In  one  type  of  valve  the  rubber 
rings  have  been  applied  as  shown  in  Pig.  i6.  Provision  is  usually 
made  for  a  water  seal, 
but  with  the  rubber 
ring,  unless  some  for- 
eign matter  gets  under- 
neath the  seat,  this  does 
not  often  need  to  be 
used.  One  important 
feature  in  the  construc- 
tion of  these  valves  is  to 
have  the  guides,  etc..  so 
disposed  that  by  no 
combination  of  circum- 
stances can  the  valve  be 
prevented  from  aligning" 
itself  on  its  seat.  A 
hand  wheel,  or  other 
means,  sometimes  a  counter-weiglit. 
that  the  valve  may  be  ])ro])])e 
tinuously  non-con.densing  when  desired.  Whatever  the  means,  it 
must  be  such  tliat  nothing  holds  the  valve  on  its  seat  except  atmos- 
])heric  pressure.  .\s  the  safety,  as  well  as  the  successful  perform- 
ance of  a  condenser,  is  dependent  upon  the  operation  of  the  free 
exhaust  valve,  the  cheap  valves  that  are  to  be  found  on  the  market 
should  be  regarded  with  suspicion,  not  only  to  insure  the  use  of  a 
valve  absolutely  tight,  but  one  that  will  assuredly  open  freely  when 
required  and  will  not  be  rusted  after,  remaining  closed  for  long  peri- 
ods. The  valve  stem  should  be  of  brass,  passing  through  a  bronze 
hushing.  Tlvj  (lash])ot.  if  one  is  emploved.  should  have  a  brass 
faced  piston  and  brass  lined  cylinder.  A  first  princi]ile  in  installing 
a  free  exhaust  valve  is  to  be  sure  there  is  no  gate  valve  between 
it  and  tlie  turbine  exhaust. 

(  To  he  coiifiinicd.) 


employed     so 
runnino-     con- 


EXPERIENCE  ON  THE  ROAD 

POWER  PLANT  OPERATION 

H.  L.  BEACH. 

Electrical  Engineer,  Pennsylvania  Coal  6i  Cuke  Company 

WHEN  the  writer  took  charge  of  the  plants  now  under  his 
direction  he  was  informed  that  some  difficulty  had  been 
experienced  with  the  generators  at  the  largest  plant  in 
the  district.  This  plant  consists  of  two  direct-connected,  25  cycle, 
three-phase  alternators  of  300  and  400  kw  capacity  respectively, 
driven  by  horizontal  non-condensing  engines.  Both  generators  op- 
erate at  5600  volts,  the  400  kw  machine  running  at  125  r.  p.  m. 
and  the  300  kw  machine  at  187.5  r.  p.  m.  The  load  on  this  sta- 
tion consists  of  a  5  600  volt  synchronous  motor  driving  a  250  kw, 
275  volt  direct-current  generator  and  three  250  kw  275  volt,  rotarj^ 
converter  sub-stations.  The  direct-current  load  is  a  typical  railway 
load.  The  switchboard  was  so  designed  that  the  two  generators 
could  be  run  separately  or  in  parallel.  When  run  separately  it  was 
necessary  to  operate  the  rotary  converters  from  the  300  kw  gener- 
ator and  the  250  kw  motor-generator  set  from  the  400  kw  generator. 
The  main  generators  could  be  excited  either  from  their  own  belt 
driven  separate  exciters  or  from  the  motor-generator  set.  or  from 
an  independent  direct-current  unit  that  was  ordinarily  used  for  town 
lighting  purposes  and  could  be  switched  on  if  required.  It  seemed 
to  make  no  difiference  how  the  machines  were  excited  as  the  results 
were  the  same.  Usually  the  excitation  was  taken  from  the  motor- 
generator  set." 

It  was  stated  that  the  400  kw  unit  would  lose  its  voltage,  and 
consequently  its  load,  at  almost  any  time.  The  trouble  was  thought 
to  be  due  entirely  to  llie  400  kw  generator.  Two  experts  had  been 
sent  to  correct  the  trouble  before  the  writer  was  acquainted 
with  the  ])lant  and  another  at  the  time  he  took  charge.  This  last 
man  re]X)rti.-d  that  the  operating  in<Mi  were  ignorant  and  could  not 
run  a  modern  alternating-current  machine,  that  the  rotary  con- 
verters were  allowed  to  run  at  a  higher  voltage  than  the  motor-gen- 
erator set.  thu>  the  higher  direct-current  voltage  fn)in  the  rotaries 
overbalanced  the  k)wer  voltage  of  the  motor-generator  set,  causing 
it  to  reverse  its  polarity,  whicli  in  turn  reversed  the  field  excitation 
of  the  synchronous  motor  and  caused  it  to  fall  out  of  step  and  pull 
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down  the  generator  voltage.  At  the  time  of  the  writer's  first  visit 
all  of  the  machines  were  getting  their  excitation  from  the  motor- 
generator  set.  If  anything  happened  to  it  the  voltage  of  the  whole 
plant  went  down.  The  expert  also  claimed  that  the  synchronous 
motor  was  highly  over-excited  and  that  the  leading  current  thus 
forced  through  the  armature  of  the  main  generator,  caused  the 
operators  to  carry  a  weak  field  on  the  main  generator.  The  two 
main  units  were  not  being  run  in  parallel  for  reasons  which  will  be 
described  later. 

The  expert  looked  over  the  entire  plant  and  gave  orders  to  in- 
crease the  voltage  on  the  direct-current  generator  of  the  motor- 
generator  set,  increase  the  excitation  on  the  400  kw  unit  and  de- 
crease the  excitation  on  the  rotaries  so  as  to  reduce  their  voltage 
by  causing  a  heavy  lagging  current  in  the  line  and  thus  a  large  line 
drop.  He  claimed  that  the  rotaries,  being  compound  wound,  would 
correct  this  as  the  load  came  on.  The  trouble,  however,  did  not 
disappear,  and  it  has  since  developed  that  the  series  field  in  one  of 
the  rotaries  was  reversed  so  that  instead  of  building  up  the  voltage, 
it  lowered  it  as  the  load  came  on. 

In  order  to  properly  investigate  the  causes  of  the  trouble,  the 
writer  started  at  the  beginning  and  looked  up  the  specifications  and 
guarantees  of  the  machines,  discovering  among  other  things  that  the 
engine  connected  to  the  400  kw  machine  w^as  designed  for  125  lbs. 
throttle-pressure,  while  they  were  carrying  from  80  to  100  lbs.,  and 
the  safety  valves  on  the  boilers  were  set  for  only  115  lbs.  The 
setting  of  the  safety  valves  was  changed  to  140  lbs.  and  the  pres- 
sure carried  to  135  lbs.,  with  the  result  that  the  unit  gives  absolutely 
no  trouble,  and  has  never  failed  to  hold  up  its  voltage,  under  the 
worst  conditions  of  fluctuating  load  and  heavy  overload. 

When  the  writer  asked  the  operators  to  run  the  two  machines 
in  parallel  all  the  time,  as  the  load  was  too  heavy  on  the  300  kw 
machine,  he  was  told  that  they  would  not  run  in  parallel.  This  de- 
veloped the  fact  that  the  machines  hunted  so  badly  when  connected 
together  that  the  governor  of  the  400  kw  unit  bumped  the  wheel 
of  the  engine  very  viciously.  At  best,  whenever  the  two  units  were 
together  the  revolutions  of  the  400  kw  unit  could  be  counted  as  ac- 
curately with  a  direct-current  volt-meter  connected  between  the 
trolley  wire  and  the  rail  at  the  far  end  of  the  trolley  line,  as  they 
could  be  counted  when  standing  alongside  the  engine. 

The  writer  again  went  after  the  engine  instead  of  the  gener- 
ator.    This  type  of  engine  has  a  very  sensitive  governor,  which  is 
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not  supplied  with  a  dash  pot.  The  makers  claimed  that  a  dash  pot 
was  entirely  unnecessary,  but,  after  their  man  had  experimented 
with  one  with  good  success,  it  was  decided  that  "a  dash  pot  has  a 
very  soothing  effect  upon  the  operation  of  an  engine  running  an 
alternator"  to  quote  from  the  engine  people.  Since  the  addition 
of  this  piece  of  apparatus  to  the  engine,  it  has  been  found  perfectly 
feasible  to  run  the  units  together,  but  the  long  run  of  trouble  experi- 
enced had  given  the  large  imit  such  a  bad  name  that  every  time 
anything  happened,  the  first  thing  the  operators  thought  of  doing 
was  to  pull  out  the  switch  between  the  two  alternators,  shifting  the 
bulk  of  the  load  to  the  300  kw  unit.  To  stop  this,  the  writer  had 
this  switch  cut  out  entirely  and  the  two  machines  connected  to  the 
same  bus-bars,  through  their  own  switches  and  the  switch  which 
was  formerly  used  between  them  is  now  used  as  a  disconnecting 
switch  to  cut  out  the  outside  lines.  The  plant  now  runs  very  sat- 
isfactorily and  the  men  are  really  getting  to  like  the  "big"  unit  as 
they  call  it. 

PARALLELING  TWO  DIRECT-CURRENT   GENERATORS 

The  original  plant  in  this  case  consisted  of  a  150  kw,  220  volt, 
compound-wound  generator  direct-connected  to  a  horizontal  non- 
condensing  engine  running  at  200  r.  p.  m.  A  new  unit  was  pur- 
chased of  exactly  the  same  size  and  speed  but  for  250  volts  and  of 
a  different  make.  It  was  at  first  said  that  it  would  be  impossible 
to  run  the  two  machines  in  parallel  on  account  of  the  different  com- 
pounding characteristics  and  on  account  of  the  lower  voltage  of  the 
old  generator.  The  writer,  however,  had  the  switchboard  built  for 
parallel  operation.  The  old  generator  was  thoroughly  overhauled 
after  the  new  machine  was  running.  When  repairs  were  com- 
pleted the  machine  speed  was  raised  a  few  revolutions  per  minute 
when  the  higher  voltage  was  found  to  be  easily  obtainable  with 
quite  a  little  of  the  field  rheostat  in  circuit. 

As  the  compounding  characteristics  of  the  two  machines  were 
known  to  be  dift"erent,  a  frame  of  grid  resistance  was  procured  and 
mounted  alongside  the  old  generator  so  as  to  be  available  for  shunt- 
ing the  series  field  and  thus  equalizing  the  compounding.  The 
machines  were  then  paralleled  and  an  attempt  made  to  equalize 
the  load  by  adjustments  of  the  shunts  on  the  two  fields.  It  was 
found  that  the  old  machine  would  take  two-thirds  of  the  total  load 
and  no  adjustments  of  the  shunts  would  alter  the  result.  It  then  oc- 
curred to  the  writer  that  the  resistance  of  the  series  field  of  the  old 
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machine  was  so  much  less  than  that  of  the  new  that  no  matter  what 
shunt  was  used  the  current  would  divide  so  that  more  would  go 
through  the  old  field  than  the  new.  The  grids  in  the  frame  were 
accordingly  connected  in  parallel  and  the  resistance  thus  obtained 
was  connected  in  series  with  the  series  field  of  the  old  machine.  The 
machines  were  then  connected  in  parallel  when  it  was  found  that  the 
load  divided  absolutely  evenly  throughout  the  entire  range  of  the 
machine. 

The  results  of  this  experience  have  led  to  the  conclusion  that, 
contrary  to  usual  practice,  the  proper  way  to  get  proportional  load- 
ing on  two  compound-wound  direct-current  generators  is  to  adjust 
the  resistances  of  the  two  series  fields  in  inverse  ratio  to  their  kw 
capacities  and  then  adjust  with  shunts  for  ec]ual  compounding  if 
desirable.  The  writer  has  proven  to  his  satisfaction,  however,  that 
a  machine  much  over-compounded  will  parallel  successfully  with  a 
machine  of  even  compounding,  provided  the  resistances  of  the  series 
fields  are  properly  adjusted. 
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296 — Re  -  CoNXECTixG  Two  -  Phase 
Induction  Motor  for  Three- 
Phase — A  two-phase  induc- 
tion motor  of  the  following 
characteristics  is  to  be  re-con- 
nected for  operation  on  a 
three-phase  circuit  —  capacity, 
50  hp ;  voltage,  220 ;  speed,  900 
r.p.m. ;  60  cycles ;  six  coils  per 
pole,  eight  poles  per  phase,  96 
coils  total.  With  the  coils  re- 
grouped, 32  per  phase,  eight 
poles  of  four  coils  each,  what 
voltage  should  be  supplied  for 
the    star    or   delta    connection? 

D.  C.  m'k. 

There  is  nothing  to  indicate  in  the 
question  whether  the  eight  groups 
per  phase  are  all  in  series  or  in  one 
or  more  series — parallel  groups.  If 
the  groups  are  in  series,  by  re-con- 
necting for  three-phase — eight-poles, 
the  groups  per  phase  being  all  in  sc- 
ries and  the  three  phases  being  con- 
nected in  star,  the  motor  should  be 
operated  on  a  275-volt,  three-phase 
circuit  in  order  to  obtain  approxi- 
mately the  same  performance  as 
when  operated  on  two-phase,  220 
volts.  By  connecting  the  motor  with 
all  the  groups  per  phase  in  scries 
and  the  phases  in  delta,  the  three- 
])hase  voltage  should  be  160  volts. 
1  f  the  two-phase,  220-volt  winding 
is  obtained  by  connecting  the  groups 
per  phase  in  two  parallel  circuits,  the 
corresponding  voltages  for  the  above 
star  or  delta  connections  are  550 
volts  and  320  volts,  respectively.  By 
placing  the  groups  per  phase  in  par- 
allel and  connecting  the  phases  in 
star  or  delta,  the  primary  voltage 
should  then  be  275  volts,  or  160 
volts,  respectively.  It  w-ould  hardly 
be  advisable  to  change  the  voltage 
more  than  10  percent  above  or  below 
tliat  suggested,  since  the  perform- 
ance   characteristics    ol)tained    under 


such   conditions    would    pro])al)ly   not 
I)c  good.  M.  w.  B. 

297 — Small  High  Speed  Alternat- 
ing-Current Motor — Would  it 
be  possible  to  build  a  high 
speed,  small  power  type  of  in- 
duction motor  to  fulfil  the 
following  conditions :  R.p.m., 
8500-8600;  maximum  hp,  0.03; 
desired  max.  diameter  of  the 
stator  casting  2  11/16  inches? 
The  diameter  of  the  stator 
casting  might  be  increased  by 
two  inches,  if  necessary.  This 
high  speed  would  of  course 
necessitate  high  frequency 
even  with  two  poles.  The 
power  per  motor  is  small ; 
however,  a  large  number  of 
motors  would  be  used  in  the 
application  in  view.  Would  it 
be  possible  to  build  a  fre- 
quency changer  set  having  an 
output  of  120  to  150-kw  to 
change  from  60  cycles  to  the 
higher  frequency?  If  a  high 
frequency  generator  were 
driven  by  a  direct-connected  60 
cycle,  synchronous  motor  de- 
riving its  power  from  a  60- 
cycle  generator  having  good 
speed  regulation,  would  not 
good  speed  regulation  be  as- 
sured for  the  small  motors? 
If  an  induct /on  motor  were 
used  in  the  frequency  changer 
set  in  place  of  the  6o-cycle 
synchronous  motor,  would  not 
variations  in  load  on  the  high 
frequency  generator  result  in 
changes  in  the  speed  of  the 
motor  and  therefore  give  poor 
regulation  of  the  high  speed 
motors?  Could  a  high  fre- 
quency generator  be  built  for 
direct-connection  to  a  200  r.p.m. 
reciprocating   engine?        a.  f.  e. 
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The  above  conditions  of  design 
can  doubtless  be  met  without  seri- 
ous difficulty  both  as  regards  the 
small  power  motors  and  the  high 
frequency  generator.  With  two-pole 
motors  a  frequency  of  140  to  145 
cycles  per  second  would  be  required 
to  obtain  a  motor  speed  of  8600 
r.p.m.  The  use  of  a  synchronous 
motor  in  the  frequency  changer  set 
would  insure  speed  regulation  in  the 
motor  corresponding  exactly  with 
that  of  the  6o-C3xle  source  of  power ; 
whereas,  the  use  of  an  induction  mo- 
tor would  involve  more  or  less  slip, 
depending  on  the  load  on  the  high 
frequency  generator. 

In  the  frequency  changer  set,  the 
use  of  a  direct-connected  standard 
ten-pole,  60-cycle  motor,  giving  a 
speed  of  720  r.p.m.,  and  a  24-pole 
generator  operating  at  this  speed, 
would  give  a  frequency  of  144  cycles 
and  a  synchronous  speed  of  8640 
r.p.m.  for  the  two-pole  small  power 
motors ;  closely  approximating  that 
required.  A  high  frequency  gener- 
ator possessing  these  design  charac- 
teristics would  have  to  be  specially 
developed,  and  would  therefore  be 
found  to  be  much  more  expensive 
than  if  a  standard  machine  could  be 
used.  It  might  be  possible  to  obtain 
a  standard  machine  to  fulfill  the  re- 
quirements by  over-speeding.  In  this 
case  the  question  of  its  mechanical 
strength  would  be  involved.  It 
would  not  be  possible  to  design  a 
generator  for  direct-connection  to  a 
200  r.p.m.  reciprocating  engine,  as 
the  number  of  poles  required  at  this 
speed,  with  a  machine  of  the  capac- 
ity involved,  would  be  prohibitive. 
If  the  use  of  a  reciprocating  engine 
must  be  considered,  the  most  practi- 
cable arrangement  would  be  obtained 
by  employing  a  standard  133-cycle 
generator  belted  thereto.  With  the 
use  of  pulleys  of  proper  diameters 
an  over-speed  of  approximately  nine 
percent  could  be  obtained,  without 
involving  any  objectionable  features 
of  operation,  which  would  give  the 
desired  frequency  for  the  small 
power  motors.  For  example,  a 
standard  machine  of  the  following 
characteristics  could  be  obtained : 
i20-kw,  2200  volts,  single-phase  12- 
poles,  I  330  r.p.m.,  133  cycles.  This, 
of  course,  would  require  the  use  of 
step-down  transformers  to  obtain  the 
proper     operating     voltage     for     the 


small  power  motors.  If  constant 
speed  characteristics  are  essential, 
the  somewhat  inferior  regulation  of 
high-speed  reciprocating  steam  en- 
gines should  be  considered. 

The  .speed  regulation  of  the  small 
power  motors  would  be  identical  with 
that  of  the  motor-generator  set  if 
.synchronous  motors  were  used,  but 
the  complications  involved  render 
this  type  of  motor  unsuited  to  this 
service  as  the  size  of  the  motors  is 
so  small.  The  practical  solution  lies 
in  the  use  of  polyphase  induction  mo- 
tors. H.  M.  s.  and  c.  p.  m. 

2g8 — Drying  Out  Tran.'^former  Oil 
—In  an  article  by  Mr.  S.  M. 
Kintner,  in  the  Journal  for 
October,  1906,  p.  583,  a  method 
of  removing  the  moisture  from 
transformer  oil  is  outlined.  A 
temperature  of  105  or  no  de- 
grees C  is  recommended  where 
a  vacuum  is  not  used.  In 
using  this  method  for  dry- 
ing out  oil,  would  90  degrees 
C  be  sufficient  where  an  18- 
inch  vacuum  is  used  above  the 
oil,  the  exterior  temperature 
being  25  degrees  C?  Please 
give  data  necessary  for  the 
construction  of  an  iron  rod  or 
grid  resistance  to  be  connected 
to  a  three-phase,  230-volt,  60- 
cycle  circuit,  the  current  not 
to  exceed  50  amperes  and  the 
possible  variation  of  the  line 
voltage  being  220  to  240.  It 
is  proposed  to  use  this  resist- 
ance in  heating  the  oil  to  the 
proper  temperature  to  remove 
the  moisture.  The  oil  will  be 
contained  in  a^  steel  tank  four 
feet  in  diameter  and  30  inches 
high,  and  constructed  of  5^- 
inch  plate,  holding,  when  two- 
thirds  full,  about  150  gallons. 
It  is  of  course  understood  that 
the  grids  should  not  reach  a 
temperature  sufficient  to  burn 
or  carbonize  the  oil  if,  for  ex- 
ample, a  quantity  of  the  oil 
were  drawn  off  by  mistake. 
The  apparatus  will  be  so  ar- 
ranged that  cold  oil  may  be 
introduced  at  any  time  and  in 
any  quantity  and  the  pump 
will  be  capable  of  removing 
the  dried  oil  even  with  the 
vacuum  maintained  over  the 
oil.  J.  H.  s. 
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With  a  vacuum  of  i8  inches,  about 
80  or  90  degrees  is  sufficient  to  dry 
the  oil.  The  amount  of  energy  re- 
quired to  keep  the  oil  at  a  constant 
temperature  would  be  very  much  de- 
creased if  the  tank  were  covered  with 
some  non-conducting  material  to  re- 
duce the  radiation.  Asbestos  lagging 
-,vould  probaWy  be  found  to  be  most 
effective.  An  unprotected  tank  of 
the  size  specified  would  dissipate 
about  two  kw  with  an  oil  temperature 
of  90  degrees  C.  A  grid  resistance 
of  three  or  four  frames  such  as 
those  ordinarily  used  in  electric  rail- 
way car  equipments,  capable  of  dis- 
sipating about  2.5  to  3  kw,  would  be 
suitable.  The  resistance  would  be 
so  low,  however,  that  in  order  to  ob- 


FiG.  208  (a) 

tain  tlie  right  amount  of  energy,  it 
would  be  necessary  to  lower  the 
voltage  impressed  on  the  grids. 
This,  of  course,  could  readily  be 
done  if  a  transformer  of  the  proper 
design  were  available.  If  the  grid 
resistances  ar-e  not  obtainable,  a  re- 
sistance can  easily  be  constructed 
by  winding  wire  on  a  frame  made 
by,  supporting  four  iron  pipes  at 
each  end  by  wooden  blocks  as  shown 
in  Fig.  298  (a),  the  pipes  being  in- 
sulated by  wrapping  each  with  three 
or  four  layers  of  asbestos  paper. 
About  2000  feet  of  No.  14  iron  wire 
will  be  required  if  230  volts  is 
used.  For  this  reason  it  would  be 
advisable  to  lower  the  voltage  by 
means  of  a  transformer  or  a  water 
rheostat  and  use  less  wire.  A  good 
idea  of  how  to  make  a  water  rheo- 
stat can  be  obtained  by  referring  to 
No.  220  in  the  Jourx.\l  for  March. 
1909.  It  will  not  be  necessary  to  use 
more  than  one  phase  of  the  three- 
phase  circuit  for  supplying  the  energy 
to  the  heating  coils.  The  dielectric 
strength  of  the  oil  should  be  tested 
at  intervals  by  the  conventional  air- 
gap     method     as     described     in     the 


Journal  for  February,  1905,  p.  98. 
It  will  be  necessary  to  have  a  ther- 
mometer in  the  tank  to  indicate  the 
temperature  of   the  oil. 

The  above  method  of  drying  oil 
has  a  serious  disadvantage,  for,  at 
temperatures  above  75  or  85  degrees, 
a  more  or  less  perceptible  disinte- 
gration of  the  oil  takes  place  if 
the  temperature  is  maintained 
for  a  considerable  length  of 
time.  The  experience  of  recent 
years  has  shown  that  at  a  tempera- 
ture of  about  90  degrees  or  more 
the  deterioraJtion  rapidly  increases 
and  results  in  serious  injury  to  the 
oil.  Referring  to  p.  587  of  the  arti- 
cle mentioned  in  the  question,  it  will 
be  noted  that,  for  this  reason,  there 
is  a  strong  recommendation  against 
the  use  of  this  method  and  in  favor 
of  the  method  of  de-hydrating  de- 
scribed therein.  If  an  apparatus 
such  as  the  one  mentioned  is  not 
available,  a  comparatively  effective 
though  crude  method  of  raising  the 
dielectric  strength  of  the  oil  is  that 
of  placing  in  the  oil  one  or  two 
sacks  of  lime.  This  material  read- 
ily absorbs  the  moisture  in  the  oil. 
The  lime  should  be  well  burnt,  of  a 
soft  chalky  character,  and  tend  to 
crumble  when  handled.  It  should  be 
broken  up  into  pieces  about  half  an 
inch  in  diameter.  The  lime  has  no 
harmful  effect  on  the  oil  when  used 
in  this  way.  i.  E.  c. 

299 — Three-Phase  —  Single- Phase 
Transformation  —  Could  a 
transformer  be  devised  that  is 
three-phase  on  the  primary 
side  and  single-phase  on  the 
secondar)'?  e.  r.  R. 

A  discussion  of  this  question  and 
the  demonstration  that  it  is  impossi- 
ble to  obtain  efficient  operation  and 
balanced  conditions  at  full  load,  is 
given  in  an  article  by  Mr.  Chas.  F. 
Scott,  appearing  in  the  Journal  for 
P'ebruary,  1906,  p.  43. 

300 — 0[>ERATION  OF  STARTING  RESIST- 
ANCE— With  a  standard  starter 
and  resistance  for  starting  a 
240-hp  motor  against  one-half 
load  in  30  seconds,  once  every 
two  hours,  what  hp  is  the 
starter  capable  of  handling  un- 
der the  following  special  con- 
ditions? (a) — Starting  against 
an  overload,  c.  g.,  100  percent 
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nifitor  iload  or  loo  percent  mo- 
tor overload,  other  conditions 
remaining  the  same;  (b)  — 
Starting  under  the  conditions 
given  but  in  a  shorter  or  longer 
time  than  30  seconds;  (c)  — 
Starting  under  the  conditions 
given,  l)ut  more  frequently 
than  (incc  in  every  twO'  hours; 
(d) — If  the  load,  time  of  ac- 
celeration, or  the  frequency 
of  starting  is  changed,  do  the 
other  conditions  also  vary  or 
can  they  be  kept  constant?  (e) 
■ — ^Can  the  relations  between 
these  conditions  be  expressed 
by  a  formula  ?  j.  c.  c. 

Resistance  designed  for  use  in 
starting  motors,  etc.,  may  be  classi- 
fied intO'  twO'  general  types ;  those 
iniherently  possessing  considerable 
momentary  heating  capacity  due  to 
their  being  so  arranged  that  a  large 
amount  of  heat  energy  may  be  ab- 
sorbed by  the  large  volume  of  ma- 
terial used  in  the  conductor  itself,  or 
by  the  material  in  which  the  conduc- 
tor is  imbedded.  A  resistance  of  this 
t3''pe  is  suitable  for  handling  sudden 
current  overloads  but  requires  a  com- 
paratively long  time  for  cooling.  Re- 
sistances of  the  other  class  are  those 
possessing  comparatively  small  mo- 
mentary overload  capacity  but  ar- 
ranged tO'  have  large  radiating  power. 
The  latter  are  therefore  serviceable 
for  use  wliere  a  resistance  is  required 
for  reasonably  constant  capacity.  It 
is  obvious  then,  that  the  effect  of  the 
conditions  stated  in  the  question  de- 
pends on  the  inherent  characteristics 
of  design  of  the  resistance  itself. 
The  following,  however,  may  be  no- 
ted :  (a) — Heating  increases  as  the 
square  of  the  current ;  hence,  100 
percent  load  would  give  four  times 
normal  heating,  100  percent  overload 
would  give  16  times  normal  healing: 
(b) — Assuming  that  the  hp  remains 
COP'S t ant,  the  time-  of  starting  only 
being  decreased,  the  shorter  dura- 
tion of  Inad  on  the  resistance  would 
resulf  in  cdrrespondingly  low  heat- 
ing. If  llie  starting  conditions  in- 
volved increase  of  power  in  order 
to  obtain  a  shorter  period  <^{  ac- 
celeration due  to  the  starting  char- 
acteristics of  the  motor,  the  increase 
in  heating  due  to  the  larger  current 
might  be  found  to  offset  or  even 
overbalance   the   decrease   of   healing 


wliich,  would  be  expected  because  of 
the  shorter  period  of  time  involved. 
If  the  resistance  used  were  of  the 
first  class,  mentioned  above,  the  ef- 
fect of  the  starting  conditions  would 
depend  upon  whether  or  not  the  fre- 
quenc}'  of  starting  would  allow  for 
the  necessary  time  of  cooling  of  the 
resistance  units ;  if  of  the  second 
class,  increase  in  the  frequency  of 
starting  would  have  no  effect  until  a 
point  was  reached  where  the  radiating 
power  of  the  resistance  was  ex- 
ceeded; (d) — It  is  evident  from  the 
foregoing  that  variation  in  any  one 
of  the  conditions  will  affect  the  total 
amount  oi  power  involved ;  hence 
one  of  the  conditions  cannot  be 
varied  without  change  of  one  or 
both  of  the  others  being  necessary, 
unless,  as  noted  in  (c)  the  resist- 
ance is  of  the  second  class  and  its 
radiating  power  is  not  exceeded;  (e) 
— Each  case  obviously  requires  indi- 
vidual consideration.  See  also  "Notes 
on  Rheostat  Design"  by  Mr.  F.  D. 
Hallock,  in  the  Journal  for  Febru- 
ary, 1Q07,  p.  105.  H.  c.  N. 

301 — R.VTiNG  OF  Circuit  Breakers 
— A  certain  standard  commer- 
cial form  of  high-tension  oil 
circuit  breaker  is  made  in  two 
sizes,  viz.,  for  66000  volts  and 
88  000  volts  and  in  current  car- 
rying capacities  up  to  and  in- 
cluding 200  amperes.  The  ul- 
timate breaking  capacity  of 
these  circuit  breakers  is  rated 
as  follows:  Single-pliase, 
12  000  kw ;  two-phase,  30000 
kw,  and  three-phase  20  000  kw. 
From  this  it  would  seem  that 
a  200  ampere,  88  000  volt  cir- 
cuit breaker,  operating  single- 
phase,  would  not  open  a  circuit 
carrying  a  current  equivalent 
to  the  normal  rated  current  ca- 
pacity of  the  circuit  breaker,  at 
a  line  voltage  of  88000  volts. 
Please  explain  this  seeming 
discrepiancy.  R.  F.  h. 

In  the  design  and  application  of 
circuit  breakers  there  are  certain 
governing  conditions  which  deter- 
mine the  proportions  of  the  various 
parts  and  the  amount  of  power  which 
can  be  handled  by  the  complete  de- 
vice. In  higli-tension  circuit  break- 
ers, in  which  the  insulation  distances 
nuist  be.  great  and  in  which  the  cur- 
rent   carried    by    any    part    is    small, 
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mechanical  stability  necessitates  mak- 
ing the  current-carrying"  parts  of 
larger  size  than  would  actuallj-  be  re- 
quired to  give  the  current  capacity 
indicated  by  the  limits  of  its  appli- 
cation. In  order  to  detine  the  actual 
current-carrying  capacity  of  such  a 
piece  of  apparatus,  it  is  the  custom 
to  give  a  maximum  current  rating 
as  well  as  the  maximum  voltage  rat- 
ing of  the  breaker.  Tt  may  develop, 
however,  that  the  circuit  breaker  is 
not  sufficiently  rugged  in  construc- 
tion to  withstand  the  shock  or  dissi- 
pate the  energy  incident  to  the  open- 
ing of  a  short-circuit  on  a  system 
capable  of  supplying  power  equal  to 
the  maximum  ampere  capacity  of  the 
circuit  breaker  at  its  maximum  volt- 
age. In  order  that  the  application 
of  the  breaker  shall  be  limited  to  sys- 
tems capable  of  delivering  at  the 
breaker  an  amount  of  energy,  on 
short  circuit,  which  is  within  the 
opening"  capacity  of  the  device. 
a  safe  "ultimate  breaking  capacity''  is 
determined  for  each  particular  type. 
As  noted  above,  then,  the  determin- 
ing factor  in  the  selection  of  the 
breaker  which  may  be  used  in  any 
given  case  is  the  power  "w-hich  may 
be  developed  at  the  particular  poiiit 
at  which  the  breaker  is  located.  For 
instance,  considering  a  power  sys- 
tem including  a  central  station  with 
outlying  sub-stations,  some  of  wliich 
are  at  the  end  of  a  long  transmis- 
sion line ;  the  generators  are  con- 
nected directly  to  bus-bars  in  the  sta- 
tion, and  from  the  bus-bars  the 
power  is  distributed  to  step-up  trans- 
formers and  is  thence  transmitted  to 
the  sub-stations.  In  the  sub-station 
the  power  is  again  transformed  to 
low  voltage.  Assuming  further,  that 
the  total  power  developed  by  the 
system  in  case  of  a  short-circuit  l>e- 
twcen  the  bus-bars  and  one  of  the 
step-up  transformers  is  25  000  k.v.a., 
the  generators  would  then  deliver 
power  directly  to  the  point  of  trouble 
through  the  almost  negligible  resist- 
ance of  the  bus-bars.  It  is  therefore 
necessary  to  provide  at  this  point  a 
circuit  breaker  which  will  handle  the 
25000  k.v.a.  If  a  short-circuit  were 
to  occur  at  one  of  the  remote  sub- 
stations, although  it  is  fed  by  this 
same  25000  k.v.a.  source,  it  has  to 
receive  its  energy  through  the  resist- 
ance of  the  long  line  and  is  further 
reduced  due  to  the  choking  effect  of 


the  transformers.     The  energy  deliv- 
ered is  therefore  very  much  reduced, 
(lepending    on    the    characteristics    of 
line   and   transformers   and   a   circuit 
breaker   installed   at   this  point  could 
be  of  a  correspondingly  smaller  ulti- 
mate breaking  capacity.        h.  g.  macd. 
302 — ^Electrolvtic      Ricctifier      for 
Charging  Telephone  Battery 
— Would    you    consider    it    ad- 
visable to  use  electrolytic  cells 
to     obtain     direct-current     for 
charging  telephone  batteries  in 
a     small     private     branch     ox- 
change     from    an     alternating- 
current    source    when    the    ex- 
pense  precludes   the   possibility 
■of    using   other    rectifying    ap- 
paratus ?  c.  R.  F. 
If    the    initial    cost    were    the    only 
expense  to  be  taken   into  considera- 
tion,   an    electrolytic    rectiher    outfit 
would  doubtless  give  satisfactory  re- 
sults.    However,  as  the  operating"  ef- 
ficiency  is   low    and   the   co.st   of    re- 
newal  of   the   aluminum   cell   is   con- 
siderable, the  maintenance  cost  would 
probably  be   foui"id   to  be  quite  high. 
The  higher  initial  cost  of  a  mercury 
rectifier   outfit,    for   example,   for  the 
purpose  desired  w-ould  probably  soon 
be  counterbalanced  by  the  higher  oj)- 
erating   efficiency,   the   lower   mainte- 
nance cost  and  the  impro\ed  contin- 
uity of  operation.                          l.  w.  c. 

303 — Auto  -  Transformer  Currents 
— Is  the  current  of  the  second- 
ary    of     an     auto-transformer 
local  with   the   tapped   coils   or 
does  it  flow  back  with  the  pri- 
mary exciting"  current  ?     k.  h.  s. 
In  an  auto-transformer,  the  current 
in    the    tapped   coils    is   the   algebraic 
sum  of  the  exciting  current  and  the 
secondarv  current.     Taking  the   case 
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shown  in  I'ig.  303  (a),  there  wnuld 
be  10  amperes  flowing  in  one  direc- 
tion and  50  amperes  in  the  opposite 
direction  or  a  resultant  of  40  amperes 
in  the  tapped  coils.  Sec  also  No.  6 
in  the  Journal  for  January,  iqoS. 

I.  E.  c. 


572 


THE  ELECTRIC  JOURNAL 


304 — Directions  for  Calibration 
AND  Installation  of  Inte- 
grating Wattmeters  —  I  am 
very  desirous  of  obtaining  lit- 
erature explaining  the  princi- 
ples of  calibration  and  instal- 
lation of  integrating  watt- 
meters ;  such  information  as 
will  be  of  use  to  one  connect- 
ed with  the  meter  department 
of  a  power  company  of  con- 
siderable size  having  some 
I  500  meters.  It  is  necessary 
to  keep  these  meters  in  repair, 
making  such  calibrations,  ad- 
justments, and  repairs  as  re- 
quired in  the  shortest  possible 
time  and  without  an  elaborate 
layout  of  laboratory  equipment. 
There  is  available  for  this  pur- 
pose a  bank  of  lamps  and 
a  portable  integrating  watt- 
meter. How  is  the  formulae 
\V=(R^T)xC  to  be  handled 
when  the  constant  C  is  not 
given  ?  A.  E. 

The  simplest  and  easiest  method  of 
testing  integrating  service  wattmeters 
is  by  the  use  of  a  portable  integrat- 
ing meter.  The  portable  meter  is 
connected  with  its  current  coil  in 
series  with  the  current  coil  of  the 
service  meter  and  its  potential  coil 
connected  to  the  line  at  the  same 
points  as  the  potential  coil  of  the 
service  meter.  The  current  coil  of 
the  portable  meter  should  be  of  ap- 
proximately the  same  capacity  as 
that  of  the  service  meter.  A  load 
equal  to  approximately  normal  full 
load  is  then  put  on  the  meters  and 
the  number  of  revolutions  of  the 
portable  meter  is  noted  for  a  given 
number  of  revolutions  of  the  service 
meter.  This  number  should  be  taken 
large  enough  to  continue  the  lest 
over  a  period  of  at  least  one  minute. 
In  comparing  some  service  meters 
with  a  portable  meter,  it  is  not  nec- 
essary to  reduce  the  number  of  rev- 
olutions to  watt-hours  because  of  the 
fact  that  the  speed  of  the  meters 
should  be  exactly  the  same,  viz.,  25 
revolutions  per  minute  at  full  load. 
If  the  number  of  revolutions  of  the 
standard  meter  amounts  to  exactly 
25  for  25  revolutions  of  the  service 
meter,  the  latter  is  correct;  if  the 
number  of  revolutions  varies  from 
25,  the  percent  registration  is  found 
by    dividing    the    number    of    revolu- 


tions of  the  service  meter  by  the 
number  of  revolutions  of  the  porta- 
ble meter.  For  example,  if  the  port- 
able meter  gives  24.3  revolutions  in 
the  time  that  the  service  meter  gives 
25,  the  percent  registration  is  25-^24.3 
or  102.9.  This  means  that  the  ser- 
vice meter  is  2.9  percent  fast.  It  can 
be  slowed  down  by  adjustment  of  the 
permanent  magnets.  A  second  test 
is  now  made  in  the  same  manner  on 
light  load — generally  about  five  per- 
cent load.  If  it  is  found  that  the  ser- 
vice meter  does  not  run  correcth'  on 
light  load,  it  should  be  adjusted  to  do 
so,  the  light  load  adjustment  being 
effected  in  various  ways  in  different 
meters.  On  alternating-current  me- 
ters the  light  load  adjustment  ordi- 
narily consists  in  varying  the  position 
of  a  conductor  located  at  one  side  of 
the  shunt  field.  In  direct-current 
meters  a  compensating  voltage  coil 
is  provided ;  this  may  be  moved  so 
as  to  produce  a  field  through  the  re- 
volving armature,  and  shifting  the 
position  of  this  coil  gives  the  adjust- 
ment required.  The  revolutions  of 
both  standard  and  service  meters  can 
be  reduced  to  watt-hours  by  means 
of  the  formula  referred  to  in  the 
question,  after  which  the  registration 
of  the  two  meters  may  be  compared. 
This  is  not  necessary,  however,  as 
the  comparison  is  made  most  easily 
by  direct  comparison  of  the  actual 
number  of  revolutions  of  the  stand- 
ard and  the  number  it  should  give 
for  100  percent  registration  of  the 
service  meter.  Dividing  the  latter  by 
the  former  gives  the  percentage 
registration  of  the  service  meter. 
The  constant  is  given  as  watt-hours 
per  revolution  of  the  disc;  hence,  by 
multiplying  the  number  of  revolu- 
tions R  of  the  meter  made  in  a  given 
time  T  by  the  constant  C,  the  total 
watt-hours  registered  are  obtained. 
On  some  makes  of  meters  the  con- 
stant is  not  placed  on  the  disc  be- 
cause the  speed  of  all  sizes  of 
meters  is  the  same,  say,  25  r.p.m. 
on  full  load.  In  an  installation  of 
service  meters  the  following  general 
rules  should  be  borne  in  mind  :  The 
meter  should  be  located  on  a  sub- 
stantial support  free  from  vibrations 
(should  never  be  mounted  on  a  par- 
tition subject  to  jars  such  as  those 
resulting  from  the  slamming  of 
doors,  etc.  It  should  be  mounted 
at  such  height  that  it  will  be  accessi- 
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ble  for  reading.  It  should  be  located 
in  a  dry  place  (free  from  damp  walls 
or  damp  atmosphere)  ;  it  should  be 
mounted  in  a  level  position  so  that 
the  shaft  on  which  the  disc  is  hung 
is  in  a  vertical  position,  as  careless- 
ness in  this  connection  is  liable  to  in- 
troduce increased  friction  loss  in  the 
meter.  See  the  article  on  "Integrat- 
ing Wattmeters"  by  Mr.  H.  Miller, 
in  the  Journal  for  October,  1907, 
p.  584.  A.  w.  c. 

305 — Starting  Synchronous  Ma- 
chines Without  the  Use  of 
Starting  Motor — Please  ex- 
plain a  method  of  operation 
and  give  a  diagram  of  connec- 
tions used  in  starting  a  sj-n- 
chronous  motor  or  rotary  con- 
verter from  the  alternating- 
current  side  without  the  use  of 
a  starting  motor.  m.  s.  h. 

Self-starting  synchronous  motors 
are  usually  provided  with  a  so-called 
squirrel-cage  winding  in  order  to  in- 


Tn  Exciter   Circull 

FIG.  305  (a) 

crease  the  starting  torque.  The  mo- 
tor is  first  started  on  a  reduced  volt- 
age obtained  by  means  of  auto-trans- 
formcrs,  or  taps  brought  out  from 
the  windings  of  the  main  transform- 
ers. The  field  is  short-circuited  dur- 
ing starting.  When  the  motor  reaches 
full  speed  on  this  voltage,  which 
should  be  little  less  than  the  syn- 
chronous speed,  it  is  switched  to  the 


full  voltage  and  the  field  excitation 
thrown  on.  The  load  may  then  be 
applied.  The  field  switching  may  be 
accomplished  by  means  of  a  two-pole, 
double-throw,  field  discharge  switch 
or  a  combination  of  switches.  The 
diagram  Fig.  305  (a)  shows  usual 
connections  for  a  three-phase  syn- 
chronous motor  started  by  means  of 
auto-transformers  and  an  auto- 
starter  switch.  See  also,  "Self- 
Starting  Synchronous  Motors"  by 
Jens  Bache-Wiig,  in  the  Journal  for 
June,  1909,  p.  347.  c.  H.  s. 

306 — Starting  Rotary  Converter — 
A  I  000  kw  rotary  converter  and 
the  alternating-current  gener- 
ator from  which  it  received  its 
power  were  started  together 
from  rest,  the  circuit  connect- 
ing the  two  machines  being 
closed  before  starting.  The 
armature  of  the  rotary  oscil- 
lated and  ratcheted  forward, 
but  did  not  revolve.  The  field, 
which  was  excited  to  about 
normal  running  value,  was 
then  broken  and  the  armature 
started  to  revolve.  The  field 
was  immediately  closed  again 
when  the  armature  locked  in 
step  with  the  generator  and 
speeded  up  as  the  frequency 
increased,  (a) — What  happen- 
ed during  the  period  of  oscil- 
lation ;  at  the  instant  of  open- 
ing the  field  circuit,  and  when 
it  was  again  closed?  (b) — As- 
suming the  frequency  to  be 
very  low,  would  the  machine 
have  stopped  if  the  field  circuit 
had  been  closed  at  the  wrong 
instant?  (c) — What  would 
have  resulted  if  the  field  cir- 
cuit had  been  left  open  at  the 
beginning?  (d) — If  it  had 
been  clo'sed  as  for  self-excita- 
tion? (e) — Which  method  is 
the  surest  with  a  load  connect- 
ed to  the  rotary  when  starting? 
(f)— With  the  rotary  started 
light?  (g) — With  two  or  more 
rotaries  connected  to  the  di- 
rect-current bus-bars  to  which 
the  load  is  connected  ?  g.  f. 
(a.) — This  oscillation  may  be  ex- 
plained in  the  following  manner  :  In 
general  the  generator  and  rotary  con- 
verter cannot  start  together  from 
standstill,  due  to  the  fact  that  a  suf- 
ficient  voltage  must  be  generated  to 
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send    the    required    starting    current 
through  the  windings  of  the  genera- 
tor  and   rotary   and   their   connecting 
leads,   which   necesisarily  have   a  cer- 
tain    amount     of     resistance.       This 
means  that  possibly  two  or  three  per- 
cent   of    the   normal    voltage    of    tlie 
machine    must    be    generated    before 
the  required   starting  current   can  be 
forced   through   the   rotary  converter 
armature    and    this,    in    turn,    means 
that   the   generator   must   be    running 
at   tw"0  tO'  ithree   percent    of    its    full 
load  speed  and  generating  current  at 
a  frequency  of  two  to  three  percent 
of  its  full-speed  frequency  before  the 
rotary    converter    even    starts.      The 
polyphase  currents  from  the  genera- 
tor  a.t   this   low    frequency   set   up   a 
rotating  field   in  the   armature  wind- 
ing  of   the   rotary   converter,   travel- 
ing  at   two   tO'  three  percent   of   the 
normal  speed  of  the  rotary.    In  order 
to  attain  synchronism  it  is  necessary 
for    the    armature    of    the    rotary    to 
catch  up  in  speed  with  this   field.    If 
■the  fields  of  the  rotary  are  excited  by 
direct-current,  they  will  'have  a  defi- 
nite   polarity.       If,     for    instance,     a 
north   pole    set    up   by   tlie   polyphase 
armature    current    is    approaching    a 
south    pole   of    the    rotary    converter 
field,  the  armature  will  tend  to  start 
and    accelerate    towards    synchronous 
speed.     If,  on   accoun-t  of  the  inertia 
of    the    armature,    it    ibies    not    reach 
synchronous    speed    by    the   time    the 
airmature   pole    has    shifted    past    the 
field  pole,  then  the  field  pole  excites 
a    retarding   action   on   the    armature 
and  the  armature  core  tends  to  slow 
down  again.     The  accelerating  action 
is  repeated  as  unlike  poles  again  ap- 
proach  each   other.      In   this  way   an 
oscillation  or  vibration  will  be  set  up. 
If   the   armature   had    less   inertia   it 
could  follow  more  readily  and  might 
reach  synchronism  before  the   arma- 
ture pole   passed   the   field   pole,   and 
would  then  continue  to  run  properly. 
If  it  were  possible  to  over-magnetize 
the  generator  field  sufficiently  to  ob- 
tain the  required   voltage   and   start- 
ing   current    at    a    much    lower    fre- 
quency,   then    the    rotar_\-    might    slip 
into  step  with  little  or   no   vibration. 
If   the   field   excitation   in   the  rotary 
converter  is  cut  off,  the  rotating  field 
set  up  in  the  armature  windings  will 
then    act    on    any    secondary    circuits 
in  the  field  structure,  the  same  as  in 
anv   induction    motor.     The   armature 


will  therefore  tend  to  pull  up  to 
synchronism,  or  extremely  close  to  it 
— so  close  that  when  the  direct-cur- 
rent field  is  applied  it  at  once  pulls 
the  armature  into  step  with  the  gen- 
erator frequency.  This  induction 
motor  action  is  present,  to  some  ex- 
tent, even  when  the  field  of  the  ro- 
tary is  excited  at  standstill,  and  this 
action  might  be  so  strong  in  some 
cases  that  weakening  the  field  of  the 
rotary,  instead  of  opening  it,  would 
l>e  sufficient  to  allow  the  induction 
motor  action  to  preponderate  so  that 
the  rotary  would  slip  into  synchron- 
ism, (b) — They  might  or  might  not 
have  stopped  under  this  condition, 
(c) — The  induction  motor  action 
would  have  caused  the  armature  to 
accelerate  as  in  (a),  (d) — Self-ex- 
citation would  induce  alternating 
polarity  in  the  fields  of  the  rotairy. 
The  oscillating  action  discussed  in 
(a)  i.si  possible  only  with  direct-cur- 
rent separate  excitation ;  in  starting, 
therefore,  the  action  would  have  been 
similar  to  that  in  (c).  (e)  and  (g) 
are  not  probable  cases,  as  it  is  not 
good  practice  to  attempt  to  start  a 
rotary  with  the  switches  on  the  di- 
rect-current side  closed  and  would 
be  allowable  only  under  unusual  con- 
ditions of  operation,  in  which  case 
there  would  be  a  liability  of  difficulty 
in  getting  the  armatures  to  accelerate 
sufficiently    for    synchronizing. 

B.  G.  L.  and  E.  R.  s. 

307 — Meaning  of  Symbols  Used  in 
Connection  Diagrams — Please 
explain  the  significance  of  the 
"x"  mark  shown  on  the  recep- 
tacles indicated  in  the  dia- 
grams. Figs.  3  and  4,  in  article 
on  "Meter  and  Relay  Connec- 
tions" in  the  Journal  for  I\Iay, 
1909,   p.  301.  P.  H.  w. 

This  nomenclature  indicates  that 
the  receptacle  connections  are  so  ar- 
ranged that  the  circuit  bearing  the 
"x"  mark  is  closed  when  the  plug  is 
not  in  the  receptacle,  and  open  when 
the  plug  is  inserted,  thereby  changing 
the  direction  of  the  circuit  through 
the  receptacle.  In  a  four-point  re- 
ceptacle such  as  that  indicated,  the 
plug  serves  to  bridge  across  from 
each  lower  contact  to  the  contact 
shown  directly  above.  This  nomen- 
clature has  been  used  in  connection 
with  the  diagrams  appearing  in  va- 
rimis   preccecling   installments    of   the 
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series    on    "dieter    and    Relay    Con- 
nections." 

308 — Stakti.nc  Ixul'ction  Motor  on 
Full    Voltage — In    a    case    of 
emergency,  conid  a  20-hp  squir- 
rel-cage    induction     motor     be 
started  on  full  voltage?    c.  r.  f. 
This  would  not  bei  objectionable  if 
not   too    frequently   practiced   and   if 
the  motor  were  started  without  load. 
The  only  source   of   danger  involved 
is   that   the  'heavy   currents   resulting 
from  throwing  such  a  motor  directly 
across  the  line  tend  to  pull  the  ends 
of  the  coils  out  of  place  through  the 
excessive     magnetic     attraction     and 
repulsion   between  the  conductors. 

A.  M.  p. 
3oy — Prkmminarv  Desicn  of  Power 
Distribution  System  —  There 
is  under  consideration  the 
lighting  of  a  town  of  about 
I  000  inhabitants,  between  700 
and  800  sixteen-candle-power 
lamps  being  required.  Either 
a  steam  oir  a  gias  producer 
plant  would  have  to  be  used  a.'^ 
a  source  of  power. 

(a)  Would  you  suggest  a 
two-wire  iio-volt  system  or  a 
three-wire 220/1  lo-volt  system ? 

(b)  Which  is  cheaper  as  re- 
gards first  cost  and  operating 
expenses,  a  steam  plant  or  one 
with  gas  producer  and  gas  en- 
gine ? 

(c)  Please  give  approximate 
initial  cost  of  such  a  sj'stem  or 
otherwise  a  method  of  obtain- 
ing this  and  the  operating  cost, 
amount  of  coal  used.  etc. 

(d)  What  would  have  to  be 
the  approximate  charge  for 
current  necessary  to  make  this 
a  paying  proposition  (flat  rate 
for  sixtecn-cadle-power  lamp)  ? 

K.  M. 

(a)  A  three-wire,  220/1  lo-volt 
system,  using  a  three-wire  generator 
would  effect  a  saving  in  cost  of 
power  for  the  distribution  circuits. 

(b)  A  small  gas  engine  plant  of 
about  60  kw  capacity  would  cost 
somewhat  less  than  twice  that  of  an 
equivalent  simple  non-condensing 
steam  plant.  For  equal  power  out- 
put, the  cost  of  coal  for  the  gas  plant 
is  about  %  to  1/5  of  that  for  the 
steam  plant,  with  avcraae  conditions. 

(c)  A  60-kw   gas  plant    (without 


foundation  or  building)  costs  from 
$125.00  to  $140.00  per  kw,  and  a  cor- 
responding steam  plant  costs  about 
$70.00  to  $85.00  \)Q\-  kw.  The  gas 
plant  will  generate  a  kw-hr  on  two 
to  four  lbs.  of  coal,  while  a  corre- 
sponding steam  plant  requires  8  to 
12  ll)s.  per  kw-hr.  Sec  Bulletin  No. 
7  on  "Gas  Engines  and  Producers 
for  Central  Stations" — a  paper  pre- 
sented by  J\Ir.  Robt.  T.  Lozier  before 
the  National  .Electric  Light  Associa- 
tion, Washington,  D.  C,  June  4  to 
},  1907.  It  may  be  noted  also  that 
at  the  Atlantic  City  Convention  of 
the  N.  E.  L.  A.  held  in  June,  1909, 
a  report  was  made  by  the  Gas  Power 
Committee  upon  the  design  and  op- 
eration of  gas  producer  apparatus 
of   recent   development. 

(d)  Rough  estimates  are  of  little 
value.  Valuable  suggestions  miglit 
be  obtained  by  reference  to  the 
schedule  of  rates  published  by  the 
N.  E.  L.  A.  or  b}'  reference  to  the 
reports  of  various  State  Commissions 
(Mass.,  Wis.,  N.  Y.,  etc.).  To  prop- 
erly determine  the  rate  the  following 
must  be  considered  :  Cost  of  inve.st- 
ment  ( /.  c,  interest  on  investment, 
depreciation,  etc.).  fuel,  labor,  Inad- 
factor,    supplies,   etc.  e.  p.  d. 

310 — Design   of   Coil   for  De-}iIag- 
NETiziNG    Watches — Referring 
to    Question    No.    218    in    the 
February,  '09  issue,  please  give 
the    dimensions,    size    of    wire, 
and  number  of  turns  of  a  coil 
to   be    used    on   a    115-volt,   al- 
ternating-current     circuit      for 
de-magnetizing  watches. 
A  simple  and  effective  alternating- 
current    magnet    can    be    constructed 
with  the  following  specifications  :  For 
the  core,  use  iron  wire  of  any  con- 
venient size,  c.  g..  No.  20  (the  smaller 
the  better,  within   reasonable  limits). 
This  wire  should  be  cut  to  a  length 
of   about  3^   inches   and   a   sufficient 
number  should  he  used  to  give  a  di- 
ameter of  core  of  about  2!,<^  inches.  .V 
spool  may  be  constructed  using  fibre 
washers  for  the  end  pieces,  mounted 
on    a    sheJith    made    of    sheet    l)rass, 
leaving  a  slot  in  the  sheath  the  length 
of  the  spool  to  prevent  serious  eddy 
current     loss     therein.       The     spool 
should   be  covered   with   ample   insu- 
lating material  :  shellaced  or  varnish- 
ed paper,  or  thin   sheets  of  mica  ce- 
mented together  with  shellac  or  thin 


676 


THE  ELECTRIC  JOURNAL 


tough  paper  may  be  used  for  this  pur- 
pose. Upon  this  insulated  core  should 
be  wound  about  675  turns  of  No._  17 
double  cotton-covered  copper  wire. 
This  design  is  suitable  for  use  on  a 
iio/iiS-voIt,  60-cycle  alternating-cur- 
rent circuit.  It  will  be  found  con- 
venient to  have  the  coil  so  con- 
structed .that  it  will  stand  in  a  ver- 
tical position ;  the  upper  end  being 
arranged  to  give  a  concave  surface 
upon  wihich  a  piece  of  felt  may  be 
glued  in  order  to  prevent  scratching 
or  otherwise  injuring  the  watches. 
The  method  of  de-magnetizing  which 
should  be   followed   is  given   in   No. 

H.  M.  s. 


2i8. 
311- 


-Effect  of  Ground  on  Trans- 
mission Lines — (a) — What 
method  is  used  in  grounding 
low  tension  secondaries  for 
delta  and  Y-counected  trans- 
formers? (b) — Can  they  be 
directly  grounded  and  lose  no 
power?  (c) — Is  it  possibleto 
so  insulate  a  2  200-volt  line 
that  there  will  be  no  flow  of 
current  in  case  one  of  the  lines 
should  become  grounded?  (d) 
— Will  all  the  current  that 
flows  from  a  high-tension  line 
to  the  ground  when  short-cir- 
cuited get  back  again  to  the 
other  line  and  so  on  to  the 
step-up  transformers?      K.  e.  s. 

(a) — With  Y-connected  transform- 
ers the  middle  point  is  grounded  by 
connecting  with  a  water  pipe  or  to 
an  iron  rod  or  pipe  driven  about  four 
feet  into  the  ground.  The  standard 
specifications  for  making  a  perma- 
nent ground  are  given  in  an  article 
on  "The  Protection  of  Electric  Cir- 
cuits from  Lightning  and  Similar 
Disturbances"  by  Mr.  R.  P.  Jackson, 
in  the  Journal  for  April,  1908,  pp. 
225-6.  It  is  not  considered  good 
practice  to  ground  a  delta  system.  It 
is  sometimes  done,  however,  by  con- 
necting the  middle  of  the  winding  of 
one  of  the  transformers  to  ground, 
(b) — With  transformers  grounded 
by  direct  connection,  there  is  a  very 
small  charging  current  which  will 
cause  practically  no  loss  of  power, 
(c) — With  an  ungrounded  system 
there  would  be  no  flow  of  current 
should  only  one  of  the  line  wires  be- 
come grounded.  There  would  be  an 
extra  voltage  strain  on  the  trans- 
former, which  might  cause  a  break- 


down. With  a  grounded  system, 
however,  there  would  be  a  severe 
short-circuit  should  one  of  the  line 
wires  be  grounded  resulting,  of 
course,  in  an  excessive  flow  of  cur- 
rent. The  use  of  a  safety  spark-gap 
is  sometinies  practicable.  This  is 
explained  on  pp.  229-30  of  the  above 
article,  (d) — A  short-circuit  on  the 
high  tension  line,  whether  through 
ground  or  otherwise,  will  cause  a 
flow  of  current,  all  of  which  must 
flow  through  the  step-up  transform- 
ers. I.  E.  c. 

312 — Heat  Value  of  Commercial 
Grades  of  Coal — Please  com- 
pare, from  point  of  fuel  econ- 
omy, average  Hocking  run-of- 
mine  costing  on  the  firing 
floor,  $2.25  per  ton,  with  the 
average  West  Va.  Splint  run- 
of-mine,  costing  $2.50  per  ton, 
used  under  the  following  con- 
ditions :  0.2  inch  to  0.4  inch 
draft  and  hand  firing  on  fixed 
grates  with  sudden  changes  in 
demand  for  steam  due  to  a 
high  peak  load  and  possible 
sudden  failures  of  the  gas  en- 
gine  units   during   this   peak. 

F.  G. 

The  comparative  calorific  values  of 
the  two  grades  of  coal  and  the  ash 
constituent  can  be  obtained  from  the 
government  reports  prepared  by  the 
United  States  Geological  Survey. 
This  should  determine  their  respect- 
ive values  as  regards  economy.  For 
emergency  conditions  such  as  those 
cited  in  the  question,  the  matter  re- 
solves itself  into  one  of  suitable 
grates  to  accommodate  the  high  rate 
of  combustion  of  the  cheaper  coal  on 
peak  loads.  If  the  grate  area  is  not 
ample,  it  might  be  necessary  to  use 
the  higher  grade  of  coal  to  sustain 
the  maximum  load,  or  else,  to  install 
stokers.  E.  D.  D. 


NOTE 

Referring  to  No.  270,  in  the  June, 
'09.  issue,  the  exponent  of  the  factor 
70  in  both  formulas  is  positive  and 
not  negative  as  might  be  inferred. 
In  the  second  formula,  in  which  B  =^ 
total  flux-^area  of  core,  A,  the  latter 
should  appear  in  the  divisor,  thus : 
4.44  fNA. 
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In  the  present  and  several  preceding  numbers  of  the 

Motor  Journal,  Mr.  Specht  has  discussed  various  methods 

Speed  ^or    changing    the    speed    of    polyphase    induction 

Variation  niotors.  The  methods  which  he  discusses  may  be 
put  into  three  general  classes,  namely: — 

Two  or  more  motors  in  tandem  or  cascade. 

Two  or  more  pole  combinations  on  one  motor. 

Change  in  the  supply  frequency  or  its  equivalent  in  change  in 
the  secondary  frequency. 

The  induction  motor  is  essentially  a  constant  speed  machine  and 
is  equivalent  in  general  to  a  shunt-wound,  direct-current  motor  with 
constant  field  strength.  A  comparison  between  the  alternating-cur- 
rent induction  motor  and  the  direct-current  shunt  motor,  as  regards 
speed  adjustment  and  regulation,  can  be  made  as  follows: — 

I — Rheostatic  Regulation — The  direct-current  shunt  motor  with 
a  rheostat  in  its  armature  circuit  acts  the  same  as  an  alternating-cur- 
rent motor  with  a  rheostat  in  its  secondary  circuit.  Both  have  maxi- 
mum speeds  corresponding  to  the  rheostat  all  out.  In  both  the  speed 
will  change,  with  change  in  tofque,  when  resistance  is  in  circuit,  the 
only  constant  speed  condition  with  change  in  torque  being  with  the 
resistance  cut  out. 

2 — Alternating-current  Tandem  Operation— This  corresponds 
to  two  or  more  direct-current  shunt  motors  with  their  armatures 
connected  in  series.  If  both  armatures  are  wound  for  equal  speeds, 
then  the  tandem  or  series  connections  give  half  speed,  as  with  the 
alternating-current  motor.  If  one  direct-current  armature  is  wound 
for  a  higher  speed  than  the  other,  which  corresponds  to  two  alter- 
nating-current motors  with  different  numbers  of  poles,  then  four 
speeds  may  be  obtained  corresponding  to  the  windings  connected 
cumulatively,  differentially  and  to  each  motor  used  separately.  This 
corresponds  to  the  four  speeds  of  the  alternating-current  combina- 
tion where  two  motors  have  different  numbers  of  poles  and  are  con- 
nected in  tandem  to  give  speeds  corresponding  to  the  sum  or  dif- 
ference of  the  number  of  poles  or  are  operated  separatelv. 

3— Change   in    Xunil)cr  of    I'olcs— In   tlic  direct-current  motor 


578  THE  ELECTRIC  JOURNAL 

this  is  equivalent  to  using  an  armature  with  two  separate  windings 
and  commutators.  If  both  windings  have  equal  turns,  or  generate 
equal  counter  e.m.f's.,  then  the  two  in  series  will  give  half  speed, 
while  each  one  alone  will  give  full  speed.  If  the  windings  are  une- 
qual, then  each  one  alone  will  have  its  own  particular  speed,  and  this 
arrangement  corresponds  to  the  alternating-current  motor  with  two 
different  numbers  of  poles.  Also,  the  two  unequal  windings  could  be 
connected  in  series,  either  cumulatively  or  differentially,  to  obtain 
two  other  speeds.  This  corresponds  to  a  special  method  of  internal 
tandem  connection  which  could  be  used  in  alternating-current  multi- 
speed  motors  when  the  arrangement  of  the  windings  will  allow  it 
without  undue  complication. 

On  the  direct-current  motor  it  would  be  difficult  in  practice  to 
use  more  than  two  windings  on  one  armature,  corresponding  to  two 
pole-combinations  in  the  alternating-current  motor.  However,  in 
the  latter  it  is  practicable  to  obtain  more  than  two  combinations, 
in  a  number  of  cases,  without  undue  complication. 

4 — Adjustable  Speed  Over  a  Wide  Range — In  the  direct-cur- 
rent shunt  motor  the  speed  can  be  varied  up  or  down  over  any 
desired  range  by  varying  the  voltage  supplied  to  the  armature  and 
any  speed  thus  obtained  is  constant  with  changes  in  torque,  provided 
the  supply  voltage  is  held  constant  at  any  given  value.  The  field 
strength  must  remain  constant,  however,  with  change  in  armature 
voltage.  In  the  alternating-current  motor  a  similar  result  is  obtained 
by  varying  the  supply  frequency  and  supply  voltage  in  proportion. 
In  this  case  the  motor  field  strength  remains  constant,  while  the 
speed  varies  directly  as  the  frequency.  With  the  same  current  sup- 
plied to  the  motor  the  same  torque  can  be  developed  at  all  frequen- 
cies and  therefore  at  all  speeds,  just  as  in  the  direct-current  motor 
with  constant  field  strength  and  with  varying  annature  supply 
voltage. 

However,  there  is  another  method  of  adjusting  the  speed  of  the 
direct-current  motor  which  seems  to  have  no  equivalent  on  the  poly- 
phase motor,  namely,  that  in  which  the  supply  voltage  is  held  con- 
stant, while  the  shunt  field  strength  is  varied  over  a  wide  range. 
In  this  one  feature  the  shunt  motor  has  a  very  great  advantage  over 
the  polyphase  induction  motor  for  by  this  method  fine  gradations  in 
speed  ma\'  be  accomj^lished  in  a  very  simple  manner  and  the  motor 
has  essentially  constant  speed  characteristics  at  all  speeds.  These 
speed  characteristics  can  be  obtained  with  the  alternating-current 
motor  by  varying  the  supply  frequency,  as  mentioned  before,  or  by 
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an  adjustable  frequency  machine  in  series  with  the  secondary  of  the 
motor  to  be  regulated.  These  arrangements,  however,  mean  much 
additional  aj^paratus  and,  for  fine  gradations  in  speed,  an  adjustable 
speed  direct-current  machine  is  preferable  for  operating  the  change- 
able frequency  regulating  devices. 

If,  however,  the  armature  of  a  polyphase  motor  is  equipped 
with  a  commutator  and  winding  like  a  direct-current  machine,  it 
becomes  possible  to  so  construct  the  motor  that  the  equivalent  of  a 
variable  field  shunt  motor  is  obtained.  This,  however,  takes  us  be- 
yond the  bounds  of  Air.  Specht's  articles,  and  into  a  class  of  ma- 
chines which  cannot  be  termed  simple  induction  motors. 

These  articles,  and  the  foregoing  comparisons,  indicate 
that  the  ])olyphase  induction  motor  is  applicable  where  a  limited 
number  of  definite  speeds  is  required,  and  also  where  varying  speed 
with  change  in  torque  is  permissible.  Where  an  indefinite  or  unlim- 
ited number  of  constant  speeds  is  necessary,  this  type  of  motor  in 
itself  cannot  meet  the  requirements.  In  such  a  case  some  auxiliary 
frequency  changing  appliance  is  required,  which  may  be  external  to 
the  motor  to  be  regulated  or  may,  in  some  designs,  form  part  of  the 
motor  itself.  Such  devices,  whether  in  the  motor  itself,  or  external 
to  it,  generally  involve  the  use  of  a  commutator,  either  in  the  pri- 
mary or  secondary  circuit  of  the  alternating-current  motor,  or  in 
some  part  of  the  separate  frequency  changer. 

B.  G.  Lam  ME 


The  Alaska-Yukon-Pacific  Exposition  is  a  success. 

Notes  ^   speak   from   the  viewpoint  of  the   visitor.     The 

from  the       general  plan  and  architectural  design  is  pleasing  and 

Northwest      inipressive.     Trees  and  rich  flower  beds  and  grass 

plots  abound.     Buildings  are   admirably   suited   to 

their  double  purpose  of  presenting  a  harmonious  appearance  and 

oft'ering  suitable  exhibit  spaces.     There  is  a  general  impression  of 

fitness  about  it  all.     The  buildings  are  of  a  uniform  mild  yellow  or 

straw  color,  a  happy  contrast  to  the  white  glare  of  other  fairs.  There 

is  substantial  dignity  with  no  endeavor  to  attempt  the  startling.     It 

all  impresses  the  untutored  critic  of  the  artistic  and  the  beautiful. 

who  is  unable  to  analyze  the  effects,  as  well  done  and  appropriate 

to  its  purpose. 

The  principal  exhibits  are  those  which  relate  to  the  wealth  of 
the  country.  The  forestry  building — an  exception  in  style  and  color, 
but  so  placed  that  it  does  not  mar  the  symmetry  of  the  main  c*.)urt — 
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is  a  magnificent  structure  of  great  logs,  covered  by  their  native  bark. 
Within  are  gigantic  specimens  of  forest  wealth.  The  agricultural 
building  is  full  of  good  things  and  shows  how  apples  and  potatoes 
have  been  permeated  by  the  largeness  of  the  Northwest.  Mining 
is  richly  shown  in  its  own  building,  and  in  the  Alaska  building  with 
its  exhibits  of  ore  and  nuggets  and  real  gold  bricks.  The  Govern- 
ment building  is  large  and  the  exhibits  are  excellent ;  notably  the 
aquariums.  There  is  not  much  large  machinery,  and  there  is  little 
electrical  apparatus,  except  the  General  Electric  Company's  exhibit, 
which  consisi  principally  of  small  apparatus  and  includes  an  elec- 
trical kitchen. 


The  joint  convention  of  the  Northwestern  Electric  Light  and 
Power  Association  and  the  Seattle  section  of  the  American  Institute 
of  Electrical  Engineers  was  made  up  very  largely  of  serious-minded 
central  station  men.  They  were  earnest  and  practical  and  wanted 
to  know  more  about  the  electrical  and  commercial  problems  inciden- 
tal to  their  work.  The  papers  were  meaty  and  to  the  point  and  the 
discussions  direct  and  worth  while.  The  report  of  the  Rate  Com- 
mittee was  one  of  the  best  treated  and  most  welcomed  papers.  The 
Seattle  branch  is  thriving  and  energetic.  It  has  permanent  quarters, 
office  room  for  its  exclusive  use  and  shares  with  other  societies  the 
Board  of  Commerce  Auditorium. 

I  was  fortunate  in  being  in  Portland  and  San  Francisco  on  the 
evenings  that  the  Institute  branches  were  giving  dinners  to  Secre- 
tary Pope.  Portland,  the  youngest  of  the  more  than  twenty  sec- 
tions, brought  out  about  sixty  men  to  meet  the  four  visitors  from 
the  East,  for  in  addition  to  the  Secretary  and  Past-President,  there 
was  Mr.  Lincoln,  Chairman  of  the  Sections  Committee,  who  said  it 
was  his  duty  to  get  the  Board  of  Directors  to  do  what  the  sections 
wanted,  and  Mr.  Gale,  who  brought  greetings  and  good  reports  from 
the  Schenectady  section.  The  San  Francisco  reception  was  a  double 
header.  The  section  officers  gave  a  dinner  one  evening  and  the  sec- 
tion members  a  second  one  the  next  evening. 


I  spent  an  hour  or  two  at  the  Cascade  Tunnel,  a  hundred  miles 
East  of  Seattle,  on  the  Great  Northern,  and  had  a  ride  on  the  elec- 
tric locomotive.  I  understand  that  Dr.  Hutchinson  is  soon  to  pre- 
sent a  paper  on  the  electrical  and  operating  features  of  this  installa- 
tion. The  impressive  fact  is  not  so  much  that  an  electric  locomotive 
can  pull  a  train,  but  to  realize  the  changes  it  has  brought  about. 
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The  tunnel  is  about  two  and  one-half  miles  long  and  has  a  grade 
of  about  two  percent.  Heretofore,  the  second  steam  locomotive  in 
a  double  header  has  not  been  able  to  do  much  because  the  first  loco- 
motive used  the  air.  Long  freight  trains  were  divided  into  as  many 
as  four  sections  which  were  taken  through  one  at  a  time.  Each  trip 
of  the  locomotive  back  and  forth  must  await  the  clearing  of  the 
tunnel  of  its  smoke  and  gases,  which  is  a  slow  process  when  the 
wind  is  not  favorable.  It  has  taken  from  about  one  to  four  hours 
to  get  a  freight  train  through  the  tunnel  by  steam;  it  takes  twenty 
minutes  by  electricity. 

Two  modest  looking  "iron  boxes"  were  connected  at  the  head 
of  our  ten  car  Pullman  train  with  its  two  big  steam  locomotives. 
We  moved  forward  up  to  the  two  percent  grade  on  a  reverse  curve 
and  entered  the  tunnel.  To  the  front  was  a  little  star,  a  bright  spot 
equivalent  to  one-sixty-fourth  of  an  inch  at  a  foot  distance.  It  was 
the  sky  seen  through  the  eastern  portal  of  the  tunnel.  We  glided  on 
through  the  dry,  clean  tunnel,  and  for  a  long  time  the  star  was  not 
perceptibly  larger.  Then  we  emerged  and  ran  a  little  way  and 
stopped.  The  electric  locomotives  were  withdrawn  and  the  train 
coasted  away  down  the  eastern  slope.  The  electrics  then  took  a 
complete  freight  train  of  60  cars  up  the  grade  back  into  the  tunnel. 
Just  inside  the  grade  changed  and  there  was  an  alarming  tendency 
to  go  West.  Not  a  brake  was  set,  but  the  motors  recuperafed,  hold- 
ing back  the  train  and  sending  the  surjDlus  power  to  a  rheostat  at 
the  power  house,  30  miles  away.  If  the  railway  managers  pass  the 
same  verdict  as  do  the  engineers  and  firemen,  the  day  of  tunnel  elec- 
trifications is  imminent.  Chas.  F.  Scott 


The  engineering  considerations  surrounding  the  in- 

The  Design      ^tallation  of  low  pressure  turbines  have  more  in- 

qI  teresting  phases  than  anything  else  in  modern  steam 

Low  Pressure  turbine  work.     This  applies  rather  to  the  methods 

Turbine         *^^  operating  the  turbine  than  to  the  design  of  the 

Installations    turbine  itself,  for  a  low  pressure  turbine  is  about 

the    simplest   piece   of    apparatus    imaginable.      Its 

design  is,  indeed,  a  much  simpler  matter  than  the  >tan(lard  turbine 

because,  first,  there  is  but  half  the  heat  drop  to  be  considered  and 

hence  but  half  the  number  of  rows  of  blades  is  required  ;  second, 

as  the  volumes  of  steam  for  a  given  power  are  so  very  much  greater 

than  in  a  standard  turbine,  good,  substantial  blade  dimensions  are 

readily  obtained,  further  permitting  the  turbine  to  be  designed  for 
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operation   at    comparatively   low   speeds,   even    though  the    simple 
double-tiovv  principle  of  design  be  employed. 

The  interesting  and,  indeed,  the  difficult  features  of  low  press- 
ure turbine  engineering,  lie  in  determining  the  most  desirable  method 
of  installation  and  the  conditions  under  which  the  turbine  shall  be 
operated.  For  instance,  shall  the  turbine  be  connected  to  the  ex- 
haust of  the  reciprocating  engines  without  the  intervention  of  any 
governing  apparatus,  and  if  so,  what  is  the  best  receiver  pressure 
between  the  reciprocating  engine  and  the  turbine? 

If  a  governor  is  employed,  shall  it  control  a  valve  on  the  inlet 
to  the  turbine  or  shall  it  control  a  valve  in  an  exhaust  pipe  going 
directly  from  the  reciprocating  engine  exhaust  to  the  condenser? 

Shall  a  regenerator  be  employed,  and  if  so,  for  how  long  a 
period  shall  the  regenerator  be  required  to  supply  enough  steam 
for  the  turbine  to  carry  full-load? 

Further,  to  what  extent  may  live  steam  be  utilized  which  would 
otherwise  blow  out  through  the  safety  valves  in  the  case  of  an  in- 
termittently operating  reciprocating  engine?  In  rolling  mills,  for 
instance,  it  is  not  customary  to  cease  firing  because  the  rolling  mill 
is  stopped  for  a  few  minutes. 

To  what  extent  may  a  motor-generator  set  or  a  rotary  con- 
verter be  employed  to  tie  together  direct-current  reciprocating 
engine  units  and  alternating-current  low  pressure  units,  or  vice 
versa? 

Should  the  low  pressure  turbine  generator  in  any  case  be  syn- 
chronous or  non-synchronous? 

The  above  cjuestions  give  an  idea  of  the  variety  of  methods. 
While  the  article  on  ''The  Low  Pressure  Turbine"  by  Mr.  E.  D. 
Dreyfus,  in  the  current  issue,  in  a  measure  treats  superficially  on 
various  phases,  it  treats  in  detail  only  one  phase  of  the  work,  viz., 
that  of  applying  a  low  pressure  turbine  without  a  governor  to  a 
reciprocating  engine  unit,  the  turbine  and  reciprocating  engine  vmit 
furnishing  power  to  the  same  bus-bars.  Hence  as  the  load  rises 
and  falls,  the  receiver  pressure  between  the  reciprocating  engine  and 
the  turbine  will  rise  and  fall.  The  article  shows  how  the  Corliss 
engine  is  afifected  by  the  low  pressure  turbine  and  clearly  exhibits 
the  methods  generally  used  for  determining  what  is  the  preferable 
division  of  load  between  the  respective  units  and  what  is  the  best 
receiver  pressure  to  select. 

Francis  Hodgkinson 


THE  RATIONAL  SELECTION  OF  ALTERNATING- 
CURRENT  GENERATORS 

F.  D.   NEWBURY 

TJIERE  arc  certain  inherent  characteristics  of  any  piece  of 
apparatns  and  certain  conditions  of  operation  that  must  be 
properly  adjusted  to  each  other  if  the  apparatus  is  to 
operate  satisfactorily.  This  fact  while  obvious  and  universally  ad- 
mitted is  not  by  any  means  universally  applied.  It  has  naturally 
been  applied  first  where  the  penalties  of  neglect  have  been  greatest. 
Thus  very  early  in  the  days  of  electric  railways  the  necessity  of  a 
proper  method  of  selection  of  motor  equipments  became  apparent, 
and  several  satisfactory  methods  have  been  worked  out  and  are 
now  in  general  use.  Six  years  ago  a  motor  for  industrial  work  was 
sold  simply  as  a  motor,  without  particular  reference  to  the  ma- 
chine or  load  it  was  to  drive.  To-day,  with  the  greater  apprecia- 
tion of  the  flexibility  of  motor  drive,  an  industrial  motor  and  its 
control  apparatus  must  be  selected  with  a  full  knowledge  of  the 
work  to  be  performed.  The  appreciation  of  these  facts  has  led  to 
methods  of  motor  selection  as  rational  and  as  satisfactory  as  in  the 
case  of  railway  motors. 

What  has  already  been  accomplished  in  the  case  of  railway  and 
industrial  motors  is  just  beginning  to  be  done  with  alternating-cur- 
rent generators.  By  calling  attention,  in  the  present  article,  to  the 
more  important  characteristics  of  the  alternator,  it  is  h()i)ed  that 
some  impetus  may  be  given  to  this  movement. 

There  are  certain  operating  characteristics  of  the  generator 
that  are  vital,  others  that  may  be  desirable  but  are  not  so  impor- 
tant. Thus,  it  is  vital  that  normal  voltage  be  maintained,  while  it  is 
not  essential  that  the  efficiency  be  a  certain  percentage  nor  that  the 
voltage  regulation  be  a  certain  amount.  It  may  be  desirable  that 
the  efficiency  be  good,  but  it  is  not  a  matter  of  "operation  or  no  oper- 
ation." The  most  important  points  concerning  a  generator  are  its 
ability  to  hold  up  voltage,  its  ability  to  operate  at  a  safe  temperature 
and  its  ability  to  operate  without  exceeding  safe  mechanical  stresses, 
yet  these  vital  matters  are  sometimes  lost  sight  of  in  a  microscopic 
examination  of  efficiencies  and  regulation.     It  is  not  to  be  understood 
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that  these  latter  characteristics  should  be  forgotten ;  they  should  be 
considered  but  in  proper  perspective. 

EFFECT  OF  POWER-FACTOR  ON  OPERATION 

In.  a  discussion  of  alternating-current  generator  operation 
there  is  one  thing  that  cannot  be  given  too  much  emphasis ;  this  is 
the  effect  of  power-factor,  particularly  its  effect  on  the  maintenance 
of  normal  voltage  and  on  safe  temperature. 

With  varying  load  and  all  other  conditions  constant,  the  ter- 
minal voltage  of  an  alternating-current  generator  will  fall  as  the 
load  increases,  due  to  three  causes :  i — Armature  resistance.  2 — 
Armature  self-induction.  3 — The  demagnetizing  effect  of  the 
armature  current  on  the  field. 

The  drop  in  voltage  due  to  armature  resistance  is  well  known 
and  requires  no  explanation  beyond  the  statement  that  it  is  in  phase 
with  the  armature  current. 

The  drop  in  voltage  due  to  armature  self-induction  is  a  similar 
effect  except  that  it  is  90  degrees  out  of  phase  with  the  armature 
current,  since  it  is  caused  by  the  magnetic  field  set  up  around  the 
armature  conductors  by  the  armature  current.  The  resistance  and 
inductive  drops  are  not  peculiar  to  alternating-current  generators, 
but  occur  in  all  circuits  carrying  alternating  current. 

The  demagnetizing  eff'ect  of  the  armature  current  is  an  eff'ect 
due  to  the  reaction  of  the  magnetic  field  set  up  by  the  armature 
winding  upon  the  magnetic  field  set  up  by  the  field  winding.  When 
a  generator  is  carrying  load,  the  magnetic  field  generating  voltage 
is  the  resultant  of  the  main  exciting  field  and  the  armature  field. 
The  demagnetizing  eff'ect  of  the  armature  current  causes  a  reduc- 
tion ill  the  magnetic  flux  which  in  turn  causes  a  reduction  in  gen- 
erated voltage,  assuming  constant  field  current.  With  the  usual 
operating  condition  of  constant  terminal  voltage  the  effect  of  arma- 
ture resistance  and  self-induction  is  to  make  necessary  an  increase 
in  generated  voltage  with  increased  load,  while  the  demagnetizing 
effect  necessitates  only  an  increase  in  field  magnetic  flux  to  make 
up  for  the  reduction  in  flux  due  to  the  armature  current.  The  latter 
does  not  require  any  increase  in  the  general  voltage  since  the  action 
is  confined  to  the  magnetic  flux. 

In  ordinary  generators  the  resistance  drop   will  vary  between 
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0.5  and  four  percent  of  the  terminal  voltage;  the  drop  due  to  self- 
induction  will  vary  between  five  and  15  percent,  while  the  drop  due 
to  demagnetization  may  be  anything  from  25  to  50  percent.  These 
figures  are  comparative  numerical  values  of  the  three  factors  with- 
out reference  to  their  actual  phase  relation.  At  100  percent  power- 
factor  this  phase  relation  is  such  that  the  resistance  drop  is  in  phase 
opposition  to  the  terminal  voltage  and  is  wholly  effective  in  reduc- 
ing the  terminal  voltage  while  the  two  other  factors  are  90  degrees 
out  of  phase,  and  so  have  relatively  little  effect.  Since  the  resist- 
ance drop  is  so  small,  the  total  effect  at  100  percent  power-factor 
is  small,  as  shown  by  Fig.  i. 

With  a  load  at  zero  power- factor  on  the  generator  the  phase 
relations  are  exactly  reversed,  the  resistance  drop  is  90  degrees 
out  of  phase  with  the  terminal  voltage  and  has  a  negligible  effect, 
while  the  inductive  drop  and  demagnetization  drop  are  in  phase 
opposition  to  the  terminal  voltage  and  have  their  maximum  effect. 
The  reduction  in  voltage  at  zero  power-factor  is  therefore  con- 
siderable on  account  of  the  large  values  of  these  two  factors,  as 
shown  in  Fig.  2. 

Table  I  gives  the  inductive  component  and,  therefore,  the  de- 
magnetizing component  for  dift'erent  power-factors. 


TABLE  I 


Power-Factor 

Wattless 

Total   k.v.a.   Load. 

or 

Energy  Component 

of  Load 

Component 
of  Load 

100   percent 

100  percent 

.0  percent 

100        " 

99 

14 

100        " 

98        " 

20           " 

JOO           " 

95 

31-2 

100        " 

90 

43-4 

100        " 

80 

60 

100        " 

70 

714 

TOO           " 

60 

80 

100        " 

50 

86.6 

100        " 

30 

95-4 

100        " 

0        " 

100             " 

A>  it  is  the  \\alilc>.-  or  inductive  component  of  the  current 
which  acts  directly  in  demagnetizing  the  field,  the  table  shows  di- 
rectly the  effect  of  diff'erent  power-factors  in  reducing  the  voltage. 
It  may  be  seen  that  the  inductive  component  increa-^cs  rapidly  with 
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the  first  few  percent  departure  from  lOO  percent  power-factor,  but 
less  rapidly  for  further  reductions,  the  effect  of  reducing  the  power- 
factor  from  I  GO  percent  to  98  percent  being  approximately  as  seri- 
ous in  its  effect  in  reducing  the  terminal  voltage  as  reducing  from 
98  to  90  percent. 

In  actual  operation  the  terminal  voltage  is  not  allowed  to  fall, 
but  with  increase  in  load  or  decrease  in  power-factor  the  field  cur- 
rent is  increased  so  as  to  increase  the  resultant  field  flux  and  main- 
tain the  terminal  voltage  constant.  The  small  reduction  in  terminal 
voltage  that  occurs  at  100  percent  power-factor  as  the  load  is  in- 
creased necessitates  only  a  small  increase  in  field  current  to  main- 
tain constant  terminal  voltage ;  while  the  large  reduction  in 
terminal  voltage,  which  occurs  at  low  power-factor  with  increasing 
load,  necessitates  a  large  increase  in  field  current  to 
maintain  constant  terminal  voltage.  A  low  power- 
factor,  therefore,  means  a  greatly  increased  field  cur- 
rent over  that  required  at  high  power-factor,  even 
for  the  same  armature  current.  This  increased  field 
current  requires  a    correspondingly  higher    exciting 

voltage  across  the  field 
T  terminals,  and  results 
in  a  large  increase  in 
field  coil  temperature. 
The  capacity  of  a 
given  generator  will, 
there  fore,  vary  inverse- 
ly with  the  power-fac- 
tor; that  is,  the  lower  the  power-factor  the  larger  the  generator 
required.  With  a  given  energy  load  the  k.v.a.  capacity  of  the  gen- 
erator must  be  greater  with  lower  power-factor  and  the  operating 
conditions  for  the  larger  generator  are  more  severe  on  account  of 
the  larger  field  current  required.  Should  the  available  exciter  volt- 
age be  insufficient  to  force  the  required  field  current  through  the 
field  winding,  the  generator  terminal  voltage  necessarily  falls.  It 
is  no  exaggeration  to  state  that  the  majority  of  alternating-current 
generator  troubles  are  due  to  the  failure  of  the  generator  to  '"hold 
up  voltage"  on  account  of  the  inability  of  the  exciter  to  furnish  the 
largely  increased  field  current  required  by  loads  of  low  power- factor. 
This  feature  of  the  operation  of  generators  cannot  be  too  carefully 
watched. 


FIG.  I  FIG  2 

7'Z)  ^  Total  generated  voltage  (equal  in 
both  cases).  O/?  =  Resistance  drop.  RI  =1 
Inductive  drop.  /D  ==  Demagnetization.  OT 
:=  Terminal  voltage.  OX  =  Drop  in  terminal 
voltage  with  load. 


,4LTEh\\\lTJXG-Cl'RkIi.\T  C liX IIRATORS 


.587 


CHARACTERISTIC   CURVES   OK   AI.TEKX  All  XC-Cl"  RKI-.NT   GEXI-:KAT()RS 

In  Fig.   3  typical  characteristic  curves  are  given   whicli  illus- 
trate the  foregoing  statements  regarding  the  effect  of  power- factor 
and  from  which  can  be  determined  the  safe  operating  limits  of  a 
generator.     The  curves  give  the  following  information: — 
a — Nominal  rating  at  loo  percent  power-factor. 

I — Regulation  at  all  k.v.a.  loads. 

2 — Efficiency  at  all  k.v.a.  loads. 

3 — Temperatures  at  all  k.v.a.  k)ads  at  loo  percent  power- factor 


FIG.    3 — IHAK.VCTKKISTIC    CURVES    OF    .\LTERX.\TIXG-CURREi\T    GENER.MOR 

with   separate   curves   for   the   temperature  of   the  armature   core, 
armature  coils  and  field  coils. 

b — Service  rating  at  operating  power- factors. 

I — Temperatures  at  all  k.v.a.  loads  at  90.  80.  70  and  o  percent 
power-factors  with  separate  curves  for  the  field  coil  temperatures. 
The  two  curves  given  for  armature  coil  and  armature  core  tem- 
perature are  applicable  for  all  power-factors  in  the  generator  cov- 
ered by  the  curves.  As  a  matter  of  fact  there  is  a  small  increase 
of  temperature  in  these  parts  due  to  the  transference  of  heat  from 
the  field  coils  and  increased  core  loss  with  decrease  in  power- factor, 
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but  this  increase  is  so  small  that  only  one  curve  for  each  has  been 
drawn,  this  curve  representing  the  worst  condition.  In  generators 
of  different  proportions,  where  this  may  not  be  true,  separate  curves 
would  have  to  be  given. 

2 — Exciter  volts  required  at  the  generator  collector  rings  for 
all  k.v,a.  loads  at  90,  80  and  70  and  o  percent  power-factors.  The 
o  percent  power-factor  curves  do  not  represent  an  operating  condi- 
tion for  a  generator,  but  are  given  as  a  convenient  reference  line  to 
show  the  worst  condition  as  far  as  power-factor  afifects  operation. 

3 — Three  limit  lines  are  given,  one  for  exciter  volts,  on  the 
basis  of  a  125-volt  exciter,  and  two  for  temperature  rise  for  room 
temperatures  of  25  and  40  degrees  C. 

In  order  to  understand  the  performance  curves,  it  is  necessary 
to  understand  the  features  of  operation  that  impose  a  limit  on  the 
output  of  the  generator.  In  explaining  this,  two  classes  of  load  will 
be  considered — first,  a  steady  load  such  as  an  industrial  load  of 
small  induction  motors,  a  central  station  load  or  the  load  on  large 
systems,  whether  railway,  lighting  or  transmission ;  and  second,  a 
fluctuating  load  such  as  a  load  of  welding  machines,  large  motors 
or,  in  general,  any  load  in  which  the  load  units  are  comparable  in 
size  with  the  generator. 

With  a  steady  load  the  maximum  load  that  can  be  carried  by 
the  generator  will  be  determined  by  one  or  more  of  the  following 
limits : — 

I — Available  exciting  voltage ;  evidenced  by  the  ability  of  the 
generator  to  maintain  normal  voltage. 

2 — Temperature  rise;  evidenced  by  heating  of  the  insulation 
and  consequent  grounding  or  short-circuiting  of  the  windings. 

3 — Bearings  and  strength  of  parts  transmitting  the  torque ; 
evidenced  by  heating  of  the  bearings,  vibration  or  actual  breakage. 

The  curves  give  all  the  necessary  information  for  defining  the 
limits  from  causes  /  and  2.  It  is  only  necessary  to  make  sure  that 
at  the  desired  load  and  power-factor  the  curves  for  exciter  volts 
and  temperature  rise  are  below  the  safe  limit  line.  It  will  be  noted 
that  the  limit  line  for  exciter  volts  is  115  volts.  This  allows  10 
volts  drop  in  voltage  between  the  exciter  and  generator  collector 
rings.  In  many  cases  this  allowance  is  necessary,  but  in  some  cases 
when  it  is  known  that  the  drop  between  the  exciter  and  generator 
is  sufficiently  small,  the  limit  line  may  be  raised  to  120  volts. 

It  will  also  be  noted  that  widely  different  limit  lines  are  given 
for  allowable  temperature  rise,  depending  on  the  room  temperature. 
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The  temperature  rise  limit  is  determined  by  the  actual  temperature 
as  measured  by  the  thermometer,  i.  e.,  by  the  temperature  rise  added 
to  the  room  temperature.  Therefore,  as  the  room  temperature  is 
increased  the  safe  temperature  rise  limit  must  be  equally  reduced. 
In  addition,  the  safe  limit  with  higher  room  temperature  is  further 
lowered  by  the  fact  that  with  higher  room  temperature  the  ob- 
served temperature  rise  is  increased  due  to  the  higher  initial  resist- 
ance of  the  windings  and  the  reduced  density  of  the  cooling  air.* 

The  proper  temperature  rise  limit  can  be  selected  from  a  knowl- 
edge of  the  probable  room  temperature  at  the  place  the  generator  is 
to  be  installed. 

The  necessary  information  for  defining  the  limits  of  rating  for 
the  third  cause,  strength  of  parts,  cannot  be  conveniently  shown  on 
the  curves  as  plotted  on  a  k.v.a.  basis.  With  the  exception  of  belt- 
driven  generators,  the  limit,  as  far  as  strength  of  parts  is  con- 
cerned, is  fixed  by  other  conditions  than  the  load.  In  direct-driven 
or  engine  type  generators  the  load  on  the  bearings  is  not  increased 
with  increase  in  load  and  the  shaft  when  sufficiently  large  to  be 
rigid  is  amply  large  to  transmit  any  required  torque.  In  belted 
generators  the  load  on  the  bearings  does  increase  with  the  output, 
on  account  of  the  belt  pull,  so  that  this  may  become  a  limit.  How- 
ever, the  belt  pull  is  a  maximum  at  lOO  percent  power- factor  and 
decreases  as  the  power-factor  decreases,  so  that  at  operating  power- 
factors  the  limit  to  rating  is  invariably  imposed  by  electrical  rather 
than  mechanical  factors. 

It  is  worthy  of  note  that  nothing  has  been  said  regarding  in- 
herent regulation  as  a  limit  in  rating  for  steady  loads.  This 
is  of  very  little  importance  with  steady  loads  since  in  many 
cases  the  change  in  load  is  so  slow  and  over  so  small  a  range 
that  the  voltage  can  be  maintained  constant  by  hand  adjustment  of 
the  field  rheostat.  Where  this  is  not  adequate  the  regulation  can 
always  be  taken  care  of  by  an  automatic  regulator,  such  as  the 
Tirrill  regulator.  Moreover,  by  sacrifice  in  the  relatively  unimpor- 
tant characteristic  of  inherent  regulation,  more  important  gains  can 
be  secured  in  the  maintainance  of  voltage  under  overloads  and  low 
power-factor  and  in  efficiency. 


*This  is  provided  for  in  the  Standardization  Rules  of  the  A.  I.  E.  E.  by 
reducing  the  observed  temperature  rise  one-half  of  one  percent  for  each 
degree  of  room  temperature  above  25  degrees  C.  This  lowers  the  safe  tem- 
perature limit  from  45  to  40  degrees  in  round  numbers,  as  indicated  on 
the  curve. 
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The  effect  of  power-factor  on  regulation  is  of  considerable  im- 
portance in  determining  the  operating  consequence  of  regulation. 
The  relation  between  power- factor  and  regulation  is  shown  by  the 
curve,  Fig.  4.  It  will  be  noticed  that  the  regulation  percentage 
rapidly  increases  as  the  power-factor  decreases,  this  following  di- 
rectly from  the  relation  between  demagnetizing  effect  and  power- 
factor  as  given  in  Table  L  While  the  regulation  percentage  may 
be  six  or  ten  percent  at  100  percent  power-factor  it  will  be  13  or 
20  percent  at  90  percent  power- factor,  and  17  or  24  percent  at  70 
percent  power- factor.  It  should  be  noted  that  the  curves  given  in 
Fig.  4  are  necessarily  approximate  since  the  relation  between  power- 
factor  and  regulation 
is  dependent  on  the 
relative  values  of  the 
several  factors  causing 
drop  in  voltage  and  on 
the  degree  of  satura- 
tion. The  curves  are. 
however,  based  on  av- 
erage proportions. 

With  loads  of  the 
second  class,  that  is, 
fluctuating  loads,  the 
same  limits  to  output 
apply  as  with  steady  loads.  In  addition  to  these,  voltage  regulation 
may  become  a  limit.  In  all  cases  where  the  load  is  fluctuating  an 
automatic  regulator  should  be  installed  except  when  the  fluctuations 
occur  infrequently  and  the  operator  can  correct  them  by  hand  regu- 
lation. A  typical  case  of  this  kind  is  a  station  having  one  large  motor 
which  is  started  once  or  twice  a  day  at  known  times.  In  some  cases 
the  conditions  are  so  severe  that  an  automatic  regulator  does  not 
operate  quickly  enough  to  maintain  the  necessary  voltage.  It  is  then 
necessary  to  provide  a  generator  of  exceptionally  strong  field  com- 
pared with  the  armature,  and  to  provide  a  regulator  in  addition.  A 
load  of  this  kind  is  a  welding  load  with  a  power-factor  of  50  to  60 
percent  where  the  instantaneous  changes  in  load  are  equal  to  the 
total  capacity  of  the  generator. 

In  general,  with  fluctuating  loads,  more  attention  must  be  paid 
to  voltage  regulation  in  the  selection  of  the  generator  than  with 
steady  loads.  Loads  of  welding  transformers,  squirrel  cage  induc- 
tion motors  or  synchronous  motors,  where  the  load   unit  is  more 


FIG.     4 CURVES      SHOWING     RELATION      BETWEEN 

POWER-FACTOR    AND    REGULATION 
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than  50  percent  of  the  generator  normal  rating,  are  liable  to  give 
trouble  if  the  generator  is  not  properly  selected  for  such  load  con- 
ditions. 

DETEK.M  I  NATION    OF   THE   CHARACTER   OF   THE   LOAD 

If  a  generator  is  to  be  properly  selected  it  is  necessary  to  de- 
tetmine  the  following  characteristics  of  the  load: — 

I — The  maximum  k.v.a.  load  that  the  generator  will  be  called 
u]>on   to  carry. 

2 — The  nature  of  the  variation  of  the  load,  i.  e.,  whether  steady 
or  fluctiuiting.  This  can  be  expressed,  first,  l)y  the  ratio  of  the  "units, 
of  the  load"  to  the  generator  capacity,  that  is,  the  ratio  of  the  rating 
of  all  motors,  transformers  or  other  load  units  to  the  generator 
ratings,  and  second,  by  the  frequency  with  which  each  load  unit  is 
connected  to  and  disconnected  from  the  generator  circuit. 

3 — The  power-factor  of  the  load.  This  characteristic  of  the 
load  is  equally  as  important  as  the  size  of  the  load  in  k.v.a.  It 
should  be  recognized  that  an  alternating-current  generator  rating  in 
k.v.a.  or  kw  without  the  operating  power-factor  is  just  as  incom- 
plete as  a  rating  would  be  that  gave  the  power-factor  and  omitted 
the  k.v.a.  or  kw.  The  probable  operating  power-factor  in  a  new 
plant  is  undoubtedly  difficult  to  determine,  yet  its  importance  is  so 
great  that  this  difficulty  should  be  no  reason  for  not  making  a  care- 
ful and  intelligent  attempt  to  secure  this  information. 

The  power-factor  of  a  load  will  depend  not  only  on  the  kind 
of  apparatus,  transformers,  motors,  etc.,  but  on  the  ratio  of  the 
actual  load  on  the  apparatus  to  the  rating  of  the  apparatus.  A 
tabular  statement  should  be  made  of  each  unit  of  load  and  the  pro- 
portion of  its  actual  load  to  its  rated  load,  together  with  the  power- 
factor,  and,  in  the  case  of  motors,  the  efficiency.  From  these  the 
total  load  in  k.v.a.  and  the  power-factor  of  the  total  load  can  be 
derived  from  the  following  formulae : — 

Kw  of  the  system  =  sum  nf  the  kilowatts  required  In-  the  different  loads. 

wr  ^n                              ,    c              111       '^^'  i"PUt  ^^/ (l-P-) 
Wattless   component    for   each   load  ^ p-*^ , 

where  P  =  power-factor  of  the  load. 

Wattless  component   for  .system  =  sum  of  the  wattless  components  for 
each  load. 

Total  k.v.a.  for  system  =  V  (total  kw)"+ (total  wattless  component)" 

Power-factor  for  system  =  .~^f-,  — 

Total  k.v.a. 

When  definite  information  is  not  available  on  the  characteris- 
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tics  of  any  of  the  component  loads,  it  is  well  to  assume  the  lowest 
probable  ratio  of  operating  load  to  rated  load.  This  is  especially 
true  in  the  case  of  industrial  installations  where  the  connected  load 
is  made  up  almost  entirely  of  induction  motors,  as  such  plants  fre- 
quently operate  at  a  very  low  ratio  of  actual  to  rated  load,  with  a 
correspondingly  low  power-factor. 

The  method  of  determining  the  resultant  load  and  power- factor 
on  a  system  is  illustrated  by  the  following  numerical  example : — 

Assume  a  load  consisting  of : 

I  ooo  incandescent  lights,  56  watts  each. 

50  arc  lights,  500  watts  each. 

One  50  horse-power  cage-wound  induction  motor,  operating  at  full-load. 

One  so  horse-power  cage-wound  induction  motor,  operating  at  one-half 
load. 

Three  50  horse-power  cage-wound  induction  motors,  operating  at  three- 
fourths  load. 

TABLE  II 


Ratio  Operating 

Kw 

P-F. 

Wattless 

Load 

No. 
Units 

Load  to  Rated 
Load 

Efficiency 

Input 

% 

Compo- 
nent 

Inc.  Lamps 

1000 

100  percent   Normal 

se 

go 

27-i 

y\.rc  Lamps 

50 

100 

25 

70 

254 

Motors 

I 

100        "             '■ 

87.5  percent 

42.7 

89-5 

21.3 

Motors. . .  . 

I 

50 

87 

21.4 

78 

17.2 

Motors.  . .  . 

3 

75        " 

88 

125.4 

86 

75-5 

Total... 

270.5 

166.7 

Total  load  on  generator  in  k.v.a.=: V270.5' +  166.7' =  316  l^'-v-a. 

270.S 


T^  r  r         ,  1      1         Total  kw 

Power-factor  of  total  load  =  jgtal  k  v  a 


3x6 


=  .8s. 


SELECTION  OF  GENER.\TOR  FOR  ITS  PRIME  MOVER 

It  is  important  that  the  information  concerning  the  character 
of  the  load  be  obtained,  not  only  for  its  bearing  on  the  selection  of 
the  generator,  but  also  for  its  bearing  on  the  selection  of  the  prime 
mover  in  relation  to  the  generator.  When  the  maxinuim  k.v.a.  load 
and  the  operating  power-factor  have  been  determined  the  equivalent 
kilowatts  may  be  obtained  by  multiplying  the  k.v.a.  by  the  power- 
factor.  This  divided  by  the  generator  efficiency  will  give  the  maxi- 
mum energy  required  from  the  prime  mover.  Then  a  prime  mover 
should  be  selected  having  this  same  maximum  capacity.     It  should 
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be  noted  that  this  requires  that  the  overload  rating  of  the  prime 
mover  be  known.  In  other  words,  the  engine  or  water  wheel  and 
the  generator  should  W  compared  on  the  basis  of  maximum  energy 
capacity  and  not  on  normal  capacity,  either  energy  or  k.v.a. 

To  select  the  prime  mover  and  generator  on  the  basis  of  nor- 
mal loo  percent  power-factor  rating  always  results  in  an  engine  or 
water  wheel  too  large  for  the  generator.  A  generator  can  be  dan- 
gerously overloaded,  or  fail  to  hold  up  voltage,  while  the  engine  is 
operating  at  partial  load  and  poor  economy,  and  the  purchaser  has 
uselessly  increased  his  investment  charges. 

As  an  example  of  the  proper  method  of  comparison,  assume  a 
generator  having  a  normal  rating  of  loo  k.v.a.  at  lOO  percent  power- 
factor;  assume  that  the  operating  power-factor  of  the  generator 
load  will  be  70  percent  and  the  maximum  capacity  of  the  100  k.v.a. 
generator  at  this  operating  power-factor  125  k.v.a.  or  87.5  kilo- 
watts; assume  the  efficiency  of  the  generator  under  these  condi- 
tions to  be  88  percent.  The  maximum  output  of  the  prime  mover 
should  then  be  100  kilowatts,  or  134  horse-power.  With  a  steam 
engine  having  25  percent  continuous  overload  capacity  the  normal 

rating  of  the  prime  mover  should  be    ^134  or   107  horse-power. 

With  a  gas  engine  or  water  wheel  having  only  ten  percent  continu- 
ous overload  capacity  the  normal  rating  of  the  prime  mover  should 
be  122  horse-power.  The  actual  size  of  the  prime  mover  selected 
will  of  course  be  governed  by  the  available  standard  sizes  of  units. 

METHOD  OF   RATING 

The  rating  of  an  alternating-current  generator  should  include 
n<;t  only  a  ncnninal  comparative  rating  in  order  that  the  generator 
may  be  compared  with  other  generators,  but  it  should  give  a  "true" 
rating  in  order  that  the  generator  may  be  compared  with  the  service 
it  is  expected  to  perform.  And  the  generator  should  not  be  selected 
in  accordance  with  the  nominal  rating  as,  unfortunately,  it  is  in  the 
majority  of  cases,  but  in  accordance  witli  the  "true"  rating  based 
on  actual  service  conditions. 

The  nominal  rating  should  be  considered  sim])lv  as  a  "measur- 
ing stick"  and  it  is  only  necessary  that  different  manufacturers  use 
the  same  "stick."  This  recpurement.  however,  implies  a  simple 
basis  of  rating  so  that  different  manufacturers  can  be  brought  into 
agreement.  For  a  satisfactory  true  or  service  rating  the  one  es.sen- 
tial  requirement  is  that  it  shall  be  based  on  the  actual  service  condi- 
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tions,  so  that  both  rating  and  service  may  be  expressed  in  the  same 
terms  and  may  be  accurately  compared.  The  problem,  then,  of 
establishing  a  service  rating  is  to  determine  the  service  conditions 
that  limit  the  output. 

A  familiar  illustration  of  these  facts  is  afforded  by  the  well- 
established  practice  in  rating  railway  motors,  already  referred  to. 
The  motor  is  given  a  nominal  or  comparative  horse-power  rating 
based  on  a  one-hour  shop  test,  and  in  addition  is  given  a  "real"  con- 
tinuous rating  based  on  the  actual  service  conditions.  This  real 
rating,  in  one  method  of  rating,  is  expressed  in  terms  of  the  k.v.a. 
input  represented  by  the  maximum  current  the  motor  will  carry 
continuously  with  a  safe  temperature  and  the  ''equivalent"  service 
voltage,  determined  by  the  kind  of  service.  The  nominal  one-hour  rat- 
ing is  of  little  value  in  judging  what  a  railway  motor  will  do  in  driv- 
ing a  certain  car  on  a  certain  schedule  and  on  a  certain  track.  These 
actual  service  conditions,  however,  can  be  reduced  to  a  current  of 
known  heating  effect  and  a  definite  equivalent  voltage.  The  "real" 
rating  of  the  motor  is  also  expressed  in  these  same  terms  and  by 
means  of  this  real  rating  the  motor  and  the  service  can  be  directly 
and  accurately  compared.  The  motor  is  not  selected  in  accordance 
v/ith  the  nominal  rating,  although  such  was  the  case  in  the  early 
days  of  electric  railroading.  It  is  selected  in  accordance  with  the 
real  rating  based  on  actual  service  conditions.  To  put  the  matter 
briefly,  the  nominal  one-hour  rating  is  for  the  purpose  of  compar- 
ing the  motor  with  other  motors  and  the  real  rating  is  for  the  pur- 
pose of  comparing  the  motor  with  the  service  it  is  expected  to  per- 
form. It  is  worth  noting  that  the  nominal  rating  fulfills  its  com- 
parative purpose  only  indifferently — it  does  not  even  give  a  com- 
plete comparison.  It  is,  in  fact,  merely  a  relic  of  the  first  crude 
method  of  rating  and  is  perpetuated  simply  because,  at  the  present 
time,  there  is  no  other  method  used  in  common  by  a  majority  of  the 
motor  builders. 

A  method  of  rating  has  recently  been  adopted  by  one  of  the  large 
electrical  manufacturing  companies  complying  with  the  above  re- 
quirements of  a  rational  and  complete  rating.  In  effect  two  ratings 
are  given.  One  is  based  on  normal  loads  and  overloads  at  lOO  per- 
cent power- factor,  in  line  with  the  usual  practice  at  the  present  time. 
This  is  the  comparative  rating.  The  performance  data  in  this  com- 
parative rating  includes  temperatures  at  normal  load  and  overload, 
and  efficiencies  at  normal  load  and  partial  loads.  All  of  this  data 
is  given  at   lOO  percent  power-factor,  since  it  can  be  given  more 
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easil\'  at  this  po\ver-factt)r  and  since  lOO  percent  power-factor  is 
used  1)\'  ])ractically  all  manufacturing"  C(,)mpanies  as  the  basis 
for  the  rating  of  alternating-current  generators.  The  second  rating 
is  the  service  rating  at  the  operating  power-factor.  The  perform- 
ance data  in  the  service  rating  consists  of  the  maximum  continuous 
k.v.a.  capacity  at  the  operating  power-factor  and  60  degrees  C  rise 
either  in  the  field  or  armature,  and  the  equivalent  kilowatts.  The 
exciter  rating  in  kilowatts  and  voltage  is  also  a  part  of  the  service 
rating  since  the  exciter  rating  specified  corresponds  with  the  service 
rating  of  the  generator.  In  connection  with  the  service  rating,  the 
dependence  of  the  maximum  capacity  on  room  temperature  is 
pointed  out. 

In  the  service  rating  one  load  only  is  given,  which  is  the  limit- 
ing load  at  the  operating  power- factor,  as  shown  in  the  character- 
istic curves,  instead  of  following  the  more  usual  practice  of  giving 
a  so-called  normal  load  with  25  percent  or  50  percent  overloads. 
The  reasons  for  adopting  this  form  of  service  rating  are  as 
follows : — 

The  one  limiting  rating  gives  all  the  necessary  information 
for  determining  the  ability  of  a  generator  to  operate  satisfactorily 
under  specified  service  conditions.  Temperature  is  of  no  operating 
consequence  unless  it  is  above  the  safe  point,  and  if  it  is  below 
this  point  it  is  of  no  consequence  how  far  below  it  is.  There  is, 
therefore,  no  reason  for  giving,  in  the  service  rating,  temperature 
guarantees  for  loads  below  the  maximum  load  the  generator  can 
safely  carry ;  in  fact,  no  more  reason  than  there  is  for  a  manufac- 
turer of  bushel  baskets  to  guarantee  that  his  bushel  baskets  will 
safel}'  hold  half  a  bushel.  The  same  reasoning  holds  good  for 
strengths  of  shaft,  bearings  and  other  parts;  for  the  ability  of  the 
generator  to  hold  u])  voltage  and  for  any  feature  that  limits  satisfac- 
tory operation. 

What  is  needed  more  than  anything  else  is  knowledge  as  to 
how  much  load  the  generator  will  safely  carry.  It  seems  more 
sensible  to  determine  this  fact  directly,  as  is  done  in  the  method  of 
rating  described,  than  indirectly,  as  is  done  when  a  "normal"  rating 
and  certain  overload  ratings  are  given. 

In  this  method  of  rating,  the  service  rating  is  a  continuous 
rating  rather  than  a  'rating  for  a  limited  tiiue.  The  reason  for  this 
is  that,  in  the  great  majority  of  generators,  in  fact,  in  practically 
all  generators  except  those  of  large  size  and  small  number  of  poles, 
as  large  a  rating  a*"  operating  power-factors  can  be  given  for  con- 
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tinuous  operation  as  for  any  shorter  time.  This  is  due  to  the  fact 
that  the  rating  at  low  power-factor  is  determined  by  the  abihty  of 
the  generator  to  hold  up  normal  voltage  as  well  as  by  temperature 
rise,  and  to  the  fact  that  in  generators  of  modern  design,  which  are 
very  well  ventilated,  the  generator  reaches  its  final  temperature  with 
a  certain  load  within  a  relatively  short  time.  An  additional  reason 
for  giving  a  continuous  rating  is  the  advantage  of  basing  all  tem- 
perature guarantees  on  the  same  condition.  At  the  best,  the  pre- 
determination of  temperature  rises  is  difficult  and  with  all  guaran- 
tees on  a  continuous  basis,  they  can  be  estimated  somewhat  more 
accurately. 

It  may  seem  that  the  preceding  reasoning  should  apply  equally 
well  to  the  50  percent  overload  guarantees  at  100  percent  power- 
factor  in  the  comparative  rating  which  is  given  for  one  hour.  At 
100  percent  power-factor,  however,  the  ability  to  hold  up  voltage 
is  not  a  limit  to  rating  even  at  50  percent  overload.  In  belted  gen- 
erators the  bearings  are  not  usually  designed  for  50  percent  energy 
overload  continuously,  so  that  the  limits  to  rating  imposed  by  tem- 
perature and  by  the  bearings  allow  a  better  guarantee  to  be  made 
at  100  percent  power-factor  for  one  hour  than  would  be  possible 
continuously. 

Many  of  the  specifications  now  issued  for  generators  of  large 
capacity  call  for  but  a  single  rating  at  50  or  60  degrees  C.  rise  in  con- 
tinuous operation,  and  it  is  probable  that  eventually  this  simple 
method  of  rating,  beginning  to  be  used  for  the  larger  units,  will  be 
extended  to  the  smaller  ones  and  the  nominal  comparative  rating  at 
100  percent  power-factor  will  be  entirely  discarded, 


THE  LOW  PRESSURE  TURBINE 

COMBINED  WITH  THE  STEAM  ENGINE 
EDWIN  D.  DREYFUS 

THE  adaptation  of  the  low  pressure  turbine  to  commercial  re- 
quirements has  resulted  in  a  very  interesting  and  valuable 
development;  nameh',  the  use  of  low  pressure  turbines  tak- 
ing steam  from  the  exhaust  of  steam  engines.  By  this  means  addi- 
tional output  may  be  obtained  without  increase  of  boiler  capacity  and 
without  discarding  present  steam  engine  equipments.  A  number  of 
articles  on  the  general  subject  of  low  pressure  turbines  have  already 
appeared  in  this  magazine  and  in  other  technical  periodicals,  giving 
the  underlying  theories  and  possibilities  of  the  low  pressure  turbine 
along  with  the  results  of  actual  tests.  Supplementing  the  above 
discussions,  the  present  article  gives  a  study  of  the  application  of 
the  low  pressure  turbine  under  certain  definite  conditions,  in  which 
is  shown  a  method  of  determining  the  relation  between  the  various 
elements  considered  which  will  give  the  most  satisfactory  power 
plant  operation. 

Owing  to  the  various  conditions  under  which  steam  engines 
operate  in  practice,  each  low  pressure  turbine  installation  usually 
possesses  different  engineering  features.  The  primary  consideration 
will  depend  upon  whether  the  exhaust  steam  supply  for  the  tur- 
bine is  intermittent  or  continuous.  Cases  of  intermittent  supply 
include  rolling  mills,  hoisting  and  reversing  engines  and  steam  ham- 
mers, in  which  the  use  of  the  regenerator  princi])le  may  be  involved, 
governors  with  auxiliary  live  steam  admission  valves  or  a  com- 
bination of  the  regenerator  and  the  auxiliary  live  steam  valve. 
Careful  consideration  must  be  given  in  all  cases  to  the  time  element 
of  supply  and  demand,  to  determine  which  system  will  be  most  ef- 
fective under  the  conditions  of  service  encountered. 

A  simple  case  of  non-intermittent  supply  will  be  found  where 
non-condensing  or  condensing  engines  are  exhausting  into  a  common 
header  (or  can  be  so  arranged)  and  ample  steam  is  always  available 
for  the  turbine  supply.  For  this  class  of  work,  a  pressure  relief 
valve  (as  ordinarily  used  in  condensing  systems)  is  employed  to 
prevent  excessive  back  pressures. 

If  a  turbo-generator  is  connected  to  the  common  bus-bars  with 
the  main  engine  units  a  governor  is  not  essential.     The  turbine  out- 
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put  will  then  vary  with  the  steam  delivered  to  it  by  the  engine  oi 
engines.  Any  plant  having  a  number  of  non-condensing  engines 
located  sufficiently  close  together  so  as  not  to  make  their  intercon- 
necting piping  too  expensive,  offers  a  favorable  opportunity  for  tht 
use  of  a  low  pressure  turbine  to  secure  increased  power. 

COMBINED  ENGINE  AND  TURBINE  UNIT 

The  problem  which  will  often  confront  the  owners  or  operators 
of  first-class  reciprocating  engine  plants,  will  be  how  to  extend 
their  plant:  i — Whether  by  duplicating  the  present  type  of  units; 
2 — Purchasing  complete  expansion  turbines,  or  3 — By  installing  low 


POWER  PLANT  CONTAINING  THREE  750  KW  GENERATORS  DIRECT-CON- 
NECTED TO  RECIPROCATING  COMPOUND  ENGINES  WITH  I  000  KW 
LOW  PRESSURE  TURBINE-GENERATOR  SET  OPERATING  ON  ENGINE 
EXHAUST,    AND    CONDENSER   DIRFXTLY   BENEATH    TURBINE. 

])ressure  turbines  to  operate  on  the  exhaust  from  the  existing  steam 
engines.  This  leads  to  a  consideration  of  the  characteristics  of  the 
two  types  of  machines  in  order  to  determine  the  combination  which 
will  be  most  effective  in  increasing  capacity  and  improvmg  operat- 
ing efficiency.  To  illustrate  the  advantages  obtainable  by  the  use  of 
an  engine  and  low  pressure  turbine  combinatinn,  a  definite  problem 
of  power  extension  will  be  analyzed. 

ENGINE    ECONOMY 

It  will  be  assumed  that  in  the  station  in  question  there  are  a 
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number  of  cross-compound  Corliss  condensing  engines  of  i  ooo  kilo- 
watt capacity  eoch ;  and  that  the  load  demand  on  the  station  has  in- 
creased so  as  to  recpiire  a  ])lant  haxing  {liiul)le  the  capacity  and  the 
increased  out[)ut  is  to  be  secured  by  installing  low  pressure  turbines. 
The  initial  steam  pressure  is  assumed  to  be  150  pounds  gauge  and  a 
vacuum  of  2()  inches  (30  inch  bar. )  is  to  be  maintained  at  the  ex- 
haust nozzle  ;  the  cylinder  proportions  being  approximately  one  to 
four.  Larger  C}'linder  ratio  is  favored  only  in  cases  where  practically 
constant  power  work  obtains,  as  in  textile  mills  and  similar  indus- 
tries. But  for  fluctuating  loads,  as  in  electric  railway  operati(Mi,  in- 
dustrial ])ower  plants  etc.,  ratios  of  one  to  four,  or  lower,  are  pre- 
ferred, as  there  is  less  valve  pounding  on  variable  loads.  At  normal 
load,  a  mean  effective  pressure  of  about  29  to  30  pounds  (referred  to 
the  low  pressure  cylinder)  for  the  above  pressure  and  vacuum,  would 
ordinarily  be  used  for  the  most  economical  working.  For  twentv- 
five  cycle  railway  work  an  engine  speed  of  94  r.p.m.  for  i  000  kilo- 
watts capacity  would  be  required,  and  with  a  48-inch  stroke,  the 
piston  speed  would  be  752  feet  per  minute.  A  low  pressure  cylin- 
der 54  inches  in  diameter  would  then  be  necessary  to  develop  a  nor- 
mal rated  output  of  i  500  indicated  horse-power  at  the  above  m.e.p. 
and  piston  speed.  (If  60-cycle  operation  were  considered,  the  speed 
would  probably  be  90  r.p.m.  and  piston  speed  720  feet  a  minute.) 
For  an  approximate  ratio  of  four  to  one,  a  28-inch  high  pressure 
cylinder  would  be  employed,  as  it  will  conform  with  regular  com- 
mercial patterns  and  sizes,  the  true  c}-linder  ratio  being  in  this  case 
3-H  to  I. 

An  average  compound  Corliss  engine  maintained  in  good  con- 
dition, should  deliver  an  indicated  horse-power  with  a  steam  con- 
sumption of  13.25  pounds  per  hour  at  its  most  economical  rating 
and  under  the  above  operating  conditions.  This  engine,  running 
non-condensing,  would  consume  practically  19  pounds  per  indicated 
h])-hr.  With  mechanical  and  electrical  efficiencies  of  93  and  95 
])ercent  respectively  at  normal  load,  the  steam  consumption  per 
kilowatt-hour  output  condensing,  amounts  to  20  pounds  and  non- 
condensing,  28.8  pounds.  The  total  water  line  curves  for  varying 
back  pressure,  may  now  be  constructed,  using  standard  engine  econo- 
mies for  different  operating  conditions.  In  Fig.  i,  the  heavy  line  D 
represents  condensing  operation,  and  line  B  non-condensing  with 
back  pressures  slightly  above  atmosphere  (16  pounds  absolute).  The 
light  lines  show  the  total  hourly  water  consumption  at  dift"erent 
loads  for  intermediate  exhaust  pressures  and  also  for  back  pressures 
exceeding  atmosphere. 
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From  these  water  lines,  the  output  of  the  engine  for  a  given 
flow  of  steam  may  be  determined  for  any  exhaust  pressure.  For 
example,  when  passing  25  000  pounds  per  hour  the  delivered  output 
with  iT)  pounds  back  pressure  is  820  kilowatts;  with  10  pounds, 
I  000  kilowatts,  and  with  two  pounds,  (or  approximately  26  inches 
vacuum)    i  230  kilowatts. 

LOW  PRESSURE  TURIUNE  ECONOMY 

In  a  low  pressure  turbine  designed  to  operate  with  an  inlet 
pressure  of   15  pounds  absolute,  and  to  exhaust  Into  a  vacuum  of 


FIG.    I— CURVES    SllOWIXr,    ICNCTXF.   AND   TURBINE   AND    COMBTNED   WATER   RATES 

28"  and  54"  by  48"  compound  Corliss  engine  and  low  pressure  turbine. 
A — Low  pressure  turbine,  28"  vacuum.  B — Engine  non-condensing.  C — En- 
gine witli  resultant  back  pressure.  D — Engine  condensing,  26"  vacuum.  E — 
Engine  and  low  pressure  turliinc  combined,  28"  vacuum. 

28  inches  (referred  to  30-inch  bar.)  the  water  rate  will  be  approxi- 
mately 23.6  pounds  per  brake  h]>hr,  or  33  to  34  pounds  per  kilo- 
watt-hour. As  there  will  probably  be  from  seven  to  ten  percent 
moisture  in  the  steam  at  the  engine  exhaust,  only  90  to  93  percent 
of  the  steam  from  the  engine  will  be  available  for  the  low  pressure 
till  bine.  A  suitable  steam  separator  placed  between  the  engine  and 
tiu-bine  is  recommended  in  most  installations  to  remove  the  water 
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of  condensation,  as  the  eii'eet  of  water  is  to  increase  the  water  con- 
sumption of  the  turbine  by  a  percentage  double  the  amount  of  moist- 
ure present.  The  approximate  ccdiiomies  of  a  i  500  brake  horse- 
power low  ]-)ressure  turbine  and  the  effect  of  varying  vacua  are 
clearly  shown  in  Fig.  2.  A  change  of  api)roximately  five  percent 
in  economy  takes  place  for  each  inch  difiference  in  vacuum  at  full- 
load.  This  value,  however,  varies  for  different  designs.  Incident- 
ally, an  im])n)vement  in  the  engine  performance  ensues,  as  for  the 
same  output  the  tiu-l)inc  inlet  pressure   decreases  with  an   increase 
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Also  relative  economy  at  different  vacua,  speed  i  800  r.p.ni. 

in  vacuum,  hence  reducing  the  back  pressure  on  the  engine  corre- 
spondingly. 

TURBINE  CHARACTERISTICS 

With  the  engine  performances  and  low  pressure  turbine  char- 
acteristics previously  indicated,  the  results  of  combined  operation 
can  be  closely  approximated.  In  a  turlnne  without  a  governor  the 
load  and  quantity  of  steam  ilowing  are  proportional  to  the  inlet 
pressures.  In  the  case  in  hand,  it  was  found  by  trial  that  a  turbine 
cajjable  of  handling  40000  pounds  of  moist  steam   (37200  pounds 
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dry  steam)  at  an  engine  exhaust  pressure  of  i6  pounds  absolute  pro- 
vided the  best  division  of  work  at  maximum  load  and  best  efficiency 
between  i  ooo  and  2  000  kilowatts  load  on  the  combined  set.  The 
capacity-pressure  line  in  Fig.  i  is  then  drawn,  showing  the  steam 
flow  at  various  pressures,  which  furnishes  a  means  of  obtaining  the 
resultant  engine  water  line  when  the  turbine  is  operated  in  conjunc- 
tion with  the  engine.  Considering  the  same  steam  flow  in  both 
machines,  the  back  pressure  on  the  engine  must  correspond  to  the 
turbine  inlet  pressure,  due  allowance  being  made  for  pressure  drop 
(one  to  one  and  one-half  pounds)  and  deduction  for  moisture. 
Then,  on  this  basis,  the  resultant  engine  water  rate  curve  C  is  ob- 
tained as  shown  in  Fig.  i. 

With  the  turbine  designed  to  handle  37  200  pounds  dry  steam 
at  IS  pounds  inlet  pressure  at  normal  rating  (allowing  for  drop  be- 
tween engine  exhaust  antl  turbine  nozzle  and,  furthermore,  account- 
ing for  seven  percent  moisture  at  exhaust),  the  low  pressure  tur- 
bine water  line  A  is  obtained.  This  line  of  total  consumption  per 
hour  is  practically  straight,  as  in  the  high  pressure  turbine,  the 
slope  of  the  line  being  taken  directly  from  the  economy  tests  pre- 
sented in  Fig.  2. 

By  referring  to  the  resultant  engine  water  line  C  and  turbine 
total  consumption  line  A,  the  amount  of  work  developed  in  each 
machine  for  equal  steam  flows  may  be  determined.  Summing  up 
the  kilowatt  values  of  .-I  and  C  for  given  steam  flow,  the  combined 
water  line  E  is  obtained.  On  inspection  of  the  total  water  lines  A, 
C  and  E,  the  division  of  work  between  the  two  machines  at  differ- 
ent combined  outputs  may  be  readily  noted.  At  i  500  kilowatts  com- 
bined load,  the  engine  delivers  970  kilowatts  and  the  turbine  530 
kilowatts;  at  2000  kilowatt  normal  output  of  the  combined  set, 
the  engine  generates  i  200  kilowatts  and  the  turbine  800  kilowatts 
oi'  33  1/3  percent  less  than  the  engine,  as  at  c,  (/,  c ;  and  at  3  000 
kilowatts,  50  percent  overload  on  the  combined  set,  the  two  ma- 
chines divide  work  equally.  Thus,  the  division  of  work  for  any 
given  output  can  be  obtained.  In  this  particular  case  the  work  is 
equally  divided  between  engine  and  turbine  at  maximum  overload. 

It  may,  however,  be  best  luider  other  conditions  to  have  an 
equal  division  occur  near  normal  rating.  The  relative  distribution 
of  work  between  the  engine  and  turbine  can  be  modified  by  chang- 
in  the  pressure-steam  flow  characteristics  of  the  turbine  by  de- 
signing it  to  pass  the  same  quantity  of  steam  at  a  higher  pressure. 
This  would  afifect  both  the  turbine  water  rate  A  and  ensfine  result- 
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ant  C.  Under  these  new  conditions,  the  turbine  would  shghtly  im- 
prove in  economy,  due  to  being  operated  over  an  increased  pressure 
range.  Raising  the  back  i)ressurc  on  the  engine  correspondingly 
increases  its  consumption,  which,  being  greater  than  the  gain  in  the 
turbine,  causes  a  falling  oil  in  the  combined  results.  Under  this 
condition,  water  lines  A  and  C  would  come  closer  together,  and  the 
division  of  work  would  be  less  disproportionate  at  light  loads.  But 
the  advantage  in  having  a  better  distribution  of  work  at  fractional 
loads  is  materially  offset  by  decreased  economy  of  the  combined  set, 
and  the  possibility  that  when  an  indicator  is  used  there  will  be 
foi'ud  to  be  loops  in  the  cards. 

If  a  low  pressure  turbine  of  greater  capacity  at  the  same  inlet 
pressure  be  employed,  the  overall  results  will  be  improved  on  over- 
loads, due  to  the  higher  efficiency  of  the  larger  machine.  On  one- 
half  load  and  less  there  will  be  increased  steam  consumption  on  ac- 
count of  relatively  greater  friction  and  condensation  losses.  The 
two  machines  would  then  have  equal  output  much  beyond  3  000 
kilowatts  combined  load. 

As  the  size  of  the  low  pressure  turbine  used  with  a  given  engine 
is  increased  (for  instance,  above  the  capacity  selected),  the  effect 
will  be  to  have  the  engine  operating  continuously  on  overloads  for 
the  normal  rating  of  the  combined  unit.  Hence,  a  rational  decision 
as  t'>  the  proper  size  of  turbine  to  install,  depends  largely  upon  the 
unit  loading  factor,  the  engine  cylinder  ratio  and  maximum  cut-off 
in  the  high  pressure  cylinder,  and  tlie  insurance  against  air  leakage 
between  engine  and  turbine. 

As  a  definite  initial  pressure  is  recpiired  to  pass  a  given  weight 
of  steam,  as  is  true  in  a  low  pressure  engine  cylinder  with  a  fixed 
cut-off,  the  low  pressure  turbine  may  be  regarded  as  the  third  cylin- 
der of  a  triple  expansion  unit.  However,  the  turbine  expands  the 
steam  actually  to  the  condenser  ])ressure,  whereby  it  derives  its  high 
efficiency,  which  is  not  the  case  with  tlie  low  pressure  cylinder  un- 
less of  unreasonable  proportions. 

ENGINE   CIIARACTI:RISTICS 

To  insure  satisfactory  ojjcration  of  the  engine  under  all  condi- 
tions of  load  and  back  pressure,  the  steam  cycle  in  the  two  cylin- 
ders of  the  compound  machine  must  be  carefully  studied,  li  the 
turbine  is  so  small  as  to  require  at  any  load  a  higher  inlet  pressure 
thai,  the  terminal  or  release  pressure  of  the  engine  when  passing  a 
s^iven   nuantitv  of   steam,  the  engine   will  then    exnanrl    the    steam 
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below  the  exhaust  pressure,  resulting  in  a  loop  in  the  indicator  card 
and  causing  objectionable  pounding  of  the  exhaust  valves. 

An  idea  of  the  change  in  terminal  pressure  with  load  can  be 
obtained  from  the  theoretical  expansion  lines  (dotted)  in  Fig. 
3.  At  the  earliest  point  of  cut-off  observed,  the  steam  is  expanded 
to  about  nine  pounds.  By  using  a  back  pressure  of  but  seven  pounds 
the  looping  is  avoided.  This  diagram  emphasizes  how  eft'ectively  the 
engine  and  turbine  work  together  on  variable  back  pressure.  Fig. 
4  shows  the  approximate  engine  terminal  and  turbine  inlet  pressures 
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FIG.  3 — COMBINED   INDICATOR  DIAGRAMS 

Rack  pressure  varying  with  load.  -  -  -  -    Theoretical  expansion  curve. 
Receiver  pressure. •  Back  pressure. 

at  different  loads  on  the  combined  unit  discussed.  The  dotted  lines 
represent  the  probable  back  pressure  at  the  engine  exhaust  nozzle 
with  allow^ance  made  for  friction  drop  between  engine  and  turbine. 
If  a  constant  back  pressure  of  nine  pounds  had  been  maintained  in 
this  case,  looping  in  the  low  pressure  cylinder  would  have  taken  place 
at  I  200  kilowatt  loads  and  under.  It  will  be  seen  that  at  full  load 
(2000  kilowatts)  there  is  a  terminal  drop  of  about  six  pounds. 

Looping  in  the  high  and  the  low  pressure  cylinder  cards  is  not 
only  objectionable  from  a  standpoint  of  quiet  running,  but  it  also 
represents  negative  work  and  reduced  economy.    In  combining  a  tur- 
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bi'ie  and  engine,  the  most  serious  case  of  trouble  will  be  caused  by 
expansion  loops  in  either  cylinder  and  over-compression  in  the  low 
pressure  cylinder.  To  give  the  proper  conception  of  these  condi- 
tions, the  cards  in  Figs.  5  and  6  are  shown.  Most  engine  builders 
provide  only  a  "comfortable"  fit  between  the  valve  heads  and  the 
bore.  And,  as  the  valve  bears  on  the  lower  half  circle  or  less,  there 
will  be  some  free  play  above  the  valve,  particularly  so  after  several 
years  of  service.  Then,  when  the  pressures  below  the  valve  exceed 
the  force  above  it  (either  from  looping  or  over-compression),  the 
valve  will  be  lifted  off  its  seat  and  "slam"  on  the  return  stroke. 
Oi'dinarily,    compound    non-condensing    engines    are    designed    for 
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At  different  combined  loads,   1.5  lb.   friction  drop  in  interconnections  at 
2000  k\v,  other  loads  proportional. 

from  three  to  four  pounds  terminal  drop  in  the  low  ])ressure  cylin- 
der at  economical  rating,  and  for  aljout  seven  t(^  eight  pounds  when 
con'pound  condensing. 

It  has  been  demonstrated  by  numerous  tests  that  the  percentage 
of  cylinder  condensation  varies  with  the  point  of  cut-off;  the  earlier 
the  cut-oft',  the  greater  the  condensation,  and  vice-versa.  Hence, 
the  very  early  cut-oft'  necessary  to  expand  the  steam  to  such  back 
pressures  that  the  entire  expansive  energy  of  the  steam  will  be 
utilized  is  accoiupanied  by  excessive  condensation  losses.  1  f  then 
the  cut-oft'  be  increased  to  a  point  where  the  work  lost,  by  not  ex- 
panding completely,  equals  the  loss  due  to  condensation,  the  best 
engine  efficiency  will  be  obtained.  With  the  terminal  drop  as  given 
in  the  above  example,  the  efficiency  ratio  (actual  water  rate  com- 
pared with  the  ideal  water  rate)   of  the  engine  is  improved  while 
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that  of  the  turbine  would  not  be  noticeably  affected.  Appreciable 
terminal  drop  also  proves  beneficial  to  the  engine  from  a  mechanical 
point  of  view  as  previously  mentioned  and  has  many  advocates 
among  Corliss  engine  designers  in  this  country. 

Three  principal  methods  of  governing  of  compound  Corliss 
engines  are  to  be  considered  in  order  to  insure  both  good  operation 
and  efficiency. 

I — High  pressure  cut-oft'  variable ;  low  pressure  fixed. 

2 — Parallel  cut-oft";  both  high' and  low  pressure  cut-oft  variable 
in  the  same  direction,  and  cut-oft  advanced  and  reduced  in  both 
cylinders  equally. 

3 — Parallel  cut-oft  with  the  range  of  travel  of  the  high  pressure 
cylinder  cut-oft'  greater  than  the  low  pressure  cylinder ;  that  is,  pro- 
portionately. 

Most  existing  compound  engines  can  be  arranged   for  any  of 
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the  above  methods  at  small  expense.  With  the  parallel  system, 
having  equal  cut-off  in  both  cylinders,  equalization  of  work  at  all 
loads  is  obtained  when  operating  with  constant  steam  conditions, 
that  if,  with  constant  initial  and  exhaust  pressures.  Also  the  re- 
ceiver pressure  remains  practically  constant.  Under  conditions  of 
variable  exhaust  pressure,  however,  this  does  not  hold,  and  it  is 
necessary  to  have  the  receiver  pressure  rise  with  increased  back 
pressure.  If  the  low  pressure  valve  gear  be  arranged  so  that  the 
volume  of  the  low  pressure  cylinders  at  earliest  cut-oft  is  greater 
than  that  of  the  high  pressure  cylinder,  loops  in  the  indicator  card 
from  the  latter  will  always  be  avoided. 

In  preventing  over-compression  in  the  low  pressure  cylinder 
on  overloads,  the  point  of  compression  and  clearance  must  be  fig- 
ured. The  amount  of  compression  in  a  given  cylinder  may  be 
readily  computed.     For  example,  with  a  clearance  of  five  percent 
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and  compression  at  95  percent  stroke,  the  volume  of  steam  will  be 
reduced  one-half,  and  inversely,  the  pressure  doubled.  Thus,  if 
the  back  pressure  were  20  pounds  the  pressure  at  the  end  of  com- 
pression would  be  40  pounds  for  these  conditions.  As  to  the  latest 
point  in  the  return  stroke  at  which  it  would  be  desirable  to  set  com- 
pression, it  may  be  closely  estimated  from  the  weight  of  the  recipro- 
cating parts  and  fixed  according  to  the  conditions  of  the  pins  and 
bearings.  With  good  working  surfaces  on  the  crosshead  and  crank 
pin  bearings  and  liberal  lubrication,  the  compression  might  be  re- 
duced and  the  bearings  taken  up  to  prevent  pounding.  This  is  quite 
feasible  in  most  double-acting  engines.  Therefore,  with  clearance 
and  point  of  exhaust  valve  closure  known,  compression  pressures 
for  increased  load  and  back  pressure  may  be  obtained,  and  the 
maximum  travel  of  the  low  pressure  valve  gear  limited  to  main- 
tain the  receiver  pressure  above  any  high  compression  in  the  low 
pressure  cylinder.  Such  methods  have  been  actually  tried  out  in 
practice.  Practically  equal  work  can  be  developed  in  the  two  cylin- 
ders over  a  wide  range  of  load  without  expansion  loops  or  over-  ■ 
compression.  That  better  regulation  and  mechanical  performance 
obtains  when  the  two  cylinders  practically  divide  work,  is  generally 
conceded.  This  will  be  found  especially  true  wdiere  the  inertia  of 
the  fly-wheel  is  not  sufficient  to  insure  satisfactory  parallel  opera- 
tion when  there  is  a  wide  disparity  of  work  between  the  two  cylin- 
ders. Furthermore,  in  case  of  a  cross-compound  engine,  it  may 
happen  that  the  crosshead  and  crank  pins  are  not  liberal  enough 
in  dimensions  for  one  side  to  sustain  the  major  portion  of  the  work 
on  overloads.  Where  possible,  the  low  pressure  cut-off  should  be 
placed  under  the  control  of  the  governor  to  avoid  time  lag  in  the 
low  ])ressure  cylinder.  This  will  give  better  results  where  close 
regulation   is  necessary. 

IMPROVED   ECONOMY 

An  inipR)vement  of  from  20  to  25  {percent  in  steam  economy  is 
obtained  by  combining  the  low  ])ressure  turbine  with  a  compound 
condensing"  engine  of  normal  cylinder  proportions,  and  from  40  to 
45  percent  with  the  same  engine  non-condensing  (this  may  be  ap- 
plied in  a  general  way  where  the  proper  non-condensing  ratio  is 
used).  Considering  a  single  cylinder  Corliss  engine  in  connection 
with  a  low  pressure  turbine,  the  coal  bill  per  unit  of  power  de- 
veloped could  be  decreased  from  50  to  60  percent.     It  will  be  noted 
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that  the  most  economical  water  rates  for  the  compound  CorHss 
engines  which  have  been  used  in  this  analysis  are  extremely  good — 
20  pounds  per  kilowatt-hour  condensing  and  28.8  pounds  non-con- 
densing; and  for  the  simple  engine,  35  pounds  per  kilowatt-hour. 
These  engine  economies  are,  in  fact,  better  than  generally  obtained 
in  most  power  plants  in  which  improper  valve  adjustment  and  leak- 
age will  ordinarily  be  found.  Therefore,  the  improvement  which 
has  been  indicated  as  possible  in  the  average  reciprocating  engine 
power  plants,  should  be  conservative. 

With  the  combination  of  the  low  pressure  turbine  as  the  third 
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cylinder  of  the  compound  condensing  engine,  the  normal  rated 
capacity  of  this  complete  unit  would  be  increased  from  i  ooo  to 
2  ooo  kilowatts.  Comparative  water  rate  curves,  derived  from  the 
total  water  lines  in  Fig.  i,  are  given  in  Fig.  7. 

For  a  comparison  of  economies,  suppose  duplicate  engines  had 
been  installed  in  place  of  the  low  pressure  turbine,  then  the  water 
rate  of  two  such  engines  operating  in  parallel  for  a  load  of  2  000 
kilowatts   may   be  represented   by   extending  the   water   rate  curve 
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for  a  single  engine,  as  shown  in  dotted  lines,  Fig.  7,  for  condensing 
and  non-condensing.  Thns,  making  2  000  kilowatts  the  normal 
station  load,  the  improvement  in  economy  for  various  loads  may  be 
observed  and  are  shown  in  the  lower  half  of  Fig.  8  expressed  in 
percent  of  engine  consumption. 

INCRE.\SED  CAPACITY 

Referring  to  the  water  lines,  Fig.    i,  the  increase  in  capacity 
obtained  by  the  addition  of  a  low  pressure  turbine  over  condensing 


J ' 

1 

^18000* 

s 

3 

\ 

\S 

r 

■f— 80 

J- 

.S 

1-40 
J 
-5—20 

IX 

lon-Cond 

.  Hnginc 

29000* 

T 

45000# 

'€' 

^ 

32000* 

15000# 

V^ 

20000# 

^      r„ 

1 

s 

ving  ov 

.r  Non-C 

ond.  Enj 

>^ 

^^ 

2Er,g 

ncsOn 

^ 

1 

\tPff' 

cO<^ 

■^ 

i 

/^ 

21 

jigincs 

)n 

, 

a, 

t<^'^i 

fy 

^ 

-Saving 

over  Co 

id.  Engi 

'= 

£ 

200         400         6C 

0        8( 

0  10 

X)       12 

30        1400        1600      18 
Load  in  Kilowatts 

W        20 

)0      22 

po       2400       26 

)0 

FK;.    8 — Cl'RVF.S    SHOWING    PERCENT.\GE   GAIN    IN    ECONOMY    AND    CAPACITY 

and  non-condensing  operation  alxjve  may  be  readily  noted.  For 
example,  when  passing  20000  pounds  of  steam,  condensing,  the 
engine  develops  i  000  kilowatts  and  when  exhausting  into  a  low 
pressure  turbine  with  the  same  steam  flow,  the  combined  output  is 
I  145  kilowatts  or  14.5  percent  greater  work.  Passing  32  000  pounds 
of  steam,  an  output  of  1500  kilowatts  condensing  becomes  2000 
kilowatts  combined,  or  33.5  percent  gain.  Similarly,  the  increase 
in  capacity  over  non-condensing  operation  may  be  obtained  (see 
upper  half  of  Fig.  8),  being  a  minimum  of  80  percent  at  rating. 
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In  order  to  obtain  increased  capacity  with  a  low  pressure  tur- 
bine, the  engine  high  pressure  cyHnder  must  be  equipped  with  double 
eccentrics,  or  else  the  design  must  permit  of  the  addition  of  a  second 
eccentric  if  only  one  has  been  provided.  Thus  the  cut-off  may  be 
increased  from  about  45  percent  to  75  percent  to  carry  the  over- 
loads on  the  combined  set. 

GENERAL  REMARKS 

In  considering  the  installation  of  a  low  pressure  turbine  in 
connection  with  an  existing  steam  engine  plant,  the  features  which 
should  be  given  attention  are  as  follows : 

I — Initial  pressure  (gauge)   at  throttle.     Quality  of  steam. 

2 — Engine  cylinder  dimensions — diameter  and  stroke. 

3 — Revolutions  per  minute. 

4 — Single  or  double  eccentrics  on  high  pressure  cylinder.  If 
not,  can  high  pressure  cylinder  be  provided  with  double  eccentrics? 

5 — If  direct-connected,  normal  rated  capacity  of  generators. 

6 — Approximate  fly-wheel  weight  and  diameter. 

7 — Low  pressure  cut-off  ;  a — Control  by  governor ;  b — Fixed  ; 
c — Variable  by  hand. 

8 — Probable  location  of  turbine  with  respect  to  engine. 

9 — General  description  of  the  engine,  particularly  regarding 
low  pressure  rod  packing,  crank  and  crosshead  pin  dimensions. 

10 — Size  of  engine  exhaust  nozzle. 

II- — Available  condensing  water,  quantity  and  temperature. 

12 — Nature  of  load. 

13 — Percent  clearance,  high  and  low  pressure  cylinders. 
.    14 — Engine  indicator  cards  at  various  loads. 


SPEED    CONTROL    OF    INDUCTION    MOTORS    BY 
FREQUENCY  CHANGERS 

H.  C.  SPECHT 

IN  addition  to  the  principles  and  the  appHcations  of  diti'erent  means 
of  accompHshing  speed  variation  of  induction  motors  considered 
in  two  recent  articles*,  mention  was  made  of  methods  of  varia- 
tion of  speed  by  change  of  frequency.  This  can  be  accomplished, 
for  practical  applications,  in  several  ways,  somewhat  similar  in 
regard  to  the  apparatus  involved,  but  differing  in  the  relative  sizes 
of  the  respective  machines  required  in  the  set  and  in  their  suitability 
to  given  applications.  These  methods  are  based  upon  either  of  two 
general  principles.  By  the  first  principle  speed  variation  is  obtained 
by  changing  the  primary  frequency  applied  to  the  driving  motor  and 
operating  it  as  an  ordinary  induction  motor.  The  second  principle 
is  that  of  connecting  the  primary  winding  of  the  driving  motor  to  the 
power  circuit  of  constant  frequency,  speed  control  being  obtained 
by  impressing  different  frequencies  upon  the  secondary  winding  of 
the  driving  motor. 

According  to  the  first  principle,  it  would  be  necessary  to  change 
the  terminal  voltage  in  the  same  ratio  as  the  frequency,  if  constant 
torque  at  constant  current  (i.  e.,  increase  of  horse-power  output 
with  increase  of  frequency)  is  required.  If  the  voltage  on  the  pri- 
mary is  kept  constant,  the  torque  decreases  in  proportion  to  increase 
of  frequency,  the  horse-power  output,  therefore,  remaining  constant 
for  the  same  current. 

In  the  application  of  the  second  principle,  in  which  the  primary 
is  connected  to  a  line  of  constant  frequency,  and  a  varying  frequency 
is  impressed  on  the  secondary,  the  action  is  as  follows :  Assuming 
that  the  current  in  the  secondary  of  the  motor  produces  a  rotating 
field  which  progresses  in  the  same  direction  as  the  field  induced  by 
the  primary,  a  speed  corresponding  to  the  difference  of  the  primary 
and  secondary  frequencies  is  obtained.  If  the  secondary  field  rotates 
in  the  opposite  direction  from  that  of  the  primary,  then  the  resultant 
speed  will  correspond  to  the  sum  of  the  two  frequencies.  By  the 
method  of  supplying  to  the  secondary  a  variable  frequency  and  to 


*  See  the  Jourx.al  for  July  and  August,    1909.  pp.    4Jr    ami    41)2    re- 
spectively. 
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the  primary  a  constant  frequency,  the  characteristics  and  action  of 
the  motor  become  similar  to  those  of  a  synchronous  motor.  The 
motor  must  run  at  speeds  corresponding  to  the  sum  or  difference, 
as  the  case  may  be,  of  the  respective  primary  and  secondary  fre- 
quencies. Therefore,  if  a  drop  in  speed  witli  increase  of  load  is 
required  in  order  that  "peak"  loads  may  be  carried  by  the  flywheel 
action  of  rotating  parts,  the  frequency  changer  should  possess  char- 
acteristics such  that,  with  variations  of  load,  the  frec|uency-will  be 
correspondingly  increased  or  decreased.  This  latter  principle  is  ap- 
plicable only  in  cases  where  wide  variations  of  load  do  not  take 
place  in  short  intervals  as,  otherwise,  difficulty  could  be  expected, 
due  to  the  liability  that  the  motor  will  fall  out  of  step. 

An  example  of  the  first  principle  is  represented  by  the  arrange- 
ment of  induction  motor  and  frequency  changer  set- shown  in  Fig.  i, 
A  being  a  direct-current  motor  and  B  an  induction  motor.     The 

primary  of  the  induction  motor  B 
is  connected  to  the  alternating- 
current  line  and  the  speed  of  the 
set  is  controlled  by  the  direct- 
current  motor  A.  The  secondary 
of  this  motor  B  furnishes  the 
Pj(.    J  ]X)wer  to  the  motor  which  is  to  be 

run  at  variable  speeds.  The  fre- 
quency C  and  voltage  E  in  the  secondary  of  motor  B  are  determined 
by  the  following  formulas : 

in  which  Ci  =  frequency  of  current  in  primary  circuit. 
lu  =  vohage  of  primary  circuit. 
yV    :=  r.p.m.  of  the  frequency  changer  set. 
jVs  =  synchronous  r.p.m.  of  motor  B. 

ti    ^r.  number  of  turns  in  the  secondary  winding  of  motor  B. 

/i    =:  number  of  turns  in  the  primary  winding  of  motor  B. 

In  these  formulae  the  minus  sign  is  to  be  used  when  the  set  is 
running  in  the  normal  direction  of  rotation  of  motor  B  (operating 
as  a  motor)  and  the  plus  sign  is  to  be  used  when  the  set  is  running 
in  the  direction  opposite  to  the  normal  rotation.  It  will  be  observed 
from  the  above  formulae  that  the  voltage  changes  in  the  same  ratio 
as  the  frequency.  Hence  for  the  same  current  in  the  driving  motor, 
constant  torque  will  be  obtained,  i.  e.,  the  horse-power  developed 
by  the  driving  induction    motor    with    a    given    value  of    current, 
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changes  in  llic  direct  ratio  of  the  fre(|ucncy  and,  accordingl}',  in 
projiortion  to  the  speed.  With  the  fre(|uency  changer  set  running 
in  the  normal  (hrection  of  rotation  of  motor  B,  lorcjue  is  furnished 
by  motor  B  through  the  shaft  to  .  I .  whicli  l)ecomes  a  generator,  i.  e., 
direct-current  power  is  pumped  liack  to  the  (hrcct-current  hne. 
When  the  set  is  run  in  the  direction  o])posite  to  the  normal  rotation 
of  motor  B,  the  direct-current  machine  A  operates  as  a  motor  and 
delivers  power  to  the  shaft  of  the  set.  The  power  in  motor  A  for 
either  of  the  foregoing  cases  is,  however,  only  a  fraction  of  the 
power  supplied  to  the  driving  motor  C,  its  exact  amount  depending 
upon  the  maximum  and  minimum  frequency,  and  power  required 
for  motor  C.  Therefore,  motor  .1  can  be  made  relatively  small  in 
most  cases.  However,  B  must  be  practically  the  same  size  as  the 
driving  motor.  Considering  further  the  fact  that  the  frequency 
changer  set  may  be  built  for  high  speed,  it  is  evident  that  the  dimen- 
sions of  the  set  will  be  relatively  small  and  it  generally  will  have  a 
lower  cost  than  other  e([ui])ments  designed  to  give  corresponding 
speed  variations.  Esi)ecially,  if  motor  C  is  a  slow  speed  motor  for 
variable  speed,  the  cost  of  the  frequency  changer  set  will  be  only 
a  fraction  of  the  total  cost. 

!Motor  C  can  be  a  squirrel  cage  motor.  If  its  load  is  very  un- 
steady and  equalizing  of  the  load  in  the  alternating-current  supply 
circuit  is  desired,  a  fly-wheel  may  be  added  to  the  driving  shaft  of 
C  and  the  speed  characteristics  of  the  direct-current  motor  A  made 
such,  that  with  increase  of  load,  the  speed  of  motor  C  drops  suffi- 
ciently to  enable  the  fly-wheel  to  assist  it  in  carrying  the  peak  loads. 

The  foregoing  method  can  be  applied  with  especial  advantage 
in  cases  where  the  driving  motor  C  cannot  be  located  close  to  the 
source  of  power  supj)ly  and  the  adjustments  of  speed  of  the  driving 
motor  are  to  be  made  at  the  power  station;  also,  in  cases  where  a 
direct-current  driving  motor  is  not  desirable. 

Another  method  of  changing  the  frequency  is  by  means  of  an 
arrangement  similar  to  that  ju.st  described,  except  that  the  induction 
motor  B  is  operated  as  an  induction  generator.  The  frequency  and 
voltage  in  the  secondarv  of  motor  B  are  then, — 

From  the  fact  that  the  induction  motor  B  has  to  act  as  an  induc- 
tion generator,  it  can  readily  be  seen  that  the  set  always  has  to  run 
above  the  synchronous  speed  of  motor  B.  The  advantage  of  this 
arrangement  is  that  a  leading  current  is  obtained,  thereby  improving 
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the  power- factor  of  the  alternating-current  supply  circuit.  How- 
ever, it  has  the  disadvantage  that  the  direct-current  motor  A  has  to 
be  of  the  same  capacity  as  motor  B,  the  latter  being  of  the  same 
capacity  as  in  the  previous  case.  Accordingly,  this  method  of  chang- 
ing frequency  has  a  limited  application. 

The  methods  given  in  the  last  example  may  also  be  used  to 
impress  a  variable  frequency  on  the  secondary  of  the  main  or  driv- 
ing motor.  A  further  method  is  to  use  an  ordinary  alternating- 
current  generator  with  a  small  number  of  poles.  The  driving  motor 
of  this  kind  of  frequency  changer  set  would  have  to  be  again  a 
direct-current  motor.  This  kind  of  a  frequency  changer  set  is  gen- 
erably  preferable  to  the  foregoing  method,  as  the  size  of  the  set  can 
be  made  much  smaller,  the  exact  size  depending  on  the  speed  ranges 
which  are  desired.  For  small  ranges  of  speed  the  frequency  and 
voltage  of  the  alternating-current  generator  are  low,  i.  e.,  a  set  of 
small  capacity  is  required.  On  the  other  hand,  this  kind  of  set  has 
the  same  advantage  as  the  frequency  changer  used  in  connection 
with  an  induction  motor,  in  that  the  voltage  increases  in  the  same 
ratio  as  the  frequency.  And  further,  it  has  also  the  advantage  that, 
at  the  same  time,  it  may  be  made  to  act  as  a  compensator,  the  same 
as  the  induction  motor  when  operated  above  synchronous  speed. 
To  obtain  this  compensating  effect,  however,  the  generator 
must  be  over-excited,  that  is,  its  voltage  must  be  higher  than  the 
induced  voltage  in  the  winding  of  the  main  motor.  In  order  that 
the  main  motor  (driving)  shall  drop  in  speed  with  increase  of  load, 
to  take  care  of  peak  loads  by  the  fly-wheel  action  of  the  rotating 
parts,  it  will  be  necessary  here,  as  in  the  previous  case,  that  the  fre- 
quency changer  set  possess  the  characteristic  of  increasing  or  de- 
creasing the  frequency  with  variation  of  load,  depending  on  the  rela- 
tive directions  of  the  primary  and  secondary  rotating  fields  in  the 
main  motor. 

It  has  been  noted  that,  for  the  foregoing  methods  of  changing 
frequency  (or  speed),  sufficient  direct-current  power  is  required  to 
make  up  for  the  change  in  frequency.  As  a  rule,  however,  alternat- 
ing-current and  direct-current  are  not  both  available.  If  there  were 
no  other  use  for  direct-current  power,  aside  from  its  present  appli- 
cation, it  would  not  be  advisable  to  put  in  a  direct-current  generating 
set.  Therefore,  as  a  third  method  of  obtaining  variable  speed  by 
change  of  frequency,  the  method  shown  diagrammatically  in  Fig.  2 
may  be  more  practicable.  The  primary  of  induction  motor  A  is 
connected  to  the  alternating-current  supply  circuit  and  its  secondary 
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is  connected  to  the  primary  of  another  induction  motor,  C,  the  latter 
also  being  a  wound-rotor  type  of  machine,  mounted  on  a  separate 
shaft.  The  secondary  of  motor  C  is  connected  with  the  armature 
winding  of  a  rotary  converter,  B,  mounted  on  a  common  shaft  with 
the  driving  motor  A.  The  commutator  of  B  is  in  circuit  with  the 
armature  of  another  machine,  D,  which  is  mounted  on  the  same 
shaft  as  machine  C.  This  latter  machine  acts  as  a  frequency  changer 
and  its  speed  is  governed  by  that  of  the  direct-current  machine  D, 
wliich  is  given  a  certain  excitation  by  a  shunt  field  or  by  a  compound 
sliunt  and  series  field,  depending  on  the  kind  of  speed  regulation 
which  is  desired.  The  machines  D  and  B  may  be  self-excited  or  sep- 
arately excited.  For  a  certain  speed  of  the  set  C-D,  and  with  the 
connection  between  the  commutators  of  B  and  D  closed,  the  driving 
or  power  set  A-B  will  have  a  definite  speed.   The  regulation  of  speed 

is  accomplished  entirely  by  reg- 
ulation of  the  field  of  the  ma- 
chine D,  a  single  adjustment 
only  being  required  for  a  given 
speed,  without  regard  to  the 
load. 

For  example, 
the  frequency  of 
cuit  is  50  cycles, 
A  has  ten  poles,  that  C  has 
four  poles  and  that  B  has  six 
poles ;  also  that  the  con- 
^'^-  •^  nection     between     the     commu- 

tators of  5  and  D  is  such  that  the  rotating  field  in  the  secondary  of 
C  makes  the  machine  C  act  as  a  motor.  Finally,  assume  that  the 
driving  set  runs  at  200  r.p.m.  This  would  mean  that  the  frequency 
in  the  secondary  of  motor  .-:/  is  equal  to  33  1/3  cycles,  and  the  fre- 
quency in  the  armature  of  machine  B  is  equal  to  10  cycles,  and  by 
taking  the  dift"erence  of  33  1/3  and  10  cycles  the  speed  of  the  set  C-D 
is  given  as  700  r.p.m.  For  the  above  connection  the  speed  range 
is  between  the  limits  of  zero  and  the  direct  concatenated  speed  of 
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Driving  Motor 


assume  that 
the  line  cir- 
that   machine 


A  and  B 


■( 


_50  X  120 


j  =  375.     \\'hcn  the  two    leads    between    the 


10 -h  (j 

commutators  of  B  and  D  are  reversed,  the  speed  range  of  the  set 
A-B  will  be  between  the  direct  concatenated  speed,  575,  and  the 
synchronous  speed  of  motor  A  operating  as  a  single  motor.  In  this 
case  machine  C  acts  as  a  generator  and  machine  D  as  a  motor.    The 


(3) 
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speeds  and  frequencies  of  the  machines  can  be  expressed  by  the  fol- 
lowing formulae : — 

N.  = -(C^:il%liil^  or  N.  =  C^-^^l^° (I) 

A  1  Pa 

Combining  these;      ^^- ^^\    or      c.  =.  G  -  ^  x  Ca (2) 

'^'"  P3 
Substituting  the  value  of  C,  A^.  =  fCi  —  G  (?'  ±  ^  )  J  x  ^p°  •••• 
In  which  :  Ci  =:  line  frequency,  C2  =  frequency  in  the  secondary  of  A 
and  primary  of  machine  C ;  Cz  =  frequency  in  the  secondary  of  machine  C 
and  armature  of  B;  K\  =  r.p.m.  of  driving  set  A-B ;  N.  =  r.p.m.  of  frequency 
change  set;  Pi  =  number  of  poles  in  A;  P2  =  number  of  poles  in  B;  P3  — 
number  of  poles  in  C. 

In  formula  (j)  the  plus  sign  is  to  be  used  when  motor  C  is  acting  as 
a  motor  and  the  minus  sign  to  be  used  when  C  acts  as  a  generator. 
In  the  foregoing  example  the  set  would  have  the  following  speed 
limits:  C-D,  900  to  i  125  r.p.m.  when  the  driving  set  A-B  is  running 
from  600  to  375  r.p.m.,  in  which  case  machine  C  is  acting  as  a  gen- 
erator; o  to  I  500  when  the  driving  set  is  running  from  375  to  o 
r.p.m.,  in  which  case  machine  C  is  acting  as  a  motor. 

As  previously  mentioned,  the  speed  regulation  of  the  set  C-D 
is  accomplished  by  regulating  the  field  of  machine  D.  The  field  of 
machine  B  can  be  over-excited,  in  which  case  a  leading  current  will 
be  obtained  on  the  alternating-ctu-rent  side,  i.  e.,  rotary  converter  B 
can  be  used  at  the  same  time  as  a  compensator  to  raise  the  power- 
factor  of  the  current.  Accordingly,  in  cases  where  it  is  desirable 
to  improve  the  power-factor  of  the  line  circuit,  this  method  of 
changing  speed  proves  doubly  useful. 

The  starting  of  the  sets  can  be  accomplished  in  different  ways. 
One  way  is  to  start  motor  A  as  a  single  motor  with  starting  resist- 
ance in  the  secondary  circuit.  After  the  driving  set  is  up  to  full 
speed,  the  connection  between  motors  A  and  C  may  be  closed.  Then 
the  proper  field  excitation  can  be  given  to  /)  and  B  and  synchronism 
in  the  auxiliary  set  will  follow.  Another  way  is  to  start  the  auxiliary 
set  C-D  first.  This  may  be  done  by  connecting  the  primary  of  motor 
C  to  the  line,  provided  the  voltage  is  suitable.  After  this  set  has 
reached  full  speed  the  primary  of  motor  A  is  ilien  connected  to  the 
line.  The  auxiliary  set  may  also  be  started  b\'  connecting  the  pri- 
mary of  motor  A  directly  to  the  line,  at  the  same  time  having  the 
commutators  of  B  and  D  so  connected  that  machine  C  will  act  as  a 
niotor  and  D  as  a  generator.    The  fields  of  B  and  D  are  not  to  be 
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excited  until  llic  auxiliary  set  C-D  has  reached  full  <.\)<:cd.  Then, 
in  startinj^-  the  driving  set  .l-B,  machine  B  receives  power 
from  D  and  C.  and  assists  the  acceleration  of  set  A-B.  With  the 
increase  in  speed  of  set  A-B,  the  auxihary  set  C-D  slows  down,  and 
all  the  kinetic  energy  due  to  fly-wheel  effect  in  the  auxiliary  is  con- 
verted into  electrical  power,  driving  machine  B.  By  this  method 
of  starting  a  high  starting  torque  can  be  obtained  with  lower  current 
from  the  line. 

The  sizes  of  machines  B,  C  and  D  depend  on  the  speed  limits, 
the  amount  of  compensation  and,  of  course,  on  the  size  of  motor  A  ; 
in  every  case,  however,  they  will  be  smaller  than  motor  A. 

In  case  several  nu'tors  are  to  run  at  variable  speeds,  it  might 
be  much  cheaper  to  use  one  large  rotary  converter  or  motor-gener- 
ator set,  the  alternating-current  power  to  be  transformed  into  direct- 
current  power  and  the  direct-current  motor  used  to  drive  the  motors. 

A  motor-generator  set  driven  by  an  induction  motor  is  to  be 
preferred  in  all  cases  where  the  load  on  the  driving  motors  is  chang- 
ing very  much  and  suddenly,  because  in  such  a  case  a  synchronous 
motor  or  rotary  converter  may  fall  out  of  step. 

Where  the  load  conditions  are  not  very  severe  in  regard  to  sud- 
den high  peaks  a  rotary  converter  or  motor-generator  set  with  syn- 
chronous motor  may  be  preferable,  as  it  is  possible  with  these  ma- 
chines to  run  with  normal  power- factor  or  even  leading  current. 

In  addition  to  the  various  electrical  and  mechanical  schemes 
of  obtaining  multi-speed  control  of  induction  motors,  mentioned  in 
this  and  the  two  previous  articles,  there  are  many  others  which  per- 
haps in  a  few  special  cases  might  be  worth  taking  into  consideration. 
Of  all  the  present  practicable  arrangements  that  are  available  there 
is  none  which  might  be  called  ideal  in  every  respect ;  each  has  some 
disadvantages.  Some  are  rather  complicated  in  their  control  and 
operation ;  some  are  less  reliable  than  others,  and  practically  every 
one  has  the  main  disadvantage  of  being  rather  expensive  as  com- 
pared with  a  single  speed  induction  motor  of  the  same  capacity.  It 
is,  therefore,  not  surprising  that,  from  time  to  time,  new  schemes 
continue  to  be  brought  forth. 


THE  CHOICE  OF  A  CONDENSER  (Cont.) 

FRANCIS  HODGKINSON 
JET   CONDENSERS 

The  essential  differences  between  jet  and  surface  condensers 
have  been  pointed  out.  There  are,  however,  greater  diversities  in 
the  various  types  of  jet  condensers  than  in  surface  condensers.  Jet 
condensers  may  be  classified  as  follows  : 

The  Plain  Jet  Condenser — The  plain  jet  condenser  consists  of 
a  chamber  containing  a  suitable  supply  nozzle,  or  the  like,  for  ad- 
mitting the  injection  water.  In  this  chamber  the  steam  is  actually 
condensed.  In  conjunction  with  this  is  a  pump  handling  both  the 
air  and  the  mixture  of  cooling  water  and  condensed  steam. 


Centrifugal  Jet  Condenser — This  is  closely  allied  to  the  last 
mentioned  type,  the  only  difference  being  that  a  centrifugal  pump  is 
employed  instead  of  the  reciprocating  pump  but,  as  the  centrifu- 
gal pump  as  generally  arranged  is  not  capable  of  handling  air,  an 
additional  dry  air  pump  must  be  employed.  A  general  arrangement 
of  this  is  shown  in  Fig.  17.  For  condensers  of  large  capacity,  the 
centrifugal  jet  type  lends  itself  readily  to  design  and  in  such  cases 
works  out  in  less  cumbersome  apparatus  than  the  plain  jet.     The 
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Leblanc  contlenser  is  essentially  of  this  type,  the  ditiference  being 
really  only  in  the  type  of  air  pump. 

The  Leblanc  condenser  may  be  regarded  as  a  great  achieve- 
ment, inasmuch  as  the  cumbersome  dry  air  pump  is  supplanted  by 
a  very  small  piece  of  rotary  apparatus  which  may  be  mounted  on  the 
same  shaft  with  the  centrifugal  discharge  pump,  thus  requiring  but 
one  engine  or  motor  to  drive  it,  the  combination  making  an  ex- 
ceedingly simple  and  desirable  piece  of  apparatus. 

Barometric  Jet  Condenser  or  Elevated  Condenser — This  is  an 


'E^ 


^ 
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excellent  and  efficient  type  of 
condenser  for  certain  locations 
of  source  of  cooling  water,  etc. 
The  general  arrangement  is 
shown  in  Fig.  i8.  The  conden- 
ser A  is  elevated  higher  than  the 
height  of  the  barometric  water 
column  above  the  level  of  the  hot 
well,  so  that,  unlike  the  two  pre- 
vious types  of  jet  condensers,  the 
cooling  water  has  to  be  pumped 
into  it,  but  does  not  have  to  be 
pumped  out.  It  runs  out  by 
gravity.  There  are  cases,  how- 
ever, where  the  source  of  the 
water  supply  is  at  a  certain  ele- 
vation and  is  discharged  to  a  hot 
well  at  a  lower  level — some  six 
or  eight  feet  difference  being 
enough  to  render  no  water 
pumps  of  any  kind  necessary. 
Such  a  location  might  be  encountered  in  a  power  plant  that  is  an 
auxiliary  to  a  water  power  plant  where  the  condensing  water  is  taken 
from  above  the  dam  and  discharged  below. 

The  only  difference  between  the  barometric  jet  and  the  cen- 
trifugal jet  is  that  the  former  requires  means  of  getting  the  water 
into  it,  the  mixture  of  condensed  steam  and  water  coming  out  by 
gravity,  while  with  the  latter  the  cooling  water  goes  in  by  gravity ; 
that  is  to  say,  it  is  sucked  in  by  vacuum,  but  requires  means  for 
discharging  it.  So  far  as  the  air  pump  is  concerned,  tlic  one  tliat  is 
suitable  for  one  type  is  suitable  for  the  other. 

Ejector  Condenser — This  is  a  very  interesting  type  of  barome- 
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trie  condenser  in  which,  immediately  below  the  condensing  cham- 
ber, are  formed  cones  which  permit  the  descending  water  to  entrain 
air  with  it  so  that  no  air  pump  is  required  at  all,  and  in  certain  very 
favorable  instances  where  the  source  of  water  supply  is  materially 
higher  than  the  level  to  which  it  is  discharged,  not  even  a  water 
pump  is  required.  Notable  examples  of  this  type  of  condenser  are 
the  Bulkley,  Baragwanath  and  the  Schutte  &  Koerting.  It  may  be 
stated  as  a  general  proposition  that  these  types  of  condensers  re- 
quire more  cooling  water 
than  others ;  in  other 
Avords,  the  temperature  dif- 
ference, the  smallness  of 
which  is  a  measure  of  con- 
denser performance,  must 
always  be  pretty  high.  Fur- 
thermore, they  are  more 
susceptible  than  other  con- 
densers to  air  leaks ;  that 
is,  a  given  air  leak  will  pro- 
duce a  greater  fall  of  vacu- 
um. 

While  these  condensers 
are  also  of  the  barometric 
type,  Schutte  &  Koerting, 
however,  build  an  ejector 
condenser  which  has  no  ba- 
rometric tube,  as  shown  in 
Fig.  19.  The  water  is 
pumped  into  a  condenser 
A  under  such  a  pressure 
that  it  issues  out  through  a 
diffusing  tube  B  with  a 
high  enough  velocity  to 
carry  with  it  the  air  and  condensed  steam  with  sufficient  energy  to 
discharge  it  against  atmospheric  pressure.  The  open  stand  pipe  C 
is  open  at  the  top,  permitting  a  quantity  of  the  air  entrained  with  the 
injection  water  to  escape,  preventing  it  from  impairing  the  vacuum. 
There  are  limits  to  the  capacity  to  which  ejector  condensers 
may  be  built,  as  twin  condensers  are  generally  seen  for  outfits  of  as 
large  capacity  as  i  500  kw.  There  was  an  installation  of  a  Bulkley 
condenser  at  the  plant  of  the  Atlantic  Mills,  Providence,  R.  I.,  in 
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connection  with  a  400  k\v  turbine  which  it  is  understood  has  been 
giving  good  resuUs.  At  aU  events,  this  jet  condenser  was  the  sub- 
ject of  a  paper  read  before  the  American  Society  of  Mechanical 
Engineers  by  George  I.  Rock  wood  at  the  December  meeting  in  1906. 
The  interesting  parts  which  it  is  desired  to  bring  out  are  some  pecu- 
harities  that  were  encountered  in  instaUing  this  condenser.  As  Mr. 
Rockwood  first  installed  it,  the  injection  pipe  was  led  upwards  and 
then  horizontally  some  distance  before  going  into  the  conflenser, 
when  he  could  get  but  20  inches  vacuum.  On  Mr.  Bulkley's  advice, 
born  of  experience,  the  horizontal  run  of  pipe  was  done  away  with 

and  a  28-inch  vacuum  was  at 
once  obtained. 

Another  difficulty  encoun- 
tered in  this  installation  was 
due  to  air  being  drawn  in  with 
the  injection  in  spite  of  the 
suction  being  well  submerged. 
As  first  installed,  a  ]:)lain  pipe 
was  led  up  to  the  top  of  the 
condenser.  This,  however,  was 
altered  and  a  vertical  open 
tank  was  installed  and  ar- 
ranged as  shown  in  Fig.  20. 
The  tank  A  was  15  feet  in 
depth  which  ]Mr.  Bulkley  said 
was  the  requisite  depth  in  or- 
der to  squeeze  out  all  the  air. 
It  is  understood  from  Mr. 
Rockwood  that  the  installation 
of  this  tank  was  of  great  bene- 
fit and  at  any  time  one  could 
^^^-  -°  look  into  the  tank  and  see  bub- 

bles of  air  rising  to  the  surface  in  great  quantities.  It  will  be  noted 
that  this  tank  is  exactly  the  same  in  eitect  as  the  open  stand  pipe 
in  the  Schutte  &  Koerting  condenser.  Fig.  ig. 

Rotary  Blower  Type — This  type  is  equivalent  to  the  centrifu- 
gal jet,  except  for  the  method  of  handling  the  air,  and  that  a 
rotary  pump  of  the  Connersville  I'.lower  type  is  used  instead  of  a 
centrifugal  pump.  A  connection  is  taken  from  the  condensing 
chamber  in  the  same  manner  as  in  the  usual  barometric  or  centrifu- 
gal jet  condenser  aufl  leads   direct  to  the  rotary  pump  which   en- 
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trains  the  air,  thus  avoiding  the  necessity  of  a  separate  air  pump. 
The  rotary  pump  being  water  sealed,  can  operate  with  some  clear- 
ance. So  far  it  is  undersood  that  these  have  given  good  results,  but 
obviously  any  corrosion  of  pump  runners  or  cylinder  walls  will  in- 
terfere with  the  efficiency.  The  effect  of  "nails,"  "jack  knives,"  etc., 
carried  in  with  the  cooling  water  would  be  disastrous. 

Counter-Current  Principles — Some  condenser  builders  lay 
great  stress  on  the  fact  that  they  design  jet  condensers  on  the  coun- 
ter-current principle.     The  Weiss  condenser,  developed  in  Germany 

and  manufactured  in  this  country  by  The 
Southwalk  Foundry  &  Machine  Co.,  is, 
probably,  the  first  type  where  the  build- 
ers laid  stress  on  this  principle.  How 
necessary  this  counter-current  principle 
is  would  seem  to  depend  upon  whether 
the  greatest  amount  of  air  enters  the  con- 
denser by  means  of  the  cooling  water  or 
with  the  exhaust  steam.  If,  in  contem- 
plating the  counter-current  principle,  one 
supposes  that  all  the  air  enters  the  con- 
denser with  the  cooling  water,  he  won- 
ders how  any  kind  of  a  high  performance 
could  be  easily  and  economically  obtained 
with  any  condenser  that  did  not  have  due 
consideration  given  to  this  matter. 

The  principle  may  be  further  exhibited 
in  Fig.  21  as  it  would  be  applied  to  either 
a  barometric  or  a  centrifugal  jet  conden- 
ser. The  exhaust  steam  enters  at  A, 
the  cooling  water  at  B  and  the  air  is 
withdrawn  at  C.  The  mixture  of 
condensed  steam  and  water  issues 
at  D.  The  air,  then,  is  drawn  out  from  the  portion  of  the 
condenser  at  which  the  cooling  water  enters  where  the  temperature 
is  lowest  and  where  air  tension  predominates  materially  over  vapor 
tension.  At  the  other  part  of  the  condenser  where  steam  enters, 
the  opposite  condition  exists,  viz.,  the  vapor  tension  predominates 
over  the  air  tension.  It  is  well  known  that,  if  a  vessel  containing 
water  of  a  certain  temperature  is  connected  to  a  vacuum  pump, 
no  matter  how  high  a  vacuum  this  pump  is  capable  of  main- 
taining, the  vacuum  in  the  chamber  can  never  be  higher  (that  is, 
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have  less  pressure)  than  the  pressure  corresponding  to  the  tem- 
perature of  evaporation  of  the  water.  And  if  the  air  is  at  a  lower 
temperature  than  the  water,  the  pump  does  not  have  to  pull  a 
theoretical  vacuum  in  order  to  bring  about  evaporation.  This  ex- 
planation may  be  made  clearer  by  taking  a  concrete  case. 

Let  us  say  this  condenser  is  operating  at  a  28-incli  vacuum 
and  that  the  condenser  performance  is  ideal,  so  the  temperature  of 
the  mixture  leaving  the  condenser  will  be  the  same  as  the  tempera- 
ture of  the  exhaust  steam  which  is  the  temperature  of  evaporation 
at  28  inches  vacuum,  viz.,    101.9  degrees.     Therefore  at  the  zone 
E     in     Fig.     21,     the     pressure     will     be     one     pound     absolute 
and  the  temperature   101.9  degrees.     Then   suppose  that  the  tem- 
perature of  the  cooling  water  entering  the  condenser  at  B  is  70  de- 
grees ;  so  that  the  temperature  at  zone  F  in  condenser  is  70  de- 
grees.    For  all  practical  purposes  it  may  be  assumed  that  the  pres- 
sure at  zone  F  is  the  same  as  at  zone  E,  viz.,  one  pound  absolute. 
Now   the   vapor   tension  corresponding  to   70   degrees   is  0.36 
pounds  absolute,  (at  0.36  pounds  the  temperature  of  evaporation  is 
70  degrees).     The  actual  pressure  at  the  zone  F  is,  however,  one 
pound  per  square  inch  absolute.     Hence  36  percent  by  volume  of 
the  mixture  at  F  is  vapor  tension  and  64  percent  is  air  tension. 
Here  it  must  be  remembered  that  the  condenser  is  operating  ideally 
and  hence  it  might  be  supposed  would  require  an  air  pump  to  pull 
a  perfect  vacuum,  but,  by  reason  of  the  relative  tensions  and  the 
air  pump  drawing  its  air  from  where  the  air  tension  predominates 
over  vapor  tension,  this  is  by  no  means  the  case.     In  the  concrete 
example  an  air  pump  which  with  the  certain  given  air  leakage  in 
the  condenser  system,  will  pull  a  vacuum  of  0.64  of  a  pound  abso- 
lute pressure  or  within  1.3  inches  of  the  barometer  is  all  that  is  re- 
quired.     This   figure,   0.64   pounds,   is   the   difference   between   the 
pressure  at  the  temperature  of  evaporation  at  70  degrees,  viz.,  0.36, 
and  the  pressure  in  the  condenser,  viz,  one  pound  absolute.     Of 
course,  as  the  air  pump   reaches  this  condition,  the  zone  of  con- 
densation in  the  condenser  moves  from  E  towards  F  and  this  will 
continue  until  some  steam  will  be  drawn  away  through  the  pipe  to 
the  air  pump.    To  provide  against  any  trouble  from  this,  the  Weiss 
condenser  is   arranged   as   in   Fig.   22   with   a   supplementary   small 
tail  pipe  A,  as  shown,  discharging  into  a  supplementary  hot  well 
with  the  draining  spout  B  a  tritle  higher  than  the  drain  C  from  the 
main   hot   well.      In   the   path  of   the    water    draining  the    supple- 
mentary hot  well,  is  arranged  a  bucket  in  combination  with  a  lever 
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and  small  valve  D.  The  bucket  has  a  small  hole  in  its  bottom  so 
as  to  permit  ordinarily  small  quantities  of  water  to  drain  through, 
but  as  soon  as  the  water  flows  in  a  material  quantity  the  bucket  is 
overbalanced  and,  by  means  of  the  levers,  opens  a  small  valve,  ad- 
mitting air  to  the  condenser.  This  has  the  immediate  eft'ect  of 
raising  the  temperature  of  evaporation,  w'hen  the  zone  of  con- 
densation in  the  condenser  cone  will  be  lowered. 

The  cycle  of  events  is  there- 
fore as  follows :  The  moment 
the  air  pump  E  begins  to  pull  a 
vacuum  equivalent  to  the  temper- 
ature of  evaporation  or,  in  the 
concrete  case  referred  to,  0.64 
pounds  absolute,  the  pumps  will 
begin  to  draw  steam  with  some 
water.  This  discharging  down 
the  auxiliary  tail  pipe  and  filling 
the  bucket,  o])ens  the  air  valve, 
immediately  dropping  the  vacu- 
um, when  steam  and  water  will 
cease  to  come  over  and  the  buck- 
et will  rise  to  the  normal  posi- 
tion. 

Referring  again  to  Fig.  21,  the 
temperature  at  zone  E  will  cor- 
respond to  the  temperature  of 
evaporation  at  the  exhaust  tem- 
perature. This  temperature  be- 
comes less  and  less  towards  zone 
E  where  the  temperature  is  least 
and  corresponds  to  the  tempera- 
ture of  the  injection. 

As  has  been  stated,  it  is  only 
some  condenser  builders  that 
make  use  of  this  counter-current  principle  just  described.  All  of 
them,  however,  make  some  attempt  to  cool  the  air  on  its  way  to 
the  air  pump.  In  view  of  the  results  obtained  under  proper  condi- 
tions with  condensers  not  involving  the  counter-current  principle, 
it  would  almost  seem  that  this  cooling  of  the  air  answers  the  pur- 
pose, but  unless  some  reasons,  mechanical  or  otherwise,  exist  which 
make   it   difficult  to  accomplish,   it   is   believed   the  counter-current 
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principle  is  the  right  one  to  adopt.  In  the  case  of  the  Leblanc  con- 
denser the  counter-current  principle  in  any  special  cooling  device 
is  unnecessary,  as  the  water  used  in  the  actuation  of  the  air  pump 
entirely  performs  these  functions. 

ENTRAINERS 

In  all  condensers  where  the  exhaust  steam  has  to  be  elevated 
to  some  height  and  where  the  horizontal  run  of  the  exhaust  piping 
is  of  any  material  length  before  the  steam  is  carried  upwards  to 
the  condenser,  it  is  very  desirable  to  install  what  is  known  as  an 
entrainer.  In  i^g.  18  at  B  is  shown  one  of  these  in  connection  with 
a  barometric  condenser.  By  this  means  any  water  that  may  be 
present  will  drain  to  the  lowest  portion  of  the  entrainer.  As  soon 
as  this  fills  up  sufficiently  to  obstruct  the  flow  of  steam,  the  volume 
of  water,  being  so  small,  is  readily  picked  up  by  the  steam  and  car- 
ried upwards  to  the  condenser.  Without  an  entrainer  a  long  ex- 
haust pipe  would  hold  a  great  quantity  of  water  which,  as  soon  as 
enough  has  accumulated  to  cause  slight  obstruction  to  the  steam, 
will  surge  back  and  forth  in  waves,  causing  serious  water  hammer. 
Large  heavy  exhaust  pipes  have  been  known  to  be  completely 
wrecked  from  this  reason.  It  has  also  happened  when  operating 
turbines  at  light  load  and  when  the  accumulation  of  w^ater  is  the 
greatest,  that  this  surging  of  water  in  the  pipes  has  taken  place 
with  suflicient  force  to  surge  back  into  the  turbine,  thus  rip- 
ping out  the  low  pressure  blades.  Whether  there  is  an  entrainer 
or  not,  there  will  always  be  some  pressure  drop  in  the  exhaust 
pil)c  when  condensers  are  elevated.  This  is  generally  termed  "en- 
trainer loss." 

At  time  of  light  load  there  will  be  the  greatest  accumulation  of 
water  and,  on  the  load  being  increased,  the  pressure  drop  will  be 
temporarily  greater.  Similarly,  when  the  load  is  reduced,  the  pres- 
sure drop  will  disappear,  afterwards  returning  to  normal  as  soon 
as  the  water  has  accumulated.  The  normal  pressure  drop,  or  en- 
trainer loss,  amounts  to  from  one-fourth  to  three-eighths  of  an 
inch  on  a  mercury  column. 

A\'here  the  horizontal  run  of  exhaust  piping  before  the  riser 
to  the  condenser  is  very  short,  no  entrainer  is  necessary,  as  obvi- 
ously the  steam  coming  out  of  the  bottom  of  the  turbine,  then  turn- 
ing horizontally  through  a  very  few  feet  of  pipe  and  tlien  rising,  is 
itself  as  entrainer.     Just  what  length  of  pipe  necessitates  an  en- 
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trainer  can  only  be  arbitrarily  determined.  The  writer  recom- 
mends that,  where  the  horizontal  pipes  are  more  than  six  diameters 
long,  an  entrainer  should  be  installed. 

This  entrainer  loss  may  be  entirely  eliminated  by  placing  a 
chamber  at  the  base  of  the  up-take  to  the  condenser  into  which  any 
water  will  drain  and,  in  conjunction  with  this,  employing  a  small 
pump,  preferably  controlled  by  a  float  valve,  which  will  keep  the 
water  below  a  certain  level.  Similarly,  a  small  centrifugal  pump 
driven  by  a  high-speed  motor  kept  continuously  in  operation  would 
fulfill  this  office  very  nicely.  Either  method  is  preferable  to  an 
entrainer  except  that  there  would  be  additional  pieces  of  running 
machinery  to  be  taken  care  of.  However,  assuming  the  entrainer 
loss  to  be  three-eighths  of  an  inch  of  mercury,  this  means  a  loss 
of  a  trifle  more  than  one  percent  in  the  capacity  of  the  turbine. 
So  that  in  a  condenser  in  conjunction  with  a  loooo  horse-power 
outfit,  a  pump  of  approximately  half  a  horse-power  would  enable 
the  turbine  to  produce  lOO  horse-power  more  for  the  same  fuel 
consumption  and  would  be  worth  a  little  care  and  attention. 

Sometimes  the  entrainer  may  be  drained  directly  to  the  air 
pump  suction  when  a  wet  air  pump  is  employed  and  when  the  rela- 
tive elevations  of  exhaust  pipe  and  air  pumps  permit  a  free  fall  to 
the  pump.  Generally,  where  possible,  exhaust  pipes  should  be  led 
down  to  the  condenser,  permitting  free  draining.  A  point  worth 
keeping  in  mind  when  it  is  desirable  to  arrange  condensers  in 
groups  is  to  prevent  a  condition  of  unstable  equilibrium  where  the 
cooling  water  will  all  tend  to  run  to  one  condenser.  This  condi- 
tion will  take  place  where  one  engine  or  group  of  engines  are  ar- 
ranged to  exhaust  into  a  group  of  condensers.  The  moment  a  lit- 
tle more  water  tends  to  go  to  one  condenser  than  another  the  vac- 
uum will  rise  in  that  condenser  and  more  water  will  flow  to  it  and 
in  the  meantime  the  vacuum  will  drop  in  the  other  condensers.  The 
operator,  seeing  his  vacuum  on  the  system  has  fallen  to  that  corre- 
sponding to  the  condenser  starved  of  water,  will  attempt  an  ad- 
justment of  his  injection  valves  which  will  last  for  a  time  when  a 
slight  disturbance  will  perhaps  send  all  the  water  to  another  con- 
denser. This  difficulty  is  minimized  if  considerable  pressure  drop 
be  allowed  over  the  injection  valve,  but  this  may  mean  a  loss  of 
power. 

{To  he  coiitUiucd.) 


DETERMINATION  OF  RESISTANCES  BY  GRAPHICS 

F.  W.  HARRIS 

THE  use  of  graphical  constructions  for  the  solution  of  static 
problems  and  their  use  in  alternating-current  analysis  arc 
matters  of  common  engineering  practice.  The  development 
of  particular  graphics  for  special  purposes,  however,  is  not  so  com- 
mon, due  probably  to  a  lack  of  appreciation  on  the  part  of  the  ma- 
jority of  engineers  of  the  conveniences  ofifered  by  their  application. 
The  following  development  of  a  method,  by  which  the  complex 
calculations  required  in  designing  resistances  for  motor  control 
equipments  to  give  certain  conditions  of  acceleration  are  made  with 
ease  and  clearness  by  graphic  solution,  is  not  only  instructive  in  its 
bearing  on  this  particular  subject,  but  suggestive  of  convenient  ap- 
plications of  the  simple  graphical  constructions  to  various  other 
problems  which  ordinarily  require  elaborate  calculation. 

RESISTANCES   IN    SERIES 


There  have  been  numerous  discussions  in  regard  to  the  proper 
number  and  proportions  of  steps  to  use  in  various  motor  starting 
resistances.  This  is  not  a  very  difficult  mat- 
ter to  determine  on  the  assumption  that  the 
fluctuation  in  current  at  each  change  in  re- 
sistance is  limited  to  a  constant  value,  i.  c.. 
the  start  is  made  with  a  given  current  wliich 
is  cut  down  by  the  counter-e.m.f.  of  the  mo- 
tor to  a  certain  value,  when  it  is  again  in- 
creased to  its  initial  value  by  cutting  out  the 
resistance.  A  graphical  expression  of  Ohm's 
Law  is  given  in  Fig.  i.  This  is  based  on  the  use  of  similar  right  tri- 
angles. Thus,  Rj,  the  short  side  of  one  triangle,  is  to  a,  the  corre- 
sponding side  of  a  similar  right  triangle,  as  the  medium  side  Eo  is 
to  the  medium  side  C^,  or  /?,  -.a^E.,  :  C,.  This  is  obviously  Ohm's 
Law  or  E^^C^R^^r-a,  the  value  of  a  being  merely  a  convenient 
scale  factor.  For  example,  if  o  be  made  equal  to  one  it  disappears. 
The  introduction  of  the  factor  a  serves  to  give  a  convenient  shape 
to  the  reference  triangle.    In  a  similar  manner,  E^  =  C^R^  -^  a. 

Considering  now  the  starting  of  motors,  the  simplest  case  is  that 
in  which  the  motor  has  absolutely  constant  fielcf  strength.     These 
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E,       Ej  E. 


conditions  are  shown  in  Fig.  2.  It  is  assumed  that  the  motor  starts 
with  a  current  vakie  of  C^,  and  a  voltage  E^  impressed  on  the 
circuit  (shown  graphically  hy  E^E).  It  is  evident  that  a  resistance 
R^  R  is  required.  The  motor,  in  accelerating  develops  a  counter- 
e.m.f.  represented  by  E^  E.^,  and  when  the  current  reaches  a  value 
Co,  a  resistance  must  be  cut  out  to  bring  the  current  value  back  to 
C,.  Following  the  line  S^E._.  vertically  towards  E.,  to  the  point 
where  it  intersects  the  diagonal,  R^  E,  it  is  seen  that  the  line  R..  R 
represents  the  remaining  resistance,  the  value  R-^^  R..  being  the 
amount  cut  out.  It  follows,  therefore,  that  a  repetition  of  this 
process  gives  successive  resistance  points,  R^  Rn  Ro,  etc.  Each  step 
cut  out  is  a  certain  percentage  of  the  total  resistance  in  circuit  at 

that  instant.  It  is  evident 
then  that,  theoretically,  the 
number  of  steps  is  infinite. 
It  should  be  borne  in  mind, 
however,  that  the  resist- 
ance R  R^  is  the  total  re- 
sistance in  circuit  and  in- 
cludes the  resistance  of  the 
motor  and  wiring  which 
cannot  be  eliminated.  It 
may  be  assumed,  for  exam- 
ple, that  this  resistance 
is  equal  to  R-;  R,  in 
which  case  the  number 
of  steps  would  be  six.  Assuming  the  motor  to  have  a 
constant  acceleration,  it  is  evident  that  the  counter-e.m.f. 
will  increase  uniformly,  which  means  that  time  may  be  meas- 
ured from  left  to  right  along  the  line  E^  E,  equal  intervals  denoting 
equal  time  intervals.  In  this  case  the  rheostat  handle  evidently 
should  remain  a  long  time  on  the  first  step  and  a  shorter  time  on 
each  succeeding  .step,  the  time  intervals  following  the  same  law  as 
the  resistance.  It  is  also  evident  that  the  magnitude  of  the  resist- 
ance steps  is  independent  of  the  time  interval  if  the  resistance 
changes  are  made  at  the  proper  current  values,  the  time  interval 
depending  on  the  rate  of  acceleration. 

In  such  a  motor,  having  a  constant  flux  with  a  maximum  cur- 
rent Ci  and  a  minimum  current  Co,  there  should  be  cut  out  on  each 
step  a  portion  of  the  whole  resistance  represented  by  the  ratio 
(Ci  —  Co)  -;- Ci.     The  resistance  values  depend  wholly  on  the  cur- 
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rent  and  the  time  intervals  wholly  on  the  speed  of  acceleration  of 
the  motor. 

The  foregoing  assumes  that  a  certain  maximum  and  a  certain 
minimum  current  are  controlling  factors.  Fig.  3  shows  a  construc- 
tion in  which  a  certain  maximum  current  C^,  measured  by  the  line 
C"i  C,  and  equal  increments  of  counter-e.m.f.  between  steps  are  as- 
sumed, the  minimum  current  and  resistance  being  the  dependent 
variables.  The  first  resistance  value  is  R^R;  the  second,  R..R,  etc. 
Er  E  is  assumed  to  be  the  drop  due  to  the  resistance  R  Rr,  of  the 
machine  at  current  C^  C.    The  line  E^  E^  is  then  divided  into  four 
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parts.  If  this  motor  w^ere  connected  to  a  load  having  considerable 
fly-wheel  efifect,  so  that  the  fluctuation  in  acceleration  due  to  changes 
in  current  caused  by  cutting  out  the  resistance  step-by-step  are  pre- 
vented, the  line  E^  E  would  also  be  a  measure  of  time  since  the 
counter-e.m.f.  would  increase  uniformly.  Or,  if  the  number  of  steps 
were  made  very  great,  the  current  lluctuation  would  become  very 
small,  and  the  motor  would  be  uniformly  acceleratetl.  In  that  case, 
cutting  out  equal  resistances  in.  ecpial  time  would  result  in  a  certain 
maxinmm  current  at  the  beginning  of  each  step  and  a  constantly 
diminishing  current  at  the  end  of  each  step. 

In  proportioning  the  steps  in  a  starting  rheostat  for  shunt  or 
compound  motors  a  design  following  the  method  of  Fig.  i  would 
lead  to  the  best  theoretical  results  as  regards  smooth  starting,  but 
would  necessitate  shortening  the  time  intervals  as  the  rheostat  arm 
was  advanced.     The  second  couditi<in  u-^  outlined   in  V\g.   3  would 
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not  give  as  uniform  an  acceleration  due  to  wide  current  variations 
and  consequent  torque  variation,  but  would  prevent  the  blowing  of 
fuses  and  allow  uniform  movement  of  the  arm.  It  is  evident  that  a 
skillful  operator  could  start  a  motor  with  either,  and  in  all  proba- 
bility the  best  starter  would  be  a  compromise. 

The  above  applies  only  to  motors  having  constant  fields.  Rail- 
way motors  having  series  fields  require  a  somewhat  more  compli- 
cated diagram  due  to  the  fact  that  in  cutting  out  a  step  of  the  re- 
sistance the  current  jumps  from  a  low  to  a  higher  value  with  con- 
sequent change  in  field  and  counter-e.m.f.  If  the  iron  of  the  field 
is  w^orked  very  low  this  increase  in  counter-e.m.f.  is  directly  pro- 
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portional  to  increments  of  current.  Fig.  4  shows  a  construction  in 
which  this  is  true.  In  this  figure  there  is  an  upper  rectangle  carry- 
ing another  pair  of  diagonal  lines.  This  is  to  take  care  of  incre- 
ments of  counter-e.m.f.,  the  horizontal  distance  between  the  lines 
being  proportional  to  their  increments,  or  C^  Co  -.C.^C  : :  E^  E^  :  £_, 
Zij.  The  resistances  are  measured  downward  from  R  as  before. 
The  maximum  current  is  Q  C,  and  the  minimum  current  is  Co  C. 
With  the  maximum  current  flowing,  7?^  7?  is  a  measure  of  the  to- 
tal resistance  in  circuit.  If  the  motor  is  now  accelerated,  a  counter- 
e.m.f.  will  be  developed,  and  when  it  equals  E^  E„  the  minimum 
current  C,  C  will  be  reached.  It  is  now  desired  to  cut  out  enough 
resistance  to  bring  the  current  up  to  C^  C.  In  increasing  this  cur- 
rent the  counter-e.m.f.  E^E^  will  increase  to  E^E^  as  indicated  by 
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the  horizontal  Hue  connecting  the  upper  diagonals.  Dropping  the 
perpendicular  £3  to  intersect  the  diagonal  to  Cj.  line  RR.,  will  in- 
dicate the  resistance.  If  the  increase  in  counter-e.m.f.  is  directly  pro- 
portional to  increase  in  current,  the  resistance  steps  will  be  equal, 
and  if  the  current  limits  are  small  enough  to  prevent  speed  fluctua- 
tion, time  may  be  measured  on  the  top  line  as  before,  E^^E^,  E.^  E., 
etc.,  being  equal  intervals.  It  is  seen  then  that  a  series  motor  with 
a  field  in  which  the  iron  shows  no  saturation  can  be  started  with 
definite  current  limits  by  equal  steps  cut  out  in  equal  times. 

In  all  commercial  series  motors  some  saturation  is  present. 
The  greater  this  saturation,  the  nearer  the  conditions  approximate 
those  of  Fig.  2.  The  construction  for  an  actual  case  is  given  in  Fig. 
5,  in  which  the  saturation  makes  the  increase  in  counter-e.m.f.  only 
one-half  that  which  would  result  if  it  were  proportional  to  the 
change  in  current.  This  results  in  a  gradual  cutting  down  of  size 
of  steps  and  a  similar  cutting  down  of  time  intervals.  That  is  to 
say,  a  railway  controller  must  be  moved  faster  on  the  last  notches 
than  on  the  first  and  the  last  resistance  steps  must  be  less  in  pro- 
portion. 

The  results  of  the  four  cases  above  may  now  be  considered 
as  regards  time  and  resistance  only.  Assuming  that  the  curve 
representing  the  motor  acceleration  is  a  straight  line,  the  spaces 
along  the  upper  line  E^  E  represent  equal  time  intervals.  An  in- 
spection of  Fig.  2  shows  that  the  changes  in  e.m.f.  or  speed  follow 
the  same  law  as  changes  in  resistance,  i.  e.,  that  while  the  values  of 
successive  resistance  steps  diminish,  the  length  of  time  they  arc  in 
circuit  diminishes  in  the  same  ratio.  The  rate  of  cutting  out  re- 
sistance is  therefore  constant.  A  careful  analysis  of  other  figures 
shows  this  to  hold  good  throughout.  To  accelerate  a  motor  uni- 
formly with  a  constant  or  variable  field,  the  resistance  should  be  cut 
out  at  a  uniform  rate.  The  values  of  successive  steps  and  the 
character  of  the  motion  of  the  moving  arm  follow  the  same  law 
and  are  determined  by  the  characteristics  of  the  motor.  The  prac- 
tical deduction,  then,  is  that  if  an  arrangement  could  be  obtained 
whereby  the  resistance  could  be  decreased  uniformly,  i.  e.,  without 
steps,  as  in  a  water  rheostat  (where  adjustment  of  the  plates  deter- 
mines the  resistance),  the  desired  condition  of  uniform  accelera- 
tion would  be  realized,  regardless  of  the  character  of  the  motor  field, 
because  with  uniform  acceleration  the  current  is  constant,  the  field 
is  constant,  and  therefore  its  characteristics  have  no  bearing  on  the 
case. 
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The  above  graphic  representations  show  clearly  to  the  eye  the 
relationship  of  the  electro-motive  force,  current,  resistance  and 
time.  In  the  solution  of  actual  problems,  it  is  found  that  a  larger 
current  is  needed  on  the  first  step  than  on  the  succeeding  steps  and 
that  the  acceleration  is  rarely  along  a  straight  line.  In  nearly  all 
cases  the  character  of  the  acceleration  is  not  important  and  most 
designers  have  a  favorite  choice  of  curve  along  which  they  place 
resistance  values.  For  railway  motors  this  curve  may  be  about  that 
shown  in  Fig.  6,  the  straight  line  being  given  for  reference.  The 
theory  is  as  presented  above  and  in  the  case  of  very  large  units, 
such  as  motors,  driving  rolls,  etc.,  where  the  character  of  the  ac- 
celeration and  the  saturation  curve  are  known,  the  actual  resist- 
ance requirements  may  be  worked  out  by  these  methods. 

RESISTANCES    IN    TARALEEL 

In  the  case  of  resistances  of  heavy  capacity,  it  is  found  difficult 
to  obtain  low  enough  values  without  putting  several  resistance  units 
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in  parallel.  In  such  cases  in  the  place  of  putting  all  the  resistance 
in  circuit  and  then  cutting  it  out  step  by  step,  it  is  found  advisable 
to  put  a  single  section  in  circuit  and  then  throw  additional  sections 
in  multiple  with  this.  By  doing  this  each  succeeding  contact  of  the 
controller  handles  larger  current.  The  last  step  is  of  course  made 
by  closing  contacts  which  short-circuit  the  combination. 

The  calculation  of  parallel  resistances  is  a  somewhat  tedious 
task,  while  the  construction  shown  in  the  following  figures  is  quick 
and  accurate.  It  is  founded  on  the  well  known  construction  for 
solving  parallel  resistances  shown  in  Fig.  y.  In  this  figure,  ad  and 
cf  are  the  given  resistances  placed  at  any  convenient  distance  apart 
on  the  base  line  df.     The  construction  lines  af  and   cd  are  then 
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drawn  and  the  line  be  from  their  intersection  to  the  base  hnc  is  the 
resistance  of  (/(/  and  cf  in  parallel. 

The  application  of  this  method  to  an  actual  resistance  problem 
is  shown  in  Fig.  8.  Assuming  that  it  is  flesired  to  select  resist- 
ances to  give,  in  five  steps,  an  acceleration  which  will  follow  a  curve 
similar  to  that  shown  in  Fig.  6.  The  first  resistance  value  is  ad, 
the  second,  be,  the  third,  lii,  the  fourth,  lui,  the  fifth  step  being 
located  at  p  and  being  zero.  The  proportion  of  the  individual  re- 
sistances which  will  give  these  values  are  determined  as  follows : 
It  is  evident  that  the  first  resistance  will  be  ad.  It  is  now  required 
to  find  another  resistance  which,  in  multiple  with  ad,  will  give  be, 
the  second  resistance  value.  Drawing  abf  through  a  and  b,  and 
erecting  a  perpendicular  at  /,  a  new  value,  cf  is  given  by  the  inter- 
section of  this  perpendicular  with  the  line  dbc.  In  a  similar  man- 
ner bilk   is  drawn,  a  i)erpendicular  is   erected,  and  the  line  clij  is 

drawn,  thus  determining  jk 
as  the  third  step.  The 
fourth  resistance  is,  in  a 
similar  manner,  found  to 
l)e  P.O. 

It  is  th.us  determined 
that,  to  ])ro(luce  a  resist- 
ance curve  passing  through 
a.  b,  Ji.  1,  and  p,  the  resist- 
ances ad,  cf,  jk  and  no  must 
successively  be  thrown  in 
multiple,  all  finally  being 
short-circuited  at  p.  Wy  a  similar  a])plication  of  the  method  the 
same  ciu've  ma}-  be  approximated,  using  a  (lifi:'erent  nuniljer  of  stei)s. 
With  corresponding  calculations,  made  for  various  other  acceleration 
curves  and  showing  on  the  same  sheet  the  resistance  and  time 
or  "steps"  co-ordinates,  bntji  being  expressed  in  percentages,  a 
grapiiic  calculation  sheet  may  be  prepared  to  cover  a  complete  set  of 
conditions  such  as  would  be  required  for  a  given  line  of  apparatus, 
the  results  for  a  specific  case  then  being  expressed  in  percent  of  the 
total  resistance.    The  resultant  is  thus  immediately  obtainable. 

The  graphic  method  was  recently  used  in  the  solution  of  a 
problem  on  parallel  resistances,  for  whicli  it  proved  to  be  a  very 
sim])le  method,  whereas,  the  derivation  of  a  mathematical  formula 
which  W'Uild  give  a  rcasonablv  simple  and  rapid  solution  proved  to 
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be  rather  involved.*  A  system  of  trolley  feeders  was  connected  as 
shown  in  Fig.  9,  the  resistance  of  each  section  being  known,  and  it 
was  desired  to  find  the  equivalent  resistance  of  this  combination. 
The  graphical  solution  is  shown  in  Fig.  10.  The  construction  is  as 
follows:  Lay  off  a  base  line,  AB,  of  any  convenient  length,  and 
represent  the  respective  resistances  by  line  perpendicular  to  this 
base  line  and  draw  to  scale  as  follows:  At  A,  let  AC  represent  1\ 
and  CD,  r.,  on  the  same  straight  line.  At  B,  let  BE  represent  r, ; 
then  GF,  determined  by  the  intersection  of  diagonals  DB  and  EA, 
represents  the  resultant  of  1\  +  rg  in  parallel  with  r„.  Lay  off  EH 
equal  to  r.  in  the  same  straight  line 

H 

as  BE.   Then  likewise,  JK  repre-       d 
sents  the  equivalent  resistance  of  \  ^ 

^'2   +  ^'o  "1  parallel  with  }\.     At 
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the  point  /  lay  oft'  JM,  representing  r.,,  in  the  same  straight  line  as 
JK;  likewise,  at  F  lay  off  FN,  representing  i\.  Draw  the  diagonals 
NK  and  MG ;  then  the  line  XY  is  determined  by  their  intersection 
and  represents  the  equivalent  resistance  of  the  five  resistances  as 
connected. 


*See  No.  316  in  The  Journal  Question  Bo.x. 


VOLTAGE  REGULATING  RELAYS 
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PAUL  MacGAHAN 

VOLTAGE  regulaliiig  relays  are  used  principally  in  coiniccliou 
with  motor-operated  feeder  regulators  to  start,  stop  and 
reverse  the  motor  as  the  voltage  changes,  and  thus  cause 
the  regulator  to  maintain  the  voltage  of  the  circuit  under  its  control 
at  the  predetermined  normal  value.  In  general  the  relay  outfit  for 
each  regulator  comprises  a  primary  relay  or  a  "contact-making  volt- 
meter." and  a  secondary  relay  or  motor  starting  switch  electrically 
operated  by  the  contacts  of  the  primary  relay.  It  is  necessary  to 
use  separate  relavs,  as  a  primary  relay  having  the  necessary  ac- 
curacv  and  freedom  from  errors  due  to  tem- 
perature and  frequency  variation  cannot  be 
made  powerful  enough  to  control  the  heavy 
contacts  necessary  to  open  and  close  the 
motor  circuit. 

Previous  Difficulties — One  of  the  difficul- 
ties encountered  heretofore  has  been  that 
there  was  a  tendency  for  the  movable  con- 
tact to  remain  very  near  one  of  the  stationary 
contacts,  thus  causing  unnecessarily  frequent 
operation.  This  was  caused  by  the  relay 
opening  the  contact  when  the  voltage  was 
equal  to  that  at  which  the  contact  closed. 
Therefore  the  tendency -of  such  a  relay  was 
to  keep  the  voltage,  for  example,  at  99M  or 
100^  volts,  if  the  stationary  contacts  were 
set  for  a  normal  voltage  of  100,  plus  or 
minus  -)4-  T'lc  principal  drawback,  however, 
was  that  the  contacts  of  the  primary  relay 
would  often  vibrate  or  chatter  when  the  volt- 
age approximated  that  required  to  close  them,  thus  causing 
the  contacts  to  barely  touch  and  make  a  succession  of  poor  contacts. 
This  produced  arcing,  burning  or  freezing  of  the  contacts  and  pit- 
ting, despite  the  fact  that  the  contacts  were  made  of  the  rarer  metals 
of  the  platinum  group,  so  alloyed  as  to  have  extreme  hardness  and 
high  melting  point.  The  poor  contacts  in  the  j^rimary  relay  m  turn 
caused  chattering  of  the  secondary  relay  with  the  resultant  wearing 
out  and  burning  of  its  contacts,  thus  increasing  the  noise,  the  heat- 
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ing  of  tlie  motor,  and  the  general  wear  and  tear  on  the  whole  outfit. 

Present  Arrangement — It  was  to  overcome  these  objections  that 
the  following  novel  arrangement  was  devel<^pe(l :  To  the  primary 
relay  or  contact-making  voltmeter  were  added  two  auxiliary  wmd- 
ings,  each  in  series  with  one  of  the  two  contacts  and  so  arranged  as 
to  assist  in  closing  the  contacts,  by  increasing  the  torque  just  as  the 
contact  is  closed.  The  current  passing  through  these  coils  and  con- 
tacts actuates  the  secondary  relay  or  motor  switch  which  controls 
operation  of  the  motor  on  the  regulator. 

A  general  view  of  the  primary  relay  is  given  in  Fig.  i,  clearly 
showing  ithe  stationary  and  moveable  contacts,  made  of  specially  al- 
loyed metals  of  the  platinum  group,  and  so  mounted  as  to  give  a 
wiping  or  self-cleaning 
action  when  making  con- 
tact. An  auxiliary  relay 
is  shown  in  Fig.  2.  Fig. 
3  is  a  diagram  of  con- 
nections between  the  cir- 
cuit being  regulated  and 
the  primary  and  auxilia- 
ry relays,  showing  the 
auxiliary  coils  of  the  pri- 
mary relay  and  the  mo- 
tor control  circuits. 

The  proper  compound- 
ing action  from  a  prima- 
ry relay  auxiliary  coil  is 
found  to  be  obtained 
when  it  is  arranged  to 
have  ^  percent  of  the  torque  of  the  main  coil.  There  is  a  non-induc- 
tive resistance  in  parallel  with  each  coil  of  the  secondary  relay,  which 
takes  currents  approximately  in  phase  with  the  current  in  the  main 
coil  of  the  primary  relay  and  of  proper  strength  to  make  the  ampere- 
turns  in  the  auxiliary  coils  of  the  primary  relay  ^  percent  of  that  in 
the  main  coils.  In  addition,  these  coils  absorb  the  "discharge"  from 
ithe  main  coil  of  the  secondary  relay  when  the  contacts  are  broken, 
thus  greatly  reducing  sparking  at  the  contacts. 

Assuming  that  the  contacts  are  set  for  a  legulation  of  plus  or 
minus  ^  percent ;  when  the  voltage  to  be  regulated  rises  ^  percent, 
the  primary  relay  contact  closes,  and  the  extra  effort  of  one  or  the 
other  of  the  auxiliary  coils  a,  Fig.  3,  makes  this  closing  positive, 
thus  avoiding  chattering  and  burning.     An  additional  advantage  is 


-INTERIOR  VIEW  OF  AUXILIARY  RELAY 

With  oil  tank  removed. 
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that  tlic  contact  remains  closed  until  the  voltage  is  reduced  by  94 
percent,  or,  in  other  words,  retin-ned  to  the  normal  point  exactly, 
when  the  contact  is  again  broken  suddenly  and  positively,  thus 
avoiding  sparking.  Xo  further  contact  is  made  until  the  voltage 
again  changes  ^  percent;  thus  the  lite  of  the  primary  and  secondary 
contacts  is  greatly  increased,  also  the  motor  will  run  cooler  and 
there  will  be  less  wear  upon  the  mechanism. 


no  Volls      60  Cyclts 


To  Bus-Bjr: 


FIC.  3 — CONNECTION  DIAGR.\.M  OF  MAIN  AND  AU.XILIARV  CIRCUrFS  OF 
-MOTOR-OPERATED  INDUCTION  REGULATOR  CONTROLLED  BY  MEANS  OF 
PRIM.ARY   AND    SECONDARY   VOLTAGE  REGULATING  RELAYS 

In  order  to  obviate  the  objectionable  Hashing  at  the  contacts  of 
the  auxiliary  relay,  to  reduce  the  noise  and  to  greatly  increase  the 
life  of  the  contacts,  the  auxiliary  relay  is  made  of  the  oil  immersed 
form,  the  contacts  being  under  oil. 
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■  Our  readers  are  invited  to  use  this  department  for  obtaining  information 
on  electrical  and  mechanical  subjects.  The  topics  should  be  of  general  in- 
terest .and  of  the  kind  that  can  be  treated  briefly.  Each  inquiry  should  be 
accompanied  by  a  stamped  return  envelope. 

Address  all  questions  to  The  Journal  Question  Box,  care  of  The  Electric 
Journal,  Box  911,  Pittsburg,  Pa. 


313 — Low-Voltage  Release  Used  in 
Connection  With  Automatic 
Oil  Switch — Please  explain, 
with  the  aid  of  a  diagram,  the 
connections  necessary  _  for  a 
low-voltage  release  coil  such 
as  would  be  used  in  connection 
with  an  automatic  oil  switch 
intended  for  a  440-volt,  400 
hp,  three-phase  induction  mo- 
tor. The  current  transform- 
ers supplied  with  the  switch 
have  a  ratio  of  600  to  5  am- 
peres. The  two  overload  trip 
coils  are  connected  to  the  sec- 
ondaries of  the  three  current 
transformers  as  shown  in  Fig. 
313  (a).  The  oil  switch  is  to 
be  located  at  the  point  where 
the  motor  circuit  is  connected 
to  the  main,  and  it  is  desired 
to  operate  the  low-voltage  re- 
lease from  a  point  near  the 
motor.  Please  give  the  direc- 
tion and  value  of  current  in  the 
relay  coils  and  state  whether 
inserting  the  low-voUage  re- 
lease coil  will  affect  the  pres- 
ent adjustment  of  the  overload 
trip  coils.  o.  b. 

The  no-voltage  coil  may  be  con- 
nected across  any  phase  of  the  line 
and  at  any  convenient  point,  as  its 
action  is  entirely  separate  from,  and 
independent  of,  the  overload  coils 
and  the  series  transformers  to  which 
they  are  connected.  While  there  is 
a  remote  possibility  of  failure  of 
voltage  on  one  phase  of  the  circuit 
alone,  i.  e.,  without  failure  on  all 
three  phases,  the  probal)ility  of  such 
an  occurrence  is  so  slight  that  it  may 
be  safely  assumed  that  a  single  no- 
voltage  coil  will  satisfactorily  take 
care  of  abnormal  conditions  arising 
through  failure  of  voltage,  especially 
where  a  motor  circuit  is  involved. 
The  low-voltage  release  coil  is  shown 
in  Fig.  313  (a)  connected  directly  to 


one  phase  of  the  motor  circuit.  These 
coils  are  adapted  for  direct  connec- 
tion to  circuits  the  voltage  of  which 
does  not  exceed  440  volts.  For  use 
in  conection  with  circuits  of  higher 
voltage  than  this,  it  is  necessary  to 
insert  a  voltage  transformer  between 
the  release  coils  and  the  line  circuit ; 
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FIG.  313  (a) 

the  action  of  the  release  coil  being  the 
same  with  or  without  the  trans- 
former. H.  G.  MACD, 

314 — Excessive  Drop  in  Alternat- 
ing-Current Feeder  Circuits 
— Two  6o-cycle  multiple  arc 
circuits,  the  general  dimensions 
of  which  are  indicated  in  Fig. 
314  (a)  are  carried  on  a  pole 
line  having  two  cross  arms  per 
pole.  The  arrangement  of  the 
two  arc  circuits  is  shown  in 
Fig.  314  (b),  a  and  b  being  the 
feeders  for  one  circuit  and  a' 
and  b'  those  for  the  other. 
Several  heavy  direct-current 
feeders  are  also  carried  on  the 
same  cross  arms.  A  test  de- 
veloped the  fact  that,  with  a 
current  of  about  100  amperes, 
and  a  line  voltage  at  the  step- 
down  transformers  in  the  sub- 
station, of   118  volts,  the  volt- 
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age  available  at  the  first  arc 
lamp  was  only  85  volts,  repre- 
senting a  drop  of  2>3  volts  in 
1 200  feet  of  circuit.  At  a 
point  300  feet  from  the  station 
the  drop  was  found  to  be  10 
volts.  The  theoretical.  /.  c, 
calculated  value  of  the 
drop  to  the  center  of  dis- 
tribution is  less  than  15 
volts.  Would  the  arrangement 
of  the  wires  on  the  poles  afifect 
the  drop?  According  to  my 
figures  this  is  negligible.  y\ll 
the  wire  is  new  and  apparently 
in  perfect  condition.  The 
twelve  lamps  are  new  multiple 
7.5  amperes.  Will  you  please 
suggest  an  explanation  of  the 
excessive  drop?  j.  w.  G. 

The  inductive  resistance  of  a  single- 
phase  circuit,  I  000  feet  long,  is  given 
by  the  following  formula :  2x2  -  f  x 

(0.0152  +  0.14    log.  ~  )     -^    1000,    in 

which  /  =  frequencj^  d  =  distance 
])etween  centers  of  wires,  and  r  =: 
radius     of     wire.     This     expression 

\2  Mutipk 
U000/l20VTraas.    OOOOB&S         Arc  Lamps 
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FIG.  314  (a) 
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gives  the  drop  for  one  ampere  trans- 
mitted I  000  feet.  By  this  formula  a 
circuit  of  i  200  feet  of  0000  copper 
wire,  with  yz  inches  between  centers, 
and  carrying  current  at  60  cycles,  is 
found  to  have  an  inductive  drop  alone 
of  about  2)2)  volts,  which,  combined 
with  the  ohmic  drop  of  12  volts,  with 
a  current  of  100  amperes,  gives  a 
total  drop  of  about  35  volts.     If  the 


two  circuits  run  parallel  for  some 
distance,  it  is  possible  that  the  in- 
ductive drop  can  be  neutralized  by 
placing  the  two  circuits  as  close  to- 
gether as  is  safe,  connecting  so 
that  the  instantaneous  directions 
of  flow  of  current  are  oppo- 
site in  adjacent  wires.  If  the  two 
circuits  are  separate  for  a  considera- 
ble part  of  the  total  distance,  the  in- 
ductive drop  in  each  circuit  can  be 
reduced  by  keeping  the  two  wires  of 
each  circuit  as  close  togetiier  as  is 
safe  for  operating  conditions. 

K.  I'.  J. 

315 — Testing    of   Insulators — Will 
the  results  of  breakdown  tests 
on   insulators,   etc.,   be   materi- 
ally affected  due  to  generator 
e.m.f.    wave    form    by   using    a 
polyphase   generator   to   supply 
single-phase  power?     The  volt- 
age is  to  be  measured  on  the 
low-tension    side    bj'-   using   an 
ordinary    indicating    voltmeter, 
which    measures    the    effective 
value  of   the  wave,   while   the 
breakdown      voltage      depends 
upon     the     maximum     of     the 
wave.     What  size  generator  is 
it  advisable  to  install  for  such 
tests?     What   percent   of    gen- 
erator  rating   can   be   obtained 
when  using  a  polyphase  gener- 
ator as  single  phase?        c.  w.  s. 
As    the    power    required    for    such 
tests    is    determined    simply    by    the 
electrostatic  capacity  of  an  insulator, 
only  a  small  power  generator  is  nec- 
essary,   unless   the    test   is   conducted 
sinniltaneously  on  a  large  number  of 
insulators.     The    wave    form    of    al- 
ternators of  comparatively  recent  de- 
sign approximates  very  closely  to  that 
of  tlic  sine  wave  and  is  not  affected 
liy    the   number    of    phases    involved. 
'i"he  single-phase  capacity  of  a  three- 
])hase  generator  is  71   percent  of  the 
three-phase     capacity.     The     voltage 
for  a  test  such  as  that  under  consid- 
eration should  be  measured  by  means 
of    a    spark    gap,    the    terminals    of 
which  should  be  mounted  on  insula- 
tors   of   the   proper    size   and   wliich 
should  be  equipped  at  the  gap  witli 
"bull-nose"  or  spherical  points  of  one- 
half     inch     diameter.        Curves     or 
tables   giving   the   equivalent   voltage 
for  a  given  Icngtli  of  gap  are  to  be 
found  in  the  various  handbooks  for 
electrical      engineers.     For      further 
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suggestions    in    connection   with    this 
subject  note  article  on  "Design  and 
Testing   of   Electrical    Porcelain"   by 
Dean  Harvey  in  the  Journal  for  Oc- 
tober, 1907,  p.  568.  c.  E.  s. 
316 — Resistance  of   Inter-Connec- 
ted Feeders — A  system  of  trol- 
ley   feeders    is    connected     as 
shown  in  Fig.  316  (a),  the  re- 
sistance of   each   section   being 
known.      What   is   the   equiva- 
lent   resistance    from   A    to   0 
expressed   in   terms   of  the   re- 
sistance  of  the   respective   sec- 
tions? F.  F.  s. 
Designating  the  resistances   as    r,, 
>'2,    r.t,    ;-4,    and    r^,    respectiveh'.    the 
combined   resistance  R  from  A  to   O 
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FIG.  316  (a) 

may    be    obtained    by    means    of    the 
following  formula  : 

R=-^=    -f 

ri+r2+r,-, 

_(  r.+r;ik  ^'^  )  +  (r7&.Tr;  +'"•)_ 

This  expression  will  be  reduced  to 
comparatively  simple  form  by  the 
substitution  of   known   values   in   the 

xpressions    |  — i^JJ — 1  _   \    and 
Vri+r.+rs      V 

+-r4  )    each  of  which  is  seen 


ex 


Tj  rs 
ri+r2+r5 

to  recur  twice  in  tlie  formula,  and 
therefore  need  be  calculated  l)ut 
once.  I.,  w.  c. 

317 — Blue-Print  Paper  —  The  l)c- 
havior  of  the  enclosed  sheeis 
of  blue-print  paper  has  rather 
puzzled  me.  When  the  roll 
from  which  the  samples  sent 
you  is  opened  in  subdued  day- 
iiglu.  the  paper  is  found  to  l)c 
dark  blue.  If  tliis  paper  be  ex- 
posed under  a  tracing  in  strong 
sunlight  for  about  two  or  three 
minutes,  a  very  excellent  print, 
consisting   of    blue   lines   on   a 


white  1)ackgTound  is  secured. 
If  this  print  be  now  placed  in 
water  and  left  there  about  fif- 
teen minutes,  the  whole  sheet 
turns  blue  again.  How  can  the 
print  be  "fixed"  after  exposure 
to  sunlight,  if  such  is  possible? 
The  paper  is  by  no  means  new, 
having  been  purchased  several 
years  ago  and  kept  in  the  dark 
ever  since.  a.  l.  m. 

All  blue-print  paper  wlien  exposed 
under  a  tracing  to  strong  light  will 
show  blue  lines  and  a  light  back- 
ground. If  the  blue-print  solution  on 
the  paper  is  fresh,  by  washing  in  wa- 
ter, it  will  be  found  tliat  the  solution 
on  the  lines  will  dissolve  and  be  re- 
moved by  the  water  while  the  com- 
paratively light  background  will  be 
turned  blue.  If  the  solution  on  the 
paper  is  old,  all  parts  have  probably 
been  affected  by  the  light  and  heat 
during  the  storage  period,  hence, 
when  washed,  the  water  will  not  dis- 
solve the  solution  on  the  lines  but 
will  change  it  to  the  same  color  as  the 
l)ackground.  We  know  of  no  solu- 
tion or  process  of  fixing  the  blue  lines 
on  the  white  background  for  old 
])aper.  a.  b.  r. 

Relative  Efficiency  and  Ca- 
pacity OF  V-CONNECTED  AND 
Delta-Connected  Transform- 
ers— ^What  is  the  relative  effi- 
ciency and  capacity  of  trans- 
formers connected  two  on  open 
delta  on  three-phase  circuit  as 
compared  with  three  trans- 
formers connected  in  closed 
delta?  p.  H.p. 

This  is  completely  discussed  in  No. 
_n,  Feb.,  '08,  and  160,  Oct.,  '08.  Note 
also  in  this  connection.  No.  36,  Feb., 
'08:  No.  38.  Mar.,  '08;  Part  (c)  in 
No.  53,  April,  '08;  and  162,  Nov..  '08. 
On  p.  15  of  the  Five-Year  Topical 
Index  of  the  Journal  will  be  found 
a  reference  to  the  questions  bearing 
on  this  subiect. 


NOTE. 
In  the  sub-heading  of  the  article 
by  Mr.  Cecil  Lightfoot  in  the  Sep- 
tember issue,  an  error  occurred  in 
the  use  of  the  word  "Chemical."  This 
should  have  been  "Mechanical,"  as 
the  process  is  essentially  a  means  of 
mechanical  rather  than  chemical  sep- 
aration of  the  oxygen  and  nitrogen 
composing  the  air. 
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To  specialization  in  the  application  of  electricity  is 
Commercial     due  the   important   increase   in   its   use   during  the 
Engineering    P^^^  ^*^^^    years.     Electric  power,  electric    lighting 
and  electric  heating  have  been  put  upon  a  new  basis 
by  the  specific  and  effective  adaptation  of  apparatus  and  methods 
to  practical  conditions.     As  a  result,  there  is  scarcely  an  industry 
that,   for  one  reason  or  another,  does  not  find  the  use  of  electric 
power  advantageous  not  only  in  the  ordinary  and  standard  opera- 
tions, but  in  the  working  out  of  new  methods.     In  a  recent  engi- 
neering  discussion    in    Pittsburg,    Mr.  Julian    Kennedy,  the    noted 
steel  engineer,  said  that  he  had  been  particularly  impressed  by  the 
use  of  electricity  in  emergency  conditions. 

The  Journal  is  planning  several  series  of  articles  dealing  with 
the  application  and  use  of  apparatus  in  the  electrical  field,  indicating 
the  reasons  why  electric  power  is  advantageous,  and  the  most  ef- 
fective means  for  its  application.  More  prominence  will  be  given 
to  what  may  be  called  commercial  engineering  as  distinguished  from 
design  engineering.  Such  articles  will  pertain  to  the  use  rather  than 
the  construction  and  operation  of  the  apparatus  itself.  This  broad- 
ened scope  will  naturally  interest  a  wider  field  of  readers,  as  many 
men  connected  with  various  industries  as  engineers,  operators, 
superintedents,  managers  and  directors,  who  have  more  or  less  to 
do  with  electrical  matters,  will  find  in  it  the  elements  bearing  di- 
rectly or  indirectly  upon  the  problems  which  they  have  before  them. 
Several  articles  in  this  issue  of  Thk  Jourxal  deal  broadly  with 
the  various  applications  of  electricity.  Mr.  Scott  considers  the 
general  question  of  the  fundamental  reasons  or  principles  upon 
which  the  rapid  advances  in  electricity  have  been  made  and  upon 
which  future  development  will  j)rol)al)]y  be  based.  He  seeks  to 
generalize  from  particular  results  and  advantages  in  specific  cases 
to  the  broad  underlying  scientific  and  engineering  reasons,  which 
are  the  controlling:  elements. 
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The  article  by  Mr.  Popcke  shows  how  a  wattmeter  can  indicate 
the  efficiency  of  shop  organization  and  tool  operation  as  well  as 
kilowatts. 

Mr.  Sweet's  article  on  "Standard  Relations  of  Light  Distribu- 
tion" gives  a  clear  insight  into  the  relations  between  the  inventor, 
the  designer,  the  expert  and  the  man  by  whom  the  ordinary  prac- 
tical work  must  be  done.  He  shows  the  importance  of  following 
scientific  principles  in  illumination  and  indicates  the  practical 
methods  by  which  this  scientific  knowledge  may  be  practically  ap- 
plied. In  the  next  issue  it  is  planned  to  publish  a  further  discussion 
on  this  subject  in  which  will  be  given  the  practical  application  of  the 
principles  laid  down  in  the  present  article  as  a  means  of  determin- 
ing the  proper  selection  and  arrangement  of  the  latest  commercial 
illuminants.  , 

The  Western  trip  which  I  made  in  September  in- 
Impressions     eluded  several  places  which  I  visited  eleven  years 
of  the  West     ^&*^-    Many  contrasts  were  therefore  apparent.     As 
jg9g J909      everybody  knows,  both  the  West  and  electric  trans- 
mission have  made  some  prodigious  advances  dur- 
ing the  past  decade.    But  when  one  actually  sees  these  changes,  they 
are  far  more  impressive  than  generalities  and  statistics. 

While  at  Salt  Lake  City  eleven  years  ago,  I  visited  three  water 
power  plants  which  v^^ere  sending  power  to  the  city.  About  3  000 
kilowatts  were  supplied ;  the  electrical  equipments  of  the  stations 
were  already  provided  for  double  that  amount;  and  the  station 
buildings  were  laid  out  for  still  more  generators,  although  the  water 
available  during  that  summer  was  just  about  equal  to  the  power 
supplied.  More  than  this,  a  gentleman  who  had  made  a  careful 
study  of  the  power  situation  said  that  he  could  not  find  a  market 
for  more  than  about  3  300  kilowatts  in  and  about  Salt  Lake  City. 
The  opening  up  of  new  copper  industries  has  been  the  funda- 
mental element  in  changing  the  situation.  The  local  railway  and 
lighting  company  now  draws  power  from  nine  water  power  plants 
and  has  three  steam  plants.  l\t  times  all  twelve  are  operated  in 
multiple.  A  part  of  the  water  power  is  i)urchas(.'d  from  the  Tel- 
luride  Power  Transmission  Company,  wliicli  supplies  the  largt-r 
portion  of  its  power  to  various  mines  and  smelters.  One  nvw 
power  house  with  two  generators,  each  of  which  could  deliver  all 
the  power  used  in  the  Sail  Lake  district  eleven  years  ago,  is  just 
being  put  into  operation. 
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At  San  Francisco  there  were  no  incoming  transmission  lines 
eleven  years  ago,  while  at  present  there  is  a  netAvork  covering  hun- 
dreds of  miles,  to  which  innumerable  water  power  plants  are  con- 
tributing. T  had  the  opportunity  to  visit  only  one  of  these  plants; 
that  of  the  dreat  ^^'cstern  Power  C'onipany  on  the  line  of  the  new 
transcontinental  road,  the  Western  racitic.  This  power  house  is 
very  impressive,  the  cement  buildings  and  the  generous  provision 
for  the  bus-bars  and  high  tension  circuits  indicate  the  new  order  of 
substantial  construction  which  is  placing  electric  generation  and 
transmission  on  a  new  basis  as  to  continuity  of  service.  This  plant 
has  certain  historic  settings  as  it  utilizes  a  tunnel  some  three  miles 
long  into  wliich  were  poured  several  millions  of  dollars  of  the  profits 
from  a  commonly  advertised  patent  medicine.  The  purpose  was  to 
short-circuit  the  river  at  a  great  bend,  so  that  17  miles  of  river  bottom 
would  be  available  for  gold-dredging.  In  answer  to  incjuiries  made 
of  several  people,  I  learned  that  the  project  was  a  failure,  because 
the  bottom  of  the  river  was  full  of  boulders  which  made  it  im- 
practicable to  work  out  the  gold  although  there  is  plenty  of  it  in 
the  fine  gravel  and  sand ;  also  that  there  is  not  enough  gold  in  the 
river  to  make  it  pay;  also  that  the  tunnel  was  left  so  rough  inside 
that  it  would  not  drain  all  the  water  from  the  river.  All  explana- 
tions agreed,  however,  that  the  old  project  had  not  been  successful 
and  that  the  tunnel  was  now,  for  the  first  time,  after  some  modifica- 
tion and  reconstruction,  adapted  to  a  useful  purpose,  in  giving  a 
head  of  something  over  400  feet  of  water  to  the  pipe  lines  which 
descend  from  its  lower  end  to  the  power  house.  There  are  now  four 
10  000  kilowatt  generators,  which  are  to  be  followed  by  as  many 
more.  A  dam  about  100  feet  high  will  be  built  across  the  river  at 
the  intake,  giving  an  additional  head.  I  was  told  that  further  up 
this  little  branch  of  the  Feather  River — the  map  shows  many  such 
streams — there  is  sufficient  head  to  give  500  000  horse-power. 

Although  a  network  of  transmission  lines  connects  a  very  large 
number  of  water  power  ])lants  with  San  Francisco  and  the  district 
surrounding  it.  yet  the  growth  of  the  market  for  power  has  increased 
more  rapidly  than  the  supply.  In  fact,  the  conditions  are  ciuite  similar 
to  those  in  the  Salt  Lake  district.  I  was  told  that  when  the  new- 
Independent  Company's  plant  was  put  in  some  six  or  eight  years 
ago,  it  was  predicted  that  the  6  000  or  7  000  kilowatts  provided 
would  not  find  a  market.  At  present  there  is  between  75  000  and 
100  000  kilowatts  of  engine-driven  apparatus  in  San  Francisco,  sup- 
plementing what  is  being  received  over  the  transmission  lines,  and 
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there  is  still  insufificient  power.     Additional  steam  plants  are  now 
under  construction. 

We  in  the  East  often  wonder  whether  new  water  power  plants 
are  not  the  outcome  of  the  over-enthusiastic  promoter.  It  seems 
that,  in  the  principal  districts  at  least,  water  power  development  is 
not  keeping  pace  with  the  demand  for  power. 


On  my  former  visit  to  Seattle,  plans  were  being  made  for  the 
Snoqualmie  Falls  plant.  I  visited  the  picturesque  falls  on  the  same 
day  that  the  drill  broke  through  between  the  excavations  for  the 
intake  and  those  for  the  tail  race.  On  my  present  visit  I  descended 
through  the  shaft  for  some  250  feet  to  the  power  house  excavated 
in  the  rock,  and  then  walked  through  the  tail  race  tunnel  and 
looked  up  at  the  dry  falls.  The  original  dynamo  capacity  has  been 
nearly  doubled.  The  insulators  are  being  changed  so  that  the 
original  30  ooo  volts  can  be  doubled.  Seattle,  instead  of  looking 
forward  to  its  first  transmission  line,  is  now  fed  from  numerous 
power  plants  and  is  veritably  an  electric  city.  I  understand  that 
there  is  only  one  isolated  plant  of  any  consequence  in  the  whole  city. 

A  visit  to  Portland  also  recalls  the  past.  I  well  remember  the 
respect  and  awe  we  all  had  at  the  factory,  in  days  when  our  thoughts 
and  experience  did  not  go  much  beyond  i  000  volts,  when  orders 
were  received  for  alternators  to  give  4000  volts  and  transformers 
to  reduce  from  3  200  to  i  000  volts,  to  be  installed,  respectively,  at 
the  Willamette  Falls  and  at  Portland,  twelve  miles  away.  The 
dynamos  were  single-phase  machines  and  had  one  T-shaped  tooth 
per  pole,  and  served  their  purpose  for  many  years.  Now  Portland 
is  well  modernized  electrically  in  its  lighting,  street  railway  and 
interurban  service,  although  one  does  see  a  rather  odd  sight  when 
a  steam  locomotive  drags  its  little  suburban  passenger  train  through 
one  of  the  principal  streets  of  the  city. 


A  general  attitude  towards  electricity,  which  is  becoming  com- 
mon everywhere,  is  manifest  in  Butte.  I  was  in  Butte  five  years 
ago,  when  electricity  was  on  trial.  The  operators  who  were  accus- 
tomed to  making  their  power  from  steam  were  quite  wary  about 
adopting  electricity  and  depending  upon  a  power  house  a  day's 
journey  away.  All  this  seems  to  have  changed  and  the  problem 
now  is,  how  to  apply  the  electric  power  in  the  best  way.  One  plan 
now  in  favor  is  to  drive  the  present  air  compressors  by  motors  in- 
stead of  engines  and  to  use  the  air  in  the  present  steam  hoist,  and 
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for  drilling  and  the  like,  by  use  of  present  appliances.  This  prac- 
tical scheme  has  had  much  in  its  favor,  although  the  electrical  man 
cannot  but  regard  it  as  an  expedient,  looking  forward  to  the  time 
when  electricity  will  be  directly  applied  to  the  ultimate  service. 
One  of  the  most  impressive  differences  between  electrical  and  other 
methods  was  in  one  of  the  mines  (one  afterwards  visited  by  Presi- 
dent Taft)  in  which  induction  motors  are  driving  pumps  lifting 
water  some  i  200  feet.  There  are  three  pumps  in  one  room,  re- 
quiring an  aggregate  of  about  800  horse-power.  Each  motor  has  a 
single  switch  for  starting.  After  looking  over  these  simple  and 
compact  pumps,  I  was  taken  into  an  adjoining  room  of  four  or  five 
times  the  area  and  containing  the  discarded  steam  pumps.  It  was 
an  intricate  mass  of  heavy  pipes  and  large  machinery.  The  steam 
was  brought  from  the  boilers  nearly  a  quarter  of  a  mile  above,  and 
the  pump  room  was  said  to  have  been  so  hot  as  to  be  almost  un- 
bearable. About  four  times  as  many  men  were  required  for  the 
steam  pumps  as  are  necessary  for  the  electric  pumps.  This  object 
lesson  on  the  dift'erence  between  steam  operation  and  electric  opera- 
tion was  about  as  impressive  as  the  change  from  steam  locomotives 
to  electric  locomotives  in  tunnel  service. 

I  gave  some  notes  last  month  regarding  the  electric  locomotives 
in  the  Cascade  Tunnel  and  recounted  the  story  of  others  regarding 
steam  locomotives  in  the  tunnel.  Later,  on  another  road,  I  was  in 
the  rear  locomotive  of  a  long  freight  train  which  had  two  locomo- 
tives at  the  front  and  two  near  the  other  end.  When  we  approached 
the  tunnel  the  engineer  closed  the  windows  of  the  cab  and  drew  the 
curtains.  He  placed  a  canvas  bag  over  my  head  and  kindly  gave 
me  his  place,  in  the  most  protected  portion  of  the  cab.  Before  we 
were  through  the  tunnel,  the  air  and  gas  in  the  sack  were  getting  so 
hot  that  I  decided  I  would  try  to  hold  my  breath  until  we  got  to 
the  good  air  again.  The  steam  began  to  scald  the  backs  of  my 
hands  and  I  put  them  under  cover.  This  tunnel  was  only  about 
800  feet  long.  I  have  no  desire  to  test  the  conditions  in  a  13  000- foot 
tunnel  up  a  two  percent  grade  on  a  steam  locomotive.  A  Pullman 
car  is  bad  enough. 

A  traveler  is  expected  to  give  .some  general  observations  indi- 
cating the  present  trend  of  affairs.  Pessimists  are  very  scarce  in 
the  West,  or  they  kept  very  quiet.  There  is  a  general  sentiment  of 
optimism  of  the  constructive  kind.  Conditions  are  good  and  every- 
body expects  to  make  them  better.  San  Francisco  has  met  the  re- 
sults of  the  fire  (they  are  very  careful  to  call  it  a  fire  and  not  an- 
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earthquake  J  with  amazing  rapidity;  in  fact,  one  who  was  in  San 
Francisco  so  long  ago  as  to  have  only  a  general  recollection  of  the 
buildings,  scarcely  realizes  in  going  about  M3,rket  street  and  the 
business  portion  of  the  city  that  there  have  been  any  great  changes. 
When  looking  from  the  top  of  a  high  building  it  is  hard  to  realize 
that  the  .great  area  which  is  pointed  out  and  is  now  covered  with 
buildings  has  been  built  up  out  of  the  ruins  of  a  few  years  ago. 

In  transmission,  both  the  practice  and  the  ideas  of  engineers 
seem  to  point  definitely  towards  several  things :  A  transmission 
line  with  steel  towers  and  long  spans ;  under-hung  insulators ;  over- 
head grounded  wires  for  lightning  protection,  and  electrolytic  light- 
ning arresters.  The  more  I  see  of  the  under-hung  insulator,  the 
more  excellent  do  its  features  appear,  and  in  service  the  line  pre- 
sents a  most  satisfying  appearance  from  the  standpoint  of  electric 
and  mechanical  adequacy. 

There  is  much  interest  and  inquiry  regarding  oil  switches  and 
oil  circuit  breakers  for  high  tension  lines  and  automatic  relays  for 
cutting  out  defective  lines.  The  problem  a  few  years  ago  was  to 
handle  a  transmission  line;  now  it  is  to  handle  a  system  with  many 
lines.  Chas.  F.  Scott 


Some 

Early 
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Experiences 


The  article  on  "Parallel  Operation  of  Machines  with 
Series  Fields,"  by  Mr.  H.  L.  Beach,  which  appears 
in  the  present  issue,  recalls  to  the  writer  some  of 
his  early  experiences  in  connection  with  electric  rail- 
ways. Just  nineteen  years  ago  this  month  the 
writer  entered  the  employ  of  what  was  then  the  second  larg- 
est electric  street  railway  system  in  the  country.  The  motor  equip- 
ments of  this  road  consisted  at  that  time  of  about  three  hundred 
cars,  with  two  motors  per  car.  All  of  the  motors  were  of  the 
double  reduction  gear  type  and  rated  at  twenty-five  horse-power 
each.  Upon  what  this  rating  was  based  the  writer  was  never  able 
to  determine.  They  were  all  bi-polar  machines  and  practically  all 
of  them  were  controlled  by  field  commutation.  There  were  three 
separate  coils  on  each  pole,  each  coil  being  wound  with  wire  of 
dififerent  size  to  give  different  resistances  and  the  coils  arranged  all 
in  series  at  the  start,  which  made  the  total  resistance  sufficient  to 
limit  the  current  to  give  easy  acceleration.  The  motors  were  con- 
nected permanently  in  parallel  and,  as  no  external  resistance  was 
used,  all  of  the  loss  incident  to  accelerating  the  car  from  stand-still 
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to  full-speed  was  taken  up  by  the  fields.  This  was  compensated  for 
to  some  extent  by  the  high  magnetic  saturation  in  the  motor  due  to 
the  large  number  of  turns  on  the  field.  However,  the  heating  was 
excessive,  with  the  result  that  the  fields  rapidly  burned  out.  The 
armatures  of  these  motors  were  also  wound  with  very  small  wire 
and  burnouts  were  very  common.  These  electrical  defects,  taken  in 
connection  with  a  weak  mechanical  design,  gave  a  motive  power  that 
was,  to  say  the  least,  very  feeble. 

The  controllers  used  on  these  cars  for  manipulating  the  field 
connections  consisted  of  drums  of  wood,  fitted  with  sheet  brass  con- 
tacts. As  there  were  no  extraneous  means  for  suppressing  the  arc 
formed  in  breaking  the  circuit,  the  controllers  were  rapidly  worn 
out.  The  fields  were  permanently  connected  in  parallel  as  were  the 
armatures  and  the  motors  were  reversed  by  reversing  the  armature 
connections.  \\'ith  this  arrangement  the  current  in  the  fields  would 
divide  between  the  two  motors  in  direct  proportion  to  the  ohmic  re- 
sistances, while  the  current  would  divide  between  the  two  armatures 
in  direct  proportion  to  their  counter  electro-motive  forces.  Since 
the  armatures  were  geared  to  axles  having  wheels  of  the  same  size 
and,  consequently,  had  to  rotate  at  the  same  speed,  and  as  the  counter 
electro-motive  force  in  each  motor  was  proportional  to  the  magnetic 
rtux.  the  magnetic  flux  through  the  armatures  with  a  given  current 
in  the  field  windings  would  vary  with  the  reluctance  of  the  mag- 
netic circuit.  x\s  there  are  a  great  many  things  that  affect  the  re- 
luctance of  a  magnetic  circuit,  such  as  the  quality  of  the  material 
and  the  total  air-gap  of  the  magnetic  circuit,  it  is  evident  that  it  was 
almost  impossible  to  maintain  an  equality  between  the  two  motors. 
When  the  motors  were  received  from  the  factory  they  were  marked 
in  pairs,  these  pairs  to  be  mounted  on  the  same  car.  It  is  probable 
that  they  were  selected  and  paired  off  by  testing  them  for  speed  with 
given  current  and  voltage.  This  arrangement  gave  fairly  satisfac- 
tory operation  while  the  motors  were  new  and  the  pairs  were  kept 
together.  The  method  of  control,  however,  was  so  disastrous  to 
the  motors  that  it  was  necessary  to  tear  them  apart  continually  to 
renew  the  field  coils.  This  taking  apart  and  putting  together  of  the 
motors  soon  disarranged  their  magnetic  circuits  so  that  another  flifti- 
culty,  more  serious  even  than  the  field  trouble.,  was  .soon  in  evi- 
dence. An  increased  number  of  armature  burn-outs  seemed  to  in- 
dicate something  inherently  wrong  with  the  motors  and  a  series  of 
tests  was  inaugurated  to  locate  the  trouble.  Following  up  some  ob- 
servations that  had  been  made,  that  one  motor  of  the  two  on  a 
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given  car  would  spark  very  much  worse  at  full  speed  than  the  other, 
the  conclusion  was  drawn  that  they  were  unequally  loaded.  By 
placing  an  ammeter  in  circuit  with  each  armature  it  was  found  that 
the  load  was  very  unequally  divided  between  the  two  armatures,  in 
fact  it  often  occurred  that  one  machine  would  be  driving  the  other 
as  a  generator,  carrying  at  times  as  much  as  double  full-load  cur- 
rent. Operating  under  these  conditions,  the  machines  rapidly 
burned  out.  During  this  time  the  equipment  of  the  road  was  in- 
creased by  the  purchase  of  some  single  reduction  motors,  but  as 
they  were  equipped  with  the  same  scheme  for  reversing,  the  troubles 
with  these  motors  were  equally  great. 

During  the  winter  following  the  writer's  connection  with  this 
street  railway  company.it  required  two  hundred  men  to  make  elec- 
trical repairs  on  three  hundred  car  equipments.  A  considerable  por- 
tion of  these  burn-outs  was  due  to  the  bad  arrangement  of  control, 
but  a  very  much  greater  portion  was  due  to  the  unequal  loading  of 
the  two  machines  owing  to  the  system  of  connections. 

In  looking  back  at  the  operation  and  the  method  of  handling 
electric  railway  equipments  at  that  time,  some  peculiar  features  are 
very  prominent.  One  of  these,  that  leaves  quite  an  impression  on 
the  writer's  memory,  is.  the  fact  that  the  power  house  attendant  was 
very  severely  criticized  if  he  allowed  the  voltage  to  vary  outside  the 
limits  of  500  volts  as  the  minimum  and  505  volts  as  the  maximum, 
it  being  generally  understood  that  if  the  voltage  got  outside  of  these 
limits  it  would  be  very  disastrous  to  the  motor  equipment.  This 
seems  especially  peculiar  as,  when  the  writer  left  the  road  some 
three  years  later,  these  same  motor  equipments  were  operating  at  a 
power  house  voltage  of  650  volts.  They  were,  however,  the  same 
motor  equipments  only  in  that  the  same  magnetic  circuits  were  used. 
All  of  the  windings  and  the  mechanical  structure  of  the  motors  had 
been  entirely  changed. 

In  thinking  over  these  early  experiences  and  comparing  them 
with  the  cases  mentioned  in  Mr.  Beach's  article,  the  thought  natural- 
ly comes  that  the  electrical  industry  is  expanding  with  such  rapidity 
that  it  is  impossible  to  avoid  repeating  similar  errors,  a  great  many 
of  which  are  difificult  to  anticipate  and  are  only  brought  to  light  by 
the  iron-handed  teacher — experience. 

William  Cooper 


FUNDAMENTAL  REASONS  FOR  THE  USE 
OF  ELECTRICITY  =^ 

[CHAS.  F.  SCOTT 

IN  reviewing  the  possible  subjects  which  might  be  presented  with 
interest  to  a  general  meeting  of  electrical  men,  one  is  impressed 
by  the  wide  range  of  topics  which  might  be  selected  and  also 
by  the  specialized  character  of  most  of  them.  Alany  subjects  which 
were  foremost  a  few  years  ago  have  taken  a  secondary  place  as  they 
have  passed  from  the  field  of  general  engineering  discussion  into 
that  of  practical  operation.  The  design  and  characteristics  of  gen- 
erators and  of  ordinary  switchboard  apparatus,  the  construc- 
tion and  connection  of  transformers,  the  construction  employed 
and  the  ordinary  phenomena  occurring  in  long  distance  trans- 
mission have  lost  their  novelty  and  ihave  become  the  subjects  for 
discussion  at  experience  meetings  among  those  who  arc  especially 
interested  in  them. 

This  does  not  mean  stagnation;  in  every  branch  the  manufac- 
turer and  the  operator  are  alert ;  improvements  in  apparatus  and 
methods  are  continuous;  but  the  lines  of  development  are  fairly 
definite,  advancement  is  accepted  as  the  normal  condition,  and  mat- 
ters relating  to  fundamental  apparatus  and  plant  operation  have 
taken  their  place  in  the  category  of  established  practice. 

THE  POSSIBLE   FIELDS  OF   ELECTRIC  SERVICE 

Interest  now  centers  along  certain  other  lines.  \\"e  arc  now  con- 
cerned with  the  use  rather  than  the  generation  of  elecrticity.  The 
active  problems  to-day  are  those  which  pertain  to  the  application  of 
electric  current. 

To  gain  a  general  view  of  the  situation  we  may,  instead  of 
enumerating  specific  uses,  consider  the  possible  field.  Electricity 
supplies  light,  heat  and  power.  Now  nearly  every  activity  in  domes- 
tic life,  in  agriculture,  mining,  manufacture  and  transportation  in- 
volves energy  in  one  of  these  three  forms.  By  old-time  methods 
light  was  supplied  by  candles,  oil  or  gas;  heat  was  derived  from  fuel 


*From  a  paper  entitled  "The  Trend  in  Electrical  Development,"  read  be- 
fore the  joint  convention,  N.-VV.  Electric  Light  &  Power  Association 
and  Seattle  Section,  A.  I.  E.  E.,  Seattle,  September  7,  1909. 
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— ^woocl  or  coal,  oil  or  gas ;  power  was  produced  by  means  of 
animals,  by  steam  engines  or  water  wheels.  In  nearly  every  case, 
the  same  result  can  be  produced  by  electricity.  Light,  heat  and 
power  can  be  produced  by  a  single  agent  instead  of  a  dozen.  This 
is  the  scientific  possibility.  Make  a  list  of  the  things  electricity  can- 
not do,  of.  the  instances  in  which  it  cannot  produce  the  needed  light 
or  heat  or  power,  and  see  how  short  the  list  is,  and  note  also  how 
much  better  results  are  obtained,  all  the  way  from  Christmas  tree 
lights  to  searchlights,  from  the  flatiron  to  the  steel  furnace,  from 
desk  fans  to  hoists  and  express  trains.  Electricity  is  not  merely  a 
convenient  means  of  doing  a  few  things ;  it  is  capable  of  universal 
service.  Such,  then,  is  the  possible  field  from  the  scientific  stand- 
point; the  immediate  problems  are  to  determine  what  is  practicable 
from  the  engineering  standpoint  and  what  is  economical  from  the 
commercial  standpoint. 

In  taking  a  perspective  view  of  the  present  situation,  one  is  im- 
pressed with  the  sudden  and  radical  extensions  which  have  taken 
place  in  the  use  of  current  in  a  very  few  years.  In  illumination  the 
simple  1 6  c-p  carbon  lamp,  and  the  enclosed  arc  lamp,  have  given 
place  to  new  types,  which  in  elfiicency,  length  of  life  and  quality  of 
light  have  realized  ideals  which  were  beyond  all  reasonable  expecta- 
tions. The  application  of  the  electric  motor  to  general  domestic, 
commercial,  industrial,  mining  and  railway  service  nuarks  an  epoch 
in  the  history  of  power.  Electric  heating,  which  is  still  regarded  as 
a  novelty  and  a  curiosity,  is  being  applied  to  over  one  thousand  dif- 
ferent kinds  of  service. 

CONDITIONS  UNDERLYING  THE  APPLICATION  OF  ELECTRICITY 

What  are  some  of  the  the  conditions  which  have  produced  this 
sudden  and  widespread  activity,  and  which  underlie  future  develop- 
ment ? 

First,  is  the  fact  that  we  are  all  power  users.  The  fvmdamental 
thing  which  underlies  the  progress  of  the  past  century  is  the  steam 
engine.  The  underlying  factor  in  modern  industry  is  the  power- 
driven  machine ;  consequently  there  is  a  ready  field  for  the  motor, 
which  can  apply  power  far  more  advantageously  than  the  engine, 
and  which  can  supply  power  for  operations  for  which  the  engine  is 
not  applicable. 

Second,  is  the  evolution  of  the  electrical  system  for  supplying 
power.     The  work  of  designers,  manufacturers  and  operators  in 
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developing  the  apparatus  and  methods  for  generating,  transmitting 
and  distributing  electric  power  makes  the  electric  current  available, 
as  it  has  never  been  before. 

Third,  there  is  a  general  industrial  activity  which  is  alert  to 
adopt  new  and  improved  methods  and  a  readiness  to  secure  what- 
ever contributes  to  comfort  and  convenience,  all  of  which  summar- 
ize themselves  in  a  spirit  of  progress. 

Granting  these  several  conditions,  namely,  that  there  is  an  un- 
limited field  for  the  use  of  electricity ;  that  electric  power  is  ready 
and  available;  and  that  there  is  a  readiness  to  accept  that  which  is 
good,  the  problem  of  electrical  extension  is  to  determine  the  best 
methods  of  application  and  to  show  that  electricity  can  make  good. 
Most  people,  particularly  those  to  whom  electricity  is  still  a  curiosity 
or  a  novelty,  must  be  shown  how  to  apply  the  electric  current,  and 
why  it  is  worth  while.  The  problem  is  not  wholly  engineering,  nor 
is  it  purel}'  commercial,  but  it  combines  the  two.  It  is  not  wholly 
electrical,  nor  is  it  entirely  mechanical  and  industrial,  but  the  motor 
and  the  Avork  which  it  is  to  do  must  be  mutually  adapted  one  to  the 
other. 

METHODS   AND   EFFECTS  OF   USING  ELECTRICITY 

In  the  use  of  electric  current,  wdiether  for  lighting,  for  power 
or  for  heating,  there  are  several  underlying  methods  or  ])rinciples 
which  appear  wdien  the  conditions  are  analyzed. 

I — The  electric  current  is  often  directly  applied  to  replace  the 
former  agent.  Incandescent  lamps  can  be  place  on  the  same  fixture 
and  in  the  same  position  as  gas  jets.  The  electric  motor  can  be 
belted  to  a  line  shaft. 

2 — Electricity  can  usually  do  more  and  do  it  better.  Old  meth- 
ods may  have  been  devised  not  because  they  were  inherently  ad- 
vantageous, but  because  they  were  necessary.  Thus  electric  laniips 
can  be  hung  down,  wdiereas  the  old  gas  jets  must  stand  up;  electric 
motors  can  be  made  in  small  sizes  and  applied  directly  to  the  ma- 
chines they  are  to  drive,  which  is  impracticable  with  the  steam  en- 
gine, and  electric  heating  can  be  a]>plied  within  the  cix^king  vessel, 
which  is  impossible  when  fuel  is  used.  These  simple  illustrations 
apply  to  the  whole  field  of  electrical  application.  It  is  usually  an 
easy  matter  to  make  electricity  do  just  what  was  done  before,  where- 
as better  results  can  be  obtained  by  changes  in  methods  which  elec- 
tricity makes  possible. 

in  operating  inachiue  tools,  for  example,  the  electric  motor  not 
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only  supplies  power  which  might  be  taken  from  an  engine,  but  it 
can  be  directly  applied  to  the  tool  and  can  run  at  a  speed  best  suited 
to  the  work  to  be  done,  an  advantage  which  often  far  outweighs 
any  saving  or  convenience  in  merely  supplying  the  power.  It  is  this 
facility  of  controlling  the  speed  of  the  motor  in  supplying  electric 
power,  and  of  controlling  the  temperature  in  electric  heating  which 
constitute  the  really  great  advantage.  Considerations  of  this  kind 
are  of  vital  importance,  all  the  way  from  the  steel  mill  to  the  sewing 
machine. 

3 — Electricity  can  be  used  where  there  is  no  other  means  at 
hand.  It  is  the  only  practical  means  of  producing  power  in  small 
units,  such  as  is  necessary  for  the  operation  of  a  desk  fan,  a  sewing 
machine,  or  a  hundred  other  common  devices  in  the  home,  the  office, 
the  store,  the  hotel  or  the  shop.  In  these  small  units  electricity  re- 
places the  most  expensive  source  of  power,  the  human  muscle.  The 
interurban  and  underground  electric  railway,  the  motor-driven  pump 
for  irrigation,  the  remote  control  of  motors,  are  other  instances  in 
v^^hich  electricity  does  what  was  not  practical  by  other  means. 

4 — The  indirect  and  sometimes  the  unexpected  advantages  re- 
sulting from  the  use  of  electricity  are  sometimes  of  even  greater 
importance  than  those  which  were  directly  sought.  For  example, 
an  electrically  driven  machine  may  have  in  circuit  a  graphic  record- 
ing wattmeter  making  a  continuous  record  of  the  power  used  by  the 
machine.  Such  a  record  shows  the  length  of  time  the  machine  is 
idle.  An  analysis  of  the  causes  of  loss  of  time  may  lead  to  some 
simple  change  in  conditions  which  will  result  in  increased  output. 
Again,  the  length  of  time  and  the  amount  of  power  used  in  the  sue-. 
cessive  operations,  which  are  recorded,  may  indicate  whether  it  is 
operating  at  its  maximum  rate.  This  is  a  check  upon  the  manner 
of  doing  the  work  and  upon  the  general  surrounding  conditions 
which  has  in  several  cases  shown  how  to  increase  output  and  reduce 
operating  cost  sufficiently  to  more  than  pay  for  the  cost  of  the  elec- 
tric power. 

]\Iy  attention  has  been  called  to  the  application  of  the  watt- 
meter in  a  factory  in  connection  with  electric  heating,  such  as  by 
flatirons,  in  which  the  amount  of  power  used  is  an  indication  of  the 
amount  of  work  done.  The  results  show  what  is  termed  a  fatigue 
factor ;  work  starts  briskly  in  the  morning,  but  decreases  till  noon. 
Immediately  after  noon  the  rate  is  high,  but  it  falls  off  much  more 
rapidly  in  the  afternoon  and  is  lowest  just  before  quitting  time. 
Such  a  fatigue  factor  has  an  interesting  bearing  on  the  relative  ef- 
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ficiency  of  the  eight  and  the  ten-hour  day.  It  is  also  intercsthig  to 
surmise  how  much  more  rapidly  the  fatigue  factor  would  fall  if 
gas  were  used  and  the  air  were  hot  and  vile. 

The  important  incidental  advantages  of  the  electric  drive  in 
the  steel  mill  are  shown  in  a  paper  read  before  the  last  convention 
of  the  American  Institute  of  Electrical  Engineers,  by  Mr.  Fried- 
lander.  The  paper  purports  to  give  a  simple  account  of  several 
years'  operation  of  a  direct-current  motor  driving  a  j)air  of  rolls, 
but  there  is  scarcely  a  page  which  does  not  show  wherein  the  motors 
are  doing  something  which  the  engines  could  not  do.  Air.  Fried- 
lander  points  out  that  the  rolling  mill  drive  has  taught  how  to  get 
the  best  relation  among  rotating  masses,  speed,  time  and  horsepower. 
It  has  helped  the  roll  designer  to  calibrate  the  rolls  in  such  a  manner 
that  the  power  characteristics  for  all  the  passes  are  uniform,  thereby 
avoiding  high  power  peaks,  decreasing  the  size  of  the  prime-mover, 
and  reducing  first  cost  and  fuel  consumption.  The  wattmeter 
warns  the  roller  when  bearings  or  rolls  become  tight  and  hot,  or  steel 
is  causing  excessive  friction  in  the  passage,  thereby  guarding  against 
damage  to  the  rolls  and  bearings.  The  meter  indicates  that  lower 
heat,  greater  elongation  and,  especially,  change  of  profile  in  different 
directions  increase  the  power  required  at  the  rolls  much  more  rapid- 
ly than  do  chemical  hardness,  high  tensile  strength  or  large  draughts. 
After  analyzing  the  conditions  in  reciprocating  engines  for  this  work, 
he  finds  that  the  characteristics  of  the  electric  motor  are  much  better. 
A  little  further  on  he  says  heavy  reciprocating  engines  cannot 
run  at  such  high  speed  and  must  be  connected  to  the  rolls  by  means 
of  gears,  ropes  or  belts.  Again,  the  motor  gives  accurate  informa- 
tion as  to  the  exact  power  requirements  for  rolling  steel,  whereas 
indicator  diagrams  taken  on  reciprocating  engines  doing  similar  work 
were  misleading.  Further  on  he  says  that  with  the  use  of  electric 
motors  in  place  of  reciprocating  engines  the  problem  of  reversing 
rolls  becomes  much  simpler  in  regard  to  manipulation,  fuel  consump- 
tion and  cost  of  maintenance. 

Now  all  of  these  more  or  less  indirect  things  are  points  of 
superiority  which  the  electric  drive  has  over  the  steam  drive.  They 
show  a  reaction  or  interaction  between  the  motor  and  the  mill  which 
indicates  how  really  important  and  vital  is  the  electric  system  beyond 
the  mere  ability  of  the  motor  to  drive  a  pinion,  a  pulley  or  a  shaft. 

METHODS  OF  APPLYING  ELECTRICITY  EFFECTIVELY 

A  review  of  the  general  conditions  shows,  therefore,  that  the 
possible  field  for  electrical  service  is  unlimited,  that  apparatus  is 


654  THE  ELECTRIC  JOURNAL 

available  for  producing  electric  power,  that  there  is  a  readiness  to 
adopt  superior  methods,  and  also  that  electricity  can  generally  be 
used  as  an  economical  substitute  for  other  agents,  that  it  can  ac- 
complish better  resvilts,  that  it  can  develop  new  fields  and  that  it  is 
accompanied  by  indirect  or  incidental  advantages  which  are  of  great 
value. 

These  being  the  groundwork  on  which  we  are  to  base  our  elec- 
trical development,  a  number  of  points  follow  as  corollaries 
relating  to  the  general  situation  and  to  methods  of  apply- 
ing electricity  effectively,  from  both  the  engineering  and  commercial 
point  of  view. 

a — The  electrical  apparatus  and  the  methods  of  application 
must  be  intelhgently  chosen.  Increasing  discrimination  is  being  ex- 
ercised in  applying  electricity.  The  i6  candle-power  lamp  and  the 
belted  motor  of  a  few  years  ago  did  not  receive  much  expert  direc- 
tion. But  there  are  now  illuminating  engineers,  with  a  society  and 
a  monthly  paper,  dealing  with  methods  of  eft'ective  illumination, 
and  there  are  commercial  engineers  directing  the  application  of 
motors,  who  study  methods  and  gather  data.  A  typical  evolution 
is  found  in  the  machine  shop.  At  first  the  motor  was  a  convenient 
method  of  driving  a  line  shaft.  Next  it  was  found  more  convenient 
and  better  to  apply  the  motor  directly  to  the  tool,  and  then  note 
what  happened.  The  tool  began  to  change,  it  could  be  run  faster 
and  varied  in  speed,  it  could  be  made  stronger,  it  could  operate  the 
new  high  speed  tool  steels,  and  the  designers  of  machine  tools  got 
together  with  the  designers  of  electric  motors  and  worked 
to  harmonize  their  machines  in  characteristics  and  mechanical  form, 
and  they  made  one  unit  of  the  two.  As  the  result  the  electric  drive 
is  put  in  the  machine  shop,  not  merely  because  it  can  furnish  power 
a  little  cheaper  but  because  the  machine  tool  can  be  made  to  do  so 
much  more  and  can  do  it  better  and  cheaper. 

The  need  of  specific  adaptation  has  been  recognized  by  the  man- 
ufacturers of  electrical  apparatus.  Instead  of  a  few  sizes  of  motors 
running  at  one  or  two  definite  speeds,  they  now  offer  a  great  variety 
of  motors  having  different  mechanical  forms  and  speed  characteris- 
tics specifically  adapting  them  to  the  work  which  they  are  to  do.  A  tre- 
mendous amount  of  work  has  been  done  in  fitting  the  motor  to  other 
apparatus,  all  the  way  from  music  boxes  and  vacuum  cleaners  to 
pumps  and  cranes.  Sometimes  a  specially  designed  motor  is  re- 
(|uired  and  modifications  are  often  made  in  the  apparatus  to  be 
driven.  The  object  and  the  end  is  effective  adai)tati(>n.  In  electric 
heating  devices  the  same  activity  is  found.     Special  heating  ai>i)li- 
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ances  are  availal)lc  for  luindrcds  of  jjurposes  and  in  other  cases 
standard  or  special  heating  units  are  made,  which  can  l)e  readily  ap- 
plied to  replace  gas  or  steam  in  endless  applications. 

All  of  this  indicates  the  trend  toward  specific  adaptation.  While 
this  princi]>lc  is  acted  i  m  ])\  the  elccti-ic  manufacturers  and  1)_\  makers 
of  many  other  kinds  of  machinery  which  employ  electric  motors  or 
heaters,  it  is  only  heginning  to  he  recognized  and  acted  upon  by  the 
general  public  in  ap])lying  the  apparatus. 

b — A  careful  study  should  be  made  of  the  operation  wdiich  is 
to  be  performed.  Sometimes  the  conditions  are  simple;  at  other 
times  they  are  complex.  Often  the  general  arrangement  of  a  mill 
or  factory  may  be  made  entirely  ditterent  if  many  motors  instead  of 
a  single  engine  supply  the  power,  or  some  simple  difference  in  the 
form  or  position  of  motor-driven  tools  may  greatly  facilitate  the 
handling  of  material  or  the  convenience  of  operation.  In  some  in- 
stances where  a  constant  and  definite  speed  is  important  the  actual 
speed  with  engine  drive  has  been  below  the  maximum  on  account  of 
variable  belt  slippage,  whereas  the  steady,  maximum  speed  secured  by 
motor  drive  has  resulted  in  an  increased  output  of  uniform  quality — 
a  result  which  alone  justified  the  electrical  equipment,  in  another 
case  the  removal  of  belts  and  overhead  bearings  from  which  oil 
was  liable  to  drop  on  the  expensive  woven  product  has  resulted  in 
great  saving.  Instances  might  be  multiplied  to  show  how  large  are 
the  indirect  and  in  a  sense  the  incidental  features,  which  are  apt  to 
be  overlooked. 

COST  OF  POWER 

c — The  cost  of  power  is  usually  the  first  item  which  is  con- 
sidered. Sometimes  it  is  the  controlling  factor,  but  often  it  is  quite 
secondary  as  compared  with  other  economies  in  electric  methods. 
To  the  power  user  the  cost  problem  is,  in  some  cases,  a  double  one ; 
first,  the  relative  cost  of  electric  power  and  of  steam  power,  and 
second,  the  relative  cost  of  purchased  power  and  of  power  produced 
in  an  isolated  plant.  The  solution  of  the  problem  is  not  as  simple 
as  is  its  statement.  Many  of  the  factors  wdiich  enter  into  the  cost  of 
power  are  quite  difficult  to  determine,  in  a  steam-driven  factory 
or  mill  the  total  annual  cost  of  power  may  be  quite  definitely  known, 
but  the  cost  per  horse-power-hour  is  ciuite  a  different  matter.  The 
latter  can  be  quickly  calculated  by  assuming  that  the  engine  develops 
its  rated  output  ten  hours  a  day.  P.ut  usually  it  does  not,  its  load  is 
lluctuating,  the  load-factor  is  low,  much  of  the  power  developed  does 
not  pass  beyond  the  belts  and  shafting.   It  is  easy  to  overestimate  the 
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actual  useful  power  required,  which  determines  the  amount  of  elec- 
tric power  needed  to  replace  the  engine.  A  man  who  has  a  lOO  horse- 
power engine  calculates  that  electric  power  at  $60  a  year  would  cost 
$6  000 ;  but  the  average  load  may  not  be  over  30  or  40  horse-power, 
and  is  sometimes  much  less. 

Furthermore,  the  subdivision  of  a  motor  driven  factory  permits 
the  shafting  and  machinery  in  parts  which  are  not  needed  to  be  idle. 
Simple  and  obvious  as  these  matters  may  be,  yet  they  are  apt  to  be 
overlooked,  although  they  may  be  the  really  determining  factors  in 
making  correct  cost  comparisons.  The  results  of  actual  investiga- 
tions have  shown  a  surprisingly  large  number  of  cases  in  which 
cheaper  power  is  obtained  by  the  substitution  of  motors  operated 
by  central  station  power  than  from  steam  engines  and  even  gas  en- 
gines operated  by  natural  gas. 

d — The  total  cost  of  operation  by  the  old  and  by  the  electric 
methods  is  one  which  involves  far  more  than  the  first  cost  of  appara- 
tus and  the  cost  of  power.  In  general,  the  interest  on  the  first  cost 
of  motors  is  small  compared  with  the  cost  of  current  which  they 
consume,  and  in  nearly  all  ordinary  applications  in  which  labor  is 
involved  the  cost  of  power  is  low  compared  with  the  cost  of  labor. 
Hence  the  prime  object  should  be  to  increase  the  output  of  labor. 
Whatever  conduces  to  rapidity,  rehabiiity  or  continuity,  so  as  to  re- 
duce the  labor  cost  by  even  a  small  fraction,  justifies  a  con- 
siderable increase  in  the  cost  of  power.  It  may  increase 
the  rate  of  doing  the  work  which  the  man  directs,  it  may  re- 
duce the  number  of  workmen  required,  it  may  by  better  illumination 
or  ventilation  in  the  mine,  the  factory,  the  office  or  the  kitchen,  in- 
crease the  efficiency  of  the  expensive  human  machine.  If  better 
light  will  enable  the  mechanic  or  the  miner  to  do  more  work,  or 
prevent  the  mistakes  of  a  bookkeeper  or  a  sewing  girl,  if  electric 
cookers  and  washing  machines  and  irons  and  sweepers  enable  one 
maid  in  the  house  to  do  what  two  did  before,  of  what  consequence 
is  a  few  cents  in  the  cost  of  current?  But  aside  from  the  labor  ele- 
ment almost  every  application  of  electricity  is  a  working  example  of 
its  indirect  advantage  in  convenience  and  economy.  What  would 
appear  less  promising  than  the  running  of  a  paper  mill  electrically 
instead  of  driving  it  direct  from  water  wheels?  And  yet  the  elec- 
trical system  is  justifying  itself  because  of  simplicity,  flexibility,  con- 
venience, ease  of  control  and  economy.  What  could  be  less  promis- 
ing than  electric  drive  for  a  sawmill?  And  yet  electric  power  is  in 
some  cases  purchased  from  a  central  station  and  in  other  cases  it 
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is  made  in  an  isolated  plant  with  satisfactory  results  from  the  stand- 
point of  cost.  If  the  substitution  of  a  motor  for  a  logging  engine 
can  prevent  a  forest  tire  now  and  then,  questions  of  convenience  and 
cost  are  of  trifling  consequence.  If  an  electric  locomotive  in  a  moun- 
tain tunnel  increases  traffic  capacity,  removes  congestion  and  delays, 
and  does  away  with  smoke  and  deadly  gases,  it  matters  little  whether 
or  not  the  saving  in  coal  is  equal  to  the  cost  of  electric  power. 

And  yet  it  is  a  common  habit  to  lay  great  stress  on  the  cost  of 
current  and  to  overlook  or  minimize  other  things.  The  relative  cost 
of  the  electricity  required  for  replacing  a  gas  light  or  a  steam  engine 
or  a  gas  heater,  is  to  many  people  the  controlling  factor.  A  good 
example  is  found  in  a  recent  report  on  the  "Adoption  of  Electrical 
Heat  for  Industrial  Purposes"  read  before  the  last  convention  of  the 
National  Electric  Light  Association.  The  report  is  an  admirable 
presentation  of  the  subject,  full  of  information  and  suggestion.  An 
account  is  given  of  results  with  the  use  of  electric  soldering  irons. 
In  the  making  of  tin  lanterns  each  man  had  produced  by  the  gaso- 
line heated  soldering  coppers  225  per  day,  and  by  the  electric  solder- 
ing irons  each  produced  300.  The  leaking  seams  were  reduced  from 
one  in  twenty  to  one  in  200.  The  cost  for  the  electric  current  w^as 
found  to  be  less  than  one-half  of  that  for  gasoline.  In  other  cases  the 
cost  of  heating  a  soldering  iron  was  about  19.5  cents  per  day  by  gas 
and  12.5  cents  by  electric  current.  About  a  page  of  the  report  deals 
with  the  relative  cost  of  the  electric  current  and  less  than  two  lines  are 
devoted  to  the  simple  statement  that  the  output  is  increased  33  per- 
cent, then  there  is  a  summary  as  follows : 

"These  reports  demonstrate  that  the  electrically  self-heated 
tools  operate  at  an  appreciably  lower  cost  than  it  is  possible  for  fur- 
nace heated  irons,  not  taking  into  consideration  the  increase  of 
working  efficiency,  absence  of  noxious  fumes  and  heat,  low  installa- 
tion expense,  extreme  compactness,  portability,  and  reliable  prompti- 
tude of  action." 

This  sentence  shows  the  importance  which  an  expert  committee 
seems  to  place  upon  cost  of  power,  rather  than  upon  other  things. 

If  working  efficiency,  absence  of  noxious  fumes,  compactness 
and  reliability  are  worth  while,  Avhy  not  emphasize  them  and  forget 
about  the  seven  cents  saving?  This  is  a  case  where  electricity  at  any 
reasonable  price  could  compete  with  free  gas.  This  instance  illus- 
trates the  general  tendency  to  put  electrical  operation  on  a  par  with 
other  methods  by  making  the  fundamental  comparison  one  of  cost. 
Without  minimizing  the  importance  of  the  cost  of  power,  which  in 
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some  cases  is  the  controlling  factor,  it  inust  be  recognized  that  this 
kind  of  comparison  is  the  most  narrow  and  limited,  and  it  neglects 
what  are  often  the  greatest  reasons  for  using  electric  power. 

NEW  FIELDS  EOR  CENTRAL  STATION    ACTIVITY 

e — The  increased  use  of  electricity  is  the  vital  problem  before 
the  central  station.  One  of  the  first  items  to  consider  is  that  of 
rates.  A  fair  rate  per  kilowatt-hour  when  the  whole  income  is  de- 
rived from  an  evening  lighting  load  is  too  high  for  a  day  load.  A 
fair  rate  for  a  steady  load  of  lo  hours  or  24  hours  is  unnecessarily 
low  for  an  intermittent  load.  The  rate  problem  is  as  intricate  and 
complex  as  it  is  vital,  alike  to  users  and  producers  of  electric  power, 
and  it  is  receiving  careful  attention  and  varied  solutions  by  central 
station  managers.  In  general  lower  rates  lead  to  increased  consump- 
tion of  power  which  in  turn  lowers  the  cost  of  furnishing  power. 
Rates  and  extension  of  service  are  part  of  one  problem — the  com- 
plex engineering  and  commercial  problem  which  some  central  sta- 
tions are  solving  by  new  schedules  of  rates  and  systematic  eft'orts 
for  new  business.  Advertising  and  educational  campaigns  are  being 
conducted  by  electric  talks  in  the  newspapers,  by  street  car  adver- 
tising, by  house  to  house  canvass  and  by  the  introduction  of  appara- 
tus on  trial. 

The  expert  knowledge  which  is  often  essential  to  success  must 
be  supplied  by  experts.  Moreover,  conditions  are  changing.  In  our 
growing  country  with  its  big  enterprises  and  its  cheap  materials,  the 
problem  has  been  to  make  and  to  do  at  any  cost ;  now  we  must  look 
to  efficiency  and  refinement  of  methods.  The  large  manufacturing 
companies  have  specialists  for  studying  methods  and  supplying  data 
and  advice  to  central  stations  and  power  users.  Just  as  they  are 
gaining  the  confidence  of  their  clients  so  the  central  station  should 
have  proper  advisers  for  its  customers.  Good  salesmanship  is  not 
sufficient.  The  large  electric  manufacturing  companies  have  found 
that  the  sales  department  as  well  as  the  designing  department  must 
contain  men  who  are  good  engineers.  The  application  as  well  as  the 
generation  of  central  station  power  must  be  upon  an  engineering 
basis. 

Where  power  is  already  produced  in  an  isolated  plant  which 
the  central  station  wants  to  supersede,  the  situation  often  requires 
an  engineering  diagnosis,  and  an  educational  treatment.  One  man- 
ager Avho  has  made  a  speciality  of  substituting  motors,  says  that  he 
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follows  a  friendly  policy,  the  subject  is  taken  up  in  successive  stages, 
information  as  to  the  operation  of  other  plants  is  furnished  to  the 
prospective  purchaser  of  power,  the  conditions  in  his  plant  are  in- 
vestigated, his  engine  is  indicated,  the  time  during  which  individual 
parts  of  the  plant  are  running  is  observed  and  a  full  report  is  made. 
Sometimes  a  year  or  two  has  been  necessary  for  producing  the  de- 
sired result.  Sales  work  of  this  kind  requires  different  methods 
from  those  formerly  used  in  making  contracts  for  incandescent 
lighting.  In  some  central  stations  the  installation  engineer  is  be- 
coming an  important  member  of  the  force.  He  studies  the  cus- 
tomers' conditions  and  needs.  He  advises  regarding  the  lighting  of 
stores  and  factories  and  residences,  and  consults  with  architects  re- 
garding the  location  of  lights  in  new  buildings.  He  investigates  and 
advises  regarding  the  use  of  motors  and  the  application  of  heating 
appliances.  He  acts  for  the  interests  of  those  who  purchase  as  well 
as  those  who  supply  electricity  and  in  the  long  run  he  serves  both 
best  when  his  first  aim  is  to  make  the  electric  service  satisfactory 
and  profitable  to  the  consumer.  Fortunately,  the  use  of  electricity 
is  like  leaven,  it  increases  naturally.  Small  installations  of  motors 
are  followed  by  larger  ones,  on  account  of  economy  in  power,  the 
gain  in  general  llexibility  or  in  convenience  of  control.  In  the  home 
the  same  rule  applies.  A  friend  recently  remarked  that  a  short  time 
ago  he  had  used  electric  light  in  connection  wnth  gas  but  novv^  he  has 
no  need  of  gas.  He  has  an  electric  iron,  a  motor  on  the  sewing  ma- 
chine, an  electric  toaster  and  a  motor-driven  vacuum  cleaner,  and 
he  purposes  to  arrange  to  shift  belts  so  that  the  motor  can  drive 
either  the  vacuum  cleaner  or  the  washing  machine.  Similar  illus- 
trations are  found  at  every  liand,  showing  how  automatic  is  the 
growth  of  the  haljit  of  electric  living. 

Kl.l'XTKlC    HICATfNG 

f — Electric  healing  is  in  vcr\-  nmcli  the  same  situaticju  now  as 
was  the  the  motor  ten  years  ago.  Jt  has  been  regarded  as  something 
of  a  fad  or  a  novejty  and  is  just  now  being  taken  up  in  a  general  and 
serious  way.  Sometimes  motors  are  used  because  they  can  apply 
power  conveniently  and  effectively,  and  sometimes  because  they  arc 
a  cheap  source  of  power  in  large  amounts.  Likewise  electric  heating 
may  be  divided  for  convenience  into  two  general  classes,  that  in 
which  (|uality  is  all  im])ortant  and  that  in  which  quantity  is  para- 
mount.     Tlic  (]u;ility  cla>s  comprises  ap])licalions  where  cr>nvcnicncc, 
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ease  of  control,  absence  of  fire  risk  and  of  gases,  are  involved  and 
includes  most  of  the  ordinary  domestic  and  manufacturing  uses.  The 
other  class,  in  which  quantity  of  heat  is  involved,  appertains  to  the 
heating  of  rooms  or  buildings  or  of  large  volumes  of  water,  or  ore 
or  metal.  In  the  first  the  amount  of  power  is  small;  in  the  second 
it  may  be  very  considerable.  The  first  can  use  current  at  a  fair 
price ;  the  second  is  usually  economical  only  at  a  very  low  price  for 
current. 

It  is  astonishing  to  find  how  very  many  kinds  of  heating  ap- 
plications there  are,  and  a  very  little  consideration  shows  what  in- 
numerable uses  for  current  will  come  with  the  general  introduction 
of  heating  appliances,  which  are  already  on  the  market.  Heat  in 
quantity  will  find  many  acceptable  applications  particularly  where  it 
can  be  used  or  stored  during  the  hours  of  the  day  when  the  current 
could  be  employed  for  no  other  purpose.  The  use  of  heat  on  a  large 
scale  in  the  electric  furnace  is  a  rapidly  developing  application, 
which  gives  great  promise  of  important  uses  in  handling  metals, 
particularly  in  the  manufacture  of  steel.  The  general  heating  prob- 
lem is  one  of  great  promise  from  all  standpoints.  It  is  one  which 
needs  sound  engineering  guidance  and  it  promises  to  react  upon  the 
load  factor  and  the  power  rates  of  the  central  station, 

APPLIED  ELECTRICITY  AND  THE  ELECTRICAL  ENGINEER 

g — The  general  problem  of  the  application  of  electricity  is  com- 
prehensive. It  involves  the  design  of  apparatus  for  specific  ends, 
which  requires  that  the  designer  know  what  his  apparatus  is  to  do. 
On  the  other  hand,  it  calls  for  a  re-adjustment  of  appliances  and 
of  methods,  in  the  home  and  in  the  work-shop,  which  will  adapt 
them  to  the  new  conditions  which  electricity  supplies.  It  involves 
commercial  relations  between  those  who  supply  power  and  those 
who  use  it.  It  reacts  upon  central  station  load  factors  and  costs  and 
rates.  It  brings  the  central  station  into  vital  relation  with  the  com- 
munity. Instead  of  serving  a  single  commodity  for  a  few  hours  in 
the  evening,  it  furnishes  the  energy  which  cooks  the  meals  and 
sweeps  the  floors,  which  runs  the  cars  and  the  elevators,  which  oper- 
ates the  grinders  in  the  meat  shop  and  the  grocery,  the  mangles  in 
the  laundry,  which  heats  the  irons  of  the  tailors  and  the  chocolate 
of  the  candy  maker,  which  runs  the  saw  and  the  lathe  and  the  planer, 
which  serves  the  miner  and  irrigates  waste  lands.  All  this  means 
a  new  relation  between  the  electrical  engineer  and  the  community. 
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The  electrical  engineer  is  naturally  a  missionary.  He  has  push- 
ed forward,  conquering  many  fields  in  which  he  was  but  little 
welcome.  This  is  noticeable  on  a  large  scale  in  the  steel  industry. 
It  is  not  many  years  since  the  motors  in  the  steel  mill  were  regarded 
as  suited  only  to  run  small  cranes  and  the  like,  and  not  for  the  large 
and  serious  operations  of  the  mill,  but  now  in  the  greatest  steel  plant 
electricity  is  supreme,  even  the  steam  engine  is  no  more.  The  elec- 
tric system  has  transformed  the  method  of  producing  power  as  well 
as  the  way  of  transmitting  and  using  it,  and  the  electrical  engineer, 
who  was  not  long  ago  operating  a  few  arc  lamps  and  repairing 
crane  motors,  is  now  brought  to  a  most  responsible  position,  having 
niuch  to  do  with  the  design  of  the  mill  as  well  as  its  operation. 
What  has  been  established  in  the  steel  mill  must  be  accomplished 
in  the  community.  Electricity  must  emerge  from  a  convenient 
means  of  doing  a  few  things  into  the  central  operating  system. 

The  output  of  coal — the  power  producer — has  been  a  true  meas- 
ure of  progress.  Electricity  is  showing  us  how  to  transmit  and 
apply  power.  We  are  just  entering  a  new  era  in  the  use  of  power — 
of  universally  applied  electric  power.  The  fundamental  conditions 
are  auspicious,  the  possibilities  are  unlimited,  and  the  outcome  will 
be  determined  very  largely  by  the  ability  with  which  we  electrical 
men  meet  the  opportunities  which  lie  before  us. 


STANDARD  RELATIONS  OF  LIGHT  DISTRIBUTION* 

ARTHUR  J.  SWEET 

IN  the  opening-up  of  a  new  land  to  civilization,  the  first  bold- 
hearted  explorers  penetrate  to  the  very  heart  of  the  country, 
guiding  their  difficult  way  through  tangled  forests,  across 
morass  and  river  and  mountain,  by  the  help  of  the  compass  and  by 
their  knowledge  of  the  laws  which  govern  the  flow  of  rivers,  the 
contour  of  the  earth's  surface,  the  growth  of  flora  and  fauna.  One 
explorer  starts  from  a  certain  point  on  the  sea  coast  and  reaches 
his  goal  by  a  westerly  course.  A  second  starts  from  another  point 
on  the  coast  and  reaches  the  same  goal  by  a  northwesterly  course. 
A  third  sets  out  from  the  known  country  to  the  south  and,  making 
his  way  northward,  reaches  at  last  the  same  spot  that  the  other  two 
have  set  foot  upon.  Each  explorer,  at  a  heavy  cost  of  eff'ort  and 
time,  makes  his  own  pathway,  and  after  months  brings  back  to  the 
civilized  world  a  small  and  dearly-bought  measure  of  the  gold  or 
the  gems  that  lie  hidden  in  the  heart  of  the  country. 

The  new  land  is  a  land  of  great  possibilities  of  wealth  and 
commerce.  As  fruit  of  the  explorers'  toil,  the  first  rough  maps  are 
made.  A  few  main  highways  are  laid  out  from  these  maps,  and 
the  roads  are  built.  Over  the  roads  go  the  merchants.  Few  of 
them  know  all  the  precautions  to  be  taken  in  the  use  of  the  com- 
pass. Still  less  of  them  understand  the  geographic  laws  that  were 
the  guide  of  the  early  explorers.  But  they  know  that  the  road  was 
laid  out  by  those  who  did  understand  these  things,  and  that  it  leads 
them  whither  they  would  go.  And  they  go  easily  and  easily  return 
with  large  measure  of  the  country's  wealth  for  the  use  and  enjoy- 
ment of  the  world  at  large. 

The  opening-up  of  a  new  field  of  science  is  wonderfully  similar 
to  the  opening-up  of  a  new  land.  The  new  science,  like  the  new 
land,  first  attracts  men  of  the  explorer  type.  We  call  these  explorers 
specialists.  From  many  a  diflferent  starting  point  in  the  known 
lands  of  adjacent  sciences  these  specialists  enter  the  unknown 
country  of  the  new  science.  Guided  by  the  compass  of  a  definite 
aim  and  by  their  knowledge  of  the  geography,  so  to  speak,  of  the 
old  sciences  with  which  they  are  familiar,  our  specialists  find  their 

*A  paper  r^oad  before  the  annual  convention  of  tlic  Tllnniinating  Engi- 
neering  Sdciely,    Septenilier,    1909. 
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way  to  the  heart  of  the  new  science  through  unmapped  stretches  of 
new  physical  relations,  through  tangled  forests  of  technical  diffi- 
culties, over  the  mountains  of  seeming  impossibilities.  Each  man 
at  heavy  cost  of  time  and  effort  treads  out  his  own  separate  path- 
way, and  by  and  by  returns  with  his  bit  of  gold, — ^the  illumination 
design,  perliaps,  for  a  certain  room  of  a  certain  l)nilding  in  a  cer- 
tain city. 

The  world  will  have  but  little  good  of  the  wealth  that  Hes 
hidden  in  a  new  country  so  long  as  it  must  depend  on  men  of  the 
explorer  type  to  bring  that  wealth  forth.  Highways  must  be  l)uilt — 
roads  that  the  merchant  or  miner,  who  is  no  path-finder,  can  follow. 

The  world  will  have  but  little  good  of  the  benefits  that  lie  hid- 
den in  a  new  science  so  long  as  it  must  depend  on  men  c^f  the  spe- 
cialist type  to  bring  those  potential  benefits  forth  into  concrete  ac- 
complishment. Highways  must  be  built — highways  that,  in  our  own 
new  science,  for  instance,  the  architect  and  the  electrical  engineer 
can  follow;  nay,  more,  highways  for  the  use,  most  of  all,  of  the 
illuminating  engineer  himself,  that  he  may  easily  reach  the  wealth 
of  the  new  science  and  bring  it  forth  in  large  measure.  For  if 
truth  be  told,  there  are  to-day  many  illuminating  engineers,  men 
more  of  the  miner  than  of  the  explorer  type,  who  are  floundering 
about  most  woefully  in  the  morasses  of  their  science,  making  but 
slow  and  zig-zag  progress,  but  who,  if  a  highway  were  furnished 
them,  would  serve  the  world  most  usefully. 

The  highways  of  a  science  are  the  standard  relations  which, 
once  established,  can  be  applied  to  concrete  problems  in  rule-of- 
thumb  fashion  without  referring  anew  each  time  to  the  laws  upon 
which  they  depend.  These  standard  relations  are  sometimes  ex- 
pressed by  formulae,  sometimes  graphically  by  curves,  sometimes 
in  tabular  fashion.  Among  the  highways  of  electrical  engineering, 
for  instance,  are  the  various  tables  of  relations  between  cross-sec- 
tion of  conductor  and  safe  current-carrying  capacity.  Ohm's  law- 
is  itself  a  great  natural  highway,  like  the  valley  whose  level  floor  be- 
comes a  road  as  soon  as  the  hand  of  man  has  set  u])  the  guide-posts 
upon  it. 

The  science  of  illuminating  engineering  has  not  made  in  the 
past  year  the  record  for  concrete  accomplishment  that  many  of  us 
had  hoped  it  would.  I  believe  the  reason  to  be  that,  while  the  main 
lines  of  exploration  have  been  accomplished,  we  have  scarcely  com- 
menced at  road  building.  Indeed,  ignoring  a  few  disconnected 
stretches  of  unimportant  side  roads,  we  have  budded  but  one  por- 
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tion  of  the  main  highway.     I  refer  to  the  formula  developed  by 
Messrs.  Lansingh  and  Cravath. 

Watts   per   sq.    ft.  =  foot-candle   intensity  x  constant   from   table. 
That   formula   is   a  magnificent   example  of   the   sort  of   work  of 
which  illuminating  engineering  stands  to-day  in  most  pressing  need. 

I  ask  you  to  join  with  me  in  analyzing  the  problem  of  light 
distribution,  in  attempting  to  establish  some  standard  relations  of 
light  distribution  which  may  serve  to  greatly  simplify  the  problem 
of  illumination  design.  As  we  proceed,  you  must  remember  that 
we  are  engaged,  not  in  glorious  exploration,  but  in  the  humbler 
though  not  less  useful  work  of  road  building.  When  we  finish,  if 
we  are  successful,  I  am  far  more  concerned  that  each  one  of  you 
remember  that  we  have  built  a  road,  a  road  for  future  usefulness, 
than  that  you  should  recall  each  turning  and  grade  and  shape  of 
the  road. 

The  complex  problem  of  illumination  design  can  be  split   up 
into  a  number  of  subordinate  problems — the  problems  of  intensity, 
Illumination  of  distribution,  of  dififusion 

I  ]  I  and  the  like. 

0..ntiY«tcr   Quali^c.or  Physiolo.ical     Facte,  j^^      pjg_       ^        intensity      aud 

,   I  .     ^.J  .A  ,    r.  7"!         distribution    are    linked    to- 

Intcnsity    Diltusion  Color  Intrinsic  Shadow 

I  Value  BrilUancy  Contracts       ggthcr     aS      thc     qUaUtlty      faC" 

tors  in  the  problem  of  illu- 
mination. Distribution  is 
simply  the  problem  of  rela- 
tive intensities,  of  proportion  of  intensities  at  different  points.  Dis- 
tribution is  subordinate  to  intensity,  yet  one  cannot  in  actual  practice 
settle  the  question  of  intensity  on  the  basis  of  average  value,  with- 
out regard  to  distribution.  Diffusion  and  color  value  are  grouped 
together  as  quality  factors,  though  each  is,  of  course,  independent 
of  the  other.  Intrinsic  brilliancy  and  shadow  contrasts  are  two  fac- 
tors which,  though  independent,  are  linked  together  as  factors  af- 
fecting the  efficiency  of  the  eye,  the  receiving  apparatus. 

The  intensity  of  illumination  required  is  not  a  fixed  quantity,  but 
is  conditioned  upon  the  intensity  of  illumination  of  other  objects 
within  the  field  of  vision.  Distribution,  too,  is  an  all-important  factor, 
not  merely  in  determining  the  quantity  of  illumination  on  the  work, 
but  also  in  determining  the  quantity  of  energy  necessary  to  produce 
that  illumination.  Light  in  useless  directions  is  largely  wasted,  due 
to  low  coefficients  of  diffuse  reflection ;  excessive  light  on  surfaces 
within  the  field  of  vision,  as  the  walls  of  a  room,  decreases  the 
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FIG.    I — FACTORS    INVOLVED    IN    ILLUMINA- 
TION   PROBLEMS 
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efficiency  of  the  eye  and  makes  necessary  a  higher  intensity  of 
iUumination  on  the  work.  Here  we  have  before  us  the  two-fold 
importance  of  distribution  as  the  quantity  factor  in  ilUimination. 

If,  now,  we  can  estabhsh  standard  relations  between  certain 
types  of  distribution  and  certain  types  of  illumination  problems,  we 
shall  tremendously  simplify  the  problem  of  illumination  design. 
We  shall  know  that  to  get  correct  illumination  results  for  a  certain 
type  of  problem  it  will  be  absolutely  necessary  to  get  a  certain  type 
of  distribution.  The  clear-cut,  definite  knowledge  of  just  what  type 
of  distribution  is  desired  will  not  only  help  us,  as  designing  engi- 
neers, to  select  that  illuminant  Avhich  most  nearly  gives  this  distribu- 
tion, but  it  will  also  enable  us  to  obtain  on  the  market  the  correctly 
designed  illuminant.  The  bar  to  progress  in  the  past  has  been 
that  the  highway  has  not  been  built, — that  illuminating  engineers, 
nuich  less  the  commercial  manufacturing  interests,  have  not  had 
always  before  them  the  clear-cut,  definite  picture  of  the  standard  re- 
lations that  exist  between  certain  types  of  light  distribution  and 
certain  general  classes  of  practical  illumination  problems. 

Let  us  classify  and  analyze  the  problems  that  confront  the  de- 
signing illuminating  engineer.  There  is,  first,  a  very  large  number 
of  problems  that  classify  as  the  illumination  of  a  room  from  one 
light  center*  located  in  the  center  of  the  room.  The  illumination  of 
most  residence  rooms  and  small  offices  belongs  to  this  class  of 
problem.  Then  there  is  a  second  class  of  problem,  the  illumination 
of  interiors,  generally  large  interiors,  from  light  centers  arranged 
on  the  basis  of  the  square.  The  illumination  of  large  offices  and 
stores  belongs  chiefly  to  this  class  of  problem.  Finally  there  is  a 
third  class  of  problems  in  general  illumination,  the  illumination  of  a 
long,  narrow  room  by  several  light  centers  arranged  in  a  line  down 
the  center  of  the  room.  The  illumination  of  most  small  stores  be- 
longs to  this  class  of  problem. 

GENERAL    ILLUlMIX.\TION    FROM    A    SINGLE    LIGHT    CENTER 

The  relation  between  the  illumination   results  sought  and  the 


*The  term  "light  center"  is  used  to  designate  the  group  of  light  units,  one 
or  many,  carried  on  the  same  fixture.  The  term  "light  unit"  is  used  to  des- 
ignate the  light  source,  as  incandescent  lamp,  gas  mantle,  or  the  like,  taken 
together  with  whatever  reflector  or  distribution  changing  devices  are  used 
w-ith  it.  Several  incandescent  lamps  used  witli  one  reflector  would,  of  coarse, 
constitute  a  single  light  unit.  When  similar  light  units  of  a  group  constitut- 
ing a  single  light  center  are  mounted  with  parallel  and  like  directed  axes,  the 
distribution  curve  of  the  light  center  is  for  all  practical  purposes  proportion- 
ately the  same  as  the  distribution  curve  of  the  light  unit. 
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distribution  required  to  produce  those  results  depends  upon : — 

I — The  size  of  the  room,  and 

2 — The  height  of  the  light  center  above  the  plane  of  reference. 
That  is  to  say,  for  any  given  size  of  room  and  height  of  light  center, 
we  can  easily  calculate  the  distribution  curve  which  will  produce 
the  desired  illumination  result. 

It  is  obvious  that  any  given  distribution  curve  will  give  the 
same  proportionate  illumination  results  so  long  as  the  relation  be- 
tween the  size  of  the  room  and  the  height  of  light  center  is  kept 
constant.  A  given  distribution  curve,  for  instance,  will  give  the 
same  proportionate  results  in  a  room  ten  feet  square  with  a  four- 
foot  height  of  light  center  as  in  a  room  twenty  feet  square  with  an 
eight-foot  height.     For,  suppose  one  plots  the  illumination  curve  of 
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Room  lighted  from  single  light  source. 


the  first  case  and  then  simply  assigns  double  value  to  the  co-ordi- 
nates ;  the  angular  relations  are  unchanged. 

We  can  combine,  therefore,  the  factors  i  and  2  and  say  that  the 
distribution  rc([uired  to  produce  any  given  illumination  result  de- 
pends upon  the  relation  between  the  size  of  room  and  the  height  of 
light  center.     1 -i-l  ns  call  this  relation  J.     Tlun 

y mean  dimensiun  of  room 

■       Iieiglit  of  light  center  above  the  plane  of  reference. 

For  any  value  of  J  there  is  a  given  distribution  curve  which   will 
produce  the  desired  illumination  result. 

Let  us  ask  ourselves.  What  is  this  desired  illumination  result? 
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keeping  closely   in   mind    llie   practical   pi\'l)lcni,   and    remembering 
that  we  are  dealing  with  residence  rooms  and  small  offices. 

Over  the  central  half  of  the  room  we  want  a  uniform,  even 
illumination.  Near  the  walls,  the  intensity  of  illumination  may  drop 
to  one-third  its  ci'tilral  value.  (_)n  the  walls  themselves  we  desire 
only  sufficient  intensity  to  illuminate  the  wall  furnishings;  one-fifth 
the  central  intensity  is  amply  sufficient  for  this.  We  must  not  forget 
the  importance  of  avoiding  brightly  lighted  walls  which  compel  a 
higher  intensity  of  illumination  on  the  work;  which,  through  ab- 
sorption, are  wasteful  of  light  flux  that  might  otherwise  be  directed 
to  good  use,  and  wdiich  offer  the  eye  no  place  of  rest  when  the  eye 
seeks  relief  from  the  work. 

The  proper  illumination,  as  described  above,  for  the  residence 
room  and  small  office  is  shown  in  Fig.  2. 

Having  analyzed  our 
illumination  problem  and 
determined  upon  the 
proper  illumination  re- 
sult to  be  obtained,  it  be- 
comes a  simple  matter  to 
compute  the  distribution 
curves  which,  for  differ- 
ent values  of  /,  will  each 
give  the  same  desired  il- 
lumination, the  illumina- 
tion represented  in  Fig. 
2.  Typical  distribution 
curves  for  such  cases  are 
shown  in  Fig.  3. 
To  obtain,  therefore,  the  correct  illumination  results  in  that 
large  number  of  problems  that  classify  as  a  room  lighted  from  a 
single  light  source,  a  type  of  distribution  such  as  shown  in  Fig.  3  is 
required.  It  is  a  matter  of  secondary  importance  what  particular 
value  of  /  is  chosen,  provided  it  is  within  the  limits  of  the  extreme 
values  shown.  The  average  conditions  of  existing  installations  in 
the  matter  of  mounting  height  would  call  for  a  value,  J=J.  The 
tendency  of  the  future  is  towards  greater  mounting  heights,  corre- 
sponding to  values  of  J=2  or  2.5. 

Just  a  glance  at  the  practical  relations  of  our  deductions  thus 
far.  Suppose  the  incandescent  lamp,  the  Nernst  lamp  and  the  gas 
interests  should  each,  with  the  co-operation  of  the  reflector  interests, 
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get  out  a  light  unit  which  for  some  definite  value  of  /  gave  such  dis- 
tribution as  shown  in  Fig.  3.  In  each  standard  package  of  such 
units  would  be  included  a  little  folder  giving  for  varying  sizes  of 
room,  the  proper  mounting  height  and  the  number  of  units  required. 
The  fixture  manufacturers  might,  perhaps,  be  persuaded  to  design 
their  fixtures  with  an  easily  adjustable  part,  so  that  the  user  could 
obtain  the  desired  mounting  height  at  little  cost.  The  result  of  such 
enlightened  handling  of  the  situation  by  the  commercial  interests 
would  be  such  an  improvement  in  the  illumination  of  our  country 
as  we  specialists,  treating  each  problem  as  a  problem  in  itself,  could 
never  achieve.  The  specialist  reaches  the  great  problems — the 
church,  the  library,  the  theater — and  that  is  his  proper  field.  But  if 
through  our  profession  we  are  to  serve  our  fellow-man  in  his  every- 
day life,  in  his  home  and  at  his  w^ork,  it  must  be  with  the  help  of 

the  commercial  interests  in  some 
such  fashion  as  suggested  above. 
I  believe  the  discussion  thus 
far  has  made  more  clear  to  you 
the  analogy  of  my  introduction, 
the  analogy  of  the  building  of 
highways  in  a  new  and  unde- 
veloped country.  With  the  prac- 
tical usefulness  of  our  work  thus 

FIG.    4 — MULTIPLE     LIGHT    CENTERS  i  i         1      r  4-    1   ^ 

.       ^    ,         ,     .       ,  ^,  clearly   before   us,   we   can   take 

Arranged  on  basis  of  the   square.  ^  . 

up    with    renewed    niterest    the 
question  of  correct  types  of  distribution  from  multiple  light  centers. 

GENERAL  ILLUMINATION  FROM   MULTIPLE  LIGHT  CENTERS 
ARRANGED   ON   THE   BASIS   OF   A    SQUARE 

This  class  of  illumination  problems  is  comprised  chiefly  of  large 
interiors,  usually  large  offices,  stores,  or  factories. 

The  relation  between  the  illumination  results  sought  and  the 
distribution  required  to  produce  them  depends  upon 

I — The  separation  of  the  light  centers ;  and 

2 — The  height  of  the  light  center  above  the  plane  of  reference. 
It  does  not  depend  to  any  important  degree  upon  the  size  of  the 
room,  since  the  arrangement  of  light  centers  may  be  taken  as  sub- 
dividing the  room  into  square  areas,  as  shown  in  Fig.  4,  and  the 
solution  for  one  of  these  areas  solves  the  problem  for  the  whole 
room. 

Just  as  in  the  problem  of  general  illumination   from  a  single 
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light  center,  so  here  the  two  factors  upon  which  distribution  de- 
pends can  be  combined  into  one  factor  of  relation.  In  other  words, 
we  can  say  that  the  particular  distriljution  required  to  produce  the 
desired  illumination  result  depends  upon  the  relation  between  the 
separation  of  the  light  centers  and  the  height  of  the  light  centers 
above  the  plane  of  reference.    Let  ir-^  call  this  relation  K.    Then 

mean  separation  of  the  light  centers 

height  of  light  center  above  the  plane  of  reference 

For  any  value  of  K  there  is  a  given  distribution  curve  which  will 
produce  the  desired  illumination  result. 

For  the  type  of  problem  under  consideration,  we  desire  a  imi- 
form  illumination  of  the  area  ABC  D,  Fig.  4.  Outside  of  this  area, 
as  we  approach  the  wall,  the  intensity  should  drop  to  one-half  or 
one-third  of  its  central  value.  On  the  walls  the  intensity  of  illu- 
mination should  be  low,  for  the 
reasons  already  noted. 

The  derivation  for  the  distri- 
Inition  curves  for  illumination 
from  multiple  units  arranged  on 
the  basis  of  the  square  is  based 
on  the  following  analysis :  For 
any  value  of  K  there  is  a  cer- 
tain in  ill  ill!  II  III  curve  of  distribu- 
tion which  will  give  uniform  il- 
lumination. For  suppose  we 
have  some  given  distribution 
curve  which  for  a  given  value  of 
K  gives  uniform  illumination  in 
the  plane  of  reference.  Now  as- 
sume a  second  plane  of  reference 
parallel  to  the  first  and  below  it. 
A  moment's  consideration  will  show  that  the  illumination  on  the 
second  plane  of  reference  must  be  uniform,  since  the  second  plane 
is  further  from  the  light  sources  than  the  first  and  in  the  same  di- 
rection, and  since  the  illumination  is  obtained  by  diverging  light 
beams;  but  relative  to  the  second  plane  of  reference  K  has  a  smaller 
value.  Hence  two  values  of  K,  or  three  values,  or  any  number  of 
values,  can  be  assigned  to  the  given  distribution  curve.  Conversely, 
lor  any  given  value  of  K  a  large  number  of  curves  can  be  drawn 
which  fulfill  the  condition  of  uniform  illumination  on  the  given  plane 
of  reference.    Of  these  curves  there  must  be  a  minimum,  since  uni- 
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FIG.  6 


form  illuniinalioii  is  not  ol)tained  on  all  planes  of  reference  nearer 
to  the  lamp  than  the  original  plane.  Hence  our  problem  becomes 
one  of  finding  for  any  assumed  value  of  iv  the  minimum  curve 
which  will  satisfy  tbe  condition  of  uniform  illumination. 

Referring  to  Fig.  6,  let  us  assume 
tliat  the  illumination  from  a  given 
lamp  reaches  zero  at  a  horizontal  dis- 
tance on  the  plane  of  reference  equal 
to  the  side  of  the  square.  From  ]\I 
and  A^  strike  two  arcs  representing  re- 
spectively the  lines  along  which  the 
intensity  of  illumination  from  M  and 
N  becomes  zero.  Now  consider  the 
point  c.  It  receives  equal  illumination 
from  lamps  R  and  S.  The  point  /, 
which  by  hypothesis  has  the  same 
total  illumination  as  point  c,  must  re- 
ceive equal  illumination  from  lamps  R  and  6^.  But  /  is  at  a 
greater  horizontal  distance  than  c.  Hence,  since  /  has  equal 
illumination,  the  candle-power  oi  R  and  6^  must  be  increasing  as  the 
horizontal  distance  increases.  But  this  is  contrary  to  the  assump- 
tion that  the  intensity  of  illumination  and  hence  the  candle-power  is 
decreasing  and  reaches  zero  at  a  dis- 
tance equal  to  R  S. 

If  we  assume  that  the  intensity  of 
illumination  reaches  zero  at  a  distance 
equal  to  ]\Ic  (or  Nc),  the  above  rea- 
soning no  longer  applies. 

Let  us  also  assume  a  given  separa- 
tion of  light  centers  and  a  mounting 
height  corresponding  to  the  assumed 
value  for  K.  Now  deduce  the  equa- 
tions for  the  intensity  of  illumination 
at  the  points  a,  h,  c  and  /,  Fig.  7.  The 
second  member  of  these  equations  will 

consist  of  one,  two  or  three  terms,  each  term  being  a  known  constant 
times  the  unknown  candle-power  at  a  known  angle.  Remembering 
that  these  equations  are  all  equal  to  each  other,  assume  a  given  can- 
dle-power at  each  of  the  indicated  angles,  these  candle-power  values 
being  so  chosen  as  to  lie  on  a  smooth  curve.  Now  deduce  the  illu- 
mination equations  for  other  points  /;,  /,  /,  and  correct  the  assumed 
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distribution  curve  so  that  its  candle-power  values  satisfy  all  the 
equations.  By  continuing  this  method  further,  the  exact  distribu- 
tion curve  can  be  deduced  to  any  desired  closeness  of  approximation. 
The  correct  distribution  curves,  derived  by  the  method  outlined 
above,  are  shown  in  Fig.  5. 

To  meet  all  conditions  of  the  practical  problem  as  we  find  it, 
we  really  need  two  distribution  curves.  For  rooms  having  very  high 
ceilings  relative  to  the  separation  of  light  centers  we  need  a  dis- 
tribution represented  by  the  curve  K=o.5  or  the  curve  K=o.75. 
For  rooms  of  more  moderate  ceiling  height  (relative  to  the  separa- 
tion of  light  centers)  we  need  a  distribution  represented  by  the, 
curve  K=i.25  or  the  curve  K^i.5. 

One  interesting  feature  of  these  curves  deserves  passing  notice. 
The  distributions  representing  a  larger  value  of  K  will  give  uniform 
A      c  illumination  when  substituted  for 

a      distribution      representing      a 
smaller  value  of  K.   Thus  the  dis- 
tribution for  K=i.5  will  give  uni- 
B      D  form    illumination   when    actually 

^^*^-  ^  installed    for   K=i.      The   amply 

sutiticient  objection  to  such  substitution  lies  in  the  fact  that  the  dis- 
tribution representing  the  larger  value  of  K,  when  substituted  for 
the  smaller,  throws  a  great  deal  too  much  light  on  the  walls.  This, 
we  have  seen,  is  a  serious  evil,  though  it  is  minimized  when  the 
room  is  a  very  large  one. 

GENERAL  ILLUMINATION   OF   LONG   NARROW  ROOM 
FROM    LTXE   OF   LIGHT   CENTERS 

It  is  important  in  determining  the  desired  illumination  results  to 
keep  closely  in  mind  that  this  class  of  problems  is  comprised  chiefly 
of  the  smaller  stores.  Here  we  want  uniform  illumination  over  the 
central  portion  of  the  store  and  extending  well  out  toward  the  side 
walls.  Near  the  side  walls,  the  intensity  of  illumination  may  be  al- 
lowed to  drop  a  little,  but  it  should  in  no  case  be  less  than  half  the 
central  uniform  value.  The  walls,  too,  should  be  illuminated  rather 
brightly  in  order  to  show  up  the  goods  displayed.  The  an  ani^t'iiient 
of  light  centers  for  this  class  of  service  is  shown  in  l'"ig.  S. 

[n  this  problem  the  distribution  ciu'vc  required  1<i  prndurc  the 
desired  illumination  results  depends  ii]iipii 

I — ^The  width  of  room; 

2 — The  separation  of  light  centers,  and 

3 — The  height  of  light  centers  above  the  plane  of  reference. 


672 


THE  ELECTRIC  JOURNAL 


For  certain  relations  of  width  of  room  and  separation  of  light 
centers,  the  problem  of  obtaining  the  desired  illumination  becomes 
impossible  of  solution.  When,  however,  the  separation  of  light 
centers  equals  the  width  of  room,  the  distribution  curves  for 
single  light  centers  (see  Fig.  3)  serve  admirably  to  give  the  desired 
illumination  described  above.  Each  curve  must  be  used,  however, 
with  the  next  lower  value  of  /.  For  instance,  in  a  long,  narrow 
store,  15  feet  wide,  the  separation  of  light  centers  should  be  15  feet. 
If  the  distribution  curve  J=3  be  used,  the  mounting  height  should 
be  15-^2.5  or  six  feet  instead  of  15-^3  or  five  feet.     If  the  distribu- 
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FIG.  9 — TYPICAL  FOOT-CANDLE  CURVES 

Showing  illumination  on  section  AB,  Fig.  8. 

tion  curve  J=^2.5  be  used,  the  mounting  height  should  be  i5-:-2  or 
7.5  feet  instead  of  15-^2.5  or  six  feet. 

Typical  illumination  cross-sections  of  the  store  for  the  above 
case  when  J-^3  are  shown  in  Figs.  9  and  10.  The  locations  of  these 
cross-sections  are  given  in  Fig.  8. 

SUMMARY 

To  obtain  correct  illumination  results  from  a  single  light  center 
or  from  a  line  of  light  centers,  a  distribution  of  the  type  shown  in 
Fig.  3  is  required.  To  obtain  correct  illumination  results  from 
multiple  light  centers  arranged  on  the  basis  of  the  square,  and  to 
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properly  meet  the  wide  variaticni  of  actual  problems  in  the  relation 
of  height  of  room  to  separation  of  light  centers,  two  properly  chosen 
distributions  of  the  type  shown  in  Fig.  5  are  required. 

When  the  commercial  interests  furnish  light  units  giving  the 
three  correct  distributions,  the  problem  of  illumination  design  in 
what  are  frequently  its  most  important  factors — relative  intensity 
of  illumination,  average  intensity,  and  t^tal  number  of  light  units 
required — ^will  be  reduced  to  the  simplicity  of  a  table  which  can  be 
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FK;.    10 — TVPICAI.    FOOT-CANDLE    CURVES 

Showing  ilhimiiialiiin  on  section    CD,  Fig  8. 

applied  to  concrete,  practical  problems  by  any  intelligent  man. 
When  that  day  comes,  we  shall  tind  correct  illumination  the  rule  in 
the  home,  the  office  and  the  store,  and  not,  as  at  present,  the  rarely- 
met-with  exception. 

Xor  is  that  happy  day  so  far  distant.  There  are  to-day  on  the 
market  three  incandescent  lamp  units  which  roughly  approximate  to 
the  curves  Jr=2.5,  K=o.75,  and  I\=i.25.  Steps  are  now  under  way 
to  bring  these  curves  into  closer  approximation  with  the  ideal.  All 
the  incandescent  lam])  interests  and  the  largest  reflector  interest  are 
definitely  c<immittc(l  lo  tliis  lino  of  progress.  The  one  thing  yet  to 
be  desired  is  that  the  gas  interests,  the  other  reflector  companies, 
and  the  fixture  manufacturers  fall  into  line. 


THE    GRAPHIC    RECORDING    METER   AND   ITS 

RELATION  TO  INDIVIDUAL  MOTOR  DRIVE 

IN  INDUSTRIAL  OPERATIONS 

A,  G.  POPCKE 

THE  best  basis  for  any  method  of  securing  econoni}-  in  the 
operation  of  any  large  estabhshment  is  an  exact  knowledge 
of  the  existing  conditions.  This  may  be  obtained  by  keep- 
ing continuous  records,  by  personal  observations  or  by  means  of 
graphic  recording  instruments,  and  carefully  analyzing  the  results 
with  the  idea  of  making  improvements.  Graphic  recording  instru- 
ments have  an  advantage  over  personal  observation,  since  they 
eliminate  all  personal  element  and  errors,  and  also  the  extra  ex- 
pense incurred  for  additional  help  required  for  making  observa- 
tions. For  this  reason,  the  field  for  the  use  of  graphic  recording 
instruments  has  been  continually  developing". 

The  United  States  Weather  Bureau  was  among  the  first  to 
use  such  instruments  in  obtaining  continuous  records  of  atmos- 
pheric conditions.  The  introduction  of  recording  steam  pressure 
gauges  has  resulted  in  increased  economy  in  the  operation  of  steam 
plants,  and  as  these  gauges  show  the  variation  of  steam  pressure, 
the  condition  of  the  fires  are  indirectly  recorded.  By  firing  so  as 
to  keep  a  constant  steam  pressure  better  economy  in  tlie  operation 
of  engines  results,  as  well  as  economy  in  the  use  of  fuel.  The  time 
at  which  all  variations  occur  is  recorded  and  any  disputes  may  at 
once  be  settled  by  referring  to  the  record.  Graphic  recording  am- 
meters and  wattmeters  have  also  been  developed.  These  are  of 
great  value  upon  the  switchboards  of  large  central  stations  and  also 
in  the  power  houses  of  large  industrial  establishments.  The  total 
load  of  the  plant,  the  load  on  the  various  units  or  the  load  on  the 
feeders  can  be  recorded  at  all  hours  of  the  day. 

The  econom\-  of  a  central  station  is  largely  dependent  upon  its 
load  curve.  In  an  industrial  i:)lant  the  load  curve  is  an  indication  of 
the  rate  of  o])cTating  tlie  entire  i)lant.  Tlic  total  l<iad  curve  of 
manv  indu^ti'ial  ]>laiit>  i>  >low  in  ])it-king  up  in  tlie  nioiMiing  and 
again  starts  lo  (h"o])  ofi'  al)oul  one-  houi'  l)t'l'oi'i-  (|uilting  time  in  ihe 
evening.  Wlu'u  tht-  load  l'all><ilT,  it  indicate  that  all  tlu-  nlacllin^'-^ 
are  not  working  at  their  full  capacities  and  there  is  considerable 
loss   in   productive  output.     Remed}dng  this,   therefore,   means   in- 
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crease  in  output  w  itii  |»ractically  the  same  operating  expenses.  The 
best  way  to  renie(l\  an\-  fault  is  ia  localize  it.  Hy  ])lacing  graphic 
recording  meters  in  the  \ariou>  feeiler  circuits,  the  most  faulty  may 
be  discovered  and  >te])N  taken  to  im])roV(.'  conditions.  Wdierever 
individual  motor  drive  is  em])lo\ed,  the  o])eration  of  single  ma- 
chines ma}'  be  studied. 

It  is  the  object  of  this  article  to  show  how  a  study  <if  existing 
Conditions  can  be  made  by  antomaticallv  recording  the  operations 
of  industrial  plants  by  the  use  of  graphic  electric  meters,  and  that 

by  such  a  study  valuable 
information  may  be  ob- 
tained as  to  the  best 
methods  of  economizing 
in  operating  expenses 
and  improving  equip- 
ment. In  operating  all 
machinery  there  is,  al- 
most without  exception, 
an  increase  in  power 
when  an  o])eration  is 
performed.  Jn  some 
cases  there  is  a  definite 
relation  between  the 
o|)L ration  performed  and 
the  amount  of  power 
consumed.  Therefore,  if 
a  grai)hic  record  of  these 
operations  is  taken,  any 
particular  operation  may 
be  distinguished  by  the 
amoimt  of  power  which 
is  consumed  by  the  driving  motor.  This  is  especially  true  where  an 
operation  is  repeated  at  short  intervals.  This  will  be  explained  by 
the  use  of  an  example. 

Fig.  I  shows  the  type  of  meter  employed  to  obtain  graphic 
records.  The  instrument  is  unlike  an  indicating  meter,  in  that  in- 
stead of  being  provided  with  a  needle  passing  over  an  indicating  scale 
a  pen  moves  horizontally,  thus  making  a  line  on  a  properly  gradu- 
ated roll  of  paper.  The  paper  is  moved  vertically  or  at  right  angles 
to  the  pen  by  ck^ck  work,  so  that  a  ])ermanent  record  i^\  the  magni- 
tude  and   time   of   all   change>   in   power   consumption   is  obtained. 


FIG.     I — GRAPHIC    RECORDIXG     METER 

Large  capacit\-  type. 
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Fig.  2  shows  a  record  obtained  from  svich  a  meter.  The  record 
should  be  read  from  right  to  left  as  indicated  by  the  hour  marks  at 
the  bottom.  The  height  of  the  pen  mark  above  the  bottom  line  at 
any  time  indicates  the  power  consumed  at  that  time. 

The  record  shown  by  Fig.  2  is  a  typical  curve  taken  with  a 
graphic  recording  ammeter  connected  in  the  circuit  of  a  direct-cur- 
rent motor  driving  a  roughing  lathe.  Fig.  3  shows  the  work  which 
was  performed  on  the  lathe  being  observed.  A  shaft  was  turned 
from  the  stock  size  as  indicated.  Fig.  4  shows  the  lathe  lipon  which 
the  operation  was  performed. 

In  the  following  explanation  A,  B,  C,  etc.,  refer  to 
corresponding  points  in  Figs.  2  and  3.  At  nine  o'clock  a 
shaft  was  completed.  During  the  interval  of  almost  three 
minutes,  marked   change,  the   completed   shaft  was   removed   from 
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FIG.    2 — GRAPHIC    CURVE    SHOWING    A    TYPICAL    CYCLE    ON    A 
ROUGHING   LATHE 


the  lathe  and  replaced  by  a  new  piece  of  stock.  The  current  during 
this  period  was  zero  since  the  machine  was  shut  down.  At  A  the 
lathe  was  started,  the  machine  ran  idle  for  a  short  period  at  about 
four  amperes  until  the  feed  advanced  the  cutting  tools  sutificiently 
to  make  them  cut  into  the  stock ;  when  this  took  place  there  was  a 
sudden  increase  in  power  up  to  32  amperes.  This  condition  con- 
tinued while  the  cut  AB  was  taken.  At  B  the  power  again  decreased 
to  four  amperes,  the  machine  running  idle.  The  period  AB  repre- 
sents the  time  required  to  take  the  cut  AB.  At  B  the  diameter  had 
to  be  increased  from  2^  inches  to  2^  inches,  hence  the  feed  was 
stopped  and  the  cutting  tools  were  adjusted  to  this  new  diameter. 
The  time  to  do  this  is  represented  by  the  short  interval  at  which 
the  machine  ran  idle  (four  amperes).     The  power  again  increased 
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to  30  amperes  when  the  cut  BC  was  taken.  The  current  is  less  than 
it  was  when  AB  was  taken  because  the  depth  of  cut  was  less, 
whereas  the  cutting  speed  and  feed  were  not  changed.  At 
C  the  curve  again  indicates  zero,  the  macliine  being  shut 
down.  During  the  interval  marked  Rcirrsc.  the  half  com- 
pleted shaft  was  removed  from  the  lathe,  turned  about  and  re- 
placed with  the  turned-ofif  end  in  the  chuck.  After  this  the  cuts 
ED  and  DC  were  taken.  As  indicated  by  the  small  amount 
of  power  consumed,  CD  was  a  light  cut.  At  9:19,  just 
before  the  interval  marked  Change,  the  shaft  was  com- 
pleted. The  cycle  of  operations  is  then  repeated  for  every  shaft 
turned  out.  By  studying  Fig.  2,  the  regularity  of  similar  operations 
is  evident.  From  a  record  of  this  type  it  is  possible  to  analyze  each 
operation  into  the  items  of  time  and  power  consumed,  and  the  dififer- 
ent  methods  of  doing  the  same  operation  can  be  compared  to  find 
out  which  is  the  most  economical.    Also,  by  seeking  an  explanation 


FIC.    3 — DETAILS    OF    THE    SH.\FT    TUKXED    WHILE 
THE  RECORD  REPRODUCED  IN  FIG.  2  WAS  OBTAINED 


for  all  cases  which  do  not  come  up  to  standard  conditions,  many 
improvements  for  facilitating  operations  will  be  suggested  and  in 
this  way  the  output  may  be  increased  consideralMy  without  increas- 
ing the  operating  expenses. 

The  curve  shown  in  Fig.  5  is  part  of  a  record  obtained  upon  a 
graphic  recording  ammeter  connected  in  the  circuit  of  a  motor 
driving  a  72-inch  boring  mill.  This  record  is  given  to  illustrate  im- 
proper use  of  an  equipment.  The  motor  driving  the  boring  mill 
was  of  the  adjustable  speed  type,  controlled  by  a  multi-speed  con- 
troller, a  combination  well  adapted  to  machine  tool  work  since  it  is 
possible  to  use  the  most  efficient  cutting  speed  at  any  diameter.  In 
this  case  the  top  of  a  circular  disc  was  turned  off.  the  cutting  tool 
gradually  feeding  toward  the  center  of  the  disc.  -The  speed  of  the 
boring  mill  table  was  not  increased  as  the  diameter  upon  wliich  the 
cut  took  place  decreased.  I  lence.  the  cutting  speed  graduallv  de- 
creased, the  feed  and  the  depth  of  cut  remaining  constant,  decreas- 
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ing  the  rate  of  removing  metal  and  consequently  the  power  gradu- 
ally decreased  as  shown  in  the  record.  If  the  speed  of  the  table  had 
been  increased  as  the  dianieter  decreased,  keeping  the  rate  of  cut- 
ting constant,  which  was  possible  with  the  equipment,  the  time  re- 
quired to  perform  the  operation  would  have  been  decreased,  the 
saving  in  this  case  amounting  to  40  percent  of  the  total  cutting  time. 
In  a  busy  shop  a  foreman  has  not  the  time  to  look  into  minor  de- 
tails, and  even  such  important  matters  as  the  one  just  mentioned, 
obvious  as  they  may  seem  after  being  discovered,  are  usually  over- 
looked. By  an  occasional  use  of  a  graphic  recording  meter,  such 
faults  are  detected  and  the  operator  may  be  properly  instructed. 

The  above  examples  were  cited  to  give  an  idea  of  the  use  of 
the  graphic  recording  meter  in  industrial  operations ;   it  has  been 


FIG.    4 — MOTOR-DRIVEN    20-INCH    RAPID    REDUCTION    LATHE 

The  meter  was  connected  in  the  circuit  of  the  14  hp, 
360 — 800  r.p.m.  motor  driving  this  lathe. 

found  that  by  its  means  complicated  operations  may  be  analyzed 
into  elements  of  time  and  power,  upon  which  depend  the  efficiency 
and  economy  of  all  industrial  operations.  The  records  of  time  and 
power  consumed  also  show  the  exact  working"  cycle  for  which  the 
motor  must  furnish  power.  By  an  analysis  of  this  cycle,  it  is  possi- 
ble to  determine  whether  or  not  the  motor  is  of  the  proper  electrical 
and  mechanical  characteristics  for  the  given  service.  Improper  ap- 
plications are  often  discovered  by  this  means. 

In  making  an  investigation  of  the  economy  of  operation  by 
motor  drive,  too  much  stress  is  usually  laid  upon  the  cost  of  power. 
The  first  question-.- which  usually  comes  to  the  mind  of  the  man  who 
is  considering  the  use  of  motors  to  replace  an  old  equipment  is, 
"How  much  power  will  I  save?"  If  there  is  sufficient  saving  he 
will   consider   the   new   equipment.      In   the   majority   of    industrial 
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establishments  the  cost  of  power,  whether  generated  or  bought,  is 
one  of  the  smallest  items  of  operating  expense.  For  example,  in 
the  large  machine  shops  this  item  amounts  to  from  one  to  two  per- 
cent of  the  total  hourly  operating  expense. 

The  overhead  charges  in  large  organizations  are  in  mo.st  cases 
one  or  more  times  the  wages  of  their  workmen,  and  arc  usually  not 
considered  when  figuring  the  saving  secured  by  the  reduction  in  the 
time  necessary  to  perform  various  operations  with  a  new  equip- 
ment. These  overhead  charges,  which  continue  whether  an  equip- 
ment is  operating  or  not.  include  the  f(^llowing: 

Interest  and  depreciation  on  the  cost  of  the  equipment. 

Interest  and  depreciation  on  the  cost  of  buildings,  grounds  and 
accessories. 


FIC.    5 — GR.APHIC  RECORD  OBTAINED  IN   CONNECTION    WITH    .\ 
72-INCH     VERTIC.\L    BORING     MILL 

TJ:c   mill   is   driven   by   an  8.5   hp   direct-current,   ad- 
justable speed  motor;  675 — i  350  r.p.m. 


Taxes  and  insurance  (M1  the  e(|uipment.  btiildings.  grotuids  and 
accessories. 

Loss  due  to  defective  material,  design  and  workmanship. 

General  supervision  and  clerical  work. 

Pow'er,  heat,  light,  etc. 

Hence  it  is  important  to  keej)  an  e([uipnu'nl  con^lanth'  in 
--ervice. 

The  three  imp<jrtant  items  to  be  considered  in  <ktermining  the 
relative  advantages  of  ditiferent  kinds  of  equipment  ma}-  be  sum- 
marized as  follows : 

I — The  total  hourly  operating  cost. 

2. — The  ])ercenlagc  of  the  total  time  con>unK'(]  in  actual  work. 
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3 — The  rate  at  which  an  equipment  is  operating  while  actually 
running. 

For  a  given  equipment  the  first  item  can  be  determined  from 
the  wages  of  its  operators  and  the  overhead  operating  cost.  The 
second  is  a  direct  check  upon  the  number  of  delays  and  requires 
personal  observations  and  clerical  records,  thus  increasing-  the  over- 
head charges,  unless  there  is  some  means  of  using  an  automatic 
recording  device.  Where  individual  motors  are  employed,  this  per- 
centage may  be  determined  directly  from  the  records  obtained  by 
means  of  graphic  recording  meters,  since  these  show  all  idle  and  no- 
load  intervals.  The  third  item  is  a  direct  check  upon  whether  or 
not  the  rate  of  output  is  the  maximum  under  the  given  conditions ; 
determined  in  most  cases  by  the  mechanical  strength  of  the  parts 
operating,  the  accuracy  of  the  workmanship  required  and  other  local 
conditions.  With  individual  motor  drive  and  the  graphic  meter,  the 
magnitude  of  the  records  obtained,  in  many  cases,  indicates  at  a 
glance  the  rate  of  working. 

Aside  from  the  well-known  advantages  of  individual  motor 
drive,  this  simple  method  of  automatically  obtaining  records,  by 
which  existing  conditions  are  shown  and  many  improvements  sug- 
gested, tends  to  increase  the  output  of  an  equipment  and  thus  pro- 
duce greater  economy  in  its  operation. 

Note — This  article  has  in  a  g-eneral  way  outlined  the  scope  of  the  ap- 
plication of  the  graphic  recording  meter  in  determining  the  character- 
istics of  industrial  operations,  both  from  the  standpoint  of  economy  in 
operating  and  the  service  which  tbe  driving  motor  must  withstand.  In 
later  issues  it  is  planned  to  publish  articles  describing  the  application 
of  graphic  meters  and  motors  with  reference  to  definite  industries, 
such   as   machine    shops,   woodworking,  paper  mills,  cement  plants,  etc. 


PARALLEL  OPERATION  OF  MACHINES  WITH 
SERIES  FIELDS 

H.  L.  BEACH 

THE  widespread  use  of  motors  and  generators  having  series 
fields  and  the  large  amount  of  preventable  trouble  arising 
from  imi)roper  connections  and  adjustments  of  these  fields, 
have  convinced  the  writer  that  a  short  article  dealing  with  the  pre- 
cautions to  be  observed  in  making  connections  to  these  machines  will 
not  be  amiss.  The  preventable  troubles  that  are  experienced  sel- 
dom, if  ever,  arise  with  installations  involving  only  one  machine, 
but  occur  when  generators  or  motors  are  used  in  combinations.  The 
various  combinations  may  be  grouped  under  two  general  heads,  viz. : 
r,  Series  and  compound-wound  generators;  2,  series  and  comjxnmd- 
V\ound  motors. 

SERIES  AND  COMPOUND  WOUND  GENERATORS 

When  two  or  more  series  or  compound-wound  generators  are 
operated  in  parallel,  it  is  necessary  to  use  what  is  called  an  equalizer 
between  the  various  machines.  The  object  of  this  connection  is 
to  maintain  the  desired  equilibrium  of  loads  between  the  generators 
in  parallel  under  all  conditions.  On  each  machine  one  terminal  of 
the  series  field  is  connected  to  the  Ijrushes  of  one  polarity  and  the 
equalizer  connection  is  made  at  this  point  on  each  machine  so  that 
all  machines  in  parallel  will  have  the  same  potential  at  the  point 
where  the  brushes  are  connected  to  the  series  fields.  In  order  that 
the  potential  may  be  exactly  the  same  at  all  machines  equalizer  con- 
nections are  of  low  resistance.  In  some  cases  the  equalizer  is  in 
the  form  of  a  low  resistance  cable  running  directly  from  machine  to 
machine,  in  others  it  is  desirable  to  have  an  equalizer  bus-bar  on 
a  switchboard,  as  indicated  in  Fig.  i. 

If  no  equalizer  were  used  it  would  be  possible  for  the  voltage 
of  one  machine  to  increase  and  thus  take  on  more  load.  With  in- 
crease of  load  the  excitation  due  to  the  series  field  increases  the 
voltage,  which  in  turn  increases  the  current,  and  this  action  may  be 
continued  until  finally  this  machine  takes  all  of  the  load  and  re- 
verses the  other  machines,  resulting  in  an  action  known  as  "bucking." 

Generators  are  usually  provided  with  adjustable  series  field 
shunts,  the  function  of  which  is  to  vary  the  value  of  the  full-load 
voltage  or,  in  other  words,  the  amount  of  over-compounding.     The 
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usual  practice  when  starting  up  two  or  more  machines  together  is  to 
so  adjust  the  shunts  that  the  parallel  machines  will  divide  the  load 
in  the  ratio  of  tlieir  Icilowatt  capacities.  The  method  employed  by 
the  writer,  while  well-known  to  many  experienced  engineers,  does 
not  seem  to  be  generally  practiced.  Many  instances  have  occurred 
w^here  it  has  l:)een  pronounced  impossible  to  parallel  certain  genera- 
tors which,  after  proper  adjustments  had  been  made,  were  found 
to  operate  together  satisfactorily." 

The  adjustment  of  series  wound  machines  is  far  more  difficult 
than  that  of  compound  machines,  as  with  the  latter  the  shunt  field 
is  a  more  or  less  constant  factor  that  can  easily  be  adjusted  slightly 
to  compensate  for  a  poor  series  adjustment.  The  reason  for  the 
difficulty  in  adjusting  series  machines  will  appear  from  a  study  of 


1 — TWO    SERIES    MACHINES    IN    PARALLEL   01 
COMMON    BUS-BARS 

Showing"  equalizer  bus-bar  and  connections. 

Fig.  I.  Assume  that  the  two  .machines  in  question  are  located  so 
that  the  leads  from  one  machine  to  the  switchboard  are  twice  as 
long  as  the  corresponding  leads  of  the  other  machine.  Between 
the  equalizer  and  the  positive  bus-bar  the  total  full-load  current  will 
divide  unequally  in  the  two  fields  on  account  of  inequality  of  lead 
resistance,  which  though  small  will  make  a  great  difiference  where 
the  total  resitance  is  so  small.  Being  series  generators,  with  no  shunt 
field  to  steady  the  action,  the  voltages  of  the  tW'O  armatures  will  differ 
considerably  and  the  net  result  will  probably  be  that  one  armature 
will  assume  several  times  the  load  of  the  other.  It  will  therefore 
be  necessarv  to  add  resistance  to  the  leads  of  the  machine  nearest 


='\\  case  such  as  this  was  illustrated  in  an  article  in  the  Journal  for 
September,   1909,  p.  563. 
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the  switchboard  so  as  to  make  its  ticld  resistance  exactly  equal  to 
that  of  the  other  machine. 

To  properly  divitle  their  load,  it  is  necessary  that  the  series  gen- 
erators be  at  the  same  tem])erature  when  adjustments  are  made.  If 
the  adju.stments  are  correct  when  one  is  warm  and  the  other  cold, 
the  cold  machine  will  lose  its  load  gradually  as  it  warms  u]).  If  a 
cold  machine  is  connected  in  i)aralle.l  with  a  warm  machine  with 
which  it  has  been  properly  adjusted  to  run  in  parallel,  it  will  at  first 
take  the  larger  share  of  the  load.  As  it  warms  up,  however,  and 
the  field  temperatures  and  resistances  bcome  equal,  the  difference  in 
load  will  gradually  decrease  until  each  machine  takes  its  adjusted 
share. 

In  the  case  of  two  compound  machines  of  unequal  capacities 
and  dift'erent  compounding  characteristics  which  are  to  be  paralleled; 
the  worst  combination  would  be  that  of  a  large  generator  with 
"even"  compounding  and  a  small  generator  with  a  large  compound- 
ing, the  operating  conditions  demanding  all  the  over-compounding 
possible.  By  adding  resistance  in  series  with  the  series  field  of  the 
small  generator,  an  adjustment  can  be  obtained  which  will  allow  only 
such  a  part  of  its  full-load  armature  current  to  flow  through  its  field 
as  will  give  a  compounding  eft'ect  equal  to  that  obtained  when  the 
armature  current  of  the  large  machine,  plus  the  remaining  armature 
current  of  the  small  machine,  flows  through  the  series  field  of  the 
large  machine. 

Example :  A  2  000  ampere  even-compounded  generator  is  to  be 
paralleled  with  a  400  ampere  generato'-  which  over-com]:)ounds  20 
volts  at  full-load.  The  resistance  of  the  field  and  leads  of  the  2  000 
ampere  generator  is  0.02  ohm:  that  of  the  400  ampere  generator  is 
0.1.  The  drop  in  the  series  field  is  therefore  equal  for  equal  per- 
centage loads  and  the  current  in  the  field  would,  therefore,  divide 
in  the  ratio  of  one  to  five.  Tests  show  that  200  amperes  in  the 
field  of  the  smaller  machine  at  full-load  will  just  give  even  com- 
pounding, and  that  2  800  amperes  in  the  field  of  the  large  generator 
with  2  000  amperes  in  the  armature  will  give  20  volts  over-com- 
pounding. To  get  the  two  machines  to  compound  e(|ually.  the  re- 
maining 200  amperes  of  the  small  generator  must  be  divided  l)etween 
the  two  fields  in  the  ratio  of  200  to  800.  or  one  to  four.  At  full- 
load,  then,  the  large  generator  should  have  2  000  +  i()0  amperes  in 
its  field  ;  and  the  small  generator  should  have  200  +  40  amperes  in 
its  field;  hence  the  field  resistances  should  be  in  the  inverse  ratio 
of  240  to  2  160  or  R -.)■  =  240:2  160.     R  actually  e(|uals  0.02  <»hm. 
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so  that  r  should  equal  2  160  X  0.02  -^  240  or  0.18  ohm.  But  r  = 
0.1  ohm  by  original  assumption,  so  that  it  will  be  necessary  to  add 
0.08  ohm  resistance  to  the  field  of  the  small  generator.  The  two 
generators  will  then  run  satisfactorily  and,  with  rated  full-load  cur- 
rent in  each  armature,  the  resultant  over-compounding  will  be 
800:20  =--  160 :x  (or  200:20  =  40 :x)  or  4  volts. 

In  the  case  just  given,  had  it  been  desirable  to  obtain  even  com- 
pounded and  then  parallel  the  two.  If  the  field  resistance  alone  was 
0.06  ohm  ( leads=o.04) ,  to  reduce  the  field  current  to  200  amperes 
at  full-load  (400  amperes)  it  would  have  been  necessary  to  place  a 
shunt  of  0.06  ohm  across  the  field  terminals.  The  equivalent  field 
resistance  would  then  have  been  0.03  ohm  instead  of  0.06  ohm'  as 
originally  assumed,  or  a  total  resistance  of  0.07  ohm.  The  gen- 
erators   now    compound    exactly    alike,    and    yet    if    they    were 


FIG.    2 — FOUR    SERIES    MOTORS    IN    PARALL.XL 

This    method    of    connection    requires    careful 
adjustment  of  the  resistances  of  the  tield  circuit. 

placed  in  parallel  without  first  adding  enough  resistance  to  the 
small  generator  field  to  bring  it  to  its  original  value,  the  total  com- 
bined full-load  current  of  2  400  amperes  would  divide  in  the  inverse 
ration  of  0.02  to  0.07I  or  533  amperes  would  then  go  through  the 
field,  an  impracticable  condition.  The  addition  of  0.03  ohm  to  the 
field  leads  of  the  small  generator  would  equalize  the  load  perfectly 
throughout  the  whole  range. 
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SERIES  AND  COMPOUND-WOUND  MOTORS 


With  motors  no  equalizers  are  necessary  as  there  is  no  tendency 
for  the  motors  to  buck  each  other  as  with  generators.  In  fact,  ex- 
cept where  motors  are  used  as  generators  for  electric  braking,  as 
in  street  railway  work,  an  equalizer  connection  is  generally  consider- 
ed very  bad  practice.     This  point  should  be  kept  carefully  in  mind 
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as  it  frequently  occurs  that  a  second  motor  is  added  to  a  hoist  to 
increase  the  power  and,  in  this  case,  great  care  should  be  exercised 
that  the  fields  and  armatures  are  not  individually  paralleled. 

A  recent  installation  of  this  kind  was  made  where  four  motors 
of  about  the  size  of  ordinary  street  car  motors  were  geared  perma- 
nently to  the  load  and  the  control  apparatus  simplified  by  connecting 
the  four  fields  in  parallel.  The  connections  were  eessentially  as 
shown  in  Fig.  2.  Thus  far  the  apparatus  has  been  working  very 
well,  but  careful  field  adjustments  are  necessary  wdiich,  in  practice, 
are  not  always  practicable.  Should  a  field  coil  become  partially 
open-circuited  on  any  motor,  its  armature,  having  a  weakened  field, 
would  at  once  take  all  the  load  and  unless  the  trouble  was  discovered 
at  once,  the  armature  would  burn  out.  Suppose  that  a  field  lead 
becomes  broken,  e.g.,  E-^,  Fig.  2 ;  armature  A^  would  take  all  the  cur- 
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FIG.    3 — FOUR    SKRIF.S    MOTORS    IX    PAR.-\LLEL 

This  method  is  found  to  be  more  certain  in 
giving"  proper  division  of  load. 

rent  in  its  part  of  the  circuit,  since  it  would  generate  no  counter  c.m.f. 
The  other  pair  of  motors,  5  and  /.  would  run  the  machine,  and  arma- 
ture A._,  having  a  strong  field,  would  generate  through  armature  A^, 
acting  as  a  short-circuit  on  No.  2,  thus  giving  rise  to  an  excessive  cur- 
rent. If  there  were  n(^  circuit-breakers  or  fuses  in  this  circuit,  arma- 
ture Aj^  would,  of  course,  be  burned  out. 

In  this  ca.se,  if  the  fields  were  separated  from  each  other  and  re- 
\ersed  separately,  the  o]-)ening  of  a  field  could  do  no  harm,  since 
the  corresponding  armature  would  be  open-circuited  at  the  same  time. 
This  scheme  of  connections  is  shown  in  Fig.  3  and  is  considered  a 
safe  and  more  correct  method  for  the  ])arallel  operation  of  four 
series  motors.  In  the  early  stages  of  street  railway  development, 
this  fact  was  not  taken  into  account  and  the  resultant  armature 
burnouts  kept  a  large  force  of  repairmen  constantly  at  work.    When 
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the  cause  of  the  trouble  was  finally  located,  instances  were  found 
where,  on  a  two-motor  car,  one  motor  was  generating  full-load  cur- 
rent and  the  other  was  driving  the  car  and  the  added  load  of  the 
generating  motor.  Changing  the  controllers  so  as  to  keep  all  fields 
and  armatures  separate  reduced  the  repair  force  to  about  ten  per- 
cent of  its  former  size. 

In  paralleling  any  two  compound-wound  motors,  it  is  only  nec- 
essary to  have  the  speed  regulation  exactly  alike  to  make  them  di- 
vide their  load  properly.  Example :  A  pump  operated  by  a  75  hp 
motor  is  to  be  changed  to  a  place  where  the  work  will  overload  the 
motor  and  a  25  hp  motor  is  added  to  help  out.  The  75  hp  motor 
runs  at  550  r.p.m.  at  no  load  and  500  r.p.m.  at  full-load,  with  300 
amperes  in  its  series  field  and  armature  circuit.  The  25  hp  motor 
runs  at  i  100  r.p.m.  at  no  load  and  at  i  050  r.p.m.  at  full-load  with 
100  amperes  in  its  armature  and  field  circuit.  The  percent  change 
of  speed  with  the  25  hp  motor  is  therefore  only  one-half  that  of 
the  75  hp  motor,  so  that  the  25  hp  motor  will  take  full-load  current 
wdien  the  75  hp  motor  has  only  half  load.  If  the  series  field  of  the 
75  hp  motor  be  shunted  so  that  at  full-load  its  speed  is  525  r.p.m., 
it  is  apparent  that  the  two  machines  may  be  geared  together  and  di- 
vide their  load  in  proportion  to  their  ratings. 

With  single-phase  commutator  motors  another  factor  enters  into 
the  problem,  which  tends  to  reduce  the  necessity  of  resistance  ecjuali- 
zation.  This  is  the  inductance  of  the  fields  which  is  of  such  a 
constant  and  reliable  value  that  the  field  resistance  can  be  practically 
neglected.  Thus  the  motors  on  the  cars  and  locomotives  of  the  New 
Haven  Railroad  have  their  fields  connected  in  parallel  pairs  when 
running  on  alternating  current. 

In  conclusion,  it  should  be  assumed  in  general  that  any  connec- 
tion of  series  motors  whicli  allows  of  (lifi"erent  values  of  current 
in  armature  and  field  of  individual  uiotors  is  unsafe.  Where  series 
motors  are  used  in  pairs,  the  work  is  usually  of  a  severe  nature,  such 
that  open  and  short-circuited  fields  are  far  from  being  unheard  of 
and  where  the  very  character  of  the  work  |)recludes  the  fine  and 
delicate  resistance  adjustments  that  are  absolutely  necessary  with  an\- 
oilier  sclK'me  of  connection.  A  Irw  more  lingers  on  ;i  conirolk-r  or 
a  few  more  >witclies  on  an  automatic  switching  dexici'  are  cheap  in- 
surance and  cost  far  less  in  first  cost  and  in  i-epairs  and  attention 
than  the  loss  of  an  armature  or  the  delay  of  an  im[)ortant  operation 
dependent  on  the  successful  ])erformance  of  the  motor  equipment. 


MULTIPLE  UNIT  CARS  FOR  THE  NEW  HAVEN 
RAILROAD 

L.  M.  ASPINWALL 

Al.lTTT.K  <ivrr  two  years  ago  the  \'e\v  N'ork.  Xew  JIaven 
and  Hartford  Railroad  Company  completed  the  electritica- 
tion  of  their  lines  l)et\veen  Stamford  and  W'oodlawn  and 
commenced  to  handle  their  traffic  over  this  section  by  means  of 
single-phase  electric  locomotives.  These  locomotives  were  arranged 
to  operate  not  only  on  single-])hase  alternating-current,  l)nt  also  on 
6oo-volt  direct-current  in  order  to  enable  them  to  run  on  the  tracks 
of  the  Xew  York  Central  Railroad  into  Xew  York  Citv.  The 
plans  of  the  railroad  contemplated  the  electrification  of  their  lines 
not  only  on  the  Stamford  section.  Init  eventually  as  far  as  Xew 
Haven  and  ])ossibly  Boston.     For  this  reason  the  locomotives  had 
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XEW    HAVEX    MOTOR   CAR 

to  be  designed  for  safe  and  effective  o|)erati()n  at  high  speed  on 
through  line  service,  and  in  addition  to  meet  the  conditions  already 
mentioned.  The  production  of  a  locomotive  to  fulfill  all  these  re- 
(|uirements  necessitated  the  adnjjtion  of  a  design  different  from 
what  would  have  been  used  had  local  service  been  the  only  con- 
sideration. After  the  electrified  section  of  the  line  had  been  in 
operation  for  about  nine  months  and  the  success  of  the  single- 
phase  installation  demonstrated,  the  management  of  the  road  de- 
cided to  purchase  some  multiple  unit  cars  which  would  be  primarily 
designed  to  handle  the  suburban  service.  It  was  decided  to  order 
four  motor  cars  and  six  trail  cars  as  the  first  equipment.  The  first 
of  these  cars  has  been  completed,   equipped    and    shipped    and    the 
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balance  will  be  ready  in  the  course  of  a  few  weeks. 

The  cars  and  trucks  were  built  by  the  Standard  Steel  Car  Com- 
pany and  are  of  the  double  truck  type,  70  feet  long  and  built  of 
steel  throughout,  no  wood  being  allowed  to  enter  into  the  con- 
struction. The  interiors  are  handsomely  finished  to  represent  ma- 
hogany and  the  work  is  so  perfectly  done  that  a  most  careful  in- 
spection is  necessary  to  convince  one  that  wood  is  not  employed. 
Cross  seats  are  suppHed  to  seat  76  people.  These  seats  are  up- 
holstered with  smooth 
green  pantasote  and  the 
ceiling  and  interior  trim- 
mings are  also  of  light 
green,  which  gives  a 
very  pleasing  effect.  The 
floor  is  of  cement 
throughout  the  whole 
car.  A  motorman's  com- 
partment is  provided  in 
the  right  hand  corner  of 
each  of  the  cars.  These 
compartments  are  pro- 
vided v^ith  folding  doors 
and  seats  so  arranged 
that  when  not  in  use  by 
the  motorman,  seating 
room  is  provided  for 
two  passengers,  and  at 
the  same  time  the  oper- 
ating mechanism  is  en- 
tirely screened  by  tlie  i^terjor  view  of  new  haven  multiple  unit  car 
doors. 

Each  motor  car  is  designed  to  pull  two  trail  cars  operating  upon 
the  required  schedule  between  New  York  and  Stamford,  and  for  a 
maximum  speed  of  50  miles  per  hour.  The  cars  are  equipped  to 
operate  on  both  1 1  000  volts  single-phase  and  on  600  volts  direct- 
current.  The  motor  equipment  consists  of  four  150  horse-power, 
Westinghouse  single-phase  geared  motors,  two  of  which  are  mounted 
on  each  truck. 

The  motors  are  geared  to  the  axles  by  single  reduction  gears, 
but  instead  of  the  gears  being  mounted  directly  on  the  axles  they 
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are  mounted  on  quills  which  surround  the  axles,  leaving  a  space 
of  9/16  inch  between  quill  and  axle.  The  general  construc- 
tion of  these  quills  and  the  method  of  connection  between 
them  and  the  wheels  is  practically  the  same  as  that  employed  on 

the  New  Haven  locomotives. 
The  ends  of  the  quills  ter- 
minate in  discs  which  are 
])rovided  with  four  ])n)ject- 
ing  drive  pins  which  ht  into 
corresponding  pockets  pro- 
vided in  the  wheels.  A  helical 
spring  wound  with  the  turns 
])rogressively  eccentric  sur- 
rounds each  of  the  driving 
pins  and  presses  upon  the  in- 
terior walls  of  the  wheel 
])ockets.  These  springs  carry 
the  weight  of  the  cpiill,  gear, 
and  ap])roximately  half  of  the 
motor,  and  at  the  same  time 
transmit  all  of  the  driving  ac- 
tion to  the  car  wheels.  The 
motor  nose  is  spring  suspend- 
ed from  the  truck  transom. 
With  this  arrangement  of 
mounting  the  weight  of  the 
motor  is  entirely  spring  sup- 
])orted  and  the  torque  is 
transmitted  smoi)thly  to  the 
wheels.  both  of  which 
features  add  considerably 
to  the  good  riding  (juali- 
ties  of  the  car.  The  mo- 
tors are  of  the  six  ]X)le 
series  type  and  are  pro- 
vided with  a  main  and 
compensating  field  winding, 
the  latter  being  permanently  connected  in  series  with  the  armature. 
An  opening  is  provided  in  the  upper  half  of  the  field  frame  so  that 
forced  ventilation  may  be  employed.     The  continuous  capacity  of 


MOTOR  MAX  S    CAR 

Showing  combination  multiple  unit 
master  switch,  air  brake  control  valve, 
air  pressure  gauge,  blower  motor  con- 
trol switch,  etc.  This  apparatus  is  du- 
plicated on  each  end  of  the  motor  car:i 
and  trailers. 
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each  niot<jr  with  forced  ventilation  is  450  amperes.  'Die 
gear  ratio  enii^loyed  is  23:76  with  4_'-incli  wheels.  Air  for  the 
forced  ventilation  of  llir  motors  and  Irrms former  is  snpplied  hy 
means  of  a  motor-driven  centrifngal  hl<jwer  located  nnder  the  car 
near  the  center.  The  air  is  lead  from  the  blower  to  the  motors  by 
means  of  a  conduit  formed  in  the  framing"  of  the  car  by  the  two 
center  sills  and  a  cover  plate. 

The  electro-pneumatic  system  of  control  is  used  and  the  con- 
nections are  such  that  the  motors  are  connected  two  in  series  and 
two  in  multiple  on  alternating-current ;  and  all  four  in  series,  or  two 
in  multiple  and  two  in  series  on  direct-current.  A  master  controller 
is  placed  in  each  motorman's  compartment  on  both  the  motor  and 
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trail  cars  and  the  operation  of  the  train  can,  therefore,  be  directed 
from  either  end  of  any  car  in  a  train.  Automatic  acceleration  is 
provided  for  in  the  control  system  and  the  rate  of  acceleration  is 
controlled  by  series  limit  switches  located  in  the  motor  circuits.  A 
push  button  is  provided  on  each  master  controller  so  that,  if  desired, 
the  automatic  feature  can  be  cut  out  should  occasion  arise  where 
"hand  notching"  is  required. 

A  single  air  blast  transformer,  suspended  under  the  center  of 
the  car,  is  used  to  step  down  the  1 1  000  volt  line  current  to  the 
voltage  required  for  the  operation  of  the  motors. 

Two  pneumatically  operated  pantagraph  trolleys  are  provided, 
one  being  located  at  each  end  of  the  car.  The  design  of  a  trolley, 
which  could  be  used  in  the  small  tunnel  clearances  available,  without 
handicapping  the  design  of  the  car,  required  most  careful  attention, 
but  the  arrangement  used  has  proven  very  satisfactory.  Connec- 
tion is  made  from  the  two  trollevs  to  the  transformer  through  an 
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oil  switch  which  is  operated  pucuniaticall}-  from  the  motorman's 
compartment,  and  which  is  also  provided  with  an  automatic  over- 
load trip.  On  going  from  tlie  alternating"  to  the  direct-current  sec- 
tion of  track,  the  change  from  the  trolley  to  the  third  rail  is  made 
hy  means  of  an  air-operaied  automatic  change-over  switch,  which  is 
controlled  In-  relays.  The  change  from  alternating  to  direct-current 
is  made  while  the  car  is  operating  at  full  speed  and  is  made  so 
smoothly  that  only  a  momentary  wink  of  the  lights  is  n<.)ticeable  as 
the  change  is  made. 

JJoth  the  motor  and  trail  cars  are  equipped  with  quick  acting 
automatic  air  brakes  of  the  latest  type.  The  compressed  air  for  the 
brakes  and  the  operation  of  the  control  apparatus  is  supplied  by  a 
duplex  motor-driven  compressor  suspended  beneath  the  car.  The 
compressor  has  a  delivery  capacity  of  35  cubic  feet  of  free  air  ])er 
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minute,  and  it  is  supplied  with  an  air  cooled  head  so  that,  if  re- 
(piired,  it  may  be  operated  continuously  without  overheating. 

The  motor  cars  completely  equipped  weigh  173400  lljs.,  and 
the  trailer  cars  99  000  lbs.  The  operation  of  the  cars  in  general  is 
very  smooth  and  their  riding  qualities  are  excellent.  Careful  operat- 
ing tests  of  these  C(|uii)ments  are  l)eing  made  on  the  test  tracks  of 
the  Electric  Compau}-  at  ICast  I'ittsburg  and  ihe  results  so  far  ob- 
tained are  very  gratifying. 

Curves  shown  in  Figs,  i  and  2  give  the  results  of  one  of  these 
tests  made  with  a  train  consisting  of  one  motor  car  and  two  trailers 
operating  upon  a  run  1.55  miles  long.  Fig.  i  shows  the  run  east 
and  Fig.  2  the  nm  west  over  the  same  stretch  of  track.  Tl  mav  l)e 
seen  from  the  speed  and  time  curves  that,  in  sjjite  of  the  heav\-  load 
of  two  50-ton  trail  cars,  the  average  acceleration  up  to  25  miles  per 
hour  i>  considerably  over  0.5  miles  ])cy  hour  per  second.  These  curves 
are  plotted  from  simultaneous  reading>.  taken  on  the  car,  of  speed, 
volts,  kilowatts  and  amperes.     The  first  jiart  of  the  motor  ampere 
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curves  show  very  distinctly  the  automatic  notching  action  of  the 
control.     The  speed  was  taken  by  means  of  a  generator  connected 
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FIG.  I — TEST  CURVES  SHOWING  POWER  CONSUMPTION  AND 
SPEED  CHARACTERISTICS  OF  MOTORS,  AND  OPERATION  OF 
AUTOMATIC    CONTROL 

Going  East — One  motor  car  and  two  trailers. 

to  one  of  the  main  driving  wheels  and  used  in  connection  with  a 
voltmeter  calibrated  in  miles  per  hour.     The  two  sets  of  curves  are 


FIG.  2 — TEST  CURVES  SHOWING  POWER  CONSUMPTION  AND 
SPEED  CHARACTERISTICS  OF  MOTORS,  AND  OPERATION  OF 
AUTOMATIC    CONTROL 

Going  West — One  motor  car  and  two  trailers. 

shown  in  order  to  give  a  fair  representation  of  the  operation  of  the 
cars  without  regard  to  grades,  etc.,  of  the  test  track. 


THE  CHOICE  OF  A  CONDENSER  (Concl.) 

FRANCIS    HODGKINSON 
THE  CHOICE  OF  A  JET  CONDENSER 

Of  all  the  types  of  condensers  described,  the  choice  will  be  along 
one  of  three  lines : 

I — Either  the  plain  jet  or  the  centrifugal  jet. 

2 — The  barometric  jet. 

3 — The  ejector  condenser. 

Types  2  and  j  may  in  some  respects  be  considered  together, 
inasmuch  as  they  are  of  the  same  variety.  Cost  is  in  favor  of  the 
ejector  type,  since  no  air  pump  is  necessary.  Experience,  how- 
ever, leads  us  to  believe  that  with  these  more  water  must  be  handled, 
so  that  if  water  is  scarce  in  the  proposed  location  the  ejector  con- 
denser would  be  at  a  disadvantage.  Furthermore,  the  greater 
amount  of  water  also  entails  greater  expenditure  of  power  in 
pumping,  which  may  or  may  not  be  important.  The  lesser  cost  of 
the  ejector  condenser  may  readily  be  offset  by  the  fact  that  any 
small  air  leak  will  entail  a  greater  loss  of  vacuum.  However,  there 
are  various  installations  where  ejector  condensers  are  doing  good 
work. 

The  choice  now  lies  between  the  barometric,  cither  the  ejector 
type  or  straight  barometric,  and  the  jet  condenser,  either  plain  jet, 
centrifugal  jet  or  Leblanc  condenser,  when  the  following  become 
the  determining  points : 

I — The  power  required  to  operate  the  condenser,  if  imj^ortant. 

2 — The  amount  of  pumping  required  to  be  done,  whether 
l)um])ing  in  or  ])umping  out  of  the  condenser. 

3 — The  loss  of  vacuum  due  to  the  long  exhaust  pipe. 

4 — Entrainer  losses. 

Regarding  the  pumping  required,  where  a  barometric  con- 
denser may  be  advantageously  installed,  the  amount  of  pumping 
required  is  least.  \Miile  the  water  enters  the  plain  jet  condenser 
by  gravit}',  both  the  condensed  steam  and  the  cooling  water  must 
generally  be  pumped  out  against  a  34-foot  head.  \\'ith  a  barometric 
co!idenser.  assuming  the  hot  well  water  is  at  the  same  elevation  as 
the  cold  well,  the  vacuum  in  the  c<')ndenser  will  elevate  the  water 
from  the  cold  well  by  atmos])heric  pressure  by  an  amount  corre- 
sponding to  the  vacuum  in  the  condenser.     Say  a  28-inch  vacuum 
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is  being  maintained,  this  water  would  be  elevated  32  feet  and  if 
the  point  of  admission  of  cooling  water  is  40  feet  from  the  level 
of  the  cold  well,  then  the  head  of  water  actually  to  be  pumped  is 
approximately  the  diiterence  between  these  two  elevations,  viz., 
eight  feet.  Of  course,  taking  the  cold  well  and  the  hot  well  at  the 
same  level  and  the  injection  to  the  condenser  located  40  feet  from 
this  level,  is  very  favorable  to  the  barometric  condenser,  leaving 
out  any  consideration  of  the  exhaust  pipe  losses;  but  in  locations 
where  there  are  considerable  tide  variations  or  floods,  the  con- 
denser must  be  elevated  that  much  more  to  allow  for  this,  that  is 
to  say,  the  distance  from  the  maximum  high  water  to  the  base  of 
the  condenser  cone  must  be  about  34  feet.  In  using  the  previous 
figure  of  40  feet  to  the  injection,  a  condenser  was  assumed  whose 
dimensions  would  approximate  six  feet  total  height  of  condensing 
cone.  If  an  allowance  of  20  feet,  for  example,  had  to  be  made 
for  high  water  above  normal  level,  then  the  distance  from  the 
normal  hot  well  level  to  the  base  of  the  cone  would  have  to  be  34 
feet  plus  20  feet  or  54  feet,  and  it  would  only  be  during  flood  times 
that  the  water  would  not  have  to  be  elevated  more  than  the  eight 
feet,  as  in  the  first  instance.  At  normal  water  level  the  water 
would  have  to  be  handled  28  feet  and  it  would  only  be  at  flood 
times  that  the  advantage  of  the  barometric  condenser  would  be 
realized.  Then,  irrespective  of  any  exhaust  pipe  losses,  the  baro- 
metric condenser  would  have  no  advantage  over  the  jet  condenser 
in  the  way  of  having  to  handle  the  water  at  a  lesser  head.  It  might 
be  broadly  said,  still  ignoring  exhaust  pipe  losses,  that  where  tide 
variations  of  15  or  20  feet  have  to  be  allowed  for  there  is  no  ad- 
vantage in  the  barometric  condenser. 

With  a  jet  condenser  the  cooling  water  and  condensed  steam 
must  generally  be  pumped  out  against  a  34-foot  head.  This,  how- 
ever, is  not  always  the  case  as.  if  the  condenser  pump  be  elevated 
an  amount  above  the  hot  well,  some  benefit  may  be  de- 
rived from  the  heafl.  To  be  able  to  realize  the  full  benefit  from 
this  head,  the  discharge  pipe  must  evidently  be  proportioned  more 
or  less  to  the  exact  amount  of  the  water  .so  as  to  maintain  the 
pipe  always  full;  that  is.  free  from  voids.  If  the  pipe  is  too  big 
the  benefit  of  the  si])hon  cannot  entirely  be  taken  advantage  of.  as 
there  will  al\vay>  \k'  some  air  being  discharged  with  the  water.  If 
the  pipe  is  nuich  too  ])ig,  a  condition  of  aft'airs  like  Fig.  23  will  exist, 
when  obviously  but  little  advantage  whatever  is  to  be  obtained  from 
the  head,  particularly  when   any  air  is  being  discharged   with  the 
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waUT.       I  lowcvii",    the    walei"    llowiiio-   down    the    pipe    will    always 
proilucc  >onic  (.iitrainiiK'nl. 

ll  sometimes  happens  in  in.slallalion>  where  iheie  ari'  i^reat 
\arialitMis  oi  tide  or  where  the  engine  room  nin>t  he  ^ntheienllv'  ele- 
vated ab<.)ve  the  water  level  to  he  out  of  dani^er  of  tloods  that  the 
advantages  of  a  hanmietrie  eondenser  eannot  he  taken  ad- 
vantage of.  In  this  case  the  general  procedure  is  to  employ  a 
centrifugal  jet  condenser  with  two  centrifugal  ])umps — one  to  force 
the  water  into  the  condenser  and  the  other  to  eject  the  water  from 
the  condenser.  .\t  times  of  low  water  the  inlet  pump  would  be 
doing  the  most  work.     At  times  of  high  water  most  of  the  work 
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FIG.    23 

will  he  done  by  the  discharge.  This  type  of  condenser  has  been 
installed  at  the  llrunots  Island  ]ilant  of  the  Pittsburgh  Railways 
Compaii}-. 

A  barometric  condenser  would  more  frequently  be  indicated 
were  it  not  for  one  indeterminate  feature,  viz..  the  fall  of  pressure 
in  the  long  exhaust  pipe.  The  loss  due  to  the  entrainer  is  pretty 
well  known  and  has  been  pointed  out  before.  The  drop  of  pressure 
in  the  exhaust  pipe,  however,  is  not  generally  known  and  the  writer 
has  no  figures  to  submit  that  are  of  any  value.  Inasmuch  as  a  cen- 
trifugal jet  condenser  can  generally  be  arranged  with  ■^ul)>tantially 
no  exhaust  piping  at  all.  ])reference  should  be  given  to  the  jet  con- 
denser wherever  the  advantage  of  the  barometric  are  not  very 
marked.      It    i>   at    lea>t    fair   to    assume    that    from   one- fourth    to 
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one-half  inch  loss  of  vacuum  is  bound  to  exist  in  a  barometric 
condenser  unless  the  exhaust  pipes  are  inordinately  large. 

It  sometimes  happens  in  a  power  plant  that  the  engine  room 
floor  is  well  above  the  normal  water  level,  but  still  not  high  enough 
so  that  the  cone  of  the  barometric  condenser  will  be  below  the 
turbine,  in  which  case  the  condenser  may  be  placed  slightly  to  one 
side  of  the  turbine  with  the  barometric  cone  some  few  feet  above 
the  floor.  As  the  exhaust  pipe  still  remains  short,  the  losses  may 
be  small.     Such  an  arrangement  is  shown  in  Fig.  24. 

A  number  of  plants  ihave  been  constructed   lately   which  are 
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FIG.   24 

likely  to  become  a  standard  type.  This  is  made  possible  by  the 
fact  that  some  types  of  turbines  will  operate  entirely  satisfactorily 
on  structural  steel  work.  This  is  the  case  in  power  houses  of  the 
type  of  the  Ft.  Wayne  &  Wabash  Valley  Traction  Company,  the 
Youngstown  &  Ohio  River  Railroad  Company  and  the  Cincinnati 
Traction  Company,  where  the  boilers  are  placed  on  the  ground 
floor  with  the  engine  room  above.  This  elevates  the  turbines  suf- 
ficiently so  that  barometric  condensers  may  be  placed  directly  un- 
derneath the  turbines,  involving  no  exhaust  pipe  at  all,  the  tails  of 
the  barometric  condensers  passing  down  between  the  boilers  into 
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the  water  flumes  below.  In  these  cases,  if  it  is  not  necessary  to  re- 
turn condensed  steam  to  the  boilers,  there  can  be  no  argument 
against  the  barometric  condenser,  either  of  the  ejector  or  the  straight 
barometric  type. 

There  is  one  advantage  of  the  barometric  condenser  over  any 
other  type  where  the  cooling  water  is  acid  inasmuch  as  chemical 
corrosion  is  much  more  active  the  higher  the  temperature.  The 
pumps  on  the  barometric  condenser  will  not  suffer  so  much  as  on  a 
jet  condenser  inasmuch  as  the  water  they  handle  is  colder.  Then 
the  barometric  condenser  itself,  the  condensing  cone  and  tail  i)ipc 
may  be  lined  with  lead  or  lead  combined  with  five  percent  of  anti- 
mony (the  latter  rendering  it  a  little  harder)  when  the  condenser 
will  be  impervious  to  acids.  The  original  condenser  installation 
in  the  plant  of  the  Westinghouse  Air  Brake  Company's  works  at 
Wilmerding  was  carried  out  by  The  Westinghouse  Machine  Co. 
and  consisted  of  simple  jet  condensers  with  dry  air  pumps,  the 
latter  designed  on  the  lines  of  Fig.  23,  with  a  plain  plunger  water 
pump  below,  the  condenser  being  motor  driven.  The  condensers 
gave  an  admirable  performance  when  new,  but  the  acid  water 
rapidly  deteriorated  both  iron  and  brass  parts.  For  the  protection 
of  one  of  these  condensers  lining  it  with  lead  was  tried,  which  by 
no  means  helped  matters  and,  indeed,  a  little  reflection  readily 
shows  that  no  lead  lining  could  be  expected  to  remain  intact  in  a 
pump  inasmuch  as  at  every  stroke  of  the  pump  the  ])ressure  within 
it  must  change  from  the  vacuum  pressure  to  that  of  something 
above  atmosphere  so  that  any  air  entrapped  back  of  the  lead 
lining  ex|)ands  and  contracts  at  every  stroke  of  the  ])unii),  mak- 
ing the  lead  lining  like  a  bellows,  which  very  soon  broke  it.  The 
acid  water  getting  in  behind  is  similarly  washed  back  and  forth 
thus  making  the  corrosion  more  violent  with  the  lead  lining  than 
without  it.  This  condenser  installation  was  discarded  and  replaced 
by  a  barometric  type  in  which  the  tail  pipe  was  made  of  lead.  The 
barometric  head  was  made  of  cast  iron  lined  with  antimonial  lead 
castings.  All  the  baffles  and  spraying  devices  were  similarly  made 
of  antimonial  lead.  The  centrifugal  j)umps  were  made  of  cast  iron 
entirely,  the  shaft  was  encased  with  babbitt  and  the  bearings  were 
entirely  isolated  from  the  pump  housing  so  that  it  might  be  an  in- 
expensive matter  to  replace  the  runners  or  the  pump  housing,  when, 
as  was  to  be  expected,  these  parts  had  to  be  replaced.  To  further 
facilitate  the  rei)lacing  of  these,  two  injection  jnimps  were  fur- 
nished  for  the  one  condenser  and    arranged  so  that    for  normal 
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operation  the  two  pumps  would  be  in  service,  maintaining  a  28- 
inch  vacuum.  When  the  necessity  arose  one  pump  could  be  taken 
out  of  service  and  the  condenser  operated  on  the  remaining  one, 
maintaining  a  26-inch  vacuum.  The  changing  of  the  pump  run- 
ners subsequently  came  to  be  looked  on  as  a  serious  matter  and 
some  special  bronze  runners  were  substituted.  However,  the  con- 
denser generally  is  giving  the  best  of  satisfaction  and  corrosion  is 
no  longer  a  trouble. 

Fig.  25  is  of  interest  as  showing  the  variation  in  temperatures 


FIG.   25 — CURVES   SHOWING  TEMPERATURE  VARIATION   OF  CONDENSING 
WATER   AT   VARIOUS    LOCALITIES. 

A — Average  temperature  at  24th  Street,  East  River,  New  York. 
B — Average    temperature    at    57th    Street,    North    River,    New 

York. 
C — Maximum  temperature  at  24th  Street,  East  River,  for  any 

one  month   for  three  years. 
D — Minimum  temperature  at  24th  Street,   East  River,  for  any 

one  month  for  three  years. 
E — Lake  Michigan  at  2-]\Ii]c  Crib,  Chicago,  1905.     Surface  and 

bottom  show  noi  variation. 
I" — Moan  temperature  for  six  vears  at  Horse-Shoe  Bav,  Sandv 

Hook,  N.  J.  ' 


of  the  waters  which  are  availal)le  for  condensing  purposes  in   and 
around  New  York  harlx)r  and  Lake  Michigan  throughout  the  year. 
In  this  connectkjn,  somt-  propt-r  judgment  should  be  used  in  de- 
termining the  vacuum    for   wliicli   a  condenser  sliould  be  designed, 
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having  been  given  the  temperature  throughout  the  year  of  the  avail- 
able cooling  water.  In  a  jet  condenser  it  may  be  said  that  its  cost  is 
roughly  projxjrtional  to  the  amoiuit  of  water  handled.  Taking  a 
hypothetical  location  where  the  water  averages  80  degrees  U)v  say 
three  months  in  the  year,  and  50  degrees  for  nine  months;  a  con- 
denser to  produce  a  28-inch  vacuum  during  the  80  degree  period, 
and  capable  of  working  with  a  five  degree  temperature  ditTterence, 
would  require  57  pounds  of  water  ])er  ])ound  of  steam,  while  during 
the  cold  water  period,  it  would  recpiire  but  20  pounds  of  water  per 
pound  of  steam.  ( )r.  it  would  be  able  to  produce  a  29.2-inch  vac- 
uimi  during  the  cold  period,  supposing  the  condenser  were  still 
capable  of  operating  witli  a  five  degree  temperature  ditit'erence  and 
supplied  with  the  57  volumes  of  cooling  water.  In  a  case  such  as 
this,  it  would  probably  be  better  to  figure  on  a  condenser  taking 
perhaps  26  volumes  of  water;  then  for  the  three  months  period,  a 
vacuum  of  26.6  inches  would  be  maintained,  and  a  28.6-inch  vacuum 
during  the  nine  months  period.  In  this  case  a  condenser  could  be 
used  of  about  half  the  capacity  required  if  a  28-inch  vacuum  were 
to  be  maintained  during  the  80-degree  period.  There  is  also  an- 
other point  which  is,  that  condensers  are  capable  of  operating  with 
a  much  smaller  temperature  difference  with  a  low  vacuum  than  with 
a  high  vacuum.  This  is  due,  in  part,  to  the  greater  volume  of  the 
given  quantity  of  air,  and  to  the  difiiculty  in  cooling  the 
air  materially  below  the  temperature  of  evaporation  of  the  water  in 
the  condenser,  or  more  properly,  adjacent  to  the  suction  of  the  air 
pump. 

CON'Cr.USION 

In  reviewing  what  has  been  written  the  writer  feels  that  no 
broad  rules  have  been  laid  down  governing  the  choice  of  a  con- 
denser. Probably  each  job  must  be  taken  individually  on  its  merits. 
He  has,  however,  in  the  foregoing  called  attention  to  various  points 
of  design,  1x)th  good  and  liad.  and  the  features  that  mu>l  be  reck- 
oned with  in  making  a  choice.  If  asked  to  express  in  a  few  words 
any  governing  rule  he  would  say:  "Do  not  use  a  surface  con- 
denser unless  condensed  steam  must  be  returned  to  the  boilers  and 
it  is  sure  to  be  a  paying  investment,  remembering  that  in  the  sur- 
face condenser  the  cooling  medium  does  not  intimately  mix  with 
the  steam.  Choose  a  plain  jet  or  centrifugal  condenser  rather  than 
a  barometric  unless  the  advantages  in  the  ])articular  layout  in 
favor  of  the  barometric  are  very  certain." 


THE  ACTION  OF   DIRECT-CURRENT   METERS  ON 
RECTIFIED  CIRCUITS 

PAUL  MacGAHAN 

IN  view  of  the  extensive  use  of  rectified  currents  for  illumination, 
for  battery  charging  and  other  purposes,  the  question  of  proper 
meters  to  use  in  measuring  these  currents  is  one  of  con- 
siderable importance.  The  load  current  taken  from  a  rectifier  has 
a  form  shown  by  the  oscillograph  record,  Fig.  i.  It  will  be  appar- 
ent that  this  record  closely  resmbles  a  direct  current  with  an  al- 
ternating current  superimposed  upon  it.  The  undulating  portion  is 
generally  spoken  of  as  the  "ripple." 

There  are  in  general  two  classes  of  indicating  meters  available 
for  measuring  uni-directional  currents,  viz  : — 

I — Those  meters  in  which  the  torque  is  proportional  to  the  first 
power  of  the  current,  i.e.,  permanent  magnet,  moving  coil  meters,  des- 
ignated as  operating  on  the  D'Arsonval  principle.    Examples :  West- 

inghouse  types   D,   E,   H   and   L, 
^--\;/i-V_--_;^C-_-_\z;^-A-       Weston  D.  C,  etc.     In  this  class 


also  are  the  instruments  having  a 

moving   coil   operating   in   a   field 

produced    by    an    electro-magnet 

FIG.  I— CHARACTERISTIC  WAVE  FORM       „„„:.„,i     u„     „     QPnaral-p      Constant 

OF  CURRENT  IN  RECTIFIED  CIRCUIT       excitecl    Dy    a    separate,    constant 

O  =  zero  value,  A  =  average  potential  circuit.  Example :  Gen- 
value,  and  5  =  square  root  of  ^^^^  Electric  Company's  "astatic" 
mean  square  value. 

meters.      Instruments    under    this 

classification  will  not  indicate  on  alternating  currents. 

2 — Those  meters  in  which  the  torque  is  proportional  to  the 
square  of  the  current,  such  as  the  hot  wire  meters,  the  dynamom- 
eter meters  which  have  a  coil  moving  in  the  field  of 
the  stationary  coil  in  the  same  circuit,  and  the  magnetic  vane 
meters  which  have  a  stationary  coil  and  a  movable  iron  needle  or 
vane  which  actuates  the  pointer.  The  latter,  i.  e.,  the  "moving  iron" 
meters,  may  more  properly  be  stated  to  be  intermediate  between  the 
two  above  classifications  for,  if  the  iron  is  worked  at  a  low  induction, 
they  have  a  torque  proportional  to  the  square  of  the  current,  but  if, 
as  in  the  Kelvin  sector  ammeter,  and  Westinghouse  type  K  meters, 
the  iron  is  supersaturated,  they  more  nearly  approximate  in  their 
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torque  to  the  first  power  of  the  current.  Among  the 
dynamometer  type  meters  may  be  mentioned  the  Westinghouse 
precision  meters,  type  O  portable  meters,  the  Weston  alternating  and 
direct-current  voltmeters  and  many  others ;  among  the  moving  vane 
type,  the  General  Electric  Company's  inclined  coil  types,  the  new 
direct-current  and  alternating-current  Weston  types,  etc.  The 
Westinghouse  type  K  belongs  to  that  intermediate  class,  in  which 
the  moving  iron  is  super-saturated,  in  order  to  obviate  any  residual 
errors.  Instruments  under  this  second  classification  will  indicate 
on  alternating  as  well  as  direct-currents. 

The  first  of  the  above  two  general  classes  of  meters  indicate 
according  to  the  electrolytic  definition  of  an  ampere,  i.  e.,  the  cur- 
rent which,  under  fixed  conditions,  will  deposit  a  certain  amount  of 
a  given  metal  per  unit  time.  The  second  class  indicate  according 
to  the  dynamic  definition  of  an  ampere  as  being  the  current  which, 
passing  through  a  certain  resistance,  will  produce  a  given  amount 
of  heat.     In  the  first  case,  the  rate  of  depositing  the  silver  is  pro- 


FIG.    2 — RECTIFItZD    SINE    WAVE 

O  =  zero    value,    A  =  average    value,     and 
B  =  square  root  of  mean  square  value. 

portional  directly  to  the  current,  and  in  the  second  case,  the  heat  pro- 
duced is  proportional  to  the  square  of  the  current. 

These  considerations  will  lead  to  a  clear  understanding  of  the 
action  of  various  meters  on  rectified  currents,  and  the  choice  of 
meters  having  the  proper  characteristics.  Referring  to  Fig.  i,  a 
meter  of  the  first  class  will  measure  the  average  current  or  OA, 
which  is  equal  to  the  value  of  a  constant  current  having  the  same 
chemical  effect,  as  in  charging  storage  batteries.  A  meter  of  the 
second  class  will  measure  the  "square  root  of  the  mean  square" 
value  of  the  current,  OB.  which  is  equal  to  the  value  of  a  constant 
current  having  the  same  heating  effect  as  the  rectified  current. 

In  certain  apparatus  such  as  storage  batteries,  the  ordinary 
measurement  desired  is  the  electrolytic  value  or  first  power  of  the 
current,  thus  requiring  instruments  of  the  ])ermanent  magnet  type 
on  rectified  circuits.  If  it  is  desired  to  measure  power  in  rectified 
circuits  by  the  ammeter-voltmeter  method  it  should  be  remembered 
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that  the  power  in  any  circuit  is  ec^ual  to  the  summation  of  the  prod- 
ucts of  the  instantaneous  vahies  of  current,  muUipHed  by  corre- 
sponding instantaneous  vahies  of  voUagv.  The  power  is  not  neces- 
sarily the  product  of  the  square  root  of  mean  s(|uare  vahie  of  the 
current  multiphed  by  the  square  root  of  mean  square  vahie  of  the 
voltage,  as  this  is  true  only  in  the  case  of  pure  sine  waves,  in  phase. 
Hence,  if  it  were  attempted,  by  means  of  voltmeters  and  ammeters, 
to  measure  the  direct-current  power  in  a  Rectified  circuit  used  foi 
charging  batteries,  or  for  other  devices  having  a  practically  con- 
stant e.m.f.,  i.  e.,  practically  independent  of  the  current,  the  meters 
used  being  of  the  "second  power"  or  "current-squared"  type,  con- 
siderable error  would  be  introduced,  and  much  closer  results  would 
be  obtained  by  the  permanent  magnet  type.  The  most  accurate  re- 
sults would  of  course  be  obtained  by  means  of  wattmeters,  which 
automatically  measure  the  product  of  the  instantaneous  values  of 
current  and  voltage. 

However,  in  measuring  the  rectified  circuit  power  in  apparatus 
in  which  the  power  is  proportional  to  the  square  of  the  current,  and 
in  which  the  voltage  across  the  terminals  is  directly  proportional  to 
the  current,  as  in  the  case  of  incandescent  lamps,  ohmic  resistances, 
etc.,  ammeters  of  the  second  class  or  dynamometer  type  should  be 
used. 

Ha  meter  of  the  first  class  and  one  of  the  second  are  connected 
in  series  in  a  rectified  current  circuit,  their  indications  will  differ 
according  to  the  relation  which  the  ripple  bears  to  the  total  current, 
and  the  form  factor.  This  discrepancy  may  be  in  the  neighborhood 
of  from  two  to  five  percent  under  commercial  operating  conditions, 
as  shown  by  actual  tests.  The  upper  limiting  value  of  the  error 
would  be  equal  to  the  form  factor,  or  ratio  between  the  square  root 
of  the  mean  square  and  the  average  value  of  the  wave.  In  the 
case  of  a  sine  wave  this  amounts  to  i.ii,  causing  an  error  of  ir 
])ercent  in  the  reading.  The  same  is  true  in  a  rectified  sine  wave, 
starting  from  O,  as  shown  in  Fig.  2.  It  is  evident  that  in  rectifiefl 
current  circuits,  which  have  waves  that  do  not  touch  the  zero  line, 
as  in  Fig.  i,  so  great  an  error  due  to  this  cause  could  not  be  ob- 
tained. Alternating-current  ammeters  operating  on  the  induction 
principle  will  measure  with  perfect  accuracy  the  square  root  of  the 
mean  square  or  effective  value  of  the  ripple  only,  and  will  not  be 
aff'ected  by  the  main  portion  of  the  rectified  current. 
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318 — POOK    Ol'ERATlON    OF    IMoTOK    OX 

Over- Voltage  —  Difficulty  has 
been  experienced  in  getting 
satisfactory  operation  with  a 
10  lip,  shunt  wound,  220  volt 
motor,  tlie  normal  speed  of 
which  is  I  275  r.p.m.  It  is  a 
four-pole  machine  with  only 
two  brush  holders.  It  is  oper- 
ated from  a  circuit  the  normal 
voltage  of  which  is  220  volts 
but  whicli  is  boosted  to  300 
volts.  With  the  motor  operat- 
ing on  this  higher  voltage,  the 
speed  reaches  i  850  r.p.m.,  but 
on  reducing  the  voltage  to  220 
volts  the  speed  obtained  is 
about  I  600  r.p.m.  Upon  oper- 
ating the  motor  on  various 
voltages,  the  held  being  con- 
nected across  the  300  volt  cir- 
cuit, it  has  been  observed  that 
when  the  voltage  is  raised 
gradually  the  speed  increases 
about  in  proportion  until  a 
voltage  of  about  200  volls  is 
readied,  when  the,  speed  sud- 
denly rises  to  a  value  consider- 
ably above  normal,  where  it  re- 
mains li.xed.  The  action  is  the 
same  on  no-load  and  full-load. 
The  operation  is  accompanied 
by  serious  sparking  and  all 
conccival)el  schemes  have  been 
tried  without  success,  except 
that  of  increasing  the  pressure 
on  the  brushes.  The  result  of 
too  great  pressure  is,  however, 
that  the  commutator  gets  very 
hot.  The  commutator  is  very 
wide  and  the  segments  are  thin. 
Probably  the  high  commutator 
speed  has  something  to  do  with 
the  si)arking.  Please  suggest 
how  satisfactory  operalion  can 
be  obtained.  1:.  1.. 

The  machine  evidently  has  never 
run  within  25  percent  of  its  rated 
speed,  which  might  be  caused  by  de- 


fective licld  coils  ur  abnormal  air- 
gaps.  Careful  inspection  should  be 
made  to  see  that  the  air-gaps  are  uni- 
form under  the  respective  poles  and 
that  the  poles  are  evenly  spaced.  One 
of  the  held  coils  might  be  partially 
short-circuited,  due  to  an  internal 
Iireakdown  of  the  insulation.  This 
can  be  determined  by  taking  tlie  drop 
across  each  licld  coil  with  a  volt- 
meter, or  after  the  motor  has  been 
running  long  enough  on  the  300  volt 
circuit  to  get  warm,  the  temperature 
of  the  respective  coils  should  be  de- 
termined witli  the  hand.  A  short-cir- 
cuited coil  will  be  cold.  Another  pos- 
si!)le  source  of  trouble  is  a  reversed 
lield  coil.  Tliis  can  be  determined  by 
means  of  a  compass  or  by  testing 
with  an  iron  bar  to  see  that  adjacent 
pole  faces  are  alternately  of  positive 
and  negative  polarity.  The  excessive 
speed  would  tend  to  cause  sparking. 
Too  great  current  density  in  the 
brushes,  that  is.  insufficient  brush 
area,  might  result  in  sparking.  Too 
great  a  l)ack  shift  to  the  brushes 
would  also  cause  high  speed  and  ex- 
cessive sparking.  Difficulty  from  this 
sotirce  wotdd  be  eliminated  by  shift- 
ing the  lirushes  forward  a  small 
amount.  With  the  lield  circuit  con- 
nected directly  across  the  300  volt  cir- 
cuit the  speed  of  the  motor  should 
increase  proportionately  as  the  im- 
pressed voltage  on  the  armature  is 
increased.  Vibration  or  chattering  of 
the  brush  holder  will  also  cause 
sparking:  this  can  be  remedied  only 
by  changing  the  design  of  the  holder 
or  perhajis  replacing  the  two-arm 
holder  by  a  four  .arm  holder.  This 
latter  wf)uld  have  the  advantage  of 
incrL-asing  the  brush  area,  thereby  de- 
creasing the  current  density  in  the 
brushes.  A  rough  commutator  caus- 
ed by  high  or  low  commutator  seg- 
ments sometimes  results  in  otherwise 
unaccountable  speed  variation.   Trou- 
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ble  from  this  source  can  easily  be  de- 
tected by  resting  the  finger  on  the  top 
of  one  of  the  brushes  when  any 
jumping  of  the  brush  due  to  uneven- 
ness  of  the  commutator  will  be  made 
very  evident.  A  rough  commutator 
can  be  corrected  by  turning  down  or 
by  grinding  with  a  sand  stone.  Ex- 
cessive tension  on  the  brushes  is,  of 
course,  a  poor  way  to  overcome 
sparking,  as  the  remedy  may  lead  to 
worse  results  than  the  disease.  A 
fibre  graphite  or  a  pure  graphite 
brush  might  be  found  to  overcome 
the  sparking  trouble.  Too  great  an 
air-gap  may  be  remedied  by  shim- 
ming the  field  poles ;  care  should  be 
exercised,  however,  so  as  not  to  add 
too  much  metal  to  the  pole  pieces, 
leaving  insufficient  clearance  between 
pole  faces  and  the  armature  iron,  as 
serious  mechanical  trouble  might  re- 
sult. See  article  on  "Problems  in 
Commutation"  by  ]\Ir.  ]\Iiles  Walk- 
er  in   the   Journal    for    May,    1907, 

L.  A.  M. 

319 — Determination  of  Average 
Motor  Load — In  order  to  find 
the  average  load  on  a  single- 
or  polyphase  motor,  would  there 
be  any  objection  to  the  use  of 
a  wattmeter  connected  in  the 
motor  circuit  for  the  purpose, 
the  power  in  watts  being  calcu- 
lated from  the  formula  W  ^ 
R^TxK,  the  values  of  R  and 
T  being  determined  by  count- 
ing the  munber  of  revolutions 
of  the  disk  for  one  minute  or 
any  given  length  of  time  ? 
Would  not  this  test  give  almost 
as  accurate  results  as  though 
a  portable  instrument  were  em- 
ployed, provided  it  were  used 
in  connection  with  an  installa- 
tion in  which  the  load  was 
nearly  constant  during  the 
test?  A.  G.  G. 

Yes.  The  numiier  of  revolutions 
should  be  counted  for  approximately 
60  seconds,  using  a  stop-watch.  Witli 
unsteady  load,  this  method  of  de- 
termining average  load  would  prob- 
ably be  found  to  be  more  accurate 
than  that  using  portable  meters,  and 
on  steady  load  it  would  be  just  as 
accurate.  a.  w.  c. 

320 — Method  of  Connection  of 
Booster  Transformer  —  A 
2200  volt,  primary  lighting  cir- 


cuit on  a  local  distribution  sys- 
tem was  subject  to  overload 
during  the  period  of  evening 
peak,  the  current  varying  be- 
tween 25  and  35  amperes.  It 
was  decided  to  install  a  7.5  kw 
transformer  which  could  be 
used  at  time  of  overload  to 
boost  the  voltage.  The  ar- 
rangement first  tried  was  simi- 
lar to  that  shown  in  Fig.  i  of 
article  on  "Alternating-Current 
Potential  Regulators"  by  Mr. 
Geo.  R.  Metcalfe  in  the  Jour- 
nal for  August,  1908,  p.  450 ; 
that  is,  the  primary  of  the 
booster  transformer  was  con- 
nected directly  across  the  2200 
volt  line  and  the  secondary 
was  connected  in  series  on  the 
load  side.  With  this  arrange- 
ment, the  voltage  was,  of 
course,  boosted  10  percent.  An 
arrangement  was  then  tried  in 
which  the  secondary  of  the 
booster  transformer  was  con- 
nected in  series  on  the  genera- 
tor side,  when  a  further  boost 
was  obtained.  We  could  not 
determine  the  exact  value  of 
the  resulting  voltage,  as  the 
reading  went  ofi^  the  scale  of 
the  voltmeter.  The  ratio  of 
transformation  is  10  to  i. 
What  is  the  exact  voltage  ob- 
tained with  the  second  arrange- 
ment of  connections?  What  is 
the  phase  relation  of  the  sec- 
ondary with  respect  to  the  pri- 
mary? Is  not  the  connection 
first  referred  to  equivalent  to 
that  of  an  ordinary  auto-trans- 
former? R.  s.  w. 

The  arrangement  first  referred  to 
is  obviously  equivalent  to  that  of  an 
ordinary  auto  -  transformer.  The 
value  of  the  voltage  obtained  by 
means  of  the  second  arrangement  of 
connections  referred  to  may  be  cal- 
culated as  follows  :  Let  x  equal  the 
resulting  voltage  on  the  load  side  of 
the  booster  transformer.  Then  -v -^- 
10  equals  the  increase  in  voltage  due 
to  the  secondary  of  the  booster  trans- 
former, as  the  ratio  of  transforma- 
tion is  10  to  I.  Then  .r  =  2  200+ .I'-h 
10  or,  lo.r  —  .r  =  22  000.  Then  gx 
equals  22  000,  or  .r=2  445.  The  rea- 
son that  a  higher  voltage  is  ol^tained 
with  the  second  arrangement  of  con- 
nections is  that,  in  this  c? se,  the  volt- 
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age  impressed  on  the  primary  of  the 
booster  transformer  is  the  sum  of  the 
primary  line  voltage  and  the  voltage 
of  tlie  secondary  of  the  booster  trans- 
former, the  result  being  a  somewhat 
larger  secondary  voltage  as  a  result 
of  this  increased  primary  voltage.  As 
with  any  transformer,  the  primary 
and  secondary  voltages  are  at  i8o  de- 
gree phase  relation  to  each  other, 
hence,  with  the  second  arrangement 
under  consideration,  it  is  essential 
that  the  proper  connection  be  made  in 
order  that  the  secondary  voltage  shall 
serve  to  raise  the  resulting  voltage — • 
with  the  primary  and  secondary  oper- 
ating in  opposition,  the  effect  would 
be  to  decrease  the  resulting  voltage 
instead  of  raising  it.  a.  p.  b. 

321 — Grounding  of  Distributing 
Transformer  Secondaries — A 
2  TOO  volt,  three-phase,  distrib- 
uting system  supplies  no  volt 
load,  balanced  on  the  three- 
phases  by  means  of  single- 
phase  pole  type  transformers. 
It  becomes  necessary,  for  per- 
sonal safety,  to  ground  one 
side  of  each  transformer  sec- 
ondary circuit  as  the  trans- 
formers are  not  provided  with 
neutral  leads ;  does  it  make  any 
difference  which  side  is 
grounded?  t.  l.  m. 

It  is  always  preferable  to  ground 
the  neutral  of  a  transformer;  if  a 
neutral  tap  is  not  available,  either  side 
of  the  low-tension  winding  may  be 
grounded.  A  definite  rule  should  be 
followed  in  doing  this,  however,  for 
sake  of  uniformity.  e.  o.  r. 

322 — Meter  Equipment  Required 
in  Connection  With  Alter- 
nating -  Current  Motor  and 
Lighting  Load  —  What  alter- 
nating -  current  instruments 
would  be  required  for  a  fac- 
tory equipment  of  twenty  in- 
duction motors,  six  overhead 
cranes  and  a  lighting  load  op- 
erated from  a  220-volt,  three- 
phase,  60-cycle  circuit,  the 
pow-er  being  purchased?  There 
are,  of  course,  three  single- 
phase  wattmeters  on  the  light- 
ing board  and  a  three-phase 
wattmeter  on  the  power  board, 
but  no  portable  instruments 
have  so  far  been  provided. 

c.  A.  M. 


It  is  not  stated  whether  only  porta- 
ble or  both  portable  and  switchboard 
instruments  are  wanted.  It  is  better 
to  determine  the  instruments  after 
the  general  layout  of  circuits  is  made, 
but  a  rather  complete  equipment  of 
instruments,  with  which  all  tiie  ordi- 
nary measurements  that  would  be  re- 
quired may  be  obtained,  would  be  as 
follows : 

Switchboard  Instruments  —  Watt- 
meters referred  to  may  be  indicating, 
integrating,  graphic  recording,  or 
both  indicating  and  integrating.  The 
three-phase  wattmeter  should  pref- 
erably be  connected  so  as  to  meas- 
ure the  total  power  intake.  In 
addition  to  the  three  single-phase 
wattmeters  on  the  lighting  board 
and  one  pob'phase  on  the  power 
board,  there  should  be  provided  one 
ammeter  with  tzvo  series  transform- 
ers and  three  ammeter  plug  recepta- 
cles— all  of  this  for  each  motor  cir- 
cuit and  the  same  for  the  crane  cir- 
cuit ;  tliree  ammeters  and  two  trans- 
formers for  the  lighting  circuit  (use 
same  transformers  as  for  single- 
phase  wattmeters)  ;  one  ammeter 
with  two  transformers  and  three  am- 
meter plug  receptacles  for  the  "total 
power"  circuit  (use  same  transform- 
ers as  for  polyphase  wattmeter)  ;  one 
three-phase  power-factor  meter  for 
the  total  power  circuit  (use  with 
same  transformers  as  for  ammeter)  ; 
one  300-volt  voltmeter. 

Portable  Instruments — Two  series 
transformers  of  each  size  from  the 
minimum  to  the  maximum  current 
that  is  to  be  measured ;  for  example, 
if  the  current  to  be  measured  varies 
from  10  to  400  amperes,  two  trans- 
formers each  of  10-20-40  amperes  ca- 
pacity and  two  of  100-200-400  am- 
peres capacity  would  be  sufficient ; 
one  or  two  5  and  10  ampere  am- 
meters; one  300-volt  voltmeter;  one 
5  and  10  ampere,  100  and  200  volt 
polyphase  wattmeter ;  one  200-volt 
polyphase  power-factor  meter.  This 
equipment  includes  only  measuring 
instruments,  protective  or  automatic 
regulating  apparatus  not  having 
been  considered.  h.  w.  b. 

323 — Capacity  of  Cartridge  Fuses 
— Ribbon  and  string  fuses  are 
ordinarily  marked  as  of  a  cer- 
tain capacity  when  used  in  stat- 
ed lengths ;  for  example,  a 
given  size  of  fuse  wire  is  mark- 
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ed  30  amperes  when  used  in  a 
clear  length  of  four  inches  be- 
tween points  of  attachment.  In 
the  case  of  cartridge  fuses, 
what  difference  does  an  in- 
crease or  decrease  in  the  length 
of  this  piece  make  in  the  carry- 
ing capacity?  What  is  the 
principle  involved?  c.  a.  m. 

The  principle  involved  is  the  cool- 
ing of  the  fuse  wire  by  the  terminals 
by  conduction  through  the  body  of 
the  fuse ;  this  is  the  same  with  both 
enclosed  and  open  fuse.  The  longer 
the  fuse  the  less  it  will  carry;  when 
a  certain  distance  is  reached,  how- 
ever, greater  length  does  not  make 
much  difference  and  this  critical 
length  depends  on  the  cross-section 
of  the  fuse,  it  being  greater  as  the 
cross  -  section  increases.  Enclosed 
fuses  are  made  of  two  lengths,  one 
for  250  volts  and  a  longer  one  for 
600  volts.  This  is  not  on  account  of 
the  varying  capacity,  but  to  get  the 
necessary  arcing  distance  between 
terminals,  which  of  course  depends 
on  the  voltage.  f.  w.  h. 

324 — Operation  of  Mine  Hoists  by 
Electric   Motors — 1   have  had 
difficulty   in    following   the   de- 
tails of  the  hoisting  service  de- 
scribed by   Mr  C.   V.   Allen  in 
his  article  on  the  "El  Oro  Min- 
ing     Company's      Equipment," 
which  appears  in  the  June  issue 
of    the    Journal,    and    would 
therefore   appreciate    receiving 
a   wiring   diagram   of   this   in- 
stallation. J.  R.  w. 
A    diagram    showing   the    essential 
features  of  a  fly-wheel  equalizer  set 
which     operates    on    practically    the 
same   principle   as   this   equipment  is 
given  in  an  article  on  "Electric  Drive 
in  Iron  and  Steel  Mills"  by  IMr.  W. 
Edgar  Reed,  in  the  Journal  for  De- 
cember, 1907,  Fig.  2,  p.  687. 

325 — Test  for  Automobile  Battery 
— Automobile  men  have  a 
method  of  judging  the  worth  of 
a  battery  by  measuring  the  volt- 
age and  the  short-circuit  cur- 
rent ;  for  instance,  they  say 
that  a  battery  for  a  spark  coil 
should  give  six  volts  and  sixty 
amperes.  Is  this  test  of  any 
value;  if  so,  why?  w.  o.  m. 

If  a  dry  battery  is  referred  to,  this 


method  applies,  but  the  test  should 
not  be  continued  for  any  length  of 
time  because  of  the  rapid  deterior- 
ation liable  to  result. 

Methods  of  testing  the  condition 
of  storage  batteries  are  given  in  an 
article  by  Mr.  W.  A.  Wartield,  on 
"The  Care  and  Maintenance  of  Stor- 
age Batteries"  in  the  Journal  for 
August,  1908.  The  common  stand- 
ard way  of  designating  the  capacity 
of  a  storage  cell  is  to  state  the  num- 
ber of  ampere-hours  which  the  cell 
will  give,  at  a  uniform  rate  of  dis- 
charge of  eight  hours  duration,  be- 
tween the  limits  of  its  full  charge 
and  the  condition  of  discharge.  This 
latter  is  an  arbitrary  value  which  is 
assumed  to  be  indicated  by  the  volt- 
age of  the  cell ;  thus  when  the  volt- 
age of  a  battery  in  normal  condition 
reaches  a  value  of  1.75  volts  per  cell, 
it  is  considered  to  have  reached  the 
minimum  discharge  point.  It  is  dis- 
astrous to  storage  batteries  and  most 
dry  cells  to  discharge  them  on 
short-circuit  for  any  length  of  time. 
The  ampere  capacity  of  a  dry 
cell  is  such  that,  in  order  to  obtain 
a  discharge  current  of  sixty  amperes, 
a  number  of  the  cells  would  have  to 
be  connected  in  parallel.  A  short- 
circuit  on  a  storage  battery  is  apt  to 
be  more  dangerous  than  on  a  primary 
cell,  as  the  internal  resistance  of  the 
latter  is  usually  much  higher.  A 
short-circuit  on  a  storage  cell  results 
in  rapid  deterioration  of  the  negative 
plates.  The  effect  on  a  dry  cell 
is  to  cause  polarization  of  the  posi- 
tive plate.  a.  b.  r.  and  w.  B. 

326 — Determination  of  Induction 
Motor  Constants  —  How 
should  the  following  constants 
of  the  induction  motor  be  ob- 
tained from  the  excitation,  im- 
pedance, and  resistance  read- 
ing : — primary  exciting  con- 
ductance and  susceptance,  pri- 
mary resistance  and  reactance, 
and  secondary  resistance  and 
reactance?  Will  you  also  give 
me  some  references  bearing  on 
the  design  of  alternating-cur- 
rent and  direct-current  ma- 
chines? H.  f.  H. 

The  conductance  and  susceptance 
may  be  found  from  the  following 
formulas : 
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le 


loo 


Conductance,  g  = = cos  (P 

(approx.)  E  E 

Im         loo 

Susceptance,  b  := = sin    (p 

(approx.)  E  E 

in  which 

/e   =   no-load    energy   current   per 

phase; 
loo  ==  total  no-load  current ; 
/m  =  wattless  component   of  no- 
load  current ; 
E  =  impressed    e.m.f.    per    phase, 

and 
0  =  angle  of  lag  at  no-load. 

For  a  Y-connected  machine  the  pri- 
mary resistance  per  phase  is  one-half 
of  the  resistance  measured  ijetween 
leads  ;  for  a  delta-connected  motor  it 
is  1.5  times  the  measured  value.  The 
impedance,  r,  per  phase  =  (volts  per 
phase)  -^  (amperes  per  phase).  Pri- 
marj^  +  secondary  resistance  per 
phase  =  (impedance  watts  per  phase) 
-f-  (current  per  phase)"  =  r.  Sec- 
ondary resistances  (total  resistance — 
(primary  resistance).  Total  reactance 
per  phase  =-\/z" — r^=ix;  the  watts 
per  phase  equals  (total  watts) 
-=-  (number  of  phases).  The  follow- 
ing hooks  on  this  subject  are  sug- 
gested for  your  further  information: 
On  alternating-current  motor  design. 
"Elements  of  Electrical  Engineering," 
by  Franklin  and  Esty,  or  "Alternat- 
ing-Current Phenomena,"  by  Chas. 
P.  Steinmeiz.  On  design  of  dynamo- 
electric  machines,  t!ie  following  may 
be  suggested :  "The  Dynamo,"  by 
Hawkins  and  W'allis ;  "The  Electric 
Motor,"  by  Hobart.  1.  K.  H. 

327 — Transformer  Design  —  With 
data  as  to  capacity,  primary 
and  secondary  voltage,  number 
and  ratio  of  turns,  weiglit  of 
iron,  area  of  magnetic  circuit, 
etc.,  of  a  transformer  to  be 
designed,  the  substitution  of 
these  quantities  in  formulas 
found  in  different  handbooks 
seems  to  give  erroneous  results. 
For  example,  on  page  446  of 
Foster's  Handbook  (1908),  the 
following  formulas  are  given : 
0  =  E  X  10"  -H  4.44  X  N  X  T, 
A  =  (E  X  10')  -^  4.44  X  N  X 
T  X  jg.  Substituting  known 
values  for  a  25  kw  transformer 
— viz.,  primary  voltage  10  000; 
secondary  voltage,  220;  pri- 
mary   turns     1540;     secondary 


turns   39 — results  obtained   for 
0  and  A  are  out  of  all  reason. 
Please   point   out   tlie    discrep- 
ancy. D.  C.  McK. 
The  difficulty  is  probably  due  to  a. 
^ery   common    mistake   of    confusing 
c.g.s.  and  practical  units.     For  exam- 
ple, the  value  of  0  (flux  density),  is 
about    1 1  000    lines    per    sq.    cm.    or 
71  000   lines  per   sq.   inch  in  practical 
units.     Considering    the    data    for    a 
25  kw  transformer  with  i  540  turns, 
high-tension,    the    low-tension    turns 
would  be  34  times  instead  of  39.  Sub- 
stituting in  the  formulae  :  0  =  (  E  x 
10*)    -=-  4.44  X  N  x  T  =    (10  000  X 
10")  -^  4.44  X  60  X  I  540  =  2  420  000 : 
^  =  (E  X  10')  -=-  4.44  X  N  X  T  X  5" 
=  0  -H  (8"  =  2  420  000  -^-  72  000  = 
34.3  sq.  inches.     These  are  very  rea- 
sonable figures,     li  the  iron  is  work- 
ed at  a  lower  density  a  larger  core 
will   be   required.  i.  E.  c. 
328 — Method  of  Rating  Integrat- 
ing Wattmeter — What   is   the 
value  of  the  constant  K  in  the 
formula.    Watts  =  100   RK   -^ 
T  for  the  Stanley  meter?    The 
rating   given    on   the   meter  is, 
for  example.  "50  Amps. — Two- 
wire— 200     Sees. — 60     Cycles — 
220    Volts  —  multiply    by    ID." 
The  number  preceeding  "Sees." 
apparently  varies    according  to 
the    size   of    the   meter.     This 
may  be   the   value  of  the  con- 
stant K;  but  what  does  it  really 
mean  ?                             a.  r.  t. 
The  value  of    "Sees."  indicates  the 
capacity  of   the   meter.     It  represents 
the   period    of    time  required  for  one 
revolution  of  the  disc   on    100   watts. 
Hence,  in  the  formula,  the  value  of  K 
is  determined   by    substituting  for  fC 
a  value  of    100;  for  R,   a  value  of    i, 
and  for  T,  the  number   of  "Sees."  as 
given  in  the  rating  of  the  meter. 

A.   W.   C. 

329 — Reversal    of    Wattmeter    on 
Low  Power-factor — Why  does 
one   of   the    two  wattmeters  in 
the   two-wattmeter   method    of 
three-phase     power     measure- 
ment   reverse    its    direction    of 
rotation,  giving  negative  read- 
ing,   when  the  power- factor  of 
the  circuit  is  below  50  percent? 
\v.  p.  F. 
This    is    explained    in    an    "Experi- 
ence  On    The    Road"    article   by  Mr. 
M.    H.    Rodda,    in    the   Journal    for 
July,  1909,  p.  436. 
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330 — Membership  in  A.  I.  E.  E. — 
I  would  like  to  know  the  re- 
quirements for  membership  in 
the  American  Institute  of 
Electrical  Engineers  or  how  I 
can  become  a  subscriber  to  the 
Transactions  or  at  least  secure 
periodical  copies  of  the  Trans- 
actions. Please  inform  me 
also  where  I  can  get  the 
Transactions.  j.  d.  n. 

There  are  two  grades  of  member- 
ship— associate  and  members.  All 
applicants  must  first  be  elected  to 
the  grade  of  associate.  Application 
for  transfer  to  the  grade  of  member 
may  be  filed  at  the  same  time,  how- 
ever, as  the  application  for  election 
as  associate.  The  entrance  fee  is 
$5.00.  The  annual  dues  are  $10.00 
for  associates  and  $15.00  for  mem- 
bers. A  fee  of  $10.00  is  paid  on 
transfer  to  the  grade  of  member. 
The  requirements  for  admission  as 
associate,  as  defined  in  the  Institute 
constitution,  are  as  follows :  "An  as- 
sociate shall  be  a  person,  not  less 
than  twenty-one  years  of  age,  who  is 
interested  in,  or  connected  with,  the 
study  or  application  of  electricity." 
Application  should  be  made  on  a 
form  provided  for  that  purpose,  a 
copy  of  which  may  be  procured  at 
any  time  from  Mr.  Ralph  W.  Pope, 
secretary  of  the  Institute,  2>2>  West 
39th  street,  New  York  City.  Three 
references  are  necessary,  preferably 
members  or  associates  of  the  Insti- 
tute. The  requirements  for  transfer 
to  the  grade  of  members  are  more 
exacting.  The  applicant,  according 
to  the  Constitution,  must  be  not  less 
than  27  years  of  age,  and  must  be  a 
professional  electrical  engineer,  or  a 
professor  of  electrical  engineering, 
or  a  person  who  has  done  important 
original  work  of  recognized  value  to 
electrical  science,  or  a  person  duly 
qualified  as  an  engineer  in  an  allied 
branch  of  engineering  and  who  for  a 
period  of  two  years  has  had  respon- 
sible charge  of  electrical  engineering 
work,  and  whose  professional  record 
indicates  that  he  is  competent  to  de- 
sign, as  well  as  direct,  electrical  en- 
gineering works.  To  be  eligible  as 
professional  electrical  engineer  the 
applicant  shall  have  been  in  the  ac- 
tive practice  of  his  profession  for  at 
least  five  years ;  he  shall  have  had 
responsible   charge    of    work    for   at 


least  two  years,  and  shall  be  quali- 
fied to  design,  as  well  as  direct,  elec- 
trical engineering  works.  To  be  eli- 
gible as  a  professor  of  electrical  en- 
gineering he  shall  have  been  in  re- 
sponsible charge  of  a  course  of  elec- 
trical engineering  at  a  technical  school 
of  recognized  standing  for  a  period  of 
at  least  two  years.  Applications  for 
transfer  must  be  made  upon  a  form 
which  may  be  obtained  from  the  sec- 
retary. The  publications  of  the  In- 
stitute are  the  Proceedings,  published 
monthly,  and  the  Transactions,  pub- 
lished annually.  The  Transactions 
contain  the  engineering  papers  and 
discussions  previously  published  in 
the  monthly  Proceedings  and  which 
in  the  meantime  have  been  further 
edited  and  revised.  Non-members 
may  subscribe  to  the  Proceedings  or 
purchase  the  Transactions  on  appli- 
cation to  the  secretary.  The  sub- 
scription price  of  the  Proceedings  is 
$10.00  per  year.  The  cost  of  the 
Transactions  is  $10.00  per  volume  in 
paper,  or  $11.50  in  cloth  binding.  In- 
stitute members  are  entitled  to  these 
publications  for  the  period  covering 
their  membership.  r.  w.  p. 

331 — Single-Phase  Load  on  Three- 
Phase  Alternator — A  3  000 
kw,  three-phase,  4000  volt  re- 
volving field  generator  has  its 
dampers  made  in  two  parts, 
forming  a  butt  joint  at  the  cen- 
ter line  of  the  field  poles.  Why 
is  it  that  these  dampers  heat 
excessively,  and  fuse  the  metal 
at  the  joint,  when  the  gener- 
ator delivers  single-phase  cur- 
rent? R.  F.  H. 

This  -is  accounted  for  by  the  fact 
that  the  armature  reaction  of  a  sin- 
gle-phase load  is  pulsating  in  charac- 
ter, thus  causing  increased  eddy  cur- 
rent losses,  particularly  in  any  solid 
metal  parts  such  as  the  dam- 
pers mentioned.  To  obviate  troubles 
from  this  source,  alternators  de- 
signed for  single-phase  operation 
have  very  low  resistance  dampers  of 
sufficient  heat  capacity  to  neutralize 
the  pulsating  armature  reaction  with- 
out dangerous  temperature  rise.  See 
article  on  "Modern  Development  in 
Single-Phase  Generators"  by  Mr.  W. 
L.  Waters  in  the  Proceedings  of  the 
A.  I.  E.  E.,  May,  1908,  p.579-   F-  d.  n. 
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Transformers  require  less  attention  than  nearly  all 
A  Recent  other  kinds  of  electrical  apparatus.  They  are  usual- 
Improvement  ly  complete  and  self-contained,  although  air-hlast 
in  Transformer  transformers  are  a  partial  exception,  as  the  air-blast 
Construction  apparatus  is  generally  separate  and  requires  some  at- 
tention. Sucli  transformers  should  be  ke])t  free 
from  accumulation  of  dust  and  dirt,  and  careful  inspection  should 
be  made  at  cleaning  time. 

Water-cooled  transformers  must  be  supplied  with  proper  water 
while  in  service,  but  they  will  usually  carry  their  load  for  a  short 
time  Avithout  water ;  this  depends  upon  the  design.  Occasional  in- 
spection of  the  cooling  coils,  windings  and  terminals  should  be 
made.  If  the  units  are  out  of  service  in  very  cold  weather,  the 
cooling  coils  should  be  freed  of  water  to  avoid  freezing  and  bursting. 

Self-cooling  transformers  stand  alone ;  they  are  always  ready 
for  any  load  within  their  capacity.  They  do  not  need  any  air  blast 
or  cooling  water  when  carrying  load.  They  do  not  require  any  care 
when  starting  up  or  when  being  removed  from  service.  The  infre- 
quent inspection  properly  given  all  apparatus  to  make  sure  that  it 
is  in  order,  is  all  the  care  required.  Self-cooling  transformers  are 
built  with  practically  the  highest  obtainable  efficiency,  in  order  to 
minimize  the  amount  of  heat  wliich  must  be  dissipated.  This  per- 
mits the  smallest  cooling  surface  and,  conse(|uent]y,  tanks  of  mini- 
mum size  and  weight. 

Until  very  recently  tlie  usual  limit  of  capacity  for  a  self-cooling 
transformer  has  been  approximately  500  k.v.a.  l-'or  a  given  floor 
space  and  height,  25-cycle,  high  voltage  units  have  the  small- 
est, and  60-cycle,  low  voltage  units  the  largest  capacity  of  standard 
frequency  transformers.  Transformers  of  300  k.v.a.  capacity  for 
25-cycle,  60000-volt  service  and  650  k.v.a.,  60-cycle,  1 1  000-volt 
luiits  have  approximately  the  same  dimensions  and  have  heretofore 
represented  the  approximate  limits  in  self-cooling  transformer  con- 
struction. Transformers  of  the  self-cooling  type  of  i  000  k.v.a. 
capacity  and  for  looooo-volt  service,  sucli  as  those  de-cril)ed  in  tlie 
article  by  Mr.  McConahey  in  the  present  issue,  point  the  way  to  ap- 
plications which  so  far  have  appeared  to  be  unsatisfactory  and  ex- 
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pensive  or  even  donbtful.  Of  course,  few  systems  now  employ 
looooo-volt,  I  ooo  k.v.a.  units;  these,  transformers  are  more  es- 
pecially a  notable  example  of  the  advance  in  self-cooling  transform- 
er construction.  Self-cooling  transformers  of  this  type  for  2  000 
k.v.a.,  or  larger,  capacity  and  lower  voltage  may  be  built;  for  ex- 
ample, the  tanks  for  the  1000  k.v.a.,  lOOOOO-volt  transformers 
would  serve  very  well  for  2000  k.v.a.,  iiooo-volt,  60-cycle  units. 
'J'his  is  an  increase  of  nearly  four-fold  over  the  recent  capacity  lim- 
its of  this  type  of  transformer.  The  determining  factor  which  pre- 
viously fixed  the  limit  of  size  in  which  the  self-cooling  transformer 
could  be  built  was  the  problem  of  obtaining  a  transformer  case  of 
reasonable  dimensions,  weight  and  cost.  If  the  usual  corrugations 
of  the  transformer  case  surface  were  made  deeper,  the  area  would 
be  increased  but  the  new  surface  would  be  practically  useless  for 
cooling.  It  would  be  at  the  depth  of  a  corrugation  already  very 
deep,  and  Jience  would  not  be  well  exposed.  The  plain  tank  is  the 
most  effective  for  a  given  exposed  cooling  area.  In  the  new  type 
of  construction  the  radiating  power  of  the  case  has  been  greatly 
increased.  The  surface  of  the  radiating  tubes  is  essentially  as  good 
as  that  of  the  plain  tank,  inch  for  inch,  and  better  than  that  of  the 
corrugated  case  of  corresponding  size,  in  which  the  total  exposed 
area  is  neither  as  large  nor  as  well  disposed. 

The  maintenance  cost  of  water-cooled  transformers,  except  at 
water-power  plants,  is  usually  considerable  and  sometimes  even  pro- 
hibitive. The  attendance  on  self-cooling  units  is  practically  nil  un- 
der all  conditions  of  climate  and  service.  For  out-door  service  a 
self-cooling  unit  is  particularly  well  adapted,  because  of  the  small 
amount  of  attention  required.  In  very  cold  weather,  with  little  or 
no  load,  the  oil  may  congeal  but,  whenever  the  usual  heat  is  re- 
established, the  oil  will  resume  its  normal  consistency  and  recover 
?ny  slight  loss  in  insulating  quality  which  it  may  have  suffered 
when  congealed.  The  fact  that  a  type  of  transformer  involving 
practically  no  attention  or  maintenance  cost,  and  yet  operative 
under  all  conditions  of  service,  may  be  obtained  is  an  iimporant 
consideration.  In  many  places  this  is  essential ;  notably  for 
stations  operating  long  haul,  single-phase  railway  systems  where  the 
high  voltages  involved  prohibit  the  use  of  air-blast  construction,  and 
where  no  water  is  available  for  cooling  purposes.  The  large  thermal 
capacity  of  oil-insulated  transformers  is  frequently  of  value 
in  caring  for  overloads  such  as  are  coniimon  in  railway 
traffic.       The    very    high    efficiency    of    self-cooling    transformers 
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enables  them  to  carry  such  overloads  even  better  than  the  water- 
cooled  type. 

One  of  the  notably  attractive  and  valuable  features  of  the  mod- 
ern oil-insulated  transformers  of  both  the  water-cooled  and  self- 
cooling  types  up  to  about  i  ooo  k.v.a.  capacity  is  the  provision  in  the 
design  for  shipping  the  units  sealed  in  their  cases  with  oil.  The  sav- 
ing effected  by  eliminating  the  drying-out  process  at  the  point  of  in- 
stallation can  hardly  be  overestimated. 

K.  C.  Randall 


It    is  interesting    to  observe    critically  the    evening 
Scientific        lighting  of  show  windows  which  one  may  have  been 
Illumination    accustomed  to  observe  in  a  casual  way.     Some  such 
Made  windows  will  be  found  with  lamps  which  are  throw- 

Easy  ing  twice  as  much  light  into  the  observer's  eyes  as 

they  are  upon  the  goods  to  be  exhibited.  Not  only 
is  the  light  wasted,  but  the  lamp  instead  of  the  exhibit  is  the  promi- 
nent feature  and  the  eye  is  so  blinded  that  it  is  difficult  to  see  the 
dimly  lighted  goods.     This  is  not  hypothetical,  it  is  actual. 

In  other  cases,  rooms  or  areas  to  which  one  may  have  been 
accustomed  for  some  time  without  thought  or  criticism  of  the  light- 
ing, are  found  upon  a  little  analysis  to  violate  the  elementary  and  al- 
most axiomatic  principles  of  good  lighting.  The  writer  recalls  a 
certain  room  which,  after  deliberate  consideration,  was  provided 
with  a  novel  arrangement  of  lighting.  He  was,  at  first,  much  pleased 
with  the  unusual  effect  produced.  However,  certain  principles  of 
iHumination  had  been  violated,  as  was  evidenced  by  the  eye  fatigue 
resulting  from  looking  constantly  at  a  speaker  who  was  only  moder- 
ately illuminated  while  a  bright  wall  threw  a  tiring  light  at  an  angle. 
Illuminating  engineering  is  difficult  because  it  is  physiological 
as  well  as  physical,  and  often  because  of  its  psychological  elements. 
It  is  not  merely  a  question  of  the  physical  character  and  distribu- 
tion of  the  light,  nor  yet  its  eft'ect  upon  the  eye.  There  is  in  addi- 
tion to  all  this  the  matter  of  sentiment.  Most  people  have  quite  a 
positive  idea  with  regard  to  what  is  a  good  light  and  what  is  not, 
and  these  opinions  are  often  quite  irrespective  of  the  real  merits  of 
the  case.  Any  change  from  individual  to  general  lighting  or  in  the 
character  or  color  of  the  light  is  often  strongly  objected  to  from  per- 
sonal prejudice,  notwithstanding  common  sense  or  the  experience  of 
others.  Many  people  are  apt  to  form  a  judgment  by  looking  at 
the  lamp  itself  and  considering  a  bright  light  or  a  pleasing  form 
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as  being  inherently  excellent.  The  wiser  judgment  is  based  upon 
observation  of  the  objects  to  be  illuminated.  In  show  window  il- 
lumination, for  example,  it  is  the  goods  rather  than  the  light,  and 
the  light  rather  than  the  lamp  which  should  attract  attention. 

Scientific  illumination  is  difficult  in  itself.  The  inherent  laws 
of  light  do  not  always  lend  themselves  to  the  needs  of  the 
particular  cases,  and  when  the  additional  difficulty  of  erratic  person- 
'A  preference  is  added,  the  problem  becomes  peculiarly  difficult. 

Those  who  have  given  but  incidental  attention  to  the  general  mat- 
ter of  artificial  iilumination  are  liable  to  be  much  surprised,  on  read- 
ing articles  such  as  that  by  Mr.  Sweet,  in  the  last  issue  of  the  Jour- 
nal, to  find  how  many  simple  and  obvious  principles  they  have  been 
in  the  habit  of  overlooking.  The  paper  points  out  the  impractica- 
bility of  securing  an  illuminating  engineer  to  handle  each  installa- 
tion and  shows  that  it  is  desirable  to  lay  down  principles  and  rules 
which  can  be  directly  applied  by  those  who  may  have  no  technical 
i-nowledge  of  the  subject.  He  has  laid  down  simple,  practical  rules 
which  summarize  theory  and  experience  in  certain  typical  cases. 
These  rules,  covering  the  use  of  tungsten  lamps  for  ordinary  appli- 
cations are  given  in  the  present  issue ;  they  do  not  involve  logar- 
ithms, nor  even  a  slide  rule — a  foot  rule  is  sufficient. 

Chas.  F.  Scott 


The  169  questions  printed  in  the  Journal  Question 

Who's  Box  in  1909  have  come  from  28  states  and  seven 

Who  in         foreign  countries.     Canada  leads  the  list;  Pennsyl- 

The    Journal,   vania    follows.      Questions   have   come    from   Eng- 

1909  land,  Germany,  France,  Japan,  Hawaii,  New  South 

Wales   and   New   Zealand.     These   questioners   aid 

materially  in  the  perennial  problem  of  selecting  interesting  subjects, 

and  they  generally  do  it  by  bringing  forward  topics  about  which  they 

really  want  to  know  something.    The  real  difficulties  and  perplexities 

which  have  come  to  one  are  apt  to  come  to  others  as  well,     Hence 

the  topics  are  vital.     One  may  see  this  for  himself  by  running  over 

the  titles  of  the  questions  in  a  few  issues  and  noting  how  many  are 

real  problems  and  how   few  are  not  worth  while. 

The  answers  have  come  from  75  men,  each  selected  because  he 
is  particularly  qualified  to  answer  the  particular  question.  These 
men  are  virtually  assistant  editors ;  they  are  an  expert  staff  of  spe- 
cialists. Many  of  them  have  neither  the  time  nor  the  inclination  to 
write  a  lengthy  article,  but  they  can  give  a  definite  answer  to  a 
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concrete  question.  2\lany  of  the  answers  contain  the  meat  of  an 
article,  without  the  introckiction  and  conoUision,  which  is  a  reUef  to 
both  writer  and  reader.  The  repHes  are  not  abstract ;  they  are  per- 
sonal, and  are  signed  by  initials ;  they  are  sometimes  mere  facts,  and 
sometimes  professional  opinions  based  on  experience,  which  are  of- 
ten of  more  value  than  textbook  data.  The  names  of  those  from 
whom  replies  have  been  received  are  given  on  another  page. 

The  Question  I>ox  is  a  sort  of  clearing  house  through  which 
the  man  anywhere  secures  access  to  the  man  who  knows,  and  often 
to  one  of  the  very  few  men  in  the  country,  who  has  exceptional 
knowledge  or  experience  on  the  point  at  issue.  The  Journal  thus 
sustains  a  unique  relation  between  its  readers  and  w^riters.  The 
part  which  its  readers  are  now  taking  by  their  interest  in  the  Ques- 
tion Box  is  making  the  magazine  more  definite  and  useful.  It  is 
planned  to  allot  considerably  more  space  for  the  questions  and  an- 
swers during  the  coming  year,  as  the  number  of  questions  and  an- 
swers published  during  the  past  year  is  a  comparatively  small  per- 
centage of  the  number  actually  answered. 

The  list  of  regular  contributors,  in  accordance  with  the  usual 
custom,  is  printed  in  this,  the  last  issue  of  the  current  year.  The 
fact  that  most  of  these  men  have  done  their  work  and  done  it  well 
through  their  general  interest  in  the  Jourxal,  should  be  appreciated 
by  its  readers  as  it  is  by  the  management  of  the  magazine,  for  they  are 
not  paid  professional  writers,  but  voluntary  contributors,  sharing 
in  the  interest  and  in  the  spirit  which  has  animated  the  develop- 
ment of  the  Joi-RXAT.  by  The  Electric  Club.  It  is  thus  the  common 
co-operation  of  readers  and  of  writers  and  of  others  who  have  given 
counsel  and  suggestion,  which  have  together  contributed  to  make 
the  Jourxal  what  it  is. 

The  Jourxal  is  now  completing  its  sixth  volume,  and  is  well 
above  4  000  pages.  JNIuch  of  the  material  it  contains  makes  it  a 
good  reference  book  for  subjects  which,  cannot  be  found  elsewhere. 
A  young  man  who  recently  took  charge  of  the  operation  of  the 
electrical  ap])aratus  for  a  large  industrial  plant  said  that  he  found 
the  JouRx.xL  invaluable  for  its  informatit^m  and  suggestions.  When 
questions  regarding  apparatus  with  which  he  had  had  little  experi- 
ence or  when  new  problems  came  up  he  referred  to  the  Topical  In- 
dex and  usually  found  what  he  needed.  As  in  former  years,  the 
Journal  will  issue  a  topical  index  of  all  its  volumes — a  simple,  six- 
year  index  will  afford  ready  reference  to  what  is  virtually  an  en- 
cyclopaedia of  up-to-date  engineering  information. 


CONCRETE  SWITCHBOARD  STRUCTURES 

L.  B,  CHUBBUCK 

THE  use  of  concrete  in  switchboard  structures  dates  back  prob- 
ably eight  or  nine  years.  Its  use  has  rapidly  increased  until 
at  the  present  time  probably  seventy-five  percent  of  these 
structures  are  built  of  concrete.  Its  advantages  over  brick  for  this 
work  are  its  greater  strength  and  its  more  ready  adaptation  to  the 
special  forms  of  compartments  and  narrow  barriers  used  for  oil 
circuit  breaker  and  bus-bar  structures.  Special  narrow  brick  with 
deep  recesses  to  give  good  mortar  joints  and  help  stiffen  the  wall 
have  been  used,  but  such  brick  is  expensive,  particularly  if  it  has 
to  be  transported  some  distance  to  the  plant.     A  common  construe- 
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EUS-BAR  STRUCTURE 

Brunots  Island  power  station,  Pittsburg  Railways  Company. 

tion  has  been  to  make  the  main  walls,  which  are  four  inches  or  morfe 
in  thickness,  of  brick  or  concrete  and  to  use  soapstone  for  narrow 
barriers  and  shelves.  However,  the  main  walls  must  be  recessed 
for  the  soapstone  and,  as  it  does  not  form  a  good  joint  with  cement 
or  mortar,  the  structure  is  weakened.  Where  a  considerable  amount 
of  soapstone  is  required  in  a  structure  the  expense  is  quite  an  item. 
For  the  above  reasons  the  all-concrete  switchboard  structure  is  now 
considered  the  best  practice. 

As  examples  of  recent  installations  of  this  type,  the  accompany- 
ing illustrations,  taken  during  construction,  are  given  showing  two 
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of  tlie  largest  concrete  switchboard  structures  thus  far  erected;  one 
at  the  Youngstown  works  of  the  Carnegie  Steel  Company  and  the 
other  at  the  Brunots  Island  power  plant  of  the  Pittsburgh  Railways 
Company.  The  general  layout  of  each  of  these  installations  is 
similar,   each   being   a    double-throw    system    and    each   comprising 

three  tiers  of  struc- 
ture. Both  the  cables 
leading  from  the  gen- 
erators and  the  feed- 
er cables  connect  di- 
rectly to  the  switch- 
board structure  in  the 
basement,  compart- 
ments being  provided 
therein  for  all  of  the 
series  a  n  d  voltage 
transformers  except 
the  bus  transformers. 
Rising  from  the  base- 
ment the  cables 
branch,  one  set  con- 
necting through  the 
circuit  breakers  and 
disconnecting  switches 
of  one  structure  to  a 
corresponding  set  of 
bus-bars,  while  the 
second  set  of  cables 
connects  through  a 
second  similar  struc- 
ture to  a  correspond- 
ing set  of  bus-bars. 
SoDie  of  the  expanded  metal  reinforcement  and  ™,  '1  '  -  >  h  1- 
its  supporting  pipe  framework  is  shown  in  position.  -'•  "^  *-*'^  CllCUlt  ureaK- 
The  wooden  forms  are  being  set  in  place,  wooden   ers  and  disconnecting 

braces  being  employed  as   shown.  .,    ,  ,    ^ .^j 

"       '    ^  switches    are    located 

on  the  ground  floor  and  the  bus-bar  structures  on  a  gallery.     This 

arrangement  permits  short  direct  electrical  connections,  a  minimum 

of  structure,  with  all  apparatus  and  cables  in  compartments,  but  in 

full  view  and  available  for  rapid  inspection.     This    latter    is    im- 

P'Ortant  as  apparatus  located  out  of  sight  under  false  flooring,  etc., 

very  rarely  gets  any  inspection. 

In  the  Carnegie  Steel  station,   the  switchboard   structures  are 
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located  in   a  bay  along  one  side  of  the  engine  room,   the  control 

desk,  panel  boards,  motor  operated  rheostats,  etc.,  being  located  in 

the  second  gallery. 

In  the  Pittsburgh  Railways  station  the  switchboard  structures 

are  located  in  a  switching  house,  which  is  separate  from  the  engine 

room.  The  generator 
connections  are  made 
by  three  conductor, 
13  000  volt  lead  cov- 
ered cables  run  in  tile 
ducts.  The  iron  con- 
duits for  the  control 
and  instrument  cables 
run  from  the  switch- 
ing house  to  the  en- 
gine room  across  re- 
inforced concrete 
bridges.  The  control 
desk  and  instrument 
boards  are  located 
on  an  operating  gal- 
lery at  one  side  of 
the  engine  room. 

The  main  walls 
of  a  concrete  switch- 
board structure  are 
usually  poured  in 
place  between  wood- 
en forms,  a  common 
mixture  being  one 
part  cement,  two 
parts  sand  and  four 
parts  stone,  the  latter 
of  about  one-half 
inch  diameter.  Nar- 
row barriers  and 
shelves    can    be    con- 


CIRCUIT    BREAKER    FLOOR    AND    BUS-BAR    GALLERY — 
FRONT   VIEW 

The  circuit  breaker  barriers  have  been  poured, 
some  of  the  forms  and  bracing  still  being  in  place. 
The  far  side  of  the  main  wall  forms  are  in  place 
(shown  from  the  other  side  in  the  previous  illus- 
tration) ;  the  near  side  of  the  main  wall  forms  to 
be  erected  five  inches  in  front  of  these  and  the  in- 
tervening space  then  to  be  filled  with  concrete. 


structed  by  several  dififerent  methods. 

One  method  is  to  make  these  as  individual  slabs.  Where  rein- 
forcement is  necessary,  on  account  of  thinness  and  size  of  the  slabs, 
the  concrete  is  poured  to  one-half  the  total  depth  required,  the  re- 
inforcement (usually  expanded  metal)  is  laid  on  and  the  remainder 
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of  the  concrete  poured  and  leveled  to  the  top  of  the  wooden  form. 
After  the  concrete  has  set  hard  enough  to  be  handled,  the  slabs 
should  be  submerged  in  water,  if  possible,  for  several  days,  as  this 
produces  very  strong  hard  slabs.  The  slabs  are  then  set  up  with 
the  forms  for  the  main  walls  so  that  when  the  main  walls  are 
poured  the  slabs  are  cemented  into  them. 

A  second  method  of  constructing  the  narrow  barriers  and 
shelves  is  to  pour  these  in  place  in  the  structure,  building  wood 
forms  for  these  in  the  same  manner  as  the  forms  for  the  m.ain 
walls.     It  is  evident  that  the  expense  of  the  wood  forms  is  much 


CIRCUIT     BREAKER     STRUCTURE     COMPLETED — FRONT     VIEW 

The  control  circuits  arc  carried  in  conduits  -set  in  place  before  the 
concrete  is  poured. 

greater  with  this  method  than  with  the  first  method  described  above. 
On  the  other  hand,  this  method  makes  the  strongest  and  most  homo- 
geneous structure,  no  handling  of  the  slabs  is  required  and.  for  an 
installation  of  fair  size,  is  probably  as  cheap  as  the  first  method.  It 
is  customary  to  set  up  the  forms  for  a  part  of  the  total  structure  at 
one  time,  usually  a  section  about  sixteen  feet  long.  After  this  sec- 
tion has  been  poured  and  has  set  long  enough  to  stand  without  sup- 
port, the  forms  are  removed,  refinished  and  used  for  the  next  sec- 
tion. The  faces  of  the  wood  in  contact  with  the  concrete  are  re- 
finished  by  cleaning  and  giving  them  a  coat  of  linseed  oil.  At  the 
Carnegie  Steel  plant,  a  small  nK)tor-driven  planer  was  used  to  dress 
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the  surface  of  the  forms.  No  difficulty  is  encountered  in  pouring 
the  vertical  barriers  except  that  care  must  be  taken  in  working  the 
concrete  down  into  narrow  barriers  so  that  no  spaces  are  left.  Any 
reinforcement  required  can  be  given  these  narrow  barriers  by  in- 
serting square  or 
twisted  iron  rods  ver- 
tically in  the  center 
of  the  barrier  as  it  is 
poured. 

In  the  case  of  a 
large  bus-bar  struc- 
ture with  a  number  of 
horizontal  shelves, 
the  structure  can  be 
built  up  in  several 
vertical  sections,  each 
of  these  sections  be- 
ing the  height  be- 
tween shelves  and 
each  shelf  being  pour- 
ed as  in  a  tray.  After 
this  has  set  sufficient- 
ly the  next  higher 
section  is  poured.  On 
account  of  the  time 
required  for  each 
section  to  set,  a 
quicker  method  is  to 
build  up  the  forms 
for  the  full  height  of 
the  structure  and 
pour  all  at  one  time, 
using  very  fluid  ce- 
ment. This  was  the 
method  used  at  the 
Carnegie  Steel  plant. 
With  this  method, 
care  must  be  taken  in  working  the  concrete  into  the  shelves, 
and  vent  holes  must  be  left  to  permit  the  escape  of  air. 
The  wood  forms  between  the  shelves  and  barriers  are  so  designed 
that  no  nails  and  only  a  few  screws  are  required  to  hold  them  in 


REAR    VIEW    OF    COMPLETED    CIRCUIT    BREAKER 
STRUCTURE 

Showing  connections  to  circuit  breaker  terminals 
and  disconnecting  switches. 
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place,  so  that  they  can  be  easily  erected  and  rapidly  knocked  down. 
A  third  method,  which  is  the  one  employed  by  the  Pittsburgh 
Railways  Company  for  constructing  narrow  concrete  barriers  and 
shelves,  is  to  set  up  expanded  metal  formed  to  the  exact  shape  of 
the  barrier  or  shelf  and  plaster  this  with  cement  to  the  thickness 
required.  A  wood  strip  of  the  proper  width  is  run  up  along  the 
frame  of  the  expanded  metal  and  the  plastering  is  run  out  flush 
with  this  strip.  The  cement  is  plastered  on  in  several  layers  to  the 
desired  thickness.  A  suitable  quantity  of  hair  is  mixed  with  the 
cement  to  give  the  necessary  adherence,  and  a  wooden  backing  is 


COMPLETED  BASEMENT   STRUCTURE   FOR   V()LTA(;E    AM)   C  LKKKNT 
TRANSFORMERS    AND   FUSES 

This  is  directly  beneath  the  circuit  breaker  structure  shown  in  the 
foregoing  illustrations.  The  high-tension  leads  are  carried  through  holes 
in  the  floor  above  and  porcelain  insulating  bushings  are  used  in  the  walls 
of  the  structure.  The  secondary  leads  of  the  transformers  are  carried 
to  the  meters  in  the  switchboard  structure  through  conduits. 

erected  for  each  barrier  on  the  opposite  side  to  that  which  is  being 
plastered  to  prevent  buckling. 

Any  recesses  required  in  the  structure  for  switch  bases,  etc., 
are  obtained  by  fastening  to  the  inside  of  the  wall  of  the  wood  form, 
dummy  wood  bases  of  the  correct  size,  these  bases  being  smooth 
and  preferably  oiled.  When  the  wood  inrm  is  removed  these 
dummy  bases  come  off  with  them,  leaving  the  recess  desired.  Any 
anchor  bolts,  etc.,  required  are  also  attached  to  the  form,  projecting 
into  the  structure  the  desired  length.  In  this  case  when  the  forms 
are  removed,  the  bolts  remain  in  the  structure.     \\'here  small  holes 
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INSTRUMENT   FRAME   AND   CONTROL   DESK — PITTSP.URG   RAILWAYS    COMPANY 

These  are  located  at  the  front  of  the  operating  platform  under  which 
are  located  the  field  switches  and  rheostats. 

are    required    in   the    structure,  stiff    rubber  tubing  of    the    correct 
diameter  can  be  used,  this  tubing  being  taken  out  afterward  to  leave 


K\(. ni'.K    AND    RELAY    SWITCHBOARD 


Located  at  the  rear  of  the  operating  platform,  each  panel  being  op- 
posite its  corresponding  control  panel  and  instrument  frame  (as  shown 
in   the   preceding   illustration). 
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the  hole  required.     The  iron  conduits   for  the  control  and   instru- 
ment cables  are  held  in  position  inside  the  forms.  '•  • 

For  the  forms,  carefully  faced  and  oiled  boards  not  less  thar^ 
one  inch  thick  should  be  used.  It  is  impossible  to  make  a  good 
structure  from  miscellaneous  boards  obtained  from  packing  boxes, 
etc.  On  account  of  the  great  weight  of  concrete  in  such  structures, 
it  is  usually  necessary  to  l)race  the  forms  very  carefully.  Instances 
have  occurred  where,  due  to  insufficient  bracing,  the  forms  have 
given  wav  when  nearly  fdled  with  concrete,  with  results  that  have 


INSTRUMENT  I-R.A.UE   AND  CONTROL   DKSK — CARNEGIE   STEEL  COMPANY 

These  are  located  at  the  front  of  the  second  gallery,  the  same 
arrangement  as  at  the  Brunots  Island  station,  giving  the  operator  a 
full  view  of  the  machines  in  the  station. 

to  be  seen  to  be  fully  appreciated.     After  the  forms  are  removed. 

the  structure  must  be  kept  wet  for  .some  time,  keeping  it  thorough! v 

wet  half  the  time  for  the  first  few  days  and  after  this  twice  a  day 

for  a  couple  of  weeks. 

The  structure  is  fini>lu(l  by   applying  some   form  of  wash   or 

plaster.     A  dark  cement  wash,  used  extensively,  gives  the  structure 

the  appearance  of  slate.     White  plaster,  applied  very  stiiif,  can  also 

be  used.     This  plaster  is  varnished  with  a  white  varnish  so  as  to 

give  a  white  glossy  finish  which  can  be  cleaned  by  washing. 


SOME  PHASES  OF  ELECTRIC   POWER 
IN  STEEL  M1LLS=== 

CHAS.   F.   SCOTT 

AN  observing  engineer  has  remarked  that  the  first  object  of 
a  steel  mill  electrical  engineer  is  "to  see  that  he  holds  his 
job,"  and  his  job  is  "to  get  the  tonnage  out."  Hence  as  the 
job  grows,  the  man  must  grow  also.  Large  output  requires  that  the 
mill  run  and  that  it  keep  running. 

Electricity  in  the  steel  mill  is  no  longer  an  incidental  feature, 
it  has  become  a  fundamental  method.  The  problem  is  no  longer  to 
adapt  a  motor  to  run  a  minor  part  of  the  mill,  but  to  adapt  the  whole 
mill  to  the  electrical  system.  The  power-generating  apparatus  on 
the  one  hand  and  the  mill  machinery  on  the  other  hand  must  be 
fitted  to  the  electrical  system  by  which  they  are  connected.  The  in- 
troduction of  electricity  usually  begins  in  a  simple  way,  but  it  soon 
produces  radical  and  fundamental  changes.  In  the  steel  mill  the 
electrical  system  has  transferred  the  generation  of  power  from  a 
scattered  lot  of  engines,  of  various  sizes  and  speeds  and  speed  con- 
trol, to  a  central  power  house,  with  large  and  efficient  units.  The 
electrical  system  has  changed  from  a  small  direct-current  plant,  to  a 
comprehensive  alternating  system,  which  must  meet  the  double  and 
severe  requirements  of  fluctuating  load,  and  of  continuity  of  service. 
It  has  inaugurated  new  methods,  it  has  given  new  possibilities  to 
the  machinery  which  it  drives,  and  presents  new  problems  in  engi- 
neering design. 

What  then  are  some  of  the  new  conditions  that  the  new  situa- 
tion brings,  and  what  are  some  of  the  problems  that  now  confront 
the  engineer?  The  writer  does  not  presume  to  go  too  far  in  ad-. 
vising  experts  in  a  business  in  which  he  does  not  possess  personal 
experience,  but  proposes  to  present  the  observations  of  one  who 
views  this  subject  at  long  range  upon  several  topics  having  an  im- 
portant bearing  upon  the  application  of  electricity  in  the  steel  in- 
dustry. 

THE  REMOVAL  OF  LIMITATIONS   I5Y  ELECTRICITY 

The  methods  and  the  results  obtained  in  the  steel  mill  have  been 
fixed  by  the  steam  engine.     Its  power  has  been  applied  either  direct- 


*A  paper  read  before  the  Association  of  Iron  and  Steel  Electrical  Engi- 
neers, Buffalo,  June,  1909. 
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ly  or  through  gears  and  shafts.  The  distance  between  boiler  and 
engine  has  been  hmited  by  the  low  efficiency  of  steam  pipes,  and 
the  distance  from  the  engine  to  its  work  'has  been  limited  by  the  low 
efficiency  of  mechanical  transmission.  In  the  electric  system,  the 
engine  does  not  have  to  be  located  close  to  the  work ;  it  does  not 
have  to  be  reversed,  nor  does  its  speed  have*  to  be  varied.  This  free- 
dom enables  the  engine  to  be  of  such  a  type,  size,  speed  and  location 
as  will  secure  the  greatest  economy  in  the  production  of  power. 

In  the  distribution  of  ])()wcr,  tlie  removal  of  the  old  limitations 
by  the  ^substitution  of  electric  wires,  gives  new  possibilities  for  the 
general  arrangement  and  disposition  of  the  plant  with  a  view  to 
economy  in  handling  the  material  without  reference  to  local  boilers 
and  engines.  But  the  purpose  of  the  whole  power  system  is  to 
apply  power.  It  is  reasonable  to  expect  that  the  introduction  of 
the  electrical  system,  although  it  has  transformed  the  power  plant 
and  the  distributing  system,  will  effect  far  greater  changes  in  the 
apparatus  which  it  drives.  A  motor  may  of  course  simply  replace 
an  old  engine  and  do  the  work  which  it  did.  This  often  neglects  a 
greater  opporuntiy.  A  motor  is  more  suitable  for  driving  a  mill, 
not  simply  because  it  may  do  what  the  engine  did,  l)ut  because  it  can 
do  what  the  engine  could  not  do. 

Why  is  the  mill  machinery  made  and  operated  as  it  is  ?  Why 
is  the  general  layout  as  it  is?  W^iy  is  the  material  handled  as  it  is? 
In  how  far  have  these  methods  been  fixed  and  determined  by  the 
driving  powder  available,  and  wdierein  can  they  be  improved  if  power 
limitations  are  removed  and  motors  be  furnished  to  meet  ideal  con- 
ditions? Such  questions  as  these  indicate  the  attitude  which  should 
guide  the  introduction  of  electric  power.  It  opens  a  new  field  for 
constructive  engineering  imagination  and  design,  in  an  industry  most 
notable  for  its  pusli  and  daring.  Electricity  has  taken  the  engines  out 
of  the  mill  and  put  thcni  in  a  power  house;  engines  may  now  be 
larger  and  more  efficient ;  tliey  may  be  fed  by  w^aste  gases  instead 
of  coal;  may  not  the  mill  also  be  larger  and  more  efficient? 

THE  COST  OF  POWER 

To  produce  cheaper  power  by  means  of  gas  engines  has  proba- 
bly been  the  controlling  reason  for  the  largest  introduction  of  elec- 
tricity in  steel  making.  Important  as  this  may  be,  the  total  cost  of 
power  is  relatively  small,  say  about  five  percent  of  the  total  co.st 
of  production.  Other  things,  therefore,  are  of  much  greater  con- 
sequence.    Greater  speed  in  operation;  greater  facility  in  handling 
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material;  reduction  of  liabilities  for  break-down;  increased  rapidity 
in  making  repairs ;  reduction  in  labor  cosits — such  items  as  these 
are  far  more  important  than  power  in  making  up  the  cost  sheet. 
Hence,  it  is  poor  economy  to  economize  in  the  quantity  or  in  the 
methods  of  applying  power,  if  it  be  at  the  expense  of  something 
more  important.  Complicated  or  delicate  apparatus,  however  high 
its  efificiency,  may  be  very  expensive  if  it  gets  out  of  order  easily. 
Effectiveness  for  service  is  of  first  importance  in  the  power  house, 
in  the  transmission  system,  and  in  the  motors. 

COST   OF    MOTORS 

When  two  prices  dift'er  by  hundreds  or  by  thousands  of  dollars, 
the  dift'erence  looks  large,  especially  to  the  purchasing  agent.  Con- 
r.idered  broadly,  however,  the  first  cost  of  a  motor  is  the  least  im- 
portant item.  The  annual  fixed  charge  on  an  average  motor,  in- 
cluding interest,  depreciation,  sinking  fund,  and  the  like  is  not  more 
than  a  few  dollars  per  horse-power  of  its  rated  capacity.  This  is 
a  small  part  of  the  cost  of  the  nower  consumed  by  the  motor,  and 
is  a  very  small  part  of  the  cost  of  the  output,  in  many  cases  only 
about  one  percent.  Therefore,  if  one  motor  is  superior  to  another 
through  its  general  sturdiness,  its  better  speed  adjustmemts,  its  quick- 
ness in  reversing,  the  general  convenience  of  its  controling  apparatus, 
or  in  any  other  particular,  which  will  lead  to  the  prevention  of  de- 
lays or  to  accelerated  service  so  as  to  increase  the  output  or  reduce 
the  labor  charges,  it  is  the  kind  of  a  motor  to  purchase,  and  one 
would  be  justified  in  paying  double  price  for  such  a  motor.  Im- 
portant as  first  cost  may  be,  it  is  insignificant  compared  with  ability 
for  subsequent  performance.  It  is  well,  therefore,  to  figure  out  the 
probable  additional  cost  of  repairs  and  the  cost  of  the  more  probable 
delays  which  an  inferior  motor  may  cause,  and  compare  the 
result  with  the  difference  between  the  first  cost  of  the  best  motor 
and  that  of  the  cheapest  motor. 

SELI'X'TION   OF    MOTORS 

Interrupted  service  ruins  cost  and  reputation.  A  motor  break- 
down in  one  part  of  a  machine  shop,  affects  that  part  only,  but  in 
a  steel  mill  it  may  aft'ect  all  parts — furnaces,  reheaters,  locomotives, 
and  in  fact  operation  of  the  whole  plant  may  be  disabled.  Hence, 
ultimate  success  depends  largely  upon  the  proper  selection  of  elec- 
trical apparatus. 

A  motor  is  a  part  of  the  mill  wdiich  it  runs,  be  it  a  crane,  or 
fan.  or  reversing  rolls.     They  must  be  adapted  to  each  other.     In 
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simpler  cases  a  standard  motor  having  the  necessary  characteristics 
is  selected.  When  a  motor  replaces  an  engine  in  an  existing  mill, 
the  requirements  are  fairly  definite.  When  a  new  mill  is  being  de- 
signed then  there  is  opportunity  for  mutual  adaptation.  The  motor 
must  be  adapted  to  the  work  which  it  has  to  do.  but,  on  the  other 
hand,  it  should  be  a  motor  which  is  ])racticable  to  design  and  to  con- 
struct. Sometimes  a  slight  and  incidental  change  in  the  design  of  a 
mill  ma\-  simplify  the  motor  and  reduce  tlie  C()>t.  l)i)th  the  first  cost 
and  the  cost  of  maintenance.  On  the  other  hand,  a  slight  change 
in  the  construction  of  a  motor  may  aid  greatly  in  applying  it  to  the 
mill.  Now  the  problems  and  characteristics  of  motor  design  are  no 
better  understood  by  the  mill  operator  than  are  the  principles  of 
steel  manufacture  by  the  electrical  designer;  it  is  the  steel  mill  elec- 
trical engineer  who  is  the  intermediary.  It  is  not  necessary  that  he 
be  an  electrical  designer,  but  it  is  necessary  that  he  consult  freely 
with  the  electrical  designer  and  work  jointly  with  him.  If  such 
means  be  adopted  motor  designers  are  not  liable  to  be  called  upon 
to  produce  freak  apparatus  to  meet  exacting  conditions,  when  slight 
modification  might  have  insured  a  better  as  well  as  a  cheaper  motor. 
On  the  selection  of  motors,  tlierefore,  depends  the  possibilities 
of  increased  output  by  efl:'ective  mutual  adai>tation  of  the  motor  and 
mill,  of  economy  in  the  cost  of  production  which  may  result  from 
superior  apparatus,  from  minimum  break-down  and  greater  facilities 
for  repairs.  The  selection  of  the  motor  by  which  the  power  is  to 
be  applied  is  probably  the  most  important  duty  of  the  electrical  en- 
gineer. He  bridges  over  between  the  mill  and  the  electrical  designer. 
The  motor  is  the  vital  operating  element  of  the  mill.  A  power 
plant,  the  distributing  system,  the  efficiency  of  apparatus,  the  cost 
of  power  —  all  these  are  subordinate  to  the  proper  applica- 
tion of  the  power  and  the  proper  selection  of  the  motor. 
Hence,  the  man  who  selects  a  motor  ought  to  be  the  man 
who  knows,  and  has  the  courage  of  his  convictions  in  apply- 
ing the  i)rinciple  that  the  first  co.st  of  a  motor  is  of  trifling  import- 
ance compared  with  ability  to  obtain  a  larger  output,  to  operate  con- 
tinuouslv  and  to  minimize  general  operating  costs.  If  there  is  any 
place  in  which  quality  should  outweigh  initial  expenditure,  and  in 
wdiich  the  engineer  rather  than  the  purchasing  agent  should  be  su- 
preme, it  is  in  the  selection  of  motors  to  o])erate  steel  mills.  There 
is  little  glory  in  saving  a  hundred  dollars  when  a  motor  is  bought, 
but  there  is  big  blame  when  a  break-down   loses  thousands.     The 
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electrical  man  may  not  get  the  little  glory,  but  he  is  sure  to  get  the 
big  blame. 

THE  USE  OF  ALTERNATING  CURRENT 

The  concentration  of  power  plants  and  distribution  over  large 
areas  calls  for  alternating  current. '  This  in  turn  involves  the  use, 
either  of  alternating-current  motors  or  of  auxiliary  apparatus  for 
producing  direct  current.  In  making  choice  of  methods  the  first  cost 
and  the  operating  cost  should  be  determined,  of  course,  but  these 
should  not  obscure  more  important  items.  The  alternating  current 
is  less  familiar  to  mill  men  than  the  well  established  250-volt  direct 
current.  The  alternating-current  motor  is  unlike  its  predecessor 
in  appearance,  construction  and  operation.  It  is  different.  Some 
features  are  much  better,  wdiile  in  some  places,  others  are  not  so 
good.  The  absence  of  commutators  both  in  the  generating  and  in 
the  use  of  the  current  is  a  practical  advantage  of  especial  importance 
when  the  units  are  large.  Auxiliary  converting  apparatus  is  ob- 
jectionable in  point  of  first  cost,  low  efficiency,  attendance  and  on 
the  general  ground  that  any  additional  apparatus  with  its  auxili- 
ary switching  and  controling  appliances  is  to  be  avoided  whenever 
possible.  Common  sense  mechanical  instinct  will  choose  nothing  but 
alternators  and  induction  motors,  the  simplest  kind  of  generator  and 
the  simplest  kind  of  motor.  Rotary  converter,  direct-current  motor 
and  synchronous  motor  are,  therefore,  all  put  on  the  defensive. 
They  must  show  specific  advantages,  which  will  more  than  compen- 
sate for  their  disadvantages.  Sometimes  a  modification  in  the  meth- 
od of  operating  may  admit  the  induction  motor  under  conditions  in 
\\hich  at  first  it  may  have  appeared  impracticable  to  secure  its  sim- 
plicity and  reliability. 

THE    QUESTION    OF    POWEH-FACTOR 

If  an  alternating  plant  were  observed  by  wattmeters  without 
the  use  of  ammeters,  a  great  deal  of  mental  annoyance  would  be 
prevented.  In  many  cases  this  would,  in  fact,  be  a  good  way  to 
operate — provided  the  safe  limits  are  not  exceeded.  The  power- 
factor  microbe  is  confined  almost  entirely  to  the  electrical  system. 
The  work  which  the  engine  has  to  do,  and  the  work  which  the  motor 
does  are  scarcely  aft'ected.  An  induction  motor  requires  a  current 
of  two  kinds ;  one  is  the  work  current  which  aft'ects  wattmeters  and 
pro'duces  horse-power;  the  other  is  a  different  kind  of  current — a 
magnetizing  or  exciting  current,  or,  as  ordinarily  termed,  wattless 
current.     In  a  way  it  corresponds  to  the  field  or  exciting  current 
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cf  a  shunt  motor,  which  is  additional  to  the  work  current  apphed 
to  the  armature,  and  which  may  be  taken  from  the  power  generator 
or  from  an  exciter.  Likewise,  the  wattless  current  for  the  induction 
motor  can  be  furnished  by  the  power  generator,  or  it  may  be  sup- 
plied from  another  machine,  such  as  a  synchronous  motor  either 
running  empty,  or  carrying  load  and  which  may  be  located  in  the 
power  station  or  elsewhere  on  the  system.  In  a  given  case,  there- 
fore, the  problem  is  whether  it  is  preferable  to  make  the  power  gen- 
erator large  enough  to  supply  the  extra  current,  or  to  call  upon  a 
synchronous  motor  or  compensator,  located  at  a  favorable  point. 
In  general  the  power  generator  should  supply  at  least  a  part  of  the 
extra  current  by  adapting  it  for,  say,  an  80  percent  power- factor, 
which  means  that  it  can  supply  a  full-load  current  25  percent  in  ex- 
cess of  that  which  afifects  the  wattmeter — in  this  case  the  wattless 
current  may  be  60  percent  of  the  total.  Even  when  the  i)ower- 
factor  is  lower,  it  will  be  simplest  and  often  best  to  provide  for  the 
extra  current  capacity  in  the  generator,  but  sometimes  it  is  advisable 
tc  operate  a  synchronous  motor  or  compensator.  The  choice  de- 
pends largely  upon  the  various  local  conditions,  including  the  gen- 
erator speed,  the  distance  of  transmission,  and  the  convenience  of 
utilizing  power  by  synchronous  motors. 

If  the  generator  speed  be  low,  it  may  be  cheaper  to  generate 
the  extra  current  in  a  high  speed  auxiliary  synchronous  machine. 
If  the  distance  of  transmission  be  considerable  it  will  relieve  the 
transmission  circuit  of  the  idle  current  if  it  be  produced  in  a  syn- 
chronous machine  near  the  load.  If  the  extra  current  can  be  fur- 
nished by  a  working  synchronous  motor  instead  of  an  idly  running 
synchronous  compensator,  the  cost  will  be  less.  Sometimes  the 
power-factor  receives  such  profound  consideration  that  it  appears 
the  all  important  element.  It  is  veiled  in  mystery  and  is  assumed 
to  be  a  discreditable  feature  of  the  alternating-current  system.  Now 
it  is  true  that  the  power-factor  is  an  essential  element  of  an  induc- 
tion motor;  that  the  magnetizing  and  work  currents  do  not  add  up 
by  straight  arithmetic,  but  by  the  right-angle  triangle  method,  and 
that  the  less  the  magnetizing  current  (i.  e.,  the  higher  the  power- 
faotor)  the  easier  it  is  to  provide  for.  But  other  apparatus  have 
certain  disagreeable  features  too.  Direct-current  motors  have  com- 
mutators and  brushes ;  synchronous  motors  have  separate  exciters 
and  small  starting  torque.  It  is  apt  to  be  considered  quite  proper 
to  provide  a  motor-generator  substation  to  supply  the  direct-current 
motors  but  quite  a  hardship  to  provide  the  generator  capacity  nee- 
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essary  for  the  wattless  current  of  induction  motors.  The  conditions 
should  be  clearly  recognized  and  squarely  met  by  determining  the 
relative  cost  and  ability  of  the  several  methods  to  produce  the  mag- 
netizing current  under  the  particular  conditions  at  hand.  It  is  to 
be  remembered  that  each  induction  motor  requires  a  magnetizing 
current  which  is  practically  constant  and  a  work  current  which 
varies  with  its  load  ;  that  the  work  current  of  all  motors  may  be 
added  together  to  determine  the  total  to  be  sup]Dlied  by  the  power 
generator ;  that  the  magnetizing  current  of  all  motors  may  be  added 
together  to  determine  the  total  which  must  be  supplied  either  by 
the  power  generator,  or  by  a  synchronous  apparatus ;  that  the  total 
current  at  any  point  in  the  system  is  the  resultant  of  the  two  cur- 
rents and  is  proportional  to  the  hypotenuse  of  a  right-angle  triangle 
of  which  the  sides  represent  the  two  currents ;  and  that  the  power- 
factor  is  the  ratio  of  the  work  current  to  the  resultant  current. 

Probably  the  simplest  way  to  consider  the  power-factor  condi- 
tion in  a  given  plant  is  to  determine  separately  the  total  work  cur- 
rent required  and  the  total  amount  of  magnetizing  current.  It  will 
then  be  easy  to  determine  whether  the  magnetizing  current  can  be 
best  produced  in  the  power  generator  or  elsewhere.  It  is  to  be 
remembered  that  the  total  current  is  not  equal  to  the  sum  of  the  two 
components.  For  example,  if  one  hundred  amperes  of  work  cur- 
rent is  to  be  supplied  and  also  one  hundred  amperes  of  magnetizing 
current,  it  will  be  necessary,  if  the  two  currents  are  supplied  by  sep- 
al ate  machines,  to  generate  one  hundred  amperes  in  each  machine, 
but  if  both  currents  are  produced  in  the  same  machine,  the  result- 
ant will  be  141  amperes.  It  is  therefore  seen,  that  it  is  desirable, 
other  things  being  equal,  to  produce  both  kinds  of  current  in  the 
power  generator  rather  than  by  separate  machines.* 

A  comparison  was  recently  made  between  two  large  induction 
motors  of  equal  output,  designed  for  different  power-factors.  It 
was  found  that  in  one  case  the  magnetizing  requirements  were  500 
k.v.a.  for  one  motor,  and  600  k.v.a.  for  the  other  motor  on  the  basis 
of  I  000  horse-power  output.  The  power- factors  were  approximate- 
ly 75  percent  and  82  percent  respectively  at  three-quarter  load,  while 
they  differed  about  two  percent  at  full  load.  At  partial  load,  there- 
fore, the  total  current  of  one  motor  was  but  ten  percent  more  than 
was  required  by  the  other  motor,  while  at  full  load  it  was  but  two 


*An  article  on  the  "Rational  Selection  of  Alternating  Current  Genera- 
tors" by  F.  D.  Newbury  in  The  Journ.AlL  for  August,  1909,  discusses  the 
general  subject  of  generator  capacity  and  power  factor. 
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percent.  The  difference  in  the  cost  of  the  two  motors  was  approxi- 
mately $2  per  horse-power,  or  $2  000.  The  real  question  is,  there- 
fore, whether  the  saving  of  $2000  will  provide  the  extra  k.v.a.  of 
magnetizing  current.  Now,  if  the  generator  is  a  large  one.  and  is 
working  at  high  power-factor,  the  additional  100  k.v.a.  will  have 
but  a  trifling  effect  upon  the  total  current  from  it,  increasing  the 
load  by,  say,  ten  k.v.a.,  instead  of  100  k.v.a.  (  )n  the  other  hand 
if  the  power-factor  is  already  (|uilc  low,  then  the  addition  of  the 
100  k.v.a.  will  increase  load  on  the  generator  by  possibly  70  or  80 
k.v.a.  If  the  100  k.v.a.  is  supplied  from  a  synchronous  com])en- 
sa.tor,  the  additional  output  required  from  it  will  be  100  k.v.a.  The 
precise  method  to  be  followed  depends,  therefore,  upon  the  local  con- 
ditions, which  control  both  the  value  of  high  power-factor  in  the 
motor  and  the  method  of  producing  the  magnetizing  current. 

To  sum  up  in  a  few  words,  the  power-factor  has  little  or  no 
effect  upon  the  engine  or  the  work  which  the  motor  does,  but  is  a 
matter  incident  to  the  electric  system  alone.  If  proper  provision 
be  made  its  effect  should  not  appear  in  the  mechanical  operation 
of  the  apparatus.  The  power-factor  should  be  provided  for  in  the 
design  of  the  electrical  system  and  although  the  induction  motor 
does  require  additional  generating  capacity,  yet  this  can  usually  be 
provided  and  the  sy.stem  installed  and  operated  more  economically 
and  efficiently  than  it  could  by  any  other  class  of  apparatus ;  and  it 
is  simpler. 

Tin-:  KLixTiucAL  en(;txi:i:k  oi'^  tiif.  steel  mill 

Usually  a  man  who  simply  aims  to  "hold  his  job"  is  narrow  and 
unprogressive  and  tends  to  fossilize,  but  the  electric  man  in  the  steel 
business  mu.st  be  a  good  runner  to  kec])  up  with  his  job.  Years  ago 
he  trimmed  the  arc  lights,  then  he  ran  the  cranes — this  made  him  an 
operating  man — and  as  electricity  becomes  the  operating  method,  his 
operating  responsibilities  grow. 

With  this  broadening  in  the  application  of  electric  power,  the 
mechanical  man  naturally  feels  the  limitations  due  to  ignorance  of 
electrical  matters.  Me  is  apt  to  progress  more  slowly  in  acquiring 
electrical  knowledge  than  does  the  electrical  man  in  acquiring  me- 
chanical knowledge.  Mechanical  knowledge  can  be  more  readily 
acquired  by  observation  and  e.\i)crience  than  can  electrical  knowl- 
edge, which  is  more  dependent  upon  a  theoretical  basis. 

The  advance,  which  should  follow  the  introduction  of  electricity 
in  improved  methods  and  improved  mill  ap])aratus,  depends  largeh' 
upon  improved  methods  of  applying  power.  These  are  matters  which 
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are  not  primarily  electrical,  but  are  closely  connected  with  electrical 
application.  The  facility  for  doing  things  differently  is  one  for 
which  the  electrical  engineer  is  noted  and  in  many  industries  he  has 
suggested  the  new  methods  which  have  been  made  possible  by  his 
apparatus.  He  best  appreciates  the  power  problem  and  it  is  his  func- 
tion to  take  the  initiative  in  proposing  new  apparatus  and  new 
methods,  and  adapting  the  electrical  apparatus  to  produce  the  best 
results.  Hence  the  electrical  engineer  is  not  passive,  and  does  not 
merely  carry  out  the  instructions  and  meet  the  requirements  of 
others,  but  he  himself  should  be  an  originator. 

Electricity  is  a  heat  producer  as  well  as  a  power  producer.  For 
low  temperatures  electric  heat  is  more  expensive  than  fuel  heat,  but 
for  high  temperatures  electricity,  when  the  cost  per  kilowatt-hour  is 
low,  becomes  relatively  cheap,  and  it  can  be  efficiently  applied  and 
controled.  If  the  electric  furnace  will  materially  reduce  the  cost  of 
open-hearth  steel,  the  electrical  engineer  must  become  a  furnace  as 
well  as  a  motor  expert. 

The  character  of  steel  manufacture  is  changing.  Air.  Julian 
Kennedy,  a  few  days  ago,  at  the  laying  of  the  corner-stone  of  the 
Engineering  Building  of  the  University  of  Pittsburgh,  said,  "The 
success  of  the  steel  industry  in  the  past  has  depended  upon  push, 
energy  and  daring ;  but  in  the  future  it  will  depend  upon  the  econo- 
mies and  refinements  of  the  art." 

Look  at  the  general  situation ;  note  the  rapidity  with  which  new 
methods  are  adopted  in  the  steel  industry,  and  the  frequency  at 
which  previous  records  are  broken.  Put  into  an  industry  which  has 
such  push  and  daring,  a  new  method  of  generating,  conveying  and 
applying  power,  and  radical  changes  are  sure  to  come.  It  may  be 
difficult  to  predict  just  what  these  changes  will  be,  or  to  fix  a  limit, 
but  the  conditions  are  auspicious,  and  evolution  will  follow.  All 
this  means  that  the  electrical  engineer  in  the  steel  mill  is  at  the  cen- 
ter of  the  new  activity.  He  must  take  up  the  new  problems  from  a 
broader  point  of  view  and  in  a  new  way.  Electricity  revolutionizes 
the  power  plant;  problems  of  gas  engines  and  steam  turbines  make 
him  a  power  plant  engineer;  electric  current  must  be  carried  con- 
siderable distances,  and  he  becomes  a  transmission  engineer;  elec- 
tricity drives  the  mill,  and  he  must  be  a  mechanical  engineer ;  elec- 
tricity heats  the  furnace,  and  he  must  be  a  metallurgical  engineer ; 
electricity  is  the  operating  system,  and  he  is  the  operating  engineer; 
electricity  co-ordinates  and  unifies,  it  has  to  do  so  with  methods, 
designs  and  constructions,  and  the  electrical  engineer  becomes  the 
general  engineer. 
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MULTI-SPEED  DRIVE^BY  INDUCTION  MOTORS 

A  FEW  SPECIFIC  EXAMPLES 
H..C.  SPECHT 

N,.  the  past  few  years  a  pronounced  demand  has  developed  for 
muki-speed  induction  motors.  It  often  develops  that,  for  a 
given  application,  neither  direct-current  nor  alternating-cur- 
rent commutator-type  motors  are  entirely  suitable,  either  due  to 
difficulty  in  obtaining  satisfactory  commutation  under  severe  operat- 
ing conditions,  or  on  account  of  the  characteristics  of  the  power 
system.  A  number  of  methods  of  varying  the  speed  on  induction 
motors  have  been  described  in  previous  issues  of  the  Journal,'^' 
which  demonstrate  the  possibilities  of  this  method  of  speed  varia- 
tion. Many  applications  require  individual  treatment  in  determin- 
ing the  exact  details.  It  is  sometimes  advisable  to  combine  two  or 
more  methods  of  obtaining  nnilti-speed  operation  when  the  most 
economical,  yet  practical,  arrangement  is  desired.  In  this  connec- 
tion the  following  examples  of  installations,  in  which  some  of  these 
schemes  have  been  applied,  will  be  of  special  interest. 

MULTI-SPEED  DRIVE  IX   STEEL   MILLS 

The  use  of  electric  motor  drive  in  rolling  mills  has  been  given 
a  great  deal  of  attention  of  late,  resulting  in  the  development  of  ap- 
paratus whereby  better  results  have  been  made  possible,  at  the  same 
time  efifecting  better  economy  of  operation.  One  common  method 
of  accomplishing  this  may  be  outlined  as  follows:  During  the 
process  of  rolling,  the  rolls  working  on  dilTerent  sections  require 
different  speeds ;  the  smaller  the  section  the  faster  the  speed  re- 
quired. In  a  mill  which  always  rolls  the  same  material  and  the 
same  sections,  the  dififerent  speeds  at  the  respective  rolls  are  gen- 
erally obtained  by  mechanical  devices  and  sometimes,  in  addition, 
by  two  or  more  motors.  A  number  of  rolls  for  the  first  passes  are 
driven  by  one  motor,  faster  and  slower  speeds  being  obtained  by 
speed  changing  devices  such  as  pulleys  and  belt,  rope  drive,  or 
gears.  A  number  of  the  succeeding  rolls  are  similarly  arranged  in 
group  drive  to  be  operated  by  a  second  motor,  which  may  itself 
operate  at  a  higher  speed  than  that  of  the  first  motor.  A  drive  of 
this  character  is  illustrated  in  Fig.  i. 

In  a  mill  where  dififerent  materials,  different  speeds  and  dift'er- 


*See  articles  by  Mr.  Specht  in  tlic  July,  August  and  October,  '09,  issues, 
pp.  421,  492,  611,  respectively. 
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ent  sections  are  to  be  rolled  at  various  times,  motors  having  differ- 
ent speed  characteristics  are  sometimes  required  or  interchangeable 
mechanical  devices  have  to  be  employed.  As  indicated  in  the  preced- 
ing articles,  already  referred  to,  any  scheme  of  obtaining  various 
speeds  with  induction  motors  has  some  drawback,  either  in  regard 
to  simplicity  or  cost.  The  greater  the  number  of  speeds  required, 
the  more  complicated  becomes  the  design  of  the  motor,  the  control, 
anil  the  switching  auxiliaries.  Aloreover,  the  c^t  of  such  motor 
outfits  is  higher,  and  it  is  not  always  convenient  to  obtain  the  exact 
speeds  which  are  desired.  The  necessity  of  most  careful  analysis 
of  the  conditions  to  be  met  and  the  means  whereby  the  desired  re- 
sults are  to  be  accomplished  is  thus  very  evident.     It  may  be  said  in 


FIG.    I — MULTI-SPEED   ROLLING    MILL    DRIVE   BY    MEANS    OF   TWO    CONST.\XT 
SPEED    MOTORS 

Mechanical  speed  changing  devices  are  arranged  in  two  groups,  giving 
progressive  increase  of  speed  on  the  rolls  as  required  for  the  rolling  of 
a  given  material  and  given  cross-sections. 

general  that  it  is  desirable  to  limit  the  number  of  speeds  and  select 
such  speed  ratios  as  can  be  obtained  with  the  least  complication 
and  lowest  cost. 

A  motor-driven  nine-inch  merchant  mill*  at  the  works  of 
Messrs.  Henry  Disston  &  Sons,  Tacony,  Penna.,  serves  as  an  ex- 
ample of  the  practical  solution  of  a  specific  case,  such  as  that  just 
considered.  A  two-speed  motor  was  selected  for  driving  this  mill 
and  rolling  the  different  sizes  and  sections.  The  motor  is  connected 
to  the  mill  by  belt  drive.  Its  characteristics  are  as  follows :  600 
hp.,  2200  volt,  60-cycle.  two-phase,  operating  at  600  r.p.m.  (syn- 
chronous speed)  and  450  hp  when  operating  at  450  r.p.m.  (syn- 
chronous speed).  The  arrangement  of  this  mill  is  shown  in  Fig.  2. 
The  primary  of  the  motor  consists  of  two  separate  windings,  one 
for  12  poles  and  the  other  for  16  poles.  The  secondary  or  rotor  of 
the  motor  is  of  the  ordinary  squirrel  cage  type.     The   cliange  of 


*See  paper  by  ^Ir.  Brent  Wiley,  Proc,  A.  I.  E.  E.,  July,  IQ09,  p.     yj^i- 
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connections  to  obtain  the  speed  desired  is  readily  made  by  simple 
switching  apparatns. 

Another  method  of  solution  for  induction  motor  tlrive  is  illus- 
trated by  a  continuous  mill  at  the  works  of  the  Pennsylvania  Steel 
Company,  Steelton,  Pa.  In  this  case  300  h]).  400-volt.  25-cycle. 
three-phase  motor  of  the  two-speed  type  is  used,  the  speed  corre- 
sponding- to  this  output  being  375  r.p.m.  (synchronous  speed).  The 
output  at  the  slow  speed,  187.5  I'-P-i"..  is  150  h]).  The  primary 
(stator)  consists  of  concentric  windings  with  an  average  throw 
corresponding    to     16    poles.       For    high    speed     operation,    cor- 

M.ll  Speed    300  and  225  R.  P.  M. 


Mcrchanl  Mill 


FIG.  2 — MOTOR-DRIVEN  MERCHANT  MILL  IN  WHICH  DIFFERENT 
MATERIALS  AND  VARIOUS  CROSS-SECTIONS  MAV  BE  ROLLED 
AT    DIFFERENT    TIMES 

In  this  type  of  mill,  provision  must  be  made  for  more 
than  one  operating  spc<?d.  The  advantage  of  multi-speed 
characteristics  in  the  motor  over  the  use  of  interchangeable 
mechanical  devices  is  obvicus. 

responding  to  eight  poles,  the  primarv  winding  is  connected 
in  ])arallel-star,  while  for  low  s])eed  operation,  or  i6  poles,  the 
v^-inding  is  connected  in  series-delta.  Six  leads  are  brought  out 
from  the  primary  winding  to  the  switching  devices  as  shown  in 
Fig.  3.  I-'or  the  delta  connection  the  leads  (/,  b  and  c  are  connected 
to  the  three-phase  line,  the  leads  d,  c  and  /  being  disconnected. 
For  the  star  connection,  a,  b,  and  c  are  connected  together,  and  the 
leads  d,  e  and  /  are  connected  to  the  line. 

The  secondary  of  this  motor  consists  of  two  separate  diamond 
coil  windings,  there  being  five  collector  rings  provided,  by  means  of 
which  external  resistance  is  inti"oduced  in  the  secondary  (rotor)  cir- 
cuit, when  rcf|uired  to  give  adjustment  of  s])eed   for  starting,  etc. 
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3 — ARRANGEMENT    OF    THE 
PRIMARY    WINDING 


One  of  these  rings  serves  as  a  common  connection  for  both  wind- 
ings. The  winding  in  the  lower  part  of  the  slots  is  for  operation  at 
the  speed  corresponding  to  eight  poles,  while  that  in  the  upper  part 
of  the  slots  is  for  operation  at  the  lower  speed  corresponding  to  i6 

poles. 

Another  notable  example  of  the  application  of  two-speed  in- 
duction motor  drive  for  rolling  mill  service  is  to  be  found  at  the 

Illinois  Steel  Company,  South  Chica- 
go, 111.,  where  a  large  rail  mill  is  op- 
erated by  means  of  two  identical  cas- 
cade sets.  The  motors  operate  on  a 
2  20o-volt,  25-cycle,  three-phase  cir- 
cuit, the  capacity  of  each  set  being 
I  800  hp  at  83.3  r.p.m.  (synchronous 
speed)  and  i  200  hp  at  125  r.p.m.  One 
motor  of  the  set  is  wound  for  24  poles 
and  the  other  for  12  poles,  the 
two  rotors  being  applied  on  a  com- 
mon shaft.  The  motors  are  direct-connected  to  the  roll  spindle.  A 
fly-wheel  is  also  employed  on  the  common  shaft.  To  obtain  the 
slower  speed,  the  two  motors  of  the  set  are  connected  in  direct 
concatenation.  For  high  speed  operation  the  24-pole  motor  is 
operated  as  a  single  motor.  In  either 
case  the  primary  of  the  24-pole  motor 
is  connected  to  the  line. 

This  mill  rolls  rails  from  different 
materials  and  of  various  cross-sections 
and  is  also  employed  for  rolling  vari- 
ous sizes  of  bars.  Although  more  than 
two  speeds  could  be  obtained  with  this 
cascade  set,  only  two  are  employed, 
the  motors  being  designed  according- 
ly. Operation  at  the  high  or  low  speed 
is  of  course  dependent  on  the  material 
being  rolled ;  however,  both  sets  are 
always  operated  at  the  same  number 
of  poles.  Fig.  4  shows  diagrammatically  the  arrangement  of  the 
motors  and  mill. 

Since  changes  in  speed  are  not  required  at  frequent  intervals 
and  never  during  operation,  the  secondaries  of  both  motors  of  each 
set  are  so  designed  that  a  common  external  resistance  and  one  set 


FIG.  4 — TYPICAL  LAYOUT  OF 
LIGHT  RAIL  AND  BAR  MILL 
WITH  MULTI-SPEED  INDUC- 
TION    MOTOR    DRIVE 

Two  cascade  sets  are  em- 
ployed,   giving   two    operating 
speeds  for  the  mill. 
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of  control  apparatus  will  serve  for  both  operating  speeds.  A  gen- 
eral view  of  one  of  these  cascade  induction  motor  sets  with  the  sec- 
ondary resistance  grids  and  the  control  apparatus  is  shown  in  Fig.  5. 

MULTI-SPEED  DRIVE  OF   PUMPS   AND   BLOWERS 

The  load  on  motors  in  steel  operations  is  of  necessity  variable 
in  character,  while  in  the  case  of  pump  and  blower  drives  the  load 
is  ordinarily  practically  constant,  except  when  it  is  desired  to  oper- 
ate the  pump  or  blower  at  diiTerent  outputs.  In  these  applications 
the  output  is,  of  course,  a  function  of  the  speed  and  accordingly 


FIG.    5 ONE    OF    THE    CASCADE    SETS    SHOWN    IN    THE    DIAGRAM,    FIG.    4 

Both  motors  of  each  set  are  of  the  wound  rotor  type,  the  resist- 
ance grids  and  control  apparatus  shown  in  the  foreground  serving 
to  start  the  set  at  either  speed. 

the  problem  involved  is  one  of  obtaining  high  efficiency  of  operation 
at  different  speeds.  For  applications  of  this  kind  induction  motor 
drive  is  particularly  adaptable.  Such  apparatus  does  not  require  high 
starting  torque  and,  as  the  load  at  a  given  speed  remain  constant, 
that  is,  without  the  peak  loads  characteristic  of  roll  mill  service,  the 
squirrel  cage  type  of  rotor  may  always  be  employed.  These  appli- 
cations are  becoming  quite  general,  and  in  many  cases  involve  large 
motor  capacities. 

An  example  of  two-speed  induction  motor  drive  for  pump 
service  is  to  be  found  at  the  American  Smelters  Securities  Com- 
pany, Mexico.  The  motor  of  this  set  operates  on  a  550-volt,  25- 
cycle,  three-phase  circuit,  the  capacity  being  50  hp  when  operating 
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as  a  four-pole  motor,  and  25  hp  corresponding  to  eight  poles.  The 
primary  winding  consists  of  diamond  coils  connected  as  consecutive 
poles.  For  four-pole  operation  the  winding  is  connected  in  parallel 
star,  and  for  eight  poles,  in  series  delta,  by  the  method  illustrated  in 
Fio'.  3.  A  similar  arrangement  is  shown  in  Fig.  6  in  which  a  plunger 
pump  is  driven  by  means  of  a  150  hp,  two-speed  induction  motor. 
Another  example  of  pump  drive  is  to  be  found  at  the  Quincy 
Market,  Cold  Storage  and  Warehouse,  Boston,  Mass.  In  this  case 
a  three-speed,  400-volt,  60-cycle,  two-phase  motor  is  used.  The 
three  speeds  correspond  to  8-pole,  lo-pole  and  i6-pole  operation, 
the  capacities  being  10  hp  at  highest  speed,  7.5  hp  at  the  medium 


FIG.  6 — QUINTUPLEX  PLUNGER  PUMP  DRIVEN  BY  150 
HORSE-POWER,  MULTI-SPEED  INDUCTION  MOTOR 

speed  and  5  hp  at  the  lowest  speed.  The  primary  of  this  motor  has 
two  separate  windings,  g)ne  common  to  the  8-pole  and  i6-pole  con- 
nections and  the  other  for  the  lo-pole  operation.  When  the  motor 
is  operated  as  an  eight-pole  machine  the  first  of  these  windings  is 
connected  in  parallel  groups,  and  when  run  as  a  i6-pole  machine, 
the  groups  are  connected  in  series.  The  connections  are  made  in  a 
manner  similar  to  that  explained  in  connection  with  Fig.  3. 

MULTI-SPEED   DRIVE    IN   RAILWAY    KLECTRIFICATIONS 

An  application  of  the  multi-speed  principle  to  electric  railway 
operation,  which  has  demonstrated  the  possibilities  of  the  use  of  this 
method  in  the  field  of  electric  traction  and  which  has  excited  a 
great  deal  of  interest  throughout  the  engineering  world,  is  that  of 
the  Simplon  Tunnel  electrification.  This  tunnel  serves  as  a  con- 
necting link  between   Italy  and   Switzerland,  joining  the  towns  of 
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Brig  and  Izelle,  Switzerland,  by  a  road*  al)out  13.6  miles  in  length. 
The  road  is  at  present  double  track  outside  the  tunnel  and  single 
track  within  ;  a  second  parallel  tunnel  is  under  construction,  which, 
when  equipped,  will  give  a  two-track  right  of  way  throughout  the 
length  of  the  line.  The  tunnel  is  about  12.4  miles  in  length.  The 
locomotives  are  equipped  with  four-speed,  3  000-volt,  i6-cycle, 
three-phase  motors,  the  different  speeds  making  them  adaptable  to 
both  freight  service  and  high  speed  passenger  service.  The  pri- 
maries of  the  motors  are  provided  with  two  separate  windings,  each 
of  which  may  be  connected  in  series — delta  or  parallel — star,  in 
somewhat  the  same  manner  as  that  described  in  connection  with 
Fig.  3.  By  this  arrangement,  speeds  corresponding  to  12  and  6 
poles,  respectively,  may  be  obtained  with  one  winding,  and  speeds 
corresponding  to  16  and  8  poles,  respectively,  with  the  other  wind- 
ing. The  normal  ratings  of  the  motors  corresponding  to  operation 
with  6.  8,  12  and  16  poles,  respectively,  are  850  hp.  750  hp,  650  hp 
and  550  hp.  The  rotors  are  of  the  squirrel  cage  type.  The  three- 
phase  transmission  circuit  involves  the  use  of  two  overhead  trolley 
wires,  the  bonded  rails  serving  as  the  third  conductor  of  the  circuit. 

These  locomotives  are  a  modification  of  an  earlier  type  used  in 
connection  with  this  electrification.  In  the  first  locomotives  used, 
the  motors  are  of  the  wound  secondary  type,  employing  rheostatic 
control  to  obtain  acceleration.  The  control  provides  for  two  run- 
ning speeds  by  changing  the  number  of  poles  in  the  ])rimary  wind- 
ings (8  and  16  poles).  These  locomotives  are  still  doing  service  on 
this  system. 

Two  notable  examples  of  railway  electrification  in  which  nndti- 
speed,  three-phase  motors  are  employed  are  to  be  found  on  the 
Italian  State  Railways.  On  the  A'altellina  system,  which  is  some 
66  miles  in  length,  the  earlier  locomotives  were  built  in  two  sec- 
tions and  equipped  with  four  motors,  two  primary  and  two  second- 
ary;  i.  e.,  in  ti^'o  sets  to  give  two  operating  speeds,  by  direct  conca- 
tenation and  by  operation  of  a  single  motor  of  each  set  by  itself. 
'Jdie  transmission  system  is  operated  at  20000  volis,  the  voltage  be- 
ing supplied  to  the  locomotives  by  stei)ping  down  through  sub-sta- 
tions to  3000  volts,  the  operating  voltage  of  the  motors.  The  mo- 
tors are  of  the  \voun<l-rotor  type,  fluid  rheostats  being  employed  to 
obtain  gradations  of   speed    for   acceleration,  etc.     This   svstem   is 


*An  •elaborate  description  of  this  system  is  given  in  Zcitsclirift  dcs 
J'crcincs  dcutschcr  lugcnicurc  for  1909,  p.  607;  abstracted  in  the  Electrical 
Rcviczi'  and  Wcstcm  Electrician  of  November  13th,  1909,  p.  939. 
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operated  at  a  frequency  of  15  cycles.    Two  locomotives*  of  this  type 
were  constructed  and  are  still  in  service. 

In  the  later  type  of  locomotivef  the  control  provides  for  three 
operating  speeds  by  means  of  two  motors,  one  of  eight  poles  and 
the  other  of  12  poles.  The  lowest  operating  speed  is  obtained  by 
direct  concatenation  of  the  two  motors,  whereby  an  equivalent  of 
20  poles  is  obtained,  giving  a  speed  of  approximately  16  miles  per 
hour.  The  second  speed  is  obtained  by  connecting  the  12-pole  motor 
singly  to  the  line,  a  speed  of  approximately  26  miles  per  hour  being 
obtained.     The  highest  operating  speed  is  obtained  by  connecting 


FIG.    7 — ELECTRIC   LOCOMOTIVE   OF   2  000   HORSE-POWER   CAPACITY 

Equipped  with  two  similar  three-phase  induction  motors  of  i  ooo 
hp  capacity.  The  two  operating  speeds  are  obtained  by  operating  the 
motors  respectively  in  direct  concatenation  and  in  parallel.  Power  is 
supplied  directly  to  the  motors  through  3  ooo-volt,  is-cyclc,  three- 
phase  distribution,  20000-vclt  transmission. 

the  eight-pole  motor  singly  to  the  line.  The  motors  are  both  of  the 
wound-rotor  type,  fluid  rheostats  being  used,  as  in  the  earlier  type  of 
locomotive.  In  the  primary  winding  of  the  i2-pole  motor,  the  coils 
are  arranged  in  three  groups  per  phase.  When  the  two  motors  are 
connected  in  direct  concatenation  the  respective  groups  of  coils  are 
connected  in  three  parallel  groups  per  phase  and  the  three  phases 
connected  in  delta.     When  the  12-pole  motor  is  operated  singly  on 


*Described  in  the  Street  Raikvay  Journal  for  May  2nd,  1903,  Vol.  XXI., 
p.  663.  A  further  description  of  this  type  of  locomotive  .and  a  type  of  motor 
car  with  similar  motor  equipment  is  given  in  a  succeeding  article  in  the  issue 
of  May  30th,  p.  788. 

fDescribed  in  the  Street  Raihvax  Journal  for  April  6th,  1907,  Vol. 
XXIX.,  p.  575- 
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the  3  ooo-volt  line,  the  groups  of  each  phase  are  connected  in  series 
and  the  phases  are  in  turn  connected  in  star.  In  this  way  the  pri- 
mary winding  of  the  motor  is  better  adapted  to  the  voltages  in- 
volved. The  8-pole  motor  is  of  i  500  hp  rated  capacity  and  the  12- 
pole  motor  is  of  i  200  hp  capacity. 

A  second  notable  electrification  in  Italy,  now  under  construc- 
tion and  shortly  to  be  put  in  operation,  is  that  of  the  Goivi  line,  a 
heavy  grade  mountain  section  of  a  trunk  line  connecting  Genoa  and 
Milan.  The  purpose  of  the  electrification  of  this  section  of  road, 
which  is  located  near  Genoa,  is  to  handle  the  freight  service  with 
greater  facility ;  the  passenger  service  is  to  be  maintained,  as  at 
present,  by  means  of  steam  locomotives,  over  the  older  route,  which 
is  more  circuitous  and  therefore  involves  more  moderate  grades. 
The  locomotives  used  in  this  electrification  are  of  2  000  hp  capacity. 
Two  3  ooo-volt,  15-cycle,  three-phase  motors  are  used  on  each  ma- 
chine. They  are  of  the  wound  rotor  type,  using  fluid  rheostats.  The 
two  motors  are  operated  in  cascade  connection  to  obtain  the  loaver 
operating  speed.  For  higher  speed  the  motors  are  operated  in  paral- 
lel by  direct  connection  to  the  line.  One  of  these  locomotives  is 
shown  in  Fig.  7.  A  number  of  locomotives  of  this  type  are  being 
built  for  use  in  some  further  foreign  railway  electrifications. 

The  first  application  of  three-phase,  multi-speed  induction  mo- 
tors to  electric  railway  operation  in  the  United  States  is  that  of  the 
electrification  of  the  Cascade  Tunnel  on  the  main  line  of  the  Great 
Northern  Railway,  near  Seattle.  In  this  case  the  speed  control  is 
obtained  entirely  by  the  use  of  wound  rotor  type  motors  and  ex- 
ternal resistance.* 

It  may  be  stated,  in  general,  that  the  methods  given  in  the  pres- 
ent and  previous  articles  for  obtaining  multi-speed  variation  with 
induction  motor  drive  are  entirely  practicable  and  may  be  consid- 
ered as  good  engineering  practice.  In  selecting  a  form  of  motor 
drive,  especially  in  industrial  applications,  the  question  of  cost  and 
simplicity  of  manufacture  always  require  due  consideration.  Some-' 
times  these  factors  are  not  of  so  great  importance  as  the  fact  that 
desired  results  can  be  obtained.  Again,  improved  economy  of  opera- 
tion often  justifies  greater  initial  cost  of  equipment.  The  fact  should 
not  be  lost  sight  of,  however,  that  because  of  their  special  construc- 
tion, multi-speed  induction  motors  cost  more  and  require  additional 
time  to  build. 


*Thcsc  locomotives  are  referred  to  in  an  editorial  in  the  Journal  for 
October,  1909,  p.  580,  and  are  described  in  a  paper  by  Dr.  Cary  T.  Hutchin- 
son, Proc,  A.  I.  E.  E.,  November,  1909,  p.  i  409. 
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ARTHUR  J.  SWEET 

THE  rapid  growth  and  advancement  of  the  science  of  ilhimin- 
ating  engineering  has  called  the  very  general  attention  of 
the  educated  public  to  the  fact  that  there  are  certain  scientific 
laws  to  wliich  artificial  lighting  must  conform,  if  low  cost  of  opera- 
tion is  to  be  attained,  and  serious  and  disastrous  eye-strain  avoided. 
This  is  indeed  the  purpose  of  the  new  science, — at  once  the  reason 
lor  its  existence,  and  its  justification, — to  decrease  the  cost  of  arti- 
ttcial  lighting,  and  to  increase  the  efficiency  and  comfort  of  those 
who  use  artificial  light  by  making  the  conditions  of  that  use  such  as 
to  avoid  temporary  or  permanent  injury  to  their  eye-sight. 

The  introduction  of  the  tungsten  lamp  makes  the  application  of 
scientific  laws  to  artificial  lighting  a  virtual  necessity.  Not  only  does 
the  tungsten  lamp  by  its  proper  application  make  possible  a  great 
reduction  in  the  cost  of  lighting;  it  also  makes  possible,  by  its  im- 
proper use,  a  considerable  increase  in  the  extent  and  seriousness  of 
eye  troubles  arising  from  artificial  lighting.  Yet  the  tungsten  lamp, 
when  properly  used,  is  superior  to  all  other  illuminants  of  the  pres- 
ent day  in  reducing  eye  strain  to  a  minimum. 

The  lamp  user  is,  therefore,  confronted  with  the  problem  oi 
liow  to  obtain  the  econoniy  of  operation  and  the  eye-comfort  to 
which  the  science  of  illuminating  engineering"  can  guide  him.  He 
can  seldom  afiford  the  time  to  qualify  himself  as  a  competent  il- 
luminating engineer.  Neither  does  he  ordinarily  feel  justified,  unless 
he  has  in  hand  a  large  and  important  problem,  in  securing  the  serv- 
ices of  an  expert  illuminating  engineer. 

Fortunately  for  the  lamp  user,  the  majority  of  illumination 
problems  are  but  slight  variations  from  a  few  standard  problems. 
The  common  features  of  these  many  individual  problems  can  be  rec- 
ognized, and  the  requirements  to  which  they  give  rise  can  be  fulfilled 
by  proper  design  of  lamp  and  reflector.  For  instance,  illuminating 
engineers  say  that  no  intensely  brilliant  object,  such  as  a  glowing 
lamp-filament,  shall  be  allowed  within  the  normal  field  of  vision. 
A  reflector  can  be  designed  so  as  to  conceal  the  filament  itself,  while 
distributing  light  from  the  filament,  and  the  lower  part  of  the  lamp 
can  be  frosted,  so  as  to  conceal  the  filament  for  any  normal  position 
of  the  eye  below  the  lamp.  If  now  the  user  be  supplied  with  this 
light  unit  (lamp  and  reflector),  he  need  not  be  troubled  with  the 
necessity   of  conforming  to  or  even  of  knowing  the  existence  of 
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this  ])articular  law.     The  demands  of  the  law  have  been  met,  once 
for  all,  in  the  design  of  the  light  unit. 

In  that  large  number  of  problems,  therefore,  wihich  may  be 
classed  as  standard  or  typical,  the  highly  complex  and  technical 
features  of  illumination  design  can  be  taken  care  of  and  eliminated 
from  the  lamp  user's  concern  by  applying  the  highest  grade  of 
illuminating  engineering  ability  to  the  design  of  the  light  unit  (lamp 
and  reflector).  The  application  of  these  light  units  to  any  particular 
problem  can  then  be  taken  care  of  by  a  few  simple  rules  and  tables. 
It  is  true  that  these  rules  and  tables  are  simple  only  as  regards  the 
ease  with  which  they  may  be  understood  and  applied  by  any  intelli- 
gent man ;  they  must  be  drawn  up  wiith  great  care  by  a  competent 


FIG.    I  FIG.   2  FIG.    3 

illuminating  engineer,  and  must  be  based  on  a  thorough  and  ex- 
tended experience  in  illuminating  design. 

The  essential  facts  which  it  is  here  sought  to  emphasize  are 
these:  That  the  lamp  user,  though  most  often  he  knows  it  not,  is 
face  to  face  with  the  necessity  of  carefully  applying  the  principles 
of  illuminating  engineering  to  his  lighting  system,  in  order  to  obtain 
economy  of  operation  and  minimum  eye-strain;  that  a  careful  study 
and  analysis  of  the  many  separate  illumination  problems  discloses 
certain  factors  and  relations  common  to  all  these  problems ;  that 
by  designing  a  line  of  light  units  with  reference  to  these  common 
relations,  the  principles  of  illuminating  engineering  may  be  correct- 
ly applied  by  the  lamp  user  to  his  particular  problem  by  the  simple 
])rocedure  of  determining  from  a  table  the  correct  light  unit  and 
the  proper  mounting  height  corresponding  to  the  particular  condi- 
tions of  his  problem ;  and  that  the  illumination  results  will  be  near- 
ly or  quite  as  satisfactory  as  could  be  obtained  by  the  direct,  per- 
sonal services  of  the  best  illuminating  engineer. 
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Such  a  standard  line  of  light  units  has  been  designed  and  is 
now  on  the  market,  using  tungsten  lamps  and  Holophane  prismatic 
reflectors.  This  article,  and  the  tables  which  accompany  it,  are  pre- 
sented as  a  hand-book  on  the  use  of  this  standard  Une  of  light  units. 
The  information  'here  given  is  sufficient  to  enable  any  intelligent 
man  to  lay  out  a  perfectly  satisfactory  illumination  design  for  the 
ordinary  residence,  office  of  store.  It  is  not  sufficient  to  permit  the 
layman  to  design  the  illumination  for  the  banking  room,  the  school 
room,  the  public  library,  or  the  like.  These  are  the  sort  of  prob- 
lems in  which  the  direct,  personal  services  of  a  competent  illuminat- 
ing engineer  should  always  be  obtained. 

The  method  and  data  'here  furnished  are  applicable  to  all  the 
well-known  makes  of  American  tungsten  lamps.     This  data  is  not 
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applicable  at  this  writing,  however,  to  foreign-made  lamps,  smce 
none  of  these  lamps  have  been  designed  with  proper  reference  to  a 
standard  line  of  reflectors. 

GENERAL    RULES 

I— Tungsten  lamps  should  ordinarily  be  hung  vertically  pen- 
dant. When  this  is  not  practicable,  the  correct  illumination  design 
cannot  be  determined  by  the  simple  method  here  outlined.  The  prob- 
lem of  correct  illumination  then  becomes  one  which  should  be  re- 
ferred to  a  competent  and  experienced  illuminating  engineer. 

2_The  right  type  and  size  of  reflector  and  the  right  shade- 
holder  must  be  used.  The  extensive,  the  intensive,  and  the  focusing 
types  of  reflector  are  each  designed  to  give  satisfactory  illumination 
results  under  certain  definite  conditions  of  number  and  position  of 
outlets,  and  size  and  heiglit  of  room.  When  any  type  is  used  under 
conditions  for  which  it  was  not  designed,  unsatisfactory  illumina- 
tion is  apt  to  result.  The  same  reflector  will  give  widely  varying 
illumination  results  according  as  it  is  held  in  dififerent  positions  rela- 
tive to  the  lamp.     Therefore,  to  obtain  correct  illumination  results. 
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the  proper  shade-holder  must  be  used.  'Jlie  reflector  which  is  de- 
signed for  one  size  of  lamp  will  give  different  and  usually  very  un- 
satisfactory illumination  results  when  used  with  any  other  size  of 
lamp. 

3 — The  dift'erent  types  of  retlector  are  not  designed  to  give  dif- 
ferent illumination  results.  They  are  designed  to  give  the  same 
result,  each  type  being  suital)le  to  a  diff'erent  condition  of  position 
of  outlets  and  size  of  room. 

4 — The  lamps  should  be  bowl  frosted.  Clear  lamps  will  give 
slightly  less  satisfactory  results,  and  lamps  frosted  all  over  will  give 
results  considerably  less  satisfactory. 

TABLE  I 

WATTS  PER 
TVPE   OF    .SERVICE  SQUARE  FOOT 

Drafting  room i.ootoi.25 

Factory,     general     illumination     only,     where     additional     special 

illumination   of   each   machine  or  bench  is   provided     .      .      .  0.40  to  0.60 

Factory,   complete   illumination 1.00  to  1.25 

Hotel,  halls 0.20  to  0.30 

Hotel,  guests'   rooms 0.50  to  0.70 

Hotel,  parlors 0.40100.50 

Office,  waiting   or   consultation   room 0.40  to  0.50 

Office,  private  office  or  board  room   (no  individual  desk  lighting).  0.60  to  0.75 
Office,  general  office  or  bookkeeping  (no  individual  desk  lighting).  0.90  to  1.20 
Office,  private  or  general    (general   illumination   only  w'here   indi- 
vidual desk  lighting  will  be  used  in  addition) 0.30100.45 

Residence,  halls 0.20  to  0.30 

Residence,  sleeping  rooms 0.30  to  0.45 

Residence,  living  rooms 0.50  to  0.75 

Store,  book,  furniture 0.75  to  i.oo 

Store,  light-colored    fabrics,    china,     drug,    jewelry,    shoe,    hard- 
ware,   etc 0.90  to  1.20 

Store,  dark-colored   fabrics,   clothing 1.20  to  1.50 

Train  Sheds 0.30100.40 

Warehouse 0.30  to  0.50 

Note. — Use  larger  watt  per  square  foot  values  in  above  table  when 
room  has  dark  walls.  Use  smaller  watt  per  square  foot  values  when  room 
has  light  colored  walls. 

The  values  given  in  the  above  table  hold  true  only  for  the  types  of  lamps 
and  reflectors  as  given  in  Table  HI. 

5 — Reflectors  must  be  kept  clean,  as  all  reflectors  lose  tremen- 
dously in  efficiency  when  allowed  to  become  dirty. 

6 — Use  satin-finished  reflectors  only  where  it  is  certain  that  re- 
flectors will  be  kept  absolutely  clean.  Satin-finished  reflectors  give 
a  softer  and  a  more  pleasing  light  than  clear  reflectors,  but,  on  the 
other  hand,  their  efficiency  is  more  seriously  affected  by  dirt. 

7 — Several  small  lamps  at  each  outlet  are  much  preferable  to 
one  large  lamp.  One  large  lamp  at  each  outlet  casts  a  shadow  whose 
edges  are  sharply  defined.     Such  shadows  are  objectionable,  even 
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TABLE  II 


when  not  very  deep  (i.  e.,  dark).  Several  lamps  at  each  outlet  give 
a  shadow  effect,  but  such  shadow  effect  fades  imperceptibly  into 
the  shadowless  field,  there  being  no  sharp  edges.  This  shadow  ef- 
fect, so  far  from  being  undesirable,  actually  improves  the  efficiency 

O'f  illumination  when 
the  central  portion  of 
the  shadow  is  not  too 
deep.  This  is  due  to 
the  fact  that  such 
shaded  portions,  by 
their  contrast,  relieve 
eye-strain.  Three  or 
four  lamps  at  each 
outlet  is  usually  the 
most   desirable    num- 
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PROCEDURE 


In  laying  out  any 
given  illumination  de- 
sign, there  are  three 
things  to  be  deter- 
mined : 

a — The  number 
of  lamps  at  each 
outlet,  and  the  size  of 
lamp  to  be  used. 

b — The  type  and 
size  of  reflector. 

c — The  mounting 
height  of  lamp  and 
reflector.  This  mount- 
ing height  is  measur- 
ed from  the  floor  to 
the  center  of  the 
lamp  filament. 

(a)  Number  and 
size  of  lamps :  — 
From  Table  I  obtain  the  watts  per  square  foot  required 
by  the  particular  kind  of  interior  which  it  is  desired  to  illu- 
minate. Multiply  the  watts  per  square  foot  by  the  num- 
ber of    square    feet    of    floor    area    to    determine    the    total    watts 


NOTE  1 — Half  the  sum  of  length  of  room  plus  wiiJth 
of   room. 

NOTE  2 — This  spacing  of  light  units  must  be  ob- 
tainei^l.  If  present  spacing  of  outlets  does  not  agree 
wich  required  spacing,  the  light  circuit  may  be  run  in 
conduit  or  molding. 

NOTE  3 — Half  the  sum  of  distance  between  adja- 
cent outlets  along  one  side  of  rectangle  plus  the  dis- 
tance between  adjacent  outlets  along  adjacent  side  of 
rectangle. 
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required  for  tlie  room.  Divide  the  total  watts  by  tiie  number 
of  outlets  to  obtain  the  required  watts  at  each  outlet.  Keei)ing  in 
mind  General  Rule  7,  choose  the  number  and  size  of  lamps  at  each 
outlet,  so  that  the  total  wattage  represented  by  the  number  of  lamps 
and  size  chosen  is  approximately  the  amount  desired  per  outlet. 
The  lamps  chosen  should,  of  course,  be  of  a  standard  type. 

(b)  Type  and  size  of  reflector: — From  Table  II  obtain  type 
of  reflector,  whether  extensive,  intensive,  or  focusing.  From  Table 
HI  obtain  size  of  reflector  as  indicated  by  designating  number,  the 
size  of  reflector  being  chosen  to  accord  with  the  size  of  lamp  deter- 
mined   upon   under    (a).     Also   obtain    j^roper    shade-holder    from 

Table  III. 

i  TABLE  III 


Lines  and  Kririilnr  T>  pes  of 
Tunc&ten  Mmp 

HOLOPHANE  RKFLKCTORS 

TxE>e  cf 
!!    :j.r 

Extensive 
CatalOEUc  "^ 

Intcnsiv'e 
V  .ualoeue  No 

Focusioe 
Catalogue  No 

Line 

Watlnee  Type 

220  roll  line 

ISO  watt 

1062M  c:  : 

:  •  ino  (1-13) 

106390  (F-I3) 

F.irTii   A 

I'.n  watt 

■lotrz&i  'F.-ii 

ioi;i«s  iMU 

iO--W.  IF-lll 

Form  .\ 

70  watt 
4S  wr-.l 

106280  (E-  '.O 

106ISO  (I-  .1 

10C3SO  ( K-  9) 

Form  H 

1062SO   (E-  7) 

106150  11-71 

106S50  (F-  7) 

Form  H 

no  rait  line 

250  watt 

106290  (E-1.1) 

106100  (1-13) 

1063«(  IF-131 

Form  A 

ISO  watt 

106285  (E-lt) 

VXAH-  (111) 

lOiJSSS  (F-11) 

Form  A 
Form  M 

100  ivatt 

106280   (E-9) 

106180  (I-  91 

106380  IF-  11) 

60  W2U 

106250   IB-  71 

106150  II-  r 

;  ..iV)  (F-  7) 

Form  H 

40  wall 

106230   (E-  SI 

lOClSO    11     :• 

■  .-0  (F-  5) 

Fonn  H 

25  watt 

106225   (E-  .1) 

I061-2S  11-  ? 

■   -25  'F    31 

Form  0 

1 

27  voll  line 

40  watt 

106225   IE-  31 

106125  (IS 

Form  0 

25  watt 

106225    (E-  3) 

106125  (I    ' 

Form  0 

20  watt 

10622'i   (E-  3) 

106125  (I-   i 

Form  0 

LS  watt 

10B225    IE-  31 

106125  (1-  31 

106325  IF-  31 

Form  0 

10  wntt 

lOCI.-,    (E-  31 

106I2S  II-  3) 

106.325  IF-  31 

Form  0 

(c)      ^Mounting   height: — From   Table   II    determine   the  mount- 
ing height. 

.^l'ECI.\L  PROI'.LKM  :  LON'G.   X.\KKOW  STORE 

The  illumination  of  a  long,  narrow  store,  having  on  each  side 
counters  running  lengthwise  of  the  store,  with  two  lines  of  outlets, 
one  above  each  counter,  is  an  illumination  problem  which  has  not 
been  covered  by  the  preceding  paragraphs  but  which  occurs  fre- 
quently enough  to  deserve  notice.  In  this  case  it  is  necessary  to  in- 
sist on  a  certain  definite  spacing  of  light  units,  and  the  lighting  cir- 
cuit should  be  run  in  conduit  or  molding  to  the  proper  connections 
if  the  spacing  of  the  outlets  does  not  closely  agree  with  this  required 
spacing  of  the  light  units. 

With  the  spacing  of  light  units  given  below  the  following  illu- 
mination design  will  be  found  very  satisfactory. 

Lamp — 40  watt,  bowl-frosted  ;  reflector — 19(1330  clear  ;  holder 
— Form  H ;  mounting  height  above  top  of  counter — six  feet  to  six 
feet  four  inches  ;  distance  apart  of  ailjaccnt  light  luiits — six  feet  to 
six  feet  six  inches. 
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Light  units  should  be  hung  directly  over  center  of  the  counters, 
or,  better  yet,  six  to  12  inches  nearer  to  side  wall  than  center  of 
counter. 

DESK    LIGHTING 

Desk  lighting  is  generally  to  be  avoided,  particularly  in  large  of- 
fices where  a  number  of  desks  are  located.  In  the  case  of  practically 
all  large  ofifices  and  in  most  private  ofifices  it  will  be  found  .much  the 
better  plan  to  provide  for  a  general  illumination  sufificiently  bright  to 
make  desk  lighting  unnecessary.  Desk  lighting  involves  of  necessity  a 
somewhat  greater  strain  on  the  eyes  than  correctly  designed  general 
TABLE  IV— DESK  LIGHTING 


With  Single  Light  Unit 

lamp 

Reflector 

Holder 

With  Two  Light  Units                          | 

Approximate 
Diameter  of 

Circle 
Illuminated 

Mounting 

Height 
Above  Top 
of  Desk 

Approximate 

Dimensions  of 

Oval  Area 

Illuminated 

Mounting 
Height 

Above  Top 
of  Desk 

Distance 
Apart 

of  Light 
Units 

l'-8" 

3'-4" 

25  watt          1 
Bowl-Frosted 

106325 
Satin-Finish 

Form  0 

2'-0"l5'-0"_ 

4'-0" 

3'-0" 

2'-0" 

4'-2" 

40  watt          2 
Bowl-Frosted 

106330 
Satin-Finish 

Form  H 

2'-6"  I  6'-2" 

5'-0" 

3' -8" 

2' -6" 

5'-2" 

60  watt         3 
Bowl-Frosted 

106350 
Satin-Finish 

Form  H 

3'-2"  I  8'-0" 

SA" 

4'-10" 

3'-4" 

6'-8" 

100  watt        4 
Bowl-Frosted 

106380 
Satin-Finish 

Form  H 

4'-2"  X  itf-e" 

!SA" 

6' -4" 

2'-2" 

i'A" 

26  watt           I 
Dowl-Frosted 

106325 
Clear 

Form  0 

2'-8"  I  6'-8" 

5M" 

4'-0" 

^-lO" 

5'.6" 

40  watt           2 
Bowl- Frosted 

106330 
Clear 

Form  H 

3'-2"  I  8'-0" 

6'^" 

i'-W 

3" -4" 

6'-6" 

60  watt         3 
Bowl-Frosted 

106350 
Clear 

Form  H 

3'-10"  X  9- -6" 

7' -8" 

5'-8" 

4'-2" 

8'-l" 

100  watt        4 
Bowl-Frosted 

1063RO 
Clear 

Form  H 

4'-10"  X  12'-0" 

9'-6" 

.,,,., 

1.  Also  20  watt  and   25  watt,   27  volt. 

2.  Also  45  watt,    220    volt,    but   used   with   reflector  106350  and  Form  H   holder. 

3.  Also  70  watt,    220    volt,    but   used   with   reflector  106380  and  Form  H    holder. 

4.  Also  110  watt,    220    volt,    but   used   with  reflector  106385  and  Form  A    holder. 

illumination,  even  when  the  desk  lighting  has  been  laid  out  as  close- 
ly as  possible  in  accord  with  the  principles  of  illuminating  engineer- 
ing. And  it  is  the  almost  universal  experience  with  installations 
of  desk  lighting  that  the  illuminating  engineer  has  scarcely  turned 
his  back  on  the  problem  before  the  individual  desk  users  start  in  to 
modify  their  installation,  so  as  to  make  it  accord  with  their  own 
prejudices,  with  a  result  that  the  conditions  which  make  for  eye- 
strain and  permanent  injury  to  the  eye  are  increased  to  a  dangerous, 
though  seldom  recognized,  degree. 

Desk  lighting  should  generally  be  restricted  to  cases  where  one 
cr  two  desks  are  located  in  an  office  chiefly  used  for  other  purposes 
which  permit  of  a  comparatively  low  degree  of  illumination.  In 
such  cases,  the  following  general  rules  and  table  will  be  found  of 
value. 

I — Do  not  locate  the  desk  light  close  to  the  work.     The  light 
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TABLE  V— SHOW- WINDOW  LIGHTING 


unit  should  be  located  well  above  the  desk,  and  about  12  inches  to 
18  inches  in  towards  the  center  from  the  front  of  the  desk. 

2 — Two  smaller  desk  lights  are  preferable  to  one  larger  one. 
They  should  be  located  at  such  distance  apart  as  given  in  Table  IV, 

and  at  an  equal  dis- 
tance to  the  right  and 
left  of  the  desk  user. 
3 — Satin  -  finish 
reflectors  are  prefera- 
ble to  clear  reflectors, 
but  the}-  must  be  kept 
absolutely  clean. 

Table  I\^  gives 
full  data  for  satisfac- 
tory desk  lighting. 
For  an  ordinary  desk, 
decide  whether  one  or 
two  light  units  will  be 
used.  If  a  long  desk, 
as  a  ledger  man's  desk 
or  the  like,  several 
units  must,  of  course, 
be  used,  these  lights 
being  located  about  12 
to  18  inches  in  from 
the  front  of  the  desk 
and  at  the  distance 
apart  specified  in  the 
table.  After  the  num- 
ber of  light  units  has 
been  decided  upon, 
obtain  from  Table  IV 
the  desired  data  on 
1  a  m  p.  reflector, 

mounting     height 
above    desk,   etc.,    to 
correspond  v.-ith  the  area  which  it  is  desired  to  illuminate. 

The  lighting  of  a  billiard  table,  a  lilirary  table,  or  the  like,  should 
be  treated  as  a  case  of  desk  lighting,  two  light  units  akcays  being 
used.  Obtain  from  Table  1\'  the  desired  data  on  lamp,  reflector, 
mounting  height  above  table,  etc..  to  correspond  with  the  area  which 
it  is  desired  to  illuminate. 


Llshi 

Units  to  b 

Located  i.t 

L:.;h 

Unit!  10  be  L/«it 

i               i 

Are]  of 
W,ndo»- 

Upper  Fron 

Cort:er 

on  Ce.l.ng 

1 

Floor 

La.-np  2nd 

Littip  and 

in  S,-^, 

No.  •( 

A-rar--- 

Feel 

Lamps 

Refleclot 

Lamps 

Refleetcr 

liolJer 

men,     1 

Required 

Required 

i 

See 

10(!2S 

20 

BoMl-Frosted 

Clear 

Form  H 

Fig.  I 

Bowl.Froited 

Finiii 

.-orm  0 

1\^ 
S.-e 

•iit 

I.2S  wilt 

I0612S 

2S 

Bo*l-rroned 

Clear 

Fie.  ! 

Boivl-Frotted 

Satin 
Finish 

Form  0 

f:>.  i 

l-nOwilr 

lOilSO 

Clear 

Fonn  H 

See 

1-2S  watt 

19 

1-60  wi:t" 

1061SO 

Form  H 

Fig.  2 

Bowl-Frosted 

Salin 
Finish 

Fig    i 

Bowl-Frosted 

Clear 

See 

4-2!  wan 

10612S 

See 

IS 

Bow!-Froiwd 

Clear 

Form  H 

Fig.  2 

Bowl-Frost;'! 

Satin 
Finish 

Fig    6 

40 

1-2S0  «an 
Bowl-Frostecj 

lOCIIO 
Clear 

Form  A 

See 
Fi;.  1 

4-2i  wan 
Cswl-Ftostid 

ran 

Sa.in 
Finish 

Form  0 

Se 
Fig.  6 

l-;SO-»r: 

106)90 

<0 

Br>"!.Fr-:ed 

Clear 

Form  A 
Form  H 

See 
Fi;.  2 

4.40  watt 
Bowl -Frosted 

Satin 
Finish 

Form  li 

S.e 

Fig   ft 

Bo*l-Fros1ed 

Clear 

2-2SCWJ11 

See 

9-2S  wan 

106I2S 

See 

Bawl-Frosted 

Clear 

Form  A 

Fig.  2 

Bowl- Frosted 

Satin 
Fini.:i 

Form  0 

Fig   7 

1-40  watt 

105)10 

12s 

I-2S0  natl 
Bowl-Froiied 

Kf.'.n 
Cleat 

Form  A 

See 

r.g.  ! 

Bowl-Frosted 

6-:S  watt 
Bowl-Frosted 

Sal.  Fin. 

106)25 
Sal.  Fin. 

F-irm  11 
.'crm  0 

See 

l-:iC«rji- 

KSV! 

See 

\':t.};o 

ZoKl-Frcstec 

Clear 

Form  ?i 

Fii.  ) 

Bowl-Frosted 

Finish 

Form  H 

Fig.  2 

I.2S0  wan 

106)90 

Bowl. Frosted 

Sci    Fin.  1 

!-2']wai: 

pr^o 

.•orm  A 

See 

J-100  wan 

"■"i'«0     Form  H 

Row.    -rcitcd 

Clear 

Fi;.  J 

Bowl-Frosted 

S^l    F.n. 

Fi,-    ■> 

S-60  watt 

1I16H0 

Form  H 

Uowl-Frosled 

Sat.  F.n. 

2-2S0  tratt 

I06)':0 

1.2S0»Jtl 

lOtlM 

5:t 

^«l-Frosted 

Sat    Fin. 

Form  A 

See 

Bowl-Frosted 

Cat 

Form  A 

Fi.:    I 

'100  wan 
Bo.il-Ftosted 

106110 

Sal    Fin. 

Form  U 

Fic    10 

•Larger   lamp 
lamp. 


located    directlv   above    the   smalk-r 


748  THE  ELECTRIC  JOURNAL 

SHOW-WINDOW   LIGHTING 

Successful  shiow-window  lighting  is  characterized  by  two  fea- 
tures. First,  the  window  should  be  so  brilliantly  lighted  as  to  at- 
tract the  attention  of  the  passer-by  to  the  goods  there  displayed. 
And  second,  the  goods  themselves  should  be  so  attractively  illu- 
minated'that  they  show  up  at  their  best  when  the  closer  scrutiny  of 
the  passer-by  has  been  drawn  to  them.  To  insure  brilliant  hghting 
of  a  window  is  chiefly  a  question  of  using  a  sufficient  number  of 
correctly  designed  light  units.  To  illuminate  the  goods  so  that  they 
will  show  up  to  the  maximum  advantage  is  a  much  miore  difficult 
problem. 

One  frequent  defect  of  window  lighting  is  flatness,  or  lack  of 
perspective  due  to  very  uniform  illumination  and  the  elimination  of 
shadows.  Sharply  defined  shadows,  providing  they  are  not  too  deep, 
make  the  goods  stand  out  in  iperspective  and  add  greatly  to  the  at- 
tractiveness of  the  illumination.  The  desired  shadow  efifect  is  ob- 
tained by  massing  a  considerable  proportion  of  the  light  units  used 
in  either  the  right  or  left  upper  front  corner  of  the  window.  In 
order  to  prevent  the  shadow  efifect  from  being  too  deep,  the  remain- 
ing hght  units  are  properly  spaced  over  the  ceiling. 

Lack  of  sufficient  dififusion  is  another  defect  often  seen.  This 
defect  can  be  avoided  by  the  use  of  satin-fimish  reflectors  for  the 
ceiling  light  units.  It  must  be  remembered  that  these  reflectors 
should  be  kept  absolutely  clean. 

A  correct  and  very  satisfactory  design  of  window  lighting  may 
be  obtained  from  Table  V.  Referring  to  this  table,  find  the  proper 
light  units  to  be  used  in  the  upper  front  corner  of  the  window,  and 
also  the  proper  light  units  to  be  used  on  the  ceiling,  these  being 
chosen  to  correspond  with  the  proper  square-foot  area  value  which 
most  nearly  represents  the  actual  floor  area  of  the  window  space 
to  be  lighted.  Install  these  light  units  in  the  window  in  accordance 
with  the  arrangement  specified  in  Table  V.  The  ceiling  lights  should 
be  mounted  directly  on  the  ceiling,  not  suspended  on  a  drop  from  it. 

An  illumination  design,  obtained  as  above,  for  show-window 
lighting  is  very  satisfactory  for  the  average  case  of  this  class  of 
lighting.  It  will  not,  however,  give  good  results  for  windows  hav- 
ing unusually  high  or  unusuall}-  low  ceilings.  The  method  here 
given  should  never  be  used  when  the  ceiling  height  of  the  window 
is  less  than  half  the  width  of  the  window  nor  when  the  ceilinof  heieht 
i:  greater  than  twice  the  width  of  the  windoiw. 


LARGE  SELF-COOLING  TRANSFORMERS 

W.  M.  McCONAHEY 

NEW  conditions,  brought  about  by  the  increasing  use  of  electric 
power  and  the  rapidly  widening  field  of  its  application,  ne- 
cessitate modifications  in  the  design  of  old  a])paratus  and 
the  development  of  new  types.  In  transformer  practice  new  re- 
quirements have  arisen  from  time  to  time^  resulting  in  improved  or 
new  designs  to  care  for  the  new  conditions.  The  first  transformers 
built  were  of  the  air-cooled  type.  This  type  of  transformer  could 
not  be  built  economically  except  for  small  sizes  and  moderate  volt- 
ages. When  the  demand  arose  for  transformers  of  larger  size  and 
higher  voltage,  the  oil-insulated,  self-cooHng  type  was  developed. 
This  type  met  all  requirements  for  a  time,  but  it  was  not  long  until 
it  becanie  necessarv  to  supply  transformers  of  such  size  that  they 
could  not  be  made  self-cooling.  This  necessitated  the  adoption  of 
some  artificial  method  of  coohng  and  hence  the  oil-insulated,  water- 
cooled,  and  later,  the  air-blast,  types  were  developed.  The  applica- 
tion of  air-blast  transformers  is  limited  because  they  cannot  be  built 
for  voltages  higher  than  about  35  000  volts,  and  it  is  generally  cheap- 
er and  more  convenient  to  cool  by  water  than  by  air  blast.  The  oil- 
insulated,  water-cooled  type  can  be  built  for  practically  any  size  or 
voltage  required  and  has  become  almost  a  universal  standard  for 
large,  high  voltage  transformers.  There  are,  however,  many  places 
vvhere  self-cooling  transformers  of  larger  sizes  than  have  heretofore 
been  built  would  fulfil  requirements  much  better  than  any  other 
type. 

The  main  advantage  of  the  self-cooling  transformer  lies  in  the 
fact  that  no  auxiliary  cooling  device  of  any  kind  is  used.  .\11  that 
is  necessarv  is  to  locate  the  transformer  in  such  a  way  that  fresh. 
cool  air  can  circulate  freely  about  it  and  carry  away  the  heat.  In 
many  cases  it  would  be  a  decided  advantage  to  have  large  self-cool- 
mg  rather  than  water-cooled  transformers,  and  in  some  cases  the 
use  of  the  latter  is  out  of  the  question,  ^^'■here  the  cost  of  water 
for  cooling  purposes  is  such  as  to  represent  the  interest  on  a  con- 
siderable capital  investment,  it  is  better  to  use  self-cooling  trans- 
formers if  they  can  be  built  in  large  enough  sizes.  The  same  is  true 
if  they  are  located  in  a  sub-station  in  a  climate  where  the  tempera- 
ture may  fall  very  low  in  winter.  In  such  a  location  special  care 
must  be  taken  to  prevent  the  water  supply  of  water-cooled  trans- 
formers from  freezing  and,  if  it  should  be  found  necessary  to  take 
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a  transformer  out  of  service,  all  water  must  be  removed  from  the 
cooling  coils  or  there  will  be  great  danger  of  its  freezing  and  burst- 
ing the  coils.  In  lany  case,  auxiliary  devices  require  increased  at- 
tention. 

It  often  happens  that  sub-stations  are  located  in  out-of-the-way 
places  where  water-cooled  transformers  cannot  be  used  because  of 


FIG.    I — lOOOOO-VOLT,    1000    KW    SELF-COOLED    TRANSFORMER 

With  cooling  tubes  through  which  the  oil  circulates. 
lack  of  water  or  where  it  is  particularly  desirable  to  have  apparatus 
requiring  as  little  attention  as  possible. 

Large  transformers  are  now  being  installed  quite  frequently 
out  of  doors  and  in  such  cases  the  self-cooling  type  is  obviously 
the  only  satisfactory  one  to  use  on  account  of  the  attention  required 
by  artificially  cooled  transformers.  The  maximum  size  for  which 
a  transformer  can  be  built  self-cooling  is  limited  by  the  amount  of 
heat  radiating  capacity  for  wbich  the  case  can  be  designed.  Stand- 
ard cases  with  corrugated  sides  are  used  with  transformers  of 
capacities  up  to  about  600  or  750  k.v.a.,  but  beyond  this  size  the 
weight  and  size  of  case  become  so  great  tliat  some  method,  other 
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than  mere  increase  in  size,  must  be  resorted  to  in  order  to  get  the 
necessary  radiating  surface.  The  above  considerations  show  clearly 
the  desirability  of  and  the  demand  for  self-cooling  transformers  of 
large  size. 

The  electrical  engineers  of  the  Westinghouse  Company  have 
been  working  on  this  problem  for  some  time  and  have  developed 
a  type  of  design  that  is  simple  in  construction  and  can  be  built  for 
much  larger  sizes  than  has  ever  been  attempted  for  self-cooling  trans- 
formers. The  transformer  itself  does  not  differ  from  the  standard 
water-cooled  type  but  the  design  of  the  case  is  entirely  new.     It  is 


FIG.    2 — GROUP   OF    SIX    TRANSFORMER   CASES    WITH    SPECIAL   CU^CULATIXG   TUBES 

For  use  with  looooo-volt,  i  ooo  kw  transformers. 

a  boiler  iron  case  having  a  large  number  of  tubes  arranged  vertically 
around  the  outside  and  entering  the  case  near  the  top  and  bottom. 
The  tubes  are  given  a  90  degree  bend  around  a  large  radius  at  the 
ends  and  are  fitted  in  place  in  the  same  manner  as  boiler  tubes  and 
carefully  welded.  Cases  built  in  this  manner  are  simple  in  design, 
exceedingly  strong  and  practically  free  from  any  chance  of 
ever  springing  a  leak.  The  tubes  are  widely  separated  from  one  an- 
other so  as  to  allow  the  air  to  circulate  among  them  in  the  freest 
possible  manner.  This  makes  the  radiating  surface  very  efficient 
and  much  more  effective,  area  for  area,  than  the  surface  of  ordinary 
corrugated  case  self-cooling  transformers. 

Twelve  i  000  k.v.a.,  100 000  volt  transformers  of  this  tvpe  have 
already  been  built  for  the  Southern  Power  Company.  TIuTe  of 
these  are  for  outdoor  service  and  three  for  indoor. 


THE  STEAM  CONDENSING  PLANT 

J.  A.  McLAY 
Engineer,  British  Westinghouse  Electric  &  Mfg.  Company 

UNTIL  a  few  years  ago,  the  steam  condensing  plant  did  not 
receive  much  attention  as,  with  an  engine  of  the  reciprocat- 
ing type,  there  is  practically  no  advantage  to  be  gained  in 
working  with  a  vacuum  of  more  than  26  inches.  This  is  owing  to 
the  fact  that  at  higher  vacua  the  volume  of  the  steam  increases 
rapidly,  so  that  to  utilize  it  efficiently,  engine  cylinders  would  have 
to  be  made  of  enormous  size.  With  the  introduction  of  the  steam 
turbine,  however,  this  limiting  factor  was  at  once  removed,  and 
engineers  have  devoted  their  energies  to  improving  the  efficiency  of 
the  condenser  with  a  view  to  getting  the  best  possible  results  out  of 
the  whole  equipment.  Unfortunately,  most  of  them  devoted  their 
attention  to  the  condenser  only,  whereas  the  weak  point  was  the 
air  pump.  All  sorts  of  arrangements  of  tubes  and  baffle  plates, 
tubes  inside  of  tubes,  corrugated  tubes,  drainage  chambers,  tubes 
kept  dry  and  tubes  kept  wet,  etc.,  were  fitted  to  surface  condensers : 
and  in  jet  condensers,  baffle  plates  and  trays  and  counter-current 
effects,  etc.,  were  applied.  Of  course,  for  all  of  these  improve- 
ments, great  results  were  claimed,  but  they  do  not  seem  to  have  been 
fulfilled. 

At  first  sight  it  would  appear  that  if  sufficient  water  were  in- 
troduced into  a  condenser  to  take  the  latent  heat  out  of  the  steam 
at  the  temperature  corresponding  to  the  desired  vacuum,  the  de- 
sired results  would  be  produced.  It  must  be  borne  in  mind,  how- 
ever, that  there  is  always  more  or  less  air  in  water  and,  as  air  is  one 
of  the  poorest  heat  conductors,  unless  means  are  taken  to  remove  it 
from  the  condenser,  it  will  soon  destroy  the  heat  transmitting  ef- 
ficiency of  the  condenser.  Beside  the  difficulty  due  to  air  dissolved 
in  the  water,  there  is  always  more  or  less  leakage  into  a  vacuum 
system  through  pipe  joints,  valve  spindles,  glands,  and  even  through 
the  metal  in  places  where  it  is  porous.  It  is  therefore  a  very  im- 
portant matter  to  prevent  leakage  of  air  into  the  system,  and  also 
to  have  efficient  pumps  for  removing  the  air. 

So  long  as  there  was  no  use  for  a  higher  vacuum  than  26 
inches,  the  air  pump  scarcely  entered  into  the  question,  as  it  is  com- 
paratively easy  to  deal  with  air  at  26-inch  vacuum,  owing  to  the 
fapt  that  it  is  comparatively  dense ;  however,  with  the  introduction 
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of  the  steam  turbine  and  the  need  for  higher  vacua,  the  existing 
types  of  air  pumps  developed  unknown  defects.  Various  attempts 
were  made  to  produce  a  pump  which  would  overcome  the  difficul- 
ties, but  it  was  not  until  M.  Maurice  Leblanc  took  up  the  matter  that 
a  satisfactory  machine  was  produced. 

A  Leblanc  rotary  dry  air  pump  is  shown  in  section  in  Fig.  i. 
It  consists  primarily  of  a  reversed  turbine  wheel  in  conjunction  with 
an  ejector.     \\'ater    is    led    into    the    central    chamber  and  passes 

through  a  port,  where  it  is  caught  up 
by  the  blades  of  the  turbine  wheel, 
which  is  rotated  at  high  speed.  The 
air  and  incondensable  gases  coming 
from  the  condenser  are  introduced 
into  the  pump  at  one  end  of  the  eject- 
or, pass  down  into  the  pump,  and  are 
caught  up  by  the  sheets  of  water 
ejected  from  the  blades  of  the  turbine 
wheel.  These  sheets  of  water  have  a 
high  velocity  and  fill  up  the  space  in 
the  discharge  branch,  thus  forming 
little  water  pistons,  which  carry  the 
air,  etc.,  from  the  condenser,  against 
atmospheric  pressure,  without  slip  or 
leakage.  Thus  the  pump  apparatus 
operates  as  a  rotary,  valveless,  water- 
sealed  pump  without  piston,  valves  or 
clearance.  The  sealing  water  is  al- 
ways taken  from  the  coldest  supply 
available.  It  follows,  therefore,  that 
there  can  be  no  trouble  or  loss  of  efficiency  due  to  de-aeration  or 
re-evaporation  of  the  water,  and  as  the  volume  displaced  depends 
upon  the  number  of  water  pistons,  the  efficiency  is  constant,  no 
matter  what  vacuum  the  pump  is  drawing  from,  so  long  as  the 
speed  is  kept  constant  and  the  same  quantity  of  scaling  water  put 
through  the  pump. 

Each  sheet  of  water  is  ejected  from  the  turbine  wheel  blades 
in  such  a  manner  that  there  is  no  shock  when  it  meets  the  sides  of 
the  discharge  cone,  and  as  the  velocity  across  the  face  of  the  blades 
is  low,  there  is  no  wear  on  any  of  the  parts.  The  heat  generated 
during  compression  is  absorbed  by  the  sealing  water,  but  as  the 
mass  of  the  water  is  very  much  greater  than  that  of  the  air,  the 


FIG.     I — DETAIL     SECTION     OF 
LEBL.XNC     AIR     PUMP 


754 


THE  ELECTRIC  JOURNAL 


temperature  of  the  water  is  not  increased  appreciably.  The  clear- 
ance spaces  between  the  moving  blades  and  the  stationary  parts  are 
made  amply  large,  as  they  have  no  effect  on  the  working  of  the 
pump.  There  is  accordingly  no  risk  of  damage  to  the  blades 
through  wear  of  the  bearings. 

In  a  reciprocating  type  of  pump  there  is  a  continual 
wear  on  the  buckets,  rods,  valves,  etc.,  so  that  apart  from 
other  causes,  the  efficiency  gradually  decreases.  In  addi- 
tion there  are  connecting  rods,  cross-heads,  gearing,  etc.,  all  requir- 
ing attention  and  overhauling,  so  that  repairs,  renewals,  and  main- 
tenace  form  a  very  heavy  charge.  The 
only  parts  on  a  Leblanc  type  of  pump, 
however,  on  which  wear  may  take 
place,  are  the  bearings,  and,  as  these 
are  all  of  the  ring  lubricated  type  with 
renewable  gun  metal  bearings,  the  ex- 
pense and  time  required  to  renew  them 
are  both  small. 

The  usual  method  of  testing  an  air 
pump  is  to  insert  a  nozzle  of  known 
bore  into  the  suction  branch  and  to  ob- 
serve the  vacuum  maintained  by  the 
pump  and  the  barometric  pressure  at 
the  time  of  the  test.  The  c[uantity  of 
air  passing  through  the  nozzle  can  then 
be  very  easily  calculated.  This  gives 
a  true  measure  of  the  actual  capacity 
of  the  Leblanc  pump  under  working 
conditions  because  it  does  not  matter 
whether  the  air  dealt  with  is  wet  or  dry. 
If  at  any  time  after  installation  a  ques- 
tion should  arise  as  to  the  working  of 
the  pump,  it  is  only  necessary  to  break 
one  pipe  joint — the  air  suction  pipe — to 
make  an  accurate  test,  and  determine  in 
a  few  minutes  whether  or  not  the  pump  is  satisfactory. 

With  a  reciprocating  pump,  however,  it  is  impossible  to  repro- 
duce exactly  the  working  conditions  obtaining  when  it  is  drawing 
from  a  condenser,  and  the  makers  are  consequently  unable  to  say- 
in  the  event  of  trouble  arising — whether  or  not  the  pumps  are  in 
order.     The  same  method  is  used  to  arrive  at  the  displacement  of 
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the  reciprocating  pump,  but  in  order  to  nial<e  this  test  it  is  necessary 
to  introduce  water  into  the  pump  to  seal  the  bucket,  gland  and 
valves  in  the  "Edwards"  type.  The  water  introduced,  however,  is 
cold^say,  at  a  temperature  of  60  degrees  F.,  tlie  corresponding 
vacuum  being  29.5  inches.  This,  of  course,  gives  an  enormously 
exaggerated  displacement.  This  applies  as  well  to  the  dry  air  pump 
unless  the  counter  current  principle  is  actually  realized  in  the  con- 
denser proper. 

As  was  natural.  Parsons  was  among  the  first  to  recognize  the 

limitations  of  the  existing  re- 
ciprocating ])umps,  and  there- 
fore set  about  to  devise  some 
means  of  aiding  in  attaining  a 
high  vacuum  willi  this  type  of 
pump.  The  outcome  of  his 
investigations  was  the  aug- 
mentor*  which  is,  in  effect,  a 
first  stage  ]iump  which  takes 
the  rarified  air  from  tlie  con- 
denser, compresses  it  slightly, 
and  delivers  it  to  the  air 
pump.  The  augmentor  works 
satisfactorily,  but  it  is  not  eco- 
nomical, due  to  its  large 
steam  consumption ;  more- 
over, it  adds  another  compli- 
cation to  an  already  compli- 
cated plant.  When  it  is  re- 
membered that  water  contains 
a  good  deal  of  air  in  solution 
— about  three  or  four  percent 
by  bulk — it  is  obvious  that 
with  the  Parsons  arrange- 
ment the  air  has  every  oppor- 
FiG.  3— DETAIL  SECTION  OF  LEBLANc  JET  tuuity  to  bccomc  Separated 
CONDENSER  AND  PUMPS  from  tlic  Water,  so  that  in  ad- 

dition to  the  air  coming  into  the  condenser  with  the  steam  and  from 
leakage,  the  air  pump  has  to  deal  with  the  air  liberated  from  the 
cooling    water.     Xot  only  this,  but  the  freeing  of  this  air  prevents 


''See  the  Journal  for  September,  1909,  p.  561,  Fig.  15. 
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the  intimate  mixing  of  water  and  steam  necessary  to  produce  the 
best  results. 

The  Leblanc  condenser  while  ordinarily  built  as  a  low  level 
type  can  also  be  arranged  as  a  barometric  jet.  Independent  Le- 
blanc air  pumps  are  made  which  can  be  used  for  surface  condens- 
ers where  this  type  is  necessary  on  acount  of  feed-water  conditions. 
The  Leblanc  multiple  jet  type  of  condensing  plant  is  of  the 
parallel  flow  type,  that  is,  the  steam  to  be  condensed  and  the  cool- 
ing water  enter  the  condenser  at  the  top  and  travel  down  together, 
as  shown  in  Fig.  3,  The  water  enters  the  distributing  ring  with 
considerable  velocity ;  it  passes  through  the  nozzles  which  serve  to 
spray  it,  and  catches  up  the  steam.  The  steam  and  the  water  then 
pass  through  the  internal  cone,  where  the  steam  is  condensed  and 
the  air  and  non-condensable  gases  receive  a  first  compression.  The 
condensed  steam  and  injection  water  fall  to  the  bottom  of  the  con- 
denser and  are  removed  by  means  of  the  water  extracting  pump, 
while  the  air  and  other  gases  rise  around  the  outside  of  the  cone 
and  are  drawn  ofif  by  the  air  pump. 

Obviously,  in  this  type  of  condenser  the  air  in  solution  in  the 
water  has  no  time  to  separate  itself.  The  air  pump,  therefore,  is 
not  required  to  deal  with  it;  indeed,  some  of  the  air  brought  in  with 
the  steam  is  probably  entrapped  and  carried  out  by  the  water.  Ex- 
ceptionally good  results  are  accordingly  obtained.  The  condenser 
can  generally  be  placed  immediately  below  the  turbine  exhaust.  All 
exhaust  piping  is  thus  avoided  and  the  full  benefit  of  the  vacuum  is 
secured  at  the  turbine  blades.  With  the  Leblanc  air  pump,  it  is  im- 
possible for  the  water  to  rise  in  the  condenser  in  the  event  of  the 
pumps  stopping,  because  there  are  no  valves,  etc.,  to  impede  the  air 
which  rushes  in  and  breaks  the  vacuum  and  thus  cuts  off  the  supply 
of  water  to  the  condenser. 

When  it  is  stated  that  the  Leblanc  arrangement  of  water  pis- 
tons can  remove  nine  cubic  feet  of  air  per  cubic  foot  of  water  as 
against  one  cubic  foot  of  air  per  cubic  foot  of  water  in  the  ordinary 
ejector  condenser,  the  greater  efficiency  of  the  Leblanc  simple  jet 
condenser,  both  in  water  consumption  and  in  capacity  for  dealing 
with  air  leakage,  will  at  once  be  seen. 


NOTES  ON  THE  COST  OF  OPERATING  MACHINE 

TOOLS 

A.  G.  POPCKE 

IN  addition  to  the  wages  of  the  machinist,  there  are  other  hourly 
operating  expenses  wliich  must  be  charged  against  each  tool  in 
a  machine  shop.  These  will  be  referred  to  in  this  article  as 
machine-hour  rates.  They  include  a  proportional  share  of  the  gen- 
eral charges  and  also  specific  charges  relating  to  each  specific  tool. 
The  conditions  are  somewhat  similar  to  those  encountered  in  central 
stations.  Before  competition  was  very  great,  it  was  considered  suffic- 
ient to  figure  the  cost  of  generating  power  from  the  amount  of  coal 
and  water  consumed,  and  the  wages  of  the  power  house  attendants. 
Many  industrial  plants  of  considerable  size  that  generate  their  own 
power  still  use  this  method.  Most  central  station  managers,  how- 
ever, have  found  it  necessary,  as  the  demand  for  power  increased 
and  the  business  became  more  complicated,  to  figure  more  closely 
and  to  analyze  more  thoroughly,  (///  their  expenses,  among  which 
are  interest  and  depreciation  on  the  cost  of  all  buildings  and  equip- 
ment, salaries  of  officials,  engineering  stafl:',  clerks,  miscellaneous 
office  expenses  and  advertising  charges. 

In  a  machine  shop  these  charges  may  be  considered 
under  three  general  heads — fixed  charges,  variable  charges 
and  salaries.  They  can  be  determined  for  a  given  shop 
at  intervals  of  a  month  or  more  and  then  divided  among  the 
several  machines.  The  best  method  of  making  this  divsion  depends 
on  so  many  local  conditions  that  no  general  rules  can  be  given.  If 
all  the  tools  are  doing  work  of  the  same  general  class  and  are  in  use 
approximately  the  same  proportion  of  the  total  time,  a  part  of  the 
total  general  charge  can  be  set  ofif  against  each  tool  in  proportion  to 
the  floor  space  occupied  by  both  the  tool  and  the  material  on  which 
it  works.  The  general  charge  against  each  tool  continues  whether 
the  tool  is  operating  or  idle,  and  the  method  of  dividing  the  general 
charges  must  always  take  this  fact  into  consideration. 

Fixed  charges  include  interest,  insurance,  and  taxes  on  the  in- 
vestment in  buildings  and  auxiliary  equipment,  such  as  heating  and 
ventilating  systems,  fire  appliances,  benches,  cranes,  etc.  If  a  shop 
is  rented,  the  rental  must  include  the  foregoing  charges  and  an  addi- 
tional sum  for  profit  to  the  owner. 

Variable  charges  include  repairs  on  buildings  and  equipment 
to  maintain  the  efficiency,  losses  due  to  breakage,  defective  material, 
defective  design,  workmanship,  etc. 
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Salaries  include  cost  of  management,  superintendence,  engineer- 
ing and  designing,  clerical  work,  care  of  plant,  miscellaneous 
labor,  etc. 

In  addition  to  the  foregoing  general  charges,  the  cost  of  operat- 
ing a  tool  is  affected  by  the  following  specific  charges  which  can  be 
determined  for  each  tool : 

Interest  on  the  cost  of  the  tool  and  its  auxiliaries. 
Depreciation  of  the  tool  and  its  auxiliaries. 
Cost  of  power  consumed  by  the  tool. 

The  interest  on  the  cost  of  the  tool  is  fairly  taken  at  six  per- 
cent. A  reasonable  method  of  making  allowance  for  depreciation, 
in  most  cases,  is  to  allow  ten  percent  of  a  reducing  balance;  that  is, 

ten  percent  of  the  first 
cost  is  charged  off  the 
first  year,  then  ten  per- 
cent of  the  remaining 
cost  the  second  year, 
and  ten  percent  of  that 
remainder  the  third 
year,  etc.  This  method 
is  based  on  the  fact  that 
the  apparatus  actually 
decreases   in  value  year 

I — DEPRECIATION     AT     10     PERCENT     REDUCING    Dy   y    a    .    ^  '        . 

BALANCE  depreciation       in       lany 

year  can  be  made  by  the  aid  of  Fig.  i.  This  curve 
gives  the  percent  of  the  first  cost  corresponding  each  year 
lO  ten  percent  on  the  reduced  balance.  For  example,  the 
curve  shows  that  the  depreciation  on  a  tool  that  has  been 
in  service  five  years  will  be  6.6  percent  of  the  original  cost.  If  this 
cost  was  $3  800  the  allowance  for  depreciation  during  the  sixth 
year,  according  to  the  ten  percent  reducing  balance  method,  is 
$3  8ooXo.o66=$250.8o.  Since  this  amount  is  ten  percent  of  the 
reduced  cost  the  value  of  the  tool  at  the  end  of  the  fifth  year  is 
$2  508. 

Tools  for  special  work  which  will  be  discontinued  after  a  com- 
paratively limited  period  depreciate  in  value  much,  more  rapidly  than 
is  indicated  by  the  foregoing  method  ;  a  special  allowance,  generally 
known  as  utility  depreciation,  should  be  made  for  such  tools. 

The  cost  of  power  for  each  tool  can  be  obtained  by  as- 
certaining the  power  demand  in  kilowatts  per  hour  and  multiplying 
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this  number  of  power  units  by  the  cost  per  unit  and  the  number  of 
working  hours.  If  power  is  generated  under  the  shop  management, 
its' cost  must  be  determined  from  the  station  records;  if  purchased, 
the  contract  price  must  be  used.  If  the  machines  are  equipped  with 
individual  motors  records  for  each  class  of  work  may  easily  be  ob- 
tained by  the  use  of  graphic  recording  meters.  These  records  will 
show  what  the  standard  conditions  should  be  and  what  they  actually 
are.  Check  records  may  be  taken  frequently  to  see  that  all  machines 
are  working  at  the  desired  efficiency. 

Each  machine  may  be  considered  as  a  manufacturing  center 
and  the  general  charge  against  it  as  rental.  Each  center  receives  its 
material  from  another,  performs  some  work  on  it  and  passes  it  on 

TABLE  1.— LIST  OF  GENERAL  AND  SPECIFIC  CHARGES  AGAINST 
MACHINE  TOOLS 


General  Charge?  Against  Total  Shop        Charges  Against  Each  Machine  Tool 


Fixed  Charges 

Interest  and  depreciation  on  l)uild- 
ings  and  accessories 

Variable  Charges 
Repairs  and  Renewals 
General  Operating  Expenses 

Salaries 
Supervision 
Engineering 
Clerical 


Proportional  share  of  total  fixed 
charge 


Proportional  share  of  total  variable 
charge 


Proportional  share  of  total  salaries 


Interest  on  cost  of  tool 
Depreciation  on  cost  of  tool 
Cost  of  power  for  tool 


with  an  added  value  to  the  next  center.  This  added  value,  less  the 
general  and  specific  charges,  is  the  profit  accruing  to  each  center. 
Since  the  general  charge  is  continuous,  it  is  evident  that  each  center 
must  do  more  than  enough  work  to  meet  this  charge,  otherwise  it 
will  show  a  loss ;  also  it  is  evident  that  the  more  work  there  is  done 
in  each  center,  the  greater  the  profit. 

By  determining  the  costs  outlined  in  Table  I  and  classifying 
them  as  in  Table  II.  improvements  in  operating  conditions  will  sug- 
gest themselves  and  if  put  into  effect,  the  operating  costs  can  usually 
be  reduced.  The  data  in  Table  II  was  obtained  by  the  aid  of  graphic 
recording  meters  in  coiuiection  with  motor-driven  machine  tools. 
The  data  in  this  table  is  typical  of  conditions  in  many  large  machine 
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shops.     The  figures  given  indicate  the  following  division  of  total 
operating  charges: 

Variable    charges from  50  to  55  percent 

Salaries     from  25  to  30  percent 

Interest  on  cost  of  machine  tools from  5  to  10  percent 

Depreciation  on  cost  of  macliine  tools,  from  5  to  10  percent 

Fixed    charges 3  percent 

Power    I  percent 

Table  II  shows  no  machine-hour  rates  less  than  48  cents  an  hour. 

Usually  the  machine-hour  rates  are  at  least  50  percent  greater  than 

the  operator's  pay.    It  is  perfectly  evident  from  this  that  considera- 

TABLE  II.— MACHINE   HOUR  RATES— EXPRESSED  IN   DOLLARS 

Charges  Per  Hour  in  Dollars 

TYPE  OF  MACHINE      '        ~~"        ~  TotaTTor 

*Depreci-  Mach-Hr. 

Fixed      Variable    Salaries    Interest        ation      Tower      Rate 

Vertical  Boring  ^Mhlls — 

40"-  60" 0.02  0.25  0.15  0.05  0.05  o.oi  0.53 

72"-ioo" 0.04  D.45  0.25  0.08  0.08  0.01  0.91 

10' -  14' 0.05  0.80  0.40  0.15  0.15  0.02  1.57 

16'-  24'    Ext 0.08  2.00  i.oo  0.30  0.30  0.03  3.71 

Av.    Percent    of    Total.  3  53  28  8  8  i  100 

Radial  Drills —  5'    .    .    .  0.02  0.30  0.20  0.03  0.03  o.oi  0.59 

"             "         10'    .    .    .  0.04  0.60  0.35  0.09  0.09  O.OI  0.18 

Av.    Percent    of    Total.  3  51  31  1  _    1  i  100 

Engine  Lathes — 3o"-4o".  0.02  0.25  0.12  0.04  "0.04  o.oi  0.48 

"             "           4o"-6o".  0.03  0.50  0.25  o.io  o.io  O.OI  0.99 

Av.    Percent    of    Total.  3  51  25  10  10  i  100 

Planers — 36"-56"   ....  0.04  0.55  0.30  0.05  0.05  o.oi  i.oo 

"             7' -10'    ....  0.06  1. 10  0.60  0.15  0.15  0.02  2.08 

"            12' -14'    ....  0.15  2.60  1.40  0.25  0.25  0.03  4.68 

Av.    Percent    of    Total.  3  55  30  5.5  5.5  i  100 

*It  is  assumed  that  machines  have  been  installed  six  years,  so  that  the 
depreciation  is  six  percent  on  basis  of  ten  percent  reducing  balance.  See 
Fig  I. 

tlon  of  the  operator's  pay  alone  gives  results  far  from  correct,  when 
the  total  cost  of  operation  is  under  consideration. 

In  some  cases  it  has  been  found  that  the  introduction  of  indi- 
vidual motor  drive  has  resulted  in  an  increase  of  20  percent  in  pro- 
duction as  well  as  making  it  possible  to  obtain  accurate  data  by 
means  of  graphic  recording  wattmeters.  To  obtain  such  results, 
however,  the  motors  must  be  properly  applied  and  the  method  of 
control  must  be  suitable  for  the  service.  Machine  tool  builders  are 
generally  prepared  to  equip  old  line-shaft  driven  tools  with  addi- 
tional parts  to  fit  them  for  motor  drive ;  with  few  exceptions  the 
advantages  of  motor  drive  for  such  machines,  if  in  good  condition, 
are  nearly  as  great  as  for  new  machines,    Heavier  cuts  are  possible 
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with  motors  than  with  hnc  shaft  drive,  but  the  old  tools  are  not 
usually  strong  enough  to  permit  taking  full  advantage  of  this  possi- 
bility. 

The  saving  to  be  made  by  installing  an  individual  motor  may  be 
illustrated  by  assuming  that  the  6o-in.  boring  mill  cited  in  Table  II 
was  shaft  driven.  The  machine-hour  rate  is  $0.53,  and  if  the  work- 
man receives  $0.35  per  hour,  the  total  operating  cost  is  $0.88  ];er 
hour,  or  $2  470  per  year  of  2  808  hours  (54  hours  per  week  ).  This 
machine  if  properly  equipped  for  motor  drive  will  give  at  least  20 
percent  increased  output  with  practically  no  increased  operating 
cost.  Assuming  that  the  machine's  earnings  are  only  enough  to 
cover  operating  expenses,  the  increased  earnings  by  motor  opera- 
tion will  be  o.2oX$2  470,  or  $494  per  year. 

If  both  interest  at  six  percent  and  depreciation  at  ten  percent 
be  considered,  $494  represents  a  capitalization  of  $3087;  that  is,  to 
effect  an  increase  of  20  percent  in  production,  this  amount  could  be 
added  to  the  investment  without  change  of  net  profit.  This  mill 
can  be  operated  by  a  7.5  horse-power  motor,  and  the  cost  of  such  a 
motor,  including  a  controller  and  the  necessary  changes  in  the  ma- 
chine, would  amount  to  possibly  $500  or  about  one-sixth  the  war- 
ranted investment.  From  the  other  point  of  vierw,  the  interest  and 
depreciation  on  $500  at  16  percent  is  $80,  which  deducted  from  the 
total  saving,  $494,  eft'ected  by  the  motor  drive,  leaves  $414  per  year 
net  gain. 

In  some  cases  the  conditions  will  warrant  the  installation  of  a 
complete  new  equipment  instead  of  equipping  the  old  tool  with  a 
motor.  The  new  tool  will  require  increased  investment,  but  will 
make  possible  more  rapid  work  by  taking  heavier  cuts,  thereby 
warranting  the  investment.  Whether  to  equip  an  old  machine  with 
a  motor  or  to  install  a  new  motor-driven  tool  is  a  question  calling 
for  careful  consideration  in  order  to  obtain  the  best  results,  as  im- 
proved methods  of  applying  motors  to  machine  tool  operation  are 
continually  being  develoi^ed,  and  should  ])e  taken  advantage  of  when 
any  such  changes  in  equipmeut  are  being  made. 
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R  C.  ALBRECHT  was  the  first 
to  receive  a  diploma  of  graduation 
from  the  apprenticeship  course  of 
the  Electric  Company  (i899)._  After 
being  connected  with  the  testing  de- 
partment, took  up  sales  work  and 
for  the  past  one  and  one-half  j-ears, 
has  beeii  in  charge  of  the  ]\Iining 
Dept.,  Pittsburg  district  office,  Elec- 
tric Company. 

C.  V.  ALLEX  (Mass.  Inst,  of 
Tech.,  '93),  has,  since  graduation, 
been  associated  with  the  Electric 
Company  in  the  following  capacities : 
Apprenticeship  course ;  in  charge  of 
detail  testing  department :  foreign 
department ;  New  York  Export  of- 
fice, 1903 ;  in  1905  went  to  Mexico 
to  become  associated  with  G.  &  O. 
Braniff  &  Company,  agents  of  the 
Compan}-  for  the  republic  of  Mex- 
ico, as  commercial  engineer  and 
salesman,  which  position  he  now 
holds. 

*L.  M.  AS  PI  XW  ALL,  engineer  on 
locomotive  and  motor  car  equipment, 
railway  division,  engineering  depart- 
ment. Electric  Company. 

*C.  B.  AUEL,  manager  railway 
and  control  departments,  Electric 
Companv. 

JEXS  BACHE-WIIG  (Technishe 
Hochschule.  Karlsruhe,  Ger.),  ob- 
tained his  shop  practice  in  X^orway 
and  was,  during  four  years,  in  charge 
of  electrical  design  for  the  Gesell- 
schaft  fur  Elektrische  Industrie, 
Karlsruhe,  Ger. ;  at  present  in  power 
division,  engineering  department, 
Electric  Company,  on  alternating- 
current  design. 

CHAS.  WHITIXG  BAKER,  man- 
aging editor.  Engineering  News,  Xew 
York  City. 

*H.  L.  BEACH,  electrical  engi- 
neer, Penna.  Coal  and  Coke  Com- 
pany, Cresson,  Pa. 

*J.  R.  BIBBINS,  associated  with 
Bion  J.  Arnold,  consulting  engineer 
for  the  Public  Service  Commission, 
New  York  City. 

*HAROLD  W.  BROWN,  meter 
engineer,  detail  and  supply  division, 
engineering  department,  Electric 
Companv. 

D.      E.      CARPENTER      (Pcnn'a 


State  College,  '89),  was  employed  for 
two  years  as  electrician  at  the  State 
Reformatory,  Huntingdon,  Pa. ;  for 
four  years,  designing  engineer, 
Sprague  Electric  Co.,  Bloomfield,  X. 
J. ;  for  two  years,  technical  writer  In- 
ternational Correspondence  Schools, 
Scranton,  Pa. ;  with  the  Electric 
Company  since  October,  1907,  in  the 
capacitv  of   technical  writer. 

L.  B.  CHUBBUCK  (Toronto 
Univ.,  '00),  before  graduation  was 
on  construction  work  in  Canada  for 
two  years ;  since  1900,  with  Electric 
Company  as  engineer  on  switchboard 
and  power  station  design,  recently 
transferred  to  Canadian  Westing- 
house  Co.,  Ltd.,  particularly  in  con- 
nection with  the  design  of  no  000 
volt  stations  of  the  new  Hydro- 
Electric  Commission  transmission 
svstem. 

"*WILLIA.M      COOPER,      general 
engineer.   Electric   Company. 

FREDERICK  DARLIXGTON, 
specialist  on  railway  and  water 
power  projects.  Electric  Companv. 

I.  DEUTSCH  (Johns  Hopkins 
Univ.,  "96),  was  engaged  in  electrical 
operation,  designing  engineering  and 
electric  train  lighting  work  during 
the  ten  years  following  his  gradua- 
tion, resigned  from  the  latter  posi- 
tion to  enter  the  sales  department  of 
the  Electric  Company;  has  given 
special  attention  during  the  last  two 
years  to  control  propositions,  in  con- 
nection with  the  Pittsburg  sales  of- 
fice of  the   Electric  Companv. 

^nV.  A.  DICK  (Oberlin,  '90;  Cor- 
nell, '92),  entered  apprenticeship 
course  of  the  Electric  Company  im- 
mediately after  graduation  and  has 
held  successively  the  following  posi- 
tions;  inspector;  foreman,  Idetai 
testing  department ;  engineering  cor- 
respondent, engineering  department ; 
electrical  engineer,  Cleveland  works; 
designing  engineer  on  direct-current 
machines,  engineering  department; 
section  engineer,  engineering  depart- 
ment. 

*C.  R.  DOOLEY,  president,  Casino 
Technical  Night  School ;  in  charge 
cif  the  apprenticeship  instruction  .of 
the  Electric  Company. 
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EDWIN  D.  DREYFUS  (Stevens 
Inst,  of  Tech.,  '99  and  '03),  connect- 
ed successively  with  Buffalo  Forge 
Company,  Alfis-Chalniers  Company 
and  Chicago  Edison  Company,  hav- 
ing been  engaged  in  sales  and  engi- 
neering work.  At  present  engaged 
in  technical  writing  for  the  Wcst- 
inghouse   Machine  Company. 

*CHAS.  B.  DUDLEY,  chemist, 
Penna.  R.  R.,  Altoona,  Pa. ;  past 
president.  Am.  Soc.  for  Testing  Mtl's  ; 
president.  International  Assoc,  for 
Testing  Alaterials. 

RUDOLPH  H.  FEXKHAUSEN, 
with  Independent  Light  and  Power 
Company  previous  to  its  combination 
W'ith  San  Francisco  Gas  &  Electric 
Company;  also  with  other  electrical 
contracting  companies.  Iti  1900  took 
apprenticeship  course  with  Risdon 
Iron  and  Locomotive  Works.  In 
charge  of  various  shop  work  until 
1906.  Was  then  appointed  to  present 
position  of  chief  electrician  of  this 
plant,  having  specialized  on  motor 
applications  and  control  for  indus- 
trial plant  service. 

S.  A.  FLETCHER  (Mass.  Inst,  of 
Tech.,  '03)  entered  testing  depart- 
ment. General  Electric  Company  im- 
mediately after  graduation;  in  1905 
took  charge  of  the  instruction  de- 
partment in  electrical  engineering.  In- 
ternational Correspondence  Schools, 
Scranton,  Pa. ;  since  1907,  connected 
with  the  Bureau  of  Publicity  of  the 
Electric  Company. 

J.  B.  GIBBS  (Univ.  of  Xeb.,  '05) 
took  engineering  apprenticeship 
course  of  the  Electric  Company,  after 
which  two  years  were  spent  in  en- 
gineering department  on  transformer 
design.  At  present,  electrical  super- 
intendent, Aberdeen  (S.  D.)  Light 
and  Power  Company. 

*F.  W.  HARRIS,  engineer  on  cir- 
cuit breaker  apparatus,  detail  and 
supply  division,  engineering  depart- 
ment, Electric  Company. 

I\IAX  HARRIS  was  engaged  in 
incandescent  lamp  business  with  the 
Buckeye  Electric  Company,  from 
1893  to  1896;  during  eight  years  di- 
rectly connected  with  the  sale  and  in- 
troduction of  enclosed  arc  lamps  of 
the  Pioneer,  G.  I.,  ^lanliallan  and 
Westinghouse  makes ;  since  January, 
1904,  with  the  Nernst  Lamp  Com- 
pany as  general  sales  manager. 

*S.    Q.   HAYES,   general    engineer 


on  project  work,  engineering  depart- 
ment. Electric  Company. 

*E.  M.  HERR,  tirst  vice  president, 
Electric  Companv. 

*J.  M.  HIPPLE,  designing  engi- 
neer on  direct-current  machines,  in- 
dustrial division,  engineering  depart- 
ment.  Electric  Company. 

CHAS.  A.  HOBEIX  (Iowa  State 
College,  '03),  after  graduation,  con- 
nected with  power  department, 
United  Railways  Company,  St.  Louis, 
continuing  in  this  work  until  May, 
1906;  assistant  electrical  superin- 
tendent. East  St.  Louis  and  Subur- 
ban Railway  Company  until  Septem- 
ber, 1906;  assistant  superintendent  of 
power  stations.  United  Railways 
Company,   St.  Louis,  to  date. 

*FRANC1S  HODGKIXSOX,  in 
charge  of  steam  turbine  engineering, 
Westinghouse   Machine  Company. 

J.  C.  N.  HOLROYDE  (Xotting- 
ham  Univ.  College),  after  serving 
for  three  years  on  the  testing  staff 
of  the  Brush  Electrical  Engineering 
Company,  Loughboro,  joined  the 
British  Electric  Company,  being  con- 
nected witli  the  dynamo  testing  de- 
partment, the  transformer  depart- 
ment and  later  in  the  engineering 
and    sales   departments. 

WILLIAM  HOOPES  (Lehigh 
Univ.,  '86),  after  taking  a  special 
course,  was  engaged  for  four  years 
in  construction  and  operation  of  cen- 
tral stations;  from  1900  to  date,  elec- 
trical engineer,  Aluminum  Company 
of  -America. 

*R.  P.  JACKSON,  engineer  on 
protective  apparatus  and  mercury 
rectifier  apparatus,  detail  and  supply 
division,  engineering  department, 
Electric   Company. 

*HEXRY  D.  J.-\MES.  industrial 
division,  engineering  department, 
Electric  Company. 

J.  S.  JEXKS,  superintendent, 
power  and  transmission.  West  Penn 
Railways   Companv. 

CH.AS.  W.  JOHNSON  (Ohio 
State  Univ.,  '95)  draftsman  with 
Steel  Motor  Company,  Johnstown ; 
successively  draftsman,  chief  drafts- 
man, engineer  and  production  man- 
ager, Bullock  Electric  Mfg.  Com- 
pany, Cincinnati:  superintendent, 
Allis-Chalmers-Bullock  Co.,  Ltd., 
Montreal,  'o4-'o7 :  chief  inspector, 
Electric  Companv,  to  date. 

A.  C.  KELLEY  (King's  College. 
London)    received   his   shop   training 


'64 


THE  ELECTRIC  JOURNAL 


in  Great  Eastern  Railway  Company's 
Locomotive  Department  under  the 
personal  supervision  of  the  chief  me- 
chanical engineer:  later  took  charge 
of  the  wagon  works  at  Temple  Mills ; 
in  1903,  joined  the  engineering  staff 
of  the  British  Electric  Company,  re- 
maining in  this  position  until  the  lat- 
ter part  of  1908,  during  the  latter 
part  of  this  period  having  charge  of 
the  traction  department ;  he  is  at 
present  an  engineer  on  the  staff  of 
the  Buenos  Ayres  &  Pacific  Railway. 

C.  W.  KIXNEY,  electrical  engi- 
neer,   Worcester,    Mass. 

*S.  M.  KIXTXER,  engineer  on 
single-phase  motor  design,  railway 
division,  engineering  department, 
Electric   Company. 

*H.  L.  KIRKER.  engineer,  railway 
division,  engineering  department. 
Electric  Company. 

WALDEMAR  KOCH,  electrical 
engineer,  engaged  in  the  study  of 
economic  conditions  in  the  electrical 
field  in  various  countries,  also  inter- 
ested in  the  introduction  of  electrical 
apparatus  and  promotion  of  electrical 
engineering  in  new  territories. 

*J.  HENRY  KLINCK,  specialist 
on  motor  applications  in  railroad 
shops,  industrial  and  power  sales  de- 
partment,  Electric  Companv. 

GORDOX  KRIBS,  erecting  engi- 
neer, Canadian  Westinghouse  Co., 
Ltd.,  ^Montreal. 

*B.  G.  LAMME,  chief  engineer. 
Electric  Company;  associate  editor. 
The  Electric  Journal. 

CECIL  LIGHTFOOT,  consulting 
engineer,  general  manager.  The 
Linde  Air  Products  Company,  Buf- 
falo, N.  Y. 

*PAUL  MacGAHAX,  meter  engi- 
neer, detail  and  supply  division,  en- 
gineering department,  Electric  Com- 
pany. 

W.  M.  McCOXAHEY  (Washing- 
ton and  Jefferson  College  and  Cor- 
nell Univer.Mty)  entered  the  employ 
of  the  Electric  Company  in  1896  as  a 
student.  Worked  a  few  months  in 
transformer  test  and  later  as  inspec- 
tor in  the  armature  winding  depart- 
ment. Entered  the  engineering  de- 
partment in  1898  and  worked  on 
transformer  design  for  two  _  years. 
Went  to  the  Western  Electric  Co., 
Chicago,  in  1900.  Left  there  in  1902, 
to  take  a  position  with  the  British 
Westinarhouse  Electric  and  Mfg. 
Company,  Ltd.,  Manchester,  in  charge 
of  transformer  design.     Returned  to 


the  employ  of  the  Electric  Company 
in  the  spring  of  1906.  Worked  for 
some  time  on  induction  motor  design 
and  later  developed  a  line  of  single- 
phase  induction  regulators.  At  pres- 
ent in  charge  of  the  design  of  large 
transformers. 

D.  C.  McKEEHAX,  formerly  with 
the  Portland  Gold  Mining  Company; 
now  with  Tomboy  Gold  Mines  Com- 
pany,  Smuggler,   Colo. 

J.  A.  :\IcLAY,  with  British  Elec- 
tric Company  for  past  five  years ; 
engineer    on   steam   condensers,    etc. 

*C.  B.  AHLLS,  engineer  on  me- 
chanical problems,  industrial  division, 
engineering  department.  Electric 
Companv. 

_*F.  D"  XEWBURY,  designing  en- 
gineer on  alternating-current  ma- 
chinery, power  division,  engineering 
department.  Electric  Company ;  pub- 
lication    committee,     The     Electric 

JOUR.XAL. 

*H.  W.  PECK  (Yale  Univ.,  '97; 
Cornell,  '00)  spent  fourteen  months 
in  shop  and  testing  work  with  the 
Electric  Company  and  after  this,  five 
years  in  engineering  department,  as 
switchboard  engineer  ;  for  two  years, 
assistant  superiiUendent,  Consoli- 
dated Gas.  Electric  Light  and  Power 
Company,  Baltimore;  during  the  last 
two  years,  assistant  electrical  engi- 
neer, Rochester  Railway  and  Light 
Company,  Rochester,  X'.  Y.,  engaged 
chiefly  on  industrial  engineering 
work.  Member.  A.  L  E.  E. ;  Associ- 
ate, A.  S.  M.  E. 

*J.  S.  PECK,  consulting  electrical 
engineer,  British  Electric  Company, 
Trafford  Park,  Manchester,  England. 
Associate  Editor,  The  Electric 
Journal. 

A.  G.  POPCKE  (Columbia  Univ., 
'06),  shortly  after  graduation,  en- 
tered the  engineering  apprenticeship 
course  of  the  Electric  Company  and 
since  its  completion  has  been  con- 
nected with  the  industrial  and  power 
sales  department. 

*K.  C.  RAXDALL.  engineer  in 
charge,  transformer  division,  engi- 
neering department.  Electric  Com- 
panv. 

E'.  G.  REED  (Iowa  State  College, 
'97 ;  Univ.  Wis.,  '99)  was  engaged  as 
instructor  at  Iowa  State  College 
after  completing  his  graduate  work. 
One  year  was  then  spent  on  the  ap- 
prenticeship course  of  the  Electric 
Company  and  after  this  he  was  en- 
gaged iii  commercial  and  engineering 
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work.  Since  IQ04  he  lias  been  as- 
sociated with  the  Electric  Company 
as  engineer  on  distributing  trans- 
formers. 

*AI.  H.  RODDA,  sales  department, 
Philadelphia  district  office,  Electric 
Company. 

*BERTR.\XD  P.  RO\\'E,  engi- 
neer on  switchboard  design,  detail 
and  supply  division,  engineering  de- 
partment,   Electric    Company. 

A.  R.  SAWYER  (Univ.  of  Wis., 
'96),  Cutler-Hammer  ]\lfg.  Company 
until  '00;  assistant  professor  of  elec- 
trical engineering,  Kentucky  State 
College ;  professor  of  electrical  engi- 
neering and  physics,  Michigan  Agri- 
cultural  College,  since  1904. 

/^CHAS.  F.  SCOTT,  consulting  en- 
gineer, Electric  Company ;  publica- 
tion committee,  The  Electric 
Journal. 

*C.  E.  SKIXXER,  engineer  in 
charge,  research  division,  engineer- 
ing department.  Electric  Company : 
associate       editor.       The       Electric 

JOURN.\L. 

R.  A.  SMART  (AI.  E.,  Purdue 
Univ.,  '92),  immediately  after  gradu- 
ation, took  charge  of  engineering 
laboratories,  as  associate  professor  of 
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332 — Po\VER     Required     by     Watt- 
meters— What  capacity  of  po- 
tential transformer  is  required 
for  the  voltage  coil  of  a  stand- 
ard      single-phase       indicating 
wattmeter;      also      integrating 
single-phase  wattmeter?       v.  s. 
A  good  standard  line  of  indicating 
wattmeters   requires   eight   watts   and 
a    similar    line    of    integrating    watt- 
meters takes  ten  watts   in  the  pres- 
sure    coil.       The     various     standard 
forms  of  instruments  on  the  market 
will  probably  be  found   not  to  vary 
greatly  from  these  values.        h.  w.  b. 
3S3 — Testing    Induction    Meters — 
What   objections   are   there,   if 
any,   to   testing   large   capacity, 
self-contained  induction  meters 
as    follows :     To    test    a    two- 
wire        loo-volt,        loo-ampere 
meter,  connected  as  in  Fig.  S33 
(a),  with  500  watts   shown  on 
the    indicating    wattmeter,    and 


tion  is   a  portable  series,  plug 
type,  with  a  ratio  of  100-50-25 
amperes    to    five    amperes.      I 
tested     some     meters     in     this 
manner    and    the    results   were 
not    very    satisfactory.       g.  d.  g. 
The  ratio  of  a  series  transformer 
will    not    be    correct    when    used    re- 
versed    due    to    the    fact    that    the 
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FIG-   333  (a) 

the  series  transformer  con- 
nected for  a  ratio  of  20  to  i, 
would  it  be  right  to  assume 
that  there  are  10,000  watts  on 
the  circuit  through  the  sec- 
ondary of  the  series  transformer 
and  series  coil  of  the  service 
meter ;  in  other  words,  is  the 
ratio  of  transformation  as  ac- 
curate when  used  reversed  as 
when  used  in  the  way  in  which 
it  was  intended  to  be  used?  If 
there  is  an  error,  what  allow- 
ance should  be  made?  The 
transformer    under    considera- 


ratio  is  not 

Cpr 

CsecTW;— 
E 

transformer,  £=idrop  across  the 
transformer),  i.e.,  the  secondary  has 
less  turns  than  theoretical^  required. 
If  the  transformer  is  calibrated  with 
a  load  corresponding  to  the  series  coil 
of  the  meter,  i.  e.,  with  the  trans- 
former reversed,  then  the  method 
shown  in  Fig.  333  (a)  will  be  nearly 
correct.  Otherwise,  the  error  will 
not  be  less  than  10  to  15  percent,  h.  f. 

334 — Composition    of   Grid   Resist- 
ances— Are  the   so-called  iron 
resistance  grids  made  of  ordi- 
nary  iron   from  mach'ine  cast- 
ings   or    is    this    metal    alloyed 
with    anything    else.      What    is 
the  usual  ratio  of  resistance  of 
these  grids  to  that   of  copper 
when  the  grids  are  cold  ?  g.  k.  m. 
Resistance  grids  for  use  in  railway 
diverters,    etc.,    are    sometimes   made 
simply    of   cast    iron,    in    which    case 
the  ratio  of  their  resistance  referred 
to  that  of  copper  is  48:1.   The  effect 
of   alloys   is   to   increase  the   specific 
resistance,   different   firms   using  dif- 
ferent alloys.     A  definite  mixture  is 
usually   specified  which  will  serve  to 
materially     increase     the     resistance, 
give    a    minimum   brittleness,    tough- 
ness and  cost  for  materials.     In  this 
connection,  see  article  on  "Elasticity 
of     Cast     Iron"     appearing     in     the 
American  Machinist  for  Feb.  4,  1909, 
p.  194,  and  article  on  "Alloys"  in  the 
Gen.  Elec.  Rev.  for  September,  1909. 

F.  D.  H. 
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335 — Difficulty  in  Starting  Di- 
rect -  Current  Generator  — 
Please  explain  why  a  direct- 
current  generator  sometimes 
refuses  to  build  up  when  the 
residual  magnetism  has  by 
some  means  been  partially  de- 
stroyed. I  have  noticed  that 
some  generators  will  build  up 
no  matter  how  low  the  resid- 
ual magnetism  may  be,  while 
in  others  a  comparatively 
slight  reduction  prevents  their 
building  up.  If  the  armature 
of  a  dormant  machine  is  re- 
peatedly short-circuited  it  will 
sometimes  build  up.  Please 
explain  this.  c.  a.  b. 

This  may  be  due  to  dirt  under  tlic 
brushes  forming  an  insulation  be- 
tween them  and  the  commutator. 
Cases  have  been  known  where  a  gen- 
erator would  not  only  fail  to  build 
up  readily  but  would  drop  its  load 
for  no  apparent  reason  while  run- 
ning normally  under  load,  the  whole 
trouble  proving  upon  investigation 
to  be  due  to  dirt  collecting  under  the 
brushes.  The  generator  referred  to 
as  sometimes  building  up  when  re- 
peatedly short-circuited  is  probably 
a  compound-wound  machine,  in 
which  case  the  short-circuiting  forms 
or  completes  a  circuit  of  very  low 
resistance  in  which  an  appreciable 
current  will  flow  under  an  e.m.f.  of 
a  very  small  fraction  of  a  volt.  The 
current  in  the  series  winding  will,  of 
course,  be  in  the  direction  to  aid  the 
shunt  field.  Or,  if  the  short-circuit- 
ing is  done  at  such  a  point  that  the 
series  coils  are  not  in  circuit,  the 
opening  of  the  slight  short-circuit 
current  will  give  a  slight  kick  to  the 
field  which  at  times  may  be  sufficient 
to  make  the  generator  start  to  build 
up.  F.  A.  R. 

336 — Irregular  Blackening  of 
Commutator  Due  to  St.\gger- 
iNG  OF  Brushes — As  a  result 
of  operation  under  service  con- 
ditions, one  of  the  direct-cur- 
rent motors  of  our  power  sys- 
tem has  developed  a  peculiar 
condition  of  blackening  of  the 
commutator.  Of  that  portion 
of  the  commutator  which 
comes  in  contact  with  either 
the  positive  or  negative 
brushes,  there  is  a  strip  which 
is    in    contact    with    onlv    the 


positive  brushes  which  is 
highly  polished;  another  strip 
in  contact  with,  both  the  posi- 
tive and  negative  brushes 
which  shows  a  tendency  to- 
ward blackening  and  which  is 
apparently  kept  polished  l>y  the 
positive  and  a  portion  in  contact 
with  only  the  negative  brushes 
which  shows  pronounced  black- 
ening. What  is  the  explanation 
of  the  difference  in  the  apoear- 
ance  of  these  strips  under  the 
various  sections  of  the 
brushes?  r.  L.  K. 

Although  the  correct  way  to  stag- 
ger brushes  on  a  direct-current  ma- 
chine is  to  have  those  of  opposite 
polarity  trail  each  other,  it  is  not 
always  done.  The  commutator  is 
positive  to  the  negative  brush,  i.  c, 
the  current  flows  from  the  commu- 
tator bar  to  negative  brush.  In  the 
case  at  hand,  in  that  strip  of  commu- 
tator which  is  blackest,  the  line  cur- 
rent flows  in  only  the  direction  from 
commutator  bar  to  brush,  because 
the  negative  brush  only  is  in  contact 
with  it.  The  dark  color  is  caused  by 
an  electroh-tic  action  which  is  alwavs 
present  when  direct  current  flows  be- 
tween moving  contacts  from  copper 
to  carbon.  Copper  is  an  electro- 
lytically  active  material  while  carbon 
is  not ;  hence,  when  direct  current 
flows  from  carbon  to  copper  (with 
moving  contact)  no  such  action  occurs. 
The  few  partially  successful  attempts 
that  have  been  made  to  analyze  the 
resulting  thin  black  deposit  show 
that  it  is  a  mixture  of  oxides  of  the 
copper  and  other  metals  composing 
the  commutator  bars  and  carbon  dust 
which  has  the  effect  of  greatly  in- 
creasing the  contact  resistance.  The 
trouble  can  be  avoided  by  correctly 
staggering  the  brushes,  i.  e.,  so  that 
adjacent  brush  arms  will  have 
brushes  exactly  trailing.  This  same 
effect  makes  itself  apparent  on  the 
negative  collector  rings  of  large  al- 
ternating-current rotating  field  gen- 
erators, on  the  positive  rings  of  large 
homopolar  generators,  and  on  the 
negative  rings  of  homopolar  motors, 
and  is  much  more  pronounced  when 
copper  brushes  are  used.  That  part 
of  the  commutator  having  the  me- 
dium degree  of  polish  is  in  normal 
condition,  while  tlic  part  upon  wliicii 
the  positive  brush  alone  trails  may  be 
found  to  1)6  taking  very  little  of  the 
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line  current.  This  blackening  of  the 
commutator  must  not  be  confounded 
with  blackened  bars,  which  may  be 
found  located  symmetrically  or  un- 
symmetrically  around  the  periphery 
of  the  commutator.  The  latter 
trouble  may  be  due  either  to  incor- 
rect or  insecure  connection  of  the 
cross-connections  to  the  commutator 
bars,  flat  spots,  high  or  low  bars, 
loose  bearings,  defective  pulley  or 
belt,  poor  design  in  regard  to  choice 
of  number  of  slots,  variation  in  num- 
ber of  turns  between  bars,  poor  de- 
sign of  brushes,  irregular  spacing  of 
brushes,  incorrect  shifting  of 
brushes,   etc.  L-  a.  m. 

^^y — Induction    Motor    Efficiency 
— Given   the   horsepower,   volt- 
age, amperes,  and   phase   from 
the  name  plate  of  an  induction 
motor,  can  the  efficiency  be  de- 
termined?    That   is,  will   it  be 
necessary  to  know  the  power- 
factor    and    is    there    any    as- 
sumption that  can  be  made  in 
general   that  will  be   fairly  ac- 
curate ?  w.  0.  M. 
To   obtain   the   efficiency    from   the 
name    plate   data,    it    is    necessary   to 
know   the  power-factor,   since,   for   a 
single-phase    motor    the    efficiency  =^ 
hpX746                ^j^^^g    ^j^^    gj^. 
volts  X  amps,  x  P-F. 
ciency     and     power-factor     are     ex- 
pressed  in   hundredths.     For  a  two- 
phase  motor,  divide  the  second  mem- 
ber of  the  above  equation  bv  2,  and 
for    a    three-phase    motor    divide    by 
•\/3.  where  volts  =  line  voltage,  and 
amperes  =r  the  amperes  per  terminal. 
An   assumed    power-factor   is    rather 
indefinite   as  this   may  vary  from  Q4 
percent   to  65   percent   or   lower,   de- 
pending   on    the    size,    cliaracteristics 
and    the    application    for    which    the 
motor  was  designed.     If  a  wattmeter 
is  at  hand  the  power-factor  can  read- 
ily  be   determined   by   loading  up   to 
the   required  amperes   per  phase   and 
measuring     real     input.       Then,     of 
real  input 


course,  P-F 


apparent  mput. 


338 — Three  -  Phase  —  Four  -  Wire 
Transposition  —  How  should 
the  wires  of  a  three-phase — 
four-wire,  4000  volt  transmis- 
sion line  be  transposed  to  neu- 
tralize mutual  induction?  j.  d.  s. 


The  transposition  of  any  transmis- 
sion line  involves  simply  an  arrange- 
ment of  the  wires  so  that  the  expos- 
ure of  one  wire  to  the  other  three  is 
equal  throughout  the  length  of  the 
line.  In  the  case  of  a  three-phase — 
four-wire  line,  with  the  four  con- 
ductors arranged  symmetrically  to  a 
single  cross  arm,  e.  g.,  this  can  be 
accomplished  by  means  of  three 
transpositions  made  at  points  which 
divide  the  line  into  four  equal  sec- 
tions. Numbering  the  wires  in  the 
first  section  i,  2,  3  and  4  respect- 
ively, they  should  have  the  relative 
positions  of  2,  3,  4  and  i  in  the  sec- 
ond ;  3,  4,  I  and  2  in  the  third,  and 
4,  I,  2  and  3  in  the  fourth  section. 

p.  M.  L. 

339 — 133-CYCLE  Fan  Motor  on 
Lower  Frequency — Could  a 
133-cycle,  no-volt  fan  motor 
be  re-connected  to  run  on  60 
cycles?  There  are  12  project- 
ing poles  on  the  stator  and  it 
has  a  squirrel-cage  rotor  and  a 
starting  winding.  Why  will 
not  this  motor  run  as  it  is  on 
25  or  60  cycles  at  reduced 
speed?  s.  h.  c. 

A  133-cycle  fan  motor  such  as  the 
above  will  run  on  25  or  60-cycle  cur- 
rent, but,  due  to  the  reduction  in  fre- 
quency, and  hence  in  inductance,  the 
current  taken  would  be  excessive  and 
would  result  in  almost  immediately 
burning  out  the  winding.  The  speed 
would  drop  to  230  r.p.m.  on  25-cycle 
and  to  570  r.p.m.  on  60-cycle  current. 
At  either  speed  the  air  displacement 
would  of  course  be  exceedingly  small 
as  the  blade  is  designed  for  ooera- 
tion  at  I  300  r.p.m.  A  bi-polar  motor 
on  25  cycles  and  a  four-pole  motor 
on  60  cycles  are  to  be  recommended. 
The  only  practicable  way  of  operat- 
ing the  above  fan  motor  on  60  cycles 
would  be  to  reduce  the  voltage  to 
approximately  55  volts.  Although 
changing  the  primary  connections  to 
adapt  the  motor  to  the  lower  fre- 
quency without  reducing  the  voltage 
impressed  might  be  possible,  the 
rated  output  would  be  reduced  by 
one-half  and  the  secondary  or  rotor 
copper  loss  would  be  doubled.  More- 
over, the  reduction  in  speed  would 
result  in  further  increase  in  temper- 
ature, due  to  the  decrease  in  cooling 
effect.  A  corresponding  change  in 
the  starting  winding  would  also  be 
necessary.     It    is   therefore   apparent 
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that  it  would  not  be  possible  to  adapt 
this  motor  to  25-cycle  operation,  t.  k. 
340 — Changing  THE  Frequenxy  of 
Fax  Motors — Is  it  possible  to 
change  the  winding  of  133- 
cycle  fan  motors  to  adapt  them 
for  use  on  6o-c\clc  circuits;  if 
so,  would  you  be  able  to  send 
me  diagrams  illustrating  the 
winding  of  coils?  \v.  y.  e. 

If  the  motors  are  of  the  type  de- 
signed several  years  ago,  in  which 
the  stator  was  made  with  distinct 
poles  (alternately  positive  and  neg- 
ative) having  a  single  coil  per  pole, 
and  in  which  the  required  start- 
ing torque  is  obtained  by  em- 
ploying the  "shaded"'  pole  prin- 
ciple, then  nothing  can  be  done 
to  change  the  motor  for  60  cycles. 
If  it  is  of  modern  design,  where  the 
nutnber  of  teeth  in  the  field  is  some 
multiple  of  the  number  of  poles,  the 
required  starting  torque  being  ob- 
tained by  the  use  of  the  split-phase 
principle,  the  133-cycle  winding  can 
be  replaced  by  four-pole  winding, 
thus  adapting  the  motor  for  use  on 
6o-cycle  circuits.  The  details  of  the 
winding  required  depends  on  the 
form  of  the  field  punching,  the  size 
of  the  fan  and  the  voltage  for  which 
the  motor  is  to  be  adapted ;  hence, 
in  case  rewinding  is  necessary,  the 
most  advisable  procedure  is  to  send 
the  fan  to  the  manufacturers,      t.  k. 

341 — Starting  Winding  for  Induc- 
tion Motor — A  small  single- 
phase  induction  motor  with 
four  projecting  poles  on  both 
stator  and  rotor  and  construct- 
ed of  laminated  iron  is  wound 
as  follows :  stator,  21^  lbs.  No. 
22,  double-cotton-covcred  wire, 
each  limb  of  the  rotor  200 
turns,  Xo.  24,  double-cotton 
covered  wire.  This  motor  is 
not  self-starting.  I  wish  to 
design  a  starting  winding  and 
want  the  necessary  formulae 
for  the  same.  I  understand  that 
the  apparent  resistance  is  com- 
posed of  inductance  and  ohmic 
resistance,  the  combination  of 
which  is  called  impedance.  It 
is  this  inductance  that  I  do  not 
know  how  to  calculate.  How 
is  the  size  and  number  of  turns 
of  the  rotor  determined? 
Please  give  general  formulae 
as    I    wish    to    build    a    larger 


motor  of  the  same  type.  I  do 
not  care  about  efficiency  or 
losses  in  this  machine,  s.  h.  c. 
The  simplest  way  that  we  can  sug- 
gest of  obtaining  self-starting  oper- 
ation for  this  motor  is  to  provide 
each  primary  pole  piece  with  a 
damper  made  preferably  from  "half- 
hard"  or  hard  sheet  brass  (to  give 
somewhat  higher  resistance  than 
would  be  obtained  by  the  use  of  cop- 
per dampers)  fitted  into  a  slot  cut 
to  convenient  dimensions  in  the  sur- 
face of  the  respective  pole  pieces  and 
running  parallel  with  the  rotor  shaft, 
and  of  such  shape  that  about  one- 
third  of  each  pole  piece  will  be  cir- 
cumscribed by  a  damper.  These  dam- 
pers should  be  arranged  uniformly 
on  the  respective  pole  pieces.  If  thick 
brass  is  used,  a  single  thickness  may 
be  sufficient  for  each  damper,  other- 
wise they  may  be  built  of  lamina- 
tions, if  more  convenient.  The  effect 
of  the  dampers  is  to  give  a  lag  of 
the  magnetic  flux  in  one-half  of  each 
pole  piece,  thereby  causing  a  split- 
phase  rotating  field  effect  which  will 
produce  the  necessary  starting 
torque.  If  the  effective  air-gap  of 
tiie  motor  is  very  small,  the  size  and 
number  of  turns  on  the  rotor  may 
readily  be  calculated  on  the  assump- 
tion that  the  primary  and  secondary 
ampere-turns  arc  approximately 
equal,  as  in  a  transformer.  The  rotor 
winding,  however,  adapts  itself  to  the 
requirements.  If  the  turns  are  few, 
the  total  length  of  wire  is  small  and 
a  wire  of  large  cross-section  may  be 
used.  At  the  same  time  the  induced 
voltage  in  the  winding  is  low  and 
considerable  current  will  be  required. 
If,  however,  the  number  of  turns  is 
comparatively  large,  the  total  length 
of  wire  is  increased  and  the  size  re- 
duced. This  is  offset  by  the  fact  that 
the  induced  voltage  is  increased  and 
the  current  capacity  required  thereby 
decreased  in  the  same  proportion. 
This  is  on  the  assumption  that  the 
rotor  mentioned  is  the  secondary  of 
the  motor,  and  that  the  stationary 
part  is  the  primary,  /.  c.  the  element 
connected  to  the  line.  m.  w.  b. 

342 — Battery  for  Gas  Lighting 
System — A  residence  electric 
gas  lighting  system  has  devel- 
oped a  leak  which  can  be  dis- 
tinguished with  a  telephone  re- 
ceiver,   but    is    not,    however, 
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perceptible  to  the  taste,  and 
which  runs  down  the  carbon- 
zinc  salamoniac  battery  within 
ten  or  \2  days  after  it  is  being 
charged.  It  is  impracticable  to 
take  up  the  floor  or  cut  the 
walls  in  order  to  repair  the 
circuits.  Please  suggest,  there- 
fore, a  form  of  battery  which 
can  be  operated  under  these 
conditions  with  re-charging  at 
intervals  of  two  or  three 
months,  and  still  retain  suffi- 
cient strength  to  operate  a  gas 
lighting  system.  w.  t.  l. 

The  Edison-Lalande  cell  will  hold 
up  well  on  closed  circuit  operation, 
but  the  smallest  size  (loo  amp.-hrs.) 
costs  $1.50,  and  $  .75  for  renewal,  and 
three  are  required  to  give  the  same 
voltage  as  two  salamoniac  cells.  If 
tlie  prolific  source  of  trouble  in  such 
systems — ^viz.,  short-circuits  between 
the  metal  work  of  the  fixtures  and 
the  small  fixture  wire  leading  from 
the  concealed  wiring  to  the  gas 
lighters — has  been  carefully  investi- 
gated at  each  outlet  and  the  trouble 
still  exists,  we  would  suggest  an  in- 
expensive alternative  for  the  above 
in  the  form  of  a  small  bell  switch 
by  means  of  which,  the  batteries  may 
be  cut  out  of  circuit  except  when  the 
lighting  system  is  needed.         h.  m.  s. 

343 — Engineering   Text-Books  —  I 
am  very  desirous  of  obtaining 
a  book  or  books  on  steam  en- 
gines,   steam    turbines,   pumps, 
and  gas  engines.     I  want  some- 
thing that  is  practical ;  not  too 
much    theory    or    technicality. 
w.  H.  A. 
The  following  books  will  be  found 
to    contain    valuable    information    on 
the  above  subjects: 

A  Handbook  on  Engineering, 
1907 — ^H.  C.  Tulley.  The  prac- 
tical care  and  management  of 
dynamos,  motors,  boilers,  en- 
gines, pumps,  inspirators  and  in- 
jectors, refrigerating  machinery, 
hydraulic  elevators,  electric  ele- 
vators, air  compressors,  etc. ;  906 
pages.     Price,  $3.50. 

Mechanical  Engineers'  Refer- 
ence Book.  1907 — H.  H.  Suplee. 
A  handbook  for  all  engineers 
and  mechanics.     Price.  $5.00. 

Gas,  Gasoline  and  Oil  Vapor 
Engines,  1907 — G.  D.  Hiscox. 
Theory,  power,  design,  construc- 
tion and  operation.     A  book  for 


gas  engme  owners,  gas  engmeers 
and  intending  purchasers.  Price, 
$2.50. 

Gas  and  Oil  Engines,  1890— 
Dugald  Clerk.  Including  history 
and  practical  working.  Price, 
$4.00. 

The  Steam  Turbine — J.  A. 
Moyer.  Both  theory  and  prac- 
tical side.  Principles,  details  of 
construction,  steam  consumption, 
comparison  with  engines,  etc. 
Price,  $4.00. 

Gas  Power,  1908 — F.  E.  Junge. 
Complete   manual   of  gas   power 
generation,  transmission,  applica- 
tion.    Chapters  on  producer  gas, 
gas  producers   and  utilization  of 
low-grade  fuels,  etc.,  design  and 
construction    of    each    tj'pe    with 
principles    involved    therein,    dis- 
cussion   of    standard    types    and 
applications. 
A  reference  to  various  articles  on 
the   above    subjects,   which   have  ap- 
peared in  the  Journal,  will  be  found 
on  pages  3,  4  and  5  of  the  Five-Year 
Topical  Index. 

344 — Insulation — Where  can  I  find 
practical  information  in  con- 
densed form,  regarding  insula- 
tion in  general  such  as  would 
be  of  use  to  the  practical  man 
in  the  selection  of  insulating 
material  for  the  repair  of  elec- 
trical apparatus,  and  in  the  se- 
lection of  high  or  low  voltage 
insulated  wire.  What  tests  can 
be  made  to  determine  the  qual- 
ity of  friction  tape,  applicable 
to  cases  where  it  is  used  in 
large  quantities?  j.  N. 

Comprehensive  works  treating  this 
subject  in  a  general  way  are  rare. 
We  would  suggest  that  considerable 
information  might  be  obtained  from 
hand-books  and  other  printed  matter 
obtainable  from  the  various  manu- 
facturers of  the  material,  which 
would  be  apt  to  be  of  practical  use 
in  applying  a  given  material  under  its 
most  advantageous  service  condi- 
tions, e.  g.,  hand-books  such  as  are 
published  by  the  Roebling  Co..  and 
the  Standard  Underground  Cable 
Co.,  contain  valuable  information,  a 
great  deal  of  which  it  would  be  dif- 
ficult to  obtain  from  any  other 
source.  See  also  "The  Insulating  of 
Electric  Machinery,"  1907 — H.  Turner 
and  H.  M.  Hobart.  Price.  $4.50.  As 
friction  tape  is  ordinarily  made  from 
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such  a  large  variety  of  materials, 
more  or  less  indeterminate  in  quality, 
and  is  used  in  so  many  different 
ways,  it  is  difficult  to  specify  any 
definite  conditions  of  practical  use. 
Good  judgment  as  to  the  quality  of 
a  given  lot  of  material  would  proba- 
bly best  be  used.  We  believe  that 
many  helpful  suggestions  may  be 
found  in  the  following  articles  which 
have  appeared  in  the  Jgurn'ai-:  "In- 
sulation Testing,"  C.  E.  Skinner. 
September,  1905,  p.  538;  "Insulation," 
O.  B.  More,  June,  1905.  p.  Z2,2>  '■  "Tap- 
ing," C.  E.  Stevens;  "Physical  Char- 
acteristics of  Dielectrics,"  A.  P.  M. 
Fleming,  July,  1907,  p.  364. 

c.  E.  s. 
345 — Electrolytic  Lighting  Ar- 
rester— What  is  an  aluminum 
cell  lightning  arrester  and  how 
is  it  constructed?  Would 
thank  you  xery  much  also  if 
you  would  mention  the  maker 
and  where  I  can  get  either  cat- 
alogues or  periodicals  on  the 
same  e.  j.  mcc. 

A  description  of  this  apparatus  ap- 
pears in  the  Tourxal  for  August, 
1907,  p.  469.  and  further  information 
is  to  be  found  in  an  article  on  "The 
Protection  of  Electric  Circuits  and 
Other  Apparatus  from  Lightning 
and  Similar  Disturbances"  by  Mr.  R. 
P.  Jackson,  in  the  Journal  for 
March,  1908.  In  this  connection  it 
should  be  noted  that  the  spark  gap 
cur\-e,  Fig.  13.  shown  on  page  163  of 
this  article,  has  an  obvious  error  in 
that  the  values  for  "Kilo-Volts 
Across  Gap"  should  be  expressed  as 
10-20-30.  etc.,  instead  of  1-2-3.  You 
can  probably  secure  circulars  on  this 
subject  by  addressing  a  manufac- 
turer of   such   apparatus. 

346 — Transmission  Line  Calcula- 
tion— I  wish  to  obtain  a  copy 
of  the  Journal  for  April,  '07, 
in  which  I  understand  there  is 
an  explanation  of  the  Mershon 
Diagram.  On  p.  232  a  three- 
phase  example  is  given,  in 
which  the  resistance  volts  drop 
is  found  to  be  1 625.  and  the 
total  volts  drop  i  771  volts.  To 
determine  the  three-phase  loss 
of  i>ower  in  kw.  is  it  correct 
to  multiply  the  value  of  cur- 
rent (62.5  amperes)  of  an 
equivalent  single-phase  circuit 
carrying  one-half  the  kw  of 
the  three-phase  line,  by  resist- 


ance drop  (1625  volts),  and 
this  product  by  2,  thus :  i  625 
X  62.5  y.2  =  20.3   kw  ?  e.  s.  B. 

This  method  is  correct.  The  arti- 
cle in  the  April.  1907,  issue  which  has 
been  sent  j^ou  gives  a  shorter  method 
of  calculation  than  that  outlined  in 
Mr.  Mershon's  article  in  the  Joltrnal 
for  March,  1907,  and  is  further  ex- 
plained in  a  supplementary  article  in 
the  same  issue. 

347 — Brush   Lubrication — ^What  is 
the   best   lubricant    for   use  in 
connection    with    the    graphite 
brushes    on    the    direct-current 
end    of    rotarv'    converters    in 
railway  service,   operating  un- 
der uniformly  hea\-y  load?   We 
have    tried    substituting    sperm 
oil   for  the   ordinary  graphite- 
paraffine    compound    for    com- 
mutator    lubrication     on     our 
300,  500.  and  I  000  kw,  2.;-cycle, 
rotary  converters.  Trouble  has 
arisen,     however,     because     of 
pitting  of  brushes  and  picking- 
up  of  copper  on  the  direct-cur- 
rent end.  M.  H.  l. 
We     would     anticipate     that     the 
trouble  experienced  has  been  due  to 
some   other  cause   than  the  kind  of 
lubrication  used  for  the  commutator; 
probably  in  the  kind  of  brushes  being 
used.     With  other  conditions  as  they 
should  be,  graphite  brushes  would  re- 
quire no  lubrication  beyond  the  oc- 
casional cleaning  of  the  commutator 
with   a   rag   saturated   with  -paraffine 
oil.     It  is  possible  that  in  these  par- 
ticular converters  the  voltage  at  the 
surface  of  the  brush  during  commu- 
tation is  too  great  for  a  low  resist- 
ance graphite  brush  and  that  a  hieher 
resistance   carbon   brush    would   give 
better  results.    This  would  be  almost 
certain  to  be  the  case  wiih  6oo-volt 
direct-current  converters.    If  the  pit- 
ting of  the  brushes  mentioned  occurs 
in  the  centre  of  the  brush,  it  is  an  in- 
dication that  this  is  the  trouble.    We 
would  suggest  looking  to  the  brushes 
rather  than  to  the  commutator  lubri- 
cation for  the  source  of  the  trouble. 

F.  D.  N. 

348 — Under-  Cutting  Commutator 
Mic.\ — Many  firms  cut  down 
the  mica  between  the  commu- 
tator bars  of  their  motors.  Is 
this  safe,  and  how  deep  is  it 
permissible  to  slot  it?  Can  the 
groove  be  filled  with  some 
compound   so  as  to  give  quiet 


772 


THE  ELECTRIC  JOURNAL 


running?  Would  the  use  of 
wax  or  any  commutator  lubri- 
cant be  safe  when  this  is 
done?  c.  V.  E. 

The  slotting  of  commutators  has 
become  an  almost  universal  practice 
on  large  railway  systems  in  the 
United  States,  although  it  may  not  be 
done  in  your  vicinity  in  England.  It 
has  been  found  that  the  commutator 
life  is  very  greatly  increased,  and 
especially  with  the  use  of  a  softer 
brush,  partly  graphitic  in  character. 
Burned  commutators,  flat  spots  and 
flashing  are  greatly  reduced  provid- 
ing proper  brush  tension  and  proper 
brushes  are  employed.  No  oil  or 
compound  should  be  used  with  these 
commutators,  either  for  lubrication 
of  commutator  or  for  filling  of  slots. 
Very  little  difficulty  is  experienced 
with  short-circuiting  between  bars  if 
the  slot  is  about  0.040"  wide  and  not 
over  0.06"  deep.  Note  also  No.  2i^> 
March,  1908.  j.  l.  d. 

349 — Determining  the  Winding  of 
Direct-Current  Railway  Mo- 
tor— The  old  winding  of  the 
armature  of  a  50  hp  type  of 
motor  was  taken  out  and  de- 
stroyed before  the  throw  of 
the  coils  in  the  slots  or  the 
lead  of  the  commutator  con- 
nections was  determined.  Is  it 
possible  to  calculate  this  infor- 
mation with  the  following 
data :  45  armature  slots,  135 
commutator  segments,  four 
poles,  and  brushes  set  midway 
between  the  poles  j.  E.  w. 

Throiv  of  Coil — In  a  four-pole 
motor  the  throw  of  the  coil  is  ap- 
proximately one-fourth  of  the  cir- 
cumference of  the  armature.  In  the 
usual  design,  although  the  motor  will 
run  with  a  coil  throw  of  one-fourth 
of  the  circumference  of  the  armature, 
the  best  operation  is  secured  by  mak- 
ing the  throw  somewhat  less.  Thus 
in  the  case  cited,  one-fourth  of 
45  =  1114,  and  the  best  operation  is 
probably  secured  with  the  coil  in 
slots  No.  I  and  No.  11.  It  is  impos- 
sible to  give  an  exact  rule  for  this, 
but  this  is  about  the  usual  reduction. 
Throw  of  Leads  on  Commutator — 
The  throw  of  the  leads  on  the  com- 
mutator is  either  one-half  bar  more 
or  less  than  half  way  around.  The 
first  gives  a  progressive  winding  and 
the  second  a  retrogressive  winding. 
Changing  from  one  to  the  other  of 


these  will  reverse  the  direction  of 
rotation  of  the  armature,  but  will  not 
otherwise  affect  the  operation  of  the 
motor.  In  the  case  cited,  J/S  of  135 
=  67^.  Then  the  throw  of  the  leads 
for  a  progressive  winding  is  from 
bar  No.  i  to  bar  N0.69,  and  for  ret- 
rogressive winding  it  is  from  bar  No. 
I  to  bar  No.  68. 

Co)inection  of  Coil  to  Commutator 
— The  particular  bars  to  which  any 
coil  should  be  connected  is  deter- 
mined by  the  relative  positions  of  the 
poles  and  the  brush  holders.  The 
fundamental  principle  to  be  remem- 
bered is  that  the  coil  whose  two  sides 
lie  between  the  tips  of  adjacent  poles 
should  have  its  leads  conected  to  the 
bars  which  are  at  that  time  passing 
under  the  brushes.  Usually  the 
brush  holder  is  placed  opposite  the 
center  of  the  pole,  and  in  this  case 
the  leads  are  spread  out  equal  dis- 
tances from  the  center  of  the  coil. 
To  determine  the  proper  layout  in 
this  case,  place  one  coil  on  the  core 
in  its  proper  slots.  Take  the  center 
of  the  slot  or  tooth  which  is  half  way 
between  the  two  sides  of  the  coil, 
and  by  means  of  a  straight-edge  find 
the  corresponding  point  on  the  com- 
mutator. Count  each  way  from  this 
point  half  the  number  of  bars  in- 
cluded by  the  throw  of  the  leads  as 
already  determined,  and  mark  these 
bars.  This  should  check  by  counting 
from  one  marked  bar  to  the  other. 
When  there  are  two  or  more  leads 
per  coil,  the  marked  bars  should  be 
used  for  the  middle  leads  in  the  case 
of  an  odd  number  of  leads,  or  for 
one  of  the  two  middle  leads  in  the 
case  of  an  even  number  of  leads.  If 
the  brush  holders  are  placed  midway 
between  the  poles,  as  is  stated  in 
the  example,  it  will  be  seen  that  in 
order  to  have  a  coil  commutate  when 
it  lies  between  the  pole  tips,  the  leads 
from  one  side  of  the  coil  must  come 
straight  out,  and  connect  to  the  bars 
which  are  opposite  the  slot  in  which 
that  side  of  the  coil  lies.  The  leads 
from  the  other  side  of  the  coil  must 
be  brought  around  so  as  to  give  the 
proper  spacing  of  leads  on  the  com- 
mutator. E.  L.  w. 

350 — Voltages  in  Incandescent 
Lamp  Circuit— With  two  iio- 
volt,  16  c-p  incandescent  lamps 
connected  across  a  220-volt  cir- 
cuit and  the  connections  be- 
tween  the    two   lamps    so   ar- 
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ranged  that  the  circuit  can  be 
opened  at  this  point  and  a  volt- 
meter inserted,  it  appears 
that  the  reading  of  the  volt- 
meter when  so  connected  is 
the  same  as  the  line  voltage. 
If  the  voltage  across  these  two 
adjacent  terminals  of  the  two 
lamps  is  thus  220  volts,  what 
would  be  the  voltage  across 
each  lamp?  Knowing  that  each 
lamp  can  take  only  one-half 
ampere  and  that  when  con- 
nected in  series  across  the  line, 
this  is  the  maximum  current 
flowing,  it  would  seem  that  the 
drop  across  each  lamp  would 
be  no  volts;  this  is  not  con- 
sistent with  the  voltmeter 
reading  as  above  noted.  Please 
explain.  j.  e.  w. 

When  burning  in  series,  the  cur- 
rent on  the  two  16  c-p  lamps  would 
be  one-half  ampere  as  noted,  and  the 
drop  across  each  lamp  would  be  one- 
half  of  the  total  voltage  or  no  volts. 
The  apparent  discrepancj'  observed 
with  the  voltmeter  inserted  between 
the  lamps  is  accounted  for  by  the 
fact  that  the  ohmic  resistance  of  the 
ordinary  commercial  voltmeter  is  so 
great  as  compared  with  the  resist- 
ance of  the  lamps  that  the  drop  in 
voltage  across  the  lamps  is  negligi- 
ble compared  with  the  voltage  drop 
across  the  voltmeter  terminals,  and 
hence  the  voltmeter  indicates  _  the 
same  as  the  line  voltage.  This  is 
based  on  the  well-known  principle 
that  the  e.m.f.  drop  across  resist- 
ances connected  in  series  is  propor- 
tional to  the  values  of  the  respective 
resistances. 

351 — Method  of  De-Sulph.\ting 
Storage  Battery  Plates  — 
What  is  the  best  method  for 
reducing  sulphation  of  storage 
battery  plates?  s.  F.  mcD. 

The  electrolyte  should  be  removed 
and  replaced  with  water  in  which  the 
plates  should  be  soaked  for  two  or 
three  hours.  If  the  specific  gravity 
of  the  resulting  electrolyte  is  below 
approximately  1.060,  add  a  sufificient 
quantity  of  electrolyte  to  raise  it  to 
this  value.  If  the  specific  gravity  is 
too  high,  add  water.  Charge  at  nor- 
mal rate,  and  continue  the  charge  at 
normal  rate,  after  the  density  and 
voltage  have  ceased  to  rise,  for  eight 
hours.  Finally,  replace  with  electro- 
lyte of  proper  specific  gravity.   Note 


also  "The  Care  and  Maintenance  of 
Storage  Batteries"  by  Mr.  F.  A. 
Warfield,  in  the  Journal  for  August, 
1908,  p.  466.  L.  H.  F. 

352— 'Compound  Motors  in  Paral- 
lel— Two  7S-hp,  250-volt,  di- 
rect-current, cumpound-wound 
motors  are  geared  to  a  con- 
veyor line  shaft,  both  motors 
being  controlled  by  a  single 
starting  box.  Motor  i  meshes 
directly  with  the  gear  wheel 
on  the  conveyor  shaft,  while 
an  idler  is  inserted  between 
motor  2  and  the  driven  gear. 
Please  suggest  a  scheme  of 
connection  such  that  the  mo- 
tors will  share  the  load 
equally.  e.  b.  w. 

If  the  two  motors  are  of  the  same 
type,  size,  speed  and  design,  they 
should  share  the  load  equally  with- 
out difficulty,  providing  the  shunt 
and  series  fields  are  respectiveh'  of 
the  same  strength  in  the  two  ma- 
chines. If  they  are  of  different  de- 
sign, it  will  be  necessary  to  adjust 
one  of  the  shunt  fields  for  equal 
strength  by  means  of  an  external 
field  resistance,  and  then  to  adjust 
the  two  series  fields  for  equal  com- 
pounding. The  latter  could  be  ac- 
complished by  means  of  series  field 
shunts  to  be  used  in  parallel  with 
that  series  field  of  the  motor  which 
does  not  take  its  share  of  the  load 
after  adjustment  of  the  fields.  Ad- 
justment of  the  shunt  field  should  be 
made  to  assure  of  equal  field  excita- 
tion in  the  two  machines.  This  may 
be  done  by  operating  the  motor  on 
no  load  with  the  scries  fields  of  the 
two  machines  temporarily  eliminated. 
A  wattmeter  or  ammeter  in  the  arm- 
ature circuit  of  each  machine  would 
serve  to  indicate  when  the  load  was 
equally  divided  with  shunt  field  ex- 
citation alone.  With  this  condition 
satisfied,  it  is  now  only  necessary  to 
have  equal  compounding  in  the  two 
scries  fields  to  assure  equal  distribu- 
tion of  load  throughout  the  full 
range  of  the  machines.  F.  a.  r. 

3^3 — Power- Factor      Correction  — 
Two     2400-volt,     three-phase 
generators  having  a  total  out 
put  of  600  hp  are  located  re 
spectively    one    mile    and    tw 
miles    from    their    load.      The 
total  load  of  150  hp  is  shared 
by      a      second      high-tension 
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power  system  operating  in 
parallel  with  the  above 
through  the  medium  of  a  sub- 
station. The  power-factor  at 
this  point  is  only  50  or  60  per- 
cent. How  large  a  synchron- 
ous motor  would  be  required 
to  raise  the  power-factor  at 
the  point  of  consumption  to 
about  90  or  100  percent,  and 
how  much  power  would  be  re- 
quired to  drive  this  motor? 

H.  L.  H. 

The  low  power-factor  involved 
may  be  found  to  be  due  to  the  large 
circulating  currents  between  the  two 
systems ;  there  is,  however,  insuffi- 
cient data  to  draw  a  reasonable  con- 
clusion regarding  this  point.  As- 
suming, however,  a  simple  case  of 
power-factor  correction,  handled  by 
the  method  described  by  Mr.  Wm. 
Nesbit,  in  the  article  on  "Synchron- 
ous Motors  for  Improving  Power- 
Factor"  in  the  Journal  for  August, 
1907,  p.  425,  a  graphic  solution  simi- 
lar to  that  shown  in  Fig.  353  (a)  will 
be  obtained,  in  which  AE  represents 
the   total   kw   capacity  =  850   hp,   and 


FIG.  353  (a) 

AB  =  the  corresponding  capacity  in 
k.v.a.  at  60  percent  power-factor. 
Then  the  k.v.a.  capacity  of  a  ."^yn- 
chronous  motor  of  sufficient  size  to 
raise  the  pow-er-factor  to  90  percent, 
the  motor  carrying  no  mechanical 
load  except  that  required  to  supply 
its  losses,  is  represented  by  BN  = 
530  k.v.a.  BD  represents  the  capac- 
ity of  synchronous  motor  required  to 
give  same  results  with  the  motor 
carrying  200  kw  mechanical  load  (in- 
cluding losses  equal  to  ten  percent). 
Size  of  motor  running  light  required 
to  raise  power-factor  to  80  percent  = 


330  k.v.a.  represented  by  BM,  while 
BC  =  300  k.v.a.  =  capacity  of  syn- 
chronous motor  required  to  raise 
power- factor  to  80  percent  when  the 
motor  carries  200  kw  total  mechan- 
ical load.  E.  s.  z. 

354 — Determination  of  Polarity 
BY  Means  ok  Compass — Ih 
testing  a  four-pole  e-xciter  for 
polarity,  it  is  found  that,  when 
a  compass  is  held  outside  the 
yoke  at  the  point  where  the 
field  pole  is  bolted  to  it,  a 
south  pole  is  indicated.  If  the 
machine  is  now  started  and 
the  voltage  allowed  to  build 
up  to  about  one-third  of  nor- 
mal value,  the  compass  needle 
slowly  reverses  direction,  ap- 
parently indicating  that  the 
polarity  of  the  field  at  this 
point  has  been  reversed.  Why 
is  this?  c.  0.  R. 

In  the  ordinary  permanent  bar 
magnet,  the  extended  lines  of  force 
are   shown   in    the    familiar    form   il- 


FiGS.  354  (a)  and  (b) 


lustratcd  in  Fig.  354  (a).  The  maxi- 
mum induction  in  the  iron  is  at  the 
middle  of  the  magnet.  If,  now,  two 
coils  be  placed  near  the  ends  of  the 
magnet  and  current  is  passed 
through  them  in  such  a  direction  as 
to  increase  the  strength  without  de- 
stroying the  direction  of  the  ordinary 
magnetic  lines  of  force,  local 
lines  of  force  will  be  pro- 
duced in  the  medium  surrounding 
the  coils  as  shown  in  Fig.  354  (b) 
and    there   will  be   a   weak   resultant 
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field  behind  each  coil  as  indicated  at 
n  and  s.  This  tendency  to  circulate 
around  the  coils  will  obviously  be  in- 
creased with  increase  of  current  if 
the  cross-section  of  the  magnet  be- 
tween the  coils  be  small  or  if  its 
permeability  be  low.  It  is  obvious 
that  in  the  generator  or  motor  the 
pole  faces  correspond  to  the  free 
ends  of  the  bar  magnet  and  that,  ac- 
cordingly, the  leakage  magnetic  lines 
cmenating  from  the  space  around  the 
yoke  between  the  field  coils  into  the 
surrounding  medium  will  reverse  in 
direction  when  the  current  is  applied, 
in  the  same  way  that  tlicy  reverse 
in  the  medium  surrounding  the  mid- 
dle of  the  bar  magnet,  between  the 
coils.  c.  F.  s. 

355 — Marbleizing  Slate  Switch- 
boards— Please  give  informa- 
tion regarding  process  for 
marbleizing  slate  switchboards. 

E.  F.  B. 

The  slate  is  cut,  trimmed,  beveled, 


and  sand-rubbed  in  the  usual  way.  If 
a  particularly  smooth  finish  is  de- 
sired, it  should  be  honed.  Then  apply 
one  coat  of  black  ground  paint ;  dead 
black  is  ordinarily  used  for  this,  but 
any  good  fiat  color  paint  will  do. 
Allow  this  coat  to  dry  thoroughly 
before  applying  next  coat.  A  tank 
of  water  several  inches  wider  than 
the  largest  piece  of  slate  to  be  mar- 
blcized  should  then  be  provided.  On 
the  surface  of  the  water  float  the 
various  colors  to  be  used  in  mottling, 
and,  with  a  finger  or  stick,  draw 
them  out  to  reseml)le  the  markings 
of  marble.  Then  immerse  the  slate 
in  the  clear  water  and  bring  it  up 
under  the  colors  that  have  been 
spread  out  on  the  surface.  If  this 
is  carefully  done,  the  colors  will 
stick  to  the  slate,  forming  the  same 
design  on  the  slate  that  has  been 
drawn  on  the  surface  of  the  water. 
Allow  these  colors  to  dry  and  apply 
suitable  varnishes  for  finishing,    j.  r.  s. 
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